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Р reface 


ur objective is to provide an integrated introductory 
O presentation of thermodynamics, fluid mechanics, 
and heat transfer. The unifying theme is the application of 
these principles in thermal systems engineering. Thermal 
systems involve the storage, transfer, and conversion of en- 
ergy. Thermal systems engineering is concerned with how 
energy is utilized to accomplish beneficial functions in 
industry, transportation, the home, and so on. 

Introduction to Thermal Systems Engineering: Thermo- 
dynamics, Fluid Mechanics, and Heat Transfer is intended 
for a three- or four-credit hour course in thermodynamics, 
fluid mechanics, and heat transfer that could be taught in 
the second or third year of an engineering curriculum to 
students with appropriate background in elementary 
physics and calculus. Sufficient material also is included 
for a two-course sequence in the thermal sciences. The 
book is suitable for self-study, including reference use in 
engineering practice and preparation for professional en- 
gineering examinations. SI units are featured but other 
commonly employed engineering units also are used. 

The book has been developed in recognition of the team- 
oriented, interdisciplinary nature of engineering practice, 
and in recognition of trends in the engineering curriculum, 
including the move to reduce credit hours and the ABET- 
inspired objective of introducing students to the common 
themes of the thermal sciences. In conceiving this new 
presentation, we identified those critical subject areas 
needed to form the basis for the engineering analysis of 
thermal systems and have provided those subjects within 
a book of manageable size. 

Thermodynamics, fluid mechanics, and heat transfer are 
presented following a traditional approach that is familiar 
to faculty, and crafted to allow students to master funda- 
mentals before moving on to more challenging topics. This 
has been achieved with a more integrated presentation than 
available in any other text. Examples of integration include: 
unified notation (symbols and definitions); engaging case- 
oriented introduction to thermodynamics, fluid mechanics, 
and heat transfer engineering; mechanical energy and 
thermal energy equations developed from thermodynamic 
principles; thermal boundary layer concept as an exten- 
sion of hydrodynamic boundary layer principles; and more. 


Features especially useful for students are: 


* Readable, highly accessible, and largely self- 
instructive presentation with a strong emphasis on 
engineering applications. Fundamentals and 
applications provided at a digestible level for an 
introductory course. 


* An engaging, case-oriented introduction to thermal 
systems engineering provided in Chapter 1. The 
chapter describes thermal systems engineering gen- 
erally and shows the interrelated roles of thermody- 
namics, fluid mechanics, and heat transfer for ana- 
lyzing thermal systems. 


* Generous collection of detailed examples featuring 
a structured problem-solving approach that encour- 
ages systematic thinking. 


* Numerous realistic applications and homework prob- 
lems. End-of-chapter problems classified by topic. 


ө Student study tools (summarized in Sec. 1.4) 
include chapter introductions giving a clear 
statement of the objective, chapter summary and 
study guides, and key terms provided in the 
margins and coordinated with the text 
presentation. 


* A CD-ROM with hyperlinks providing the full 
print text plus additional content, answers to 
selected end-of-chapter problems, short fluid flow 
video clips, and software for solving problems in 
thermodynamics and in heat transfer. 


* Access to a website with additional learning 
resources: http://www.wiley.com/college/moran 


Features especially useful for faculty are: 


* Proven content and student-centered pedagogy 
adapted from leading textbooks in the respective 
disciplines: 

M.J. Moran and H.N. Shapiro, Fundamentals of 
Engineering Thermodynamics, 4% edition, 2000. 


B.R. Munson, D.F. Young, and T.H. Okiishi, 
Fundamentals of Fluid Mechanics, 4" edition, 
2002. 


E.P. Incropera and D.P. DeWitt, Fundamentals of 
Heat and Mass Transfer, 5" edition, 2002. 


* Concise presentation and flexible approach readily 
tailored to individual instructional needs. Topics 
are carefully structured to allow faculty wide 
latitude in choosing the coverage they provide to 
students— with no loss in continuity. The accom- 
panying CD-ROM provides additional content that 
allows faculty further opportunities to customize 
their courses and/or develop two-semester 
courses. 
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e Highly integrated presentation. The authors һауе 
worked closely as a team to ensure the material 
is presented seamlessly and works well as a whole. 
Special attention has been given to smooth transitions 
between the three core areas. Links between the core 
areas have been inserted throughout. 


* Instructor’s Manual containing complete, detailed 
solutions to all the end-of-chapter problems to assist 
with course planning. 


A Note on the Creative Process 


How did four experienced authors come together to 
develop this book? It began with a face-to-face meeting in 
Chicago sponsored by our Publisher. It was there that we 
developed the broad outline of the book and the unifying 
thermal systems engineering theme. At first we believed it 
would be a straightforward task to achieve our objectives 
by identifying the core topics in the respective subject areas 
and adapting material from our previous books to provide 
them concisely. We quickly found that it was easier to agree 
on overall objectives than to achieve them. Since we come 
from the somewhat different technical cultures of thermo- 
dynamics, fluid mechanics, and heat transfer, it might be 
expected that challenges would be encountered as the 
author team reached for a common vision of an integrated 
book, and this was the case. 

Considerable effort was required to harmonize different 
viewpoints and writing styles, as well as to agree on the 
breadth and depth of topic coverage. Building on the good 
will generated at our Chicago meeting, collaboration 
among the authors has been extraordinary as we have taken 
a problem-solving approach to this project. Authors have 
been open and mutually supportive, and have shared com- 
mon goals. Concepts were honed and issues resolved in 
weekly telephone conferences, countless e-mail ex- 
changes, and frequent one-to-one telephone conversations. 
A common vision evolved as written material was 


exchanged between authors and critically evaluated. By 
such teamwork, overlapping concepts were clarified, links 
between the three disciplines strengthened, and a single 
voice achieved. This process has paralleled the engineer- 
ing design process we describe in Chapter 1. We are 
pleased with the outcome. 

We believe that we have developed a unique, user- 
friendly text that clearly focuses on the essential aspects 
of the subject matter. We hope that this new, concise 
introduction to thermodynamics, fluid mechanics, and heat 
transfer will appeal to both students and faculty. Your 
suggestions for improvement are most welcome. 


Acknowledgments 


Many individuals have contributed to making this book 
better than it might have been without their participation. 
Thanks are due to the following for their thoughtful com- 
ments on specific sections and/or chapters of the book: 
Fan-Bill Cheung (Pennsylvania State University), Kirk 
Christensen (University of Missouri-Rolla), Prateen V. 
DeSai (Georgia Institute of Technology), Mark J. 
Holowach (Pennsylvania State University), Ron Mathews 
(University of Texas-Austin), S. A. Sherif (University of 
Florida). Organization and topical coverage also bene- 
fited from survey results of faculty currently teaching 
thermal sciences courses. 

Thanks are also due to many individuals in the John 
Wiley & Sons, Inc., organization who have contributed 
their talents and efforts to this book. We pay special recog- 
nition to Joseph Hayton, our editor, who brought the author 
team together, encouraged its work, and provided resources 
in support of the project. 


April 2002 
Michael J. Moran 
Howard N. Shapiro 
Bruce R. Munson 
David P. DeWitt 


Contents 


THERMO 


1 


141 
12 
13 
14 


What Is Thermal Systems 
Engineering? 1 

Getting Started 1 

Thermal System Case Studies 3 
Analysis of Thermal Systems 7 
How to Use This Book Effectively 9 
Problems 11 


2 


Getting Started in 
Thermodynamics: Introductory 
Concepts and Definitions 14 


Defining Systems 14 
Describing Systems and Their Behavior 16 
Units and Dimensions 19 


Two Measurable Properties: Specific Volume 
and Pressure 21 


Measuring Temperature 23 
Methodology for Solving Problems 26 
Chapter Summary and Study Guide 27 
Problems 28 


Using Energy and the First Law 
of Thermodynamics 31 


Reviewing Mechanical Concepts of Energy 31 
Broadening Our Understanding of Work 33 
Modeling Expansion or Compression Work 36 
Broadening Our Understanding of Energy 40 
Energy Transfer by Heat 41 


Energy Accounting: Energy Balance for Closed 
Systems 43 


Energy Analysis of Cycles 51 
Chapter Summary and Study Guide 54 
Problems 23 


4 Evaluating Properties 59 


4.] Fixing the State 59 


Evaluating Properties: General 
Considerations 60 

4.2 р-о-Т Relation 60 

4.3 Retrieving Thermodynamics Properties 64 
4.4 р-о-Т Relations for Gases 79 


Evaluating Properties Using the Ideal 
Gas Model 81 
4.5 Ideal Gas Model 81 


4.6 Internal Energy, Enthalpy, and Specific Heats of 
Ideal Gases 83 


4.7 Evaluating Au and A/ of Ideal Gases 85 

4.8 Polytropic Process of an Ideal Gas 89 

4.9 Chapter Summary and Study Guide 91 
Problems 91 


5 Control Volume Analysis Using 


Energy 96 


5.1 Conservation of Mass for a Control Volume 96 


5.2 Conservation of Energy for a Control 
Volume 99 


5.3 Analyzing Control Volumes at Steady State 102 
54 Chapter Summary and Study Guide 117 
Problems 118 


6 The Second Law of 
Thermodynamics 123 
6.1 Introducing the Second Law 123 


6.2 Identifying Irreversibilities 126 
6.3 Applying the Second Law to Thermodynamic 


Cycles 128 
6.4 Maximum Performance Measures for Cycles 
Operating between Two Reservoirs 131 


мі 


6.5 
6.6 


Contents 


136 
Chapter Summary and Study Guide 
137 


Carnot Cycle 
137 
Problems 


141 


141 
143 


Entropy Change in Internally Reversible 
Processes 149 


Entropy Balance for Closed Systems 


Using Entropy 


Introducing Entropy 
Retrieving Entropy Data 


151 


Entropy Rate Balance for Control 


Volumes 157 
Isentropic Processes 162 
Isentropic Efficiencies of Turbines, Nozzles, 


Compressors, and Pumps 166 


Heat Transfer and Work in Internally Reversible, 


Steady-State Flow Processes 171 
Accounting for Mechanical Energy 174 
176 


177 


Accounting for Internal Energy 
Chapter Summary and Study Guide 


Problems 178 


Vapor Power Systems 


8.10 
8.20 


8.30 


8.40 


Vapor Power and Refrigeration 
Systems 185 


185 
Modeling Vapor Power Systems 185 


Analyzing Vapor Power Systems—Rankine 
Cycle 187 

Improving Performance—Superheat 

and Reheat 198 


Improving Performance—Regenerative Vapor 
Power Cycle 202 


Vapor Refrigeration and Heat Pump 


Systems 


8.50 
8.60 


8.70 
8.80 


8.90 


206 
Vapor Refrigeration Systems 207 


Analyzing Vapor-Compression Refrigeration 


Systems 209 
Vapor-Compression Heat Pump Systems 217 


Working Fluids for Vapor Power апа Refrigeration 


Systems 218 
Chapter Summary and Study Guide 218 
Problems 219 


9 


Gas Power Systems 223 
Internal Combustion Engines 223 
91 Engine Terminology 223 
9.2  Air-Standard Otto Cycle 225 
9.3 Air-Standard Diesel Cycle 230 
Gas Turbine Power Plants 234 
9.4 Modeling Gas Turbine Power Plants 234 
9.5 Air-Standard Brayton Cycle 235 
9.6 Regenerative Gas Turbines 243 
9.7 Gas Turbines for Aircraft Propulsion 
(CD-ROM) 247 
9.8 Chapter Summary and Study Guide 247 
Problems 247 


1 0 Psychrometric Applications 


(CD-ROM) 250 


All material in Chapter 10 is available on the CD-ROM only. 


10.1 
10.2 
10.3 


10.4 
10.5 
10.6 
10.7 


Introducing Psychrometric Principles 
Evaluating the Dew Point Temperature 


Psychrometers: Measuring the Wet-Bulb and 
Dry-Bulb Temperatures 


Psychrometric Charts 

Analyzing Air-Conditioning Processes 
Cooling Towers 

Chapter Summary and Study Guide 
Problems 


FLUIDS 


1 1 Getting Started in Fluid 


11.1 
112 
11.3 
11.4 


LS 
11.6 
117 


251 


251 


Mechanics: Fluid Statics 


Pressure Variation in a Fluid at Rest 
Measurement of Pressure 255 
256 


Mechanical and Electronic Pressure апа 
Measuring Devices 229 


Hydrostatic Force оп а Plane Surface 
264 

Chapter Summary and Study Guide 
265 


Manometry 


260 
Buoyancy 
265 
Problems 


1 2 The Momentum апа Mechanical 
Energy Equations 2069 


269 
272 
Applying the Momentum Equation 
278 


Further Examples of Use of the Bernoulli 
Equation 280 


The Mechanical Energy Equation 


12.1 
12,2 
12,3 
12.40 
12,50 


Fluid Flow Preliminaries 
Momentum Equation 

273 
The Bernoulli Equation 


12.60 
12.70 
12.80 
12.90 


282 
Applying the Mechanical Energy Equation 
Compressible Flow (CD-ROM) 286 
One-dimensional Steady Flow in Nozzles and 
Diffusers (CD-ROM) 286 

Flow in Nozzles and Diffusers of Ideal 
Gases with Constant Specific Heats 
(CD-ROM) 286 

Chapter Summary and Study Guide 
287 


283 


12.10 


1211 287 


Problems 


1 3 Similitude, Dimensional 
Analysis, and Modeling 


293 


Dimensions, Dimensional Homogeneity, and 
Dimensional Analysis 294 


Buckingham Pi Theorem and Pi Terms 
Method of Repeating Variables 298 


Common Dimensionless Groups in Fluid 
Mechanics 301 


Correlation of Experimental Data 
304 
Chapter Summary and Study Guide 
309 


293 


13.10 
13.20 


Dimensional Analysis 


13,30 
13.40 
13.50 


207 


13.60 
13.70 
13.80 


302 
Modeling and Similitude 
308 
Problems 


1 4 Internal and External Flow 
313 


Internal Flow 
14.10 
14.20 
14.30 


313 
General Characteristics of Pipe Flow 
215 


314 
Fully Developed Laminar Flow 
Laminar Pipe Flow Characteristics 
(CD-ROM) 316 


14.40 Fully Developed Turbulent Flow 316 


Contents vii 


14.50 Pipe Flow Head Loss 217 

14.60 Pipe Flow Examples 322 

14.70 Pipe Volumetric Flow Rate Measurement 
(CD-ROM) 325 

External Flow 325 

14.80 Boundary Layer on a Flat Plate 326 

14.90 General External Flow Characteristics 330 

14.10 Drag Coefficient Data 332 

1411 Lift 335 

14.12 Chapter Summary and Study Guide 337 
Problems 338 


HEAT TRANSFER 


1 5 Getting Started іп Heat 
Transfer: Modes, Rate Equations 
and Energy Balances 342 

Heat Transfer Modes: Physical Origins and Rate 

Equations 342 

Applying the First Law in Heat Transfer 

321 


Chapter Summary and Study Guide 
356 


15.10 


15.20 
15.30 
15.40 


348 
The Surface Energy Balance 
b 
Problems 


| б Heat Transfer Бу 
Conduction 359 


Introduction to Conduction Analysis 
362 
Conduction with Energy Generation 


16.10 
16.20 
16.30 
16.40 


359 
Steady-State Conduction 
373 


Heat Transfer from Extended Surfaces: 


Fins EX] 
16.50 Transient Conduction 


16.60 


385 
Chapter Summary and Study Guide 
397 


395 
Problems 


1 7 Heat Transfer Бу 
Convection 405 


17.10 The Problem of Convection 
412 


412 
423 


405 


Forced Convection 
17.20 External Flow 
17.30 Internal Flow 


viii Contents 


Free Convection 438 
17.40 Free Convection 438 


Convection Application: 

Heat Exchangers 446 

17.50 Heat Exchangers 446 

17.60 Chapter Summary and Study Guide 456 
Problems 458 


1 8 Heat Transfer by 
Radiation 468 
18.1 Fundamental Concepts 468 


18.2 Radiation Quantities and Processes 470 
18.3 Blackbody Radiation 473 


Spectrally Selective Surfaces 479 
18.4 Radiation Properties of Real Surfaces 479 


Radiative Exchange Between Surfaces in 
Enclosures 489 


18.5 Тһе View Factor 489 

18.6 Blackbody Radiation Exchange 492 

18.7 Radiation Exchange between Diffuse-Gray 
Surfaces in an Enclosure 495 

18.8 Chapter Summary and Study Guide 502 
Problems 503 


A Appendices 511 


Index to Property Tables 
and Figures 511 


Index 557 


Things You Should Know About 


Interactive Thermodynamics (IT) 
and 
Interactive Heat Transfer (ІНТ) 


What is the software all about? 


IT and /НТ provided on your CD-ROM are Windows-based, general-purpose, nonlinear equation 
solvers with built-in functions for solving thermodynamics and heat transfer problems. The 
packages were designed for use with the texts Fundamentals of Engineering Thermodynamics 
(Moran 8. Shapiro, 4” Ed., 2000, Wiley) and Introduction to Heat Transfer (Incropera & DeWitt, 4" 
Ed., 2002, Wiley), respectively. The equation numbering, text section/topic identification, and 
content, are specific to those texts. However, the software is also well suited for use with 
Introduction to Thermal Systems Engineering (ITSE). It is our purpose here to identify features of 
IT and IHT that will help you make good use of the software in solving thermodynamics and heat 
transfer problems. 


Why use /T and /НТ? 


You should consider /T and /HT as productivity tools to reduce the tediousness of calculations, 
and as learning tools to permit building models and exploring influences of system parameters. 
Use the software as you would a hand calculator to check solutions. Solve systems of equations 
that otherwise would require iterative hand calculations. Sweep across the value of a parameter 
to generate a graph. But, best of all, use the special features of the packages identified below 
that will greatly facilitate your problem solving assignments. 


For thermodynamics applications, you will find /T especially helpful for retrieving thermodynamic 
property data while solving a problem that requires one numerical solution, or for varying 
parameters to investigate their effects. 


For heat transfer applications, you will find /HT especially helpful for solving problems associated 
with these topics: transient conduction using the lumped capacitance method and one-term series 
analytical solutions; estimating convection coefficients using correlations requiring thermophysical 
properties of fluids as a function of temperature; and blackbody radiation functions. 
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Getting Started with /Т and IHT 


When you first start up /T and /HT, you will be asked whether you want to run the Tutorial. If you 
are new to the software, you should go through the Tutorial so that you can build these basic 
skills: 

e enter equations from the keyboard, 

e solve equation sets with an understanding of Initial Guesses and solver behavior, 

e perform Explore and Graph operations, and 

e understand general features of the solver Intrinsic Functions . 


For /T, the Tutorial, is self-contained and provides you with all that you need to learn the basic 
features of the software. After working through the tutorial you will be able to solve basic 
thermodynamic problems, vary parameters, and make graphs. Your skills with /T will serve you 
as well with /HT since their architecture, solver engine and other key features are similar. 


For /HT, the Tutorial, while labeled as Example 1.6, is based on /TSE Example 15.3, Curing a 
Coating with a Radiant Source. Step-by-step instructions will lead you through the construction of 
the model, solution for the unknown variables, and graphical representation of a parametric study. 


You should become familiar with the Help Index, which serves as the User's Manual for the 
software. You should read the first section, /HT Environment, so that you understand the 
structure of the software. Later we'll introduce you to some special /ntrinsic Functions. 


To find out more about using the software, you should go to the sections that follow entitled, /T: 
Some Special Tips or IHT: Some Special Tips. 
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ІТ: Some Special Tips 


IT was designed to accompany the text Fundamentals of Engineering Thermodynamics 
(Fundamentals), and it includes a number of features that enhance your study of 
thermodynamics. Some of the features, however, are tied to topics that are beyond the scope of 
Introduction to Thermal Systems Engineering (ITSE). Also, IT has a folder with a large number of 
examples from Fundamentals. Most of these examples аге in /TSE as well, and the table below 
shows the correspondence. Some of the /T examples are not relevant to the thermal systems 
text, as noted in the table. The entire selection of examples, though, provides a complete set of 
illustrations of the capabilities of /T. 


IT capabilities tied to topics beyond the scope of /TSE 
e Exergy analysis 
e Reacting mixtures and combustion 
• Chemical and phase equilibrium 


IT Examples — Fundamentals and ITSE equivalence guide 


Fundamentals ITSE Description 
2.1 3.1 Evaluating expansion work 
3.3 4.3 Stirring water at constant volume 
3.5 4.5 Plotting thermodynamic data using software 
4.5 5.5 Calculating compressor power 
6.14 7.12 (CD-ROM) | Evaluating the isentropic compressor 
efficiency 
8.5 8.4 Regenerative cycle with open feedwater 
heater 
9.6 9.4 Brayton cycle with irreversibilities 
9.14 12.8 (CD-ROM) | Effect of back pressure: converging nozzle 
12.14 10.4 Spray-steam humidifier 
13.8 Not included Determining the adiabatic flame temperature 
14.6 Not included Determining the equilibrium flame 
temperature 
14.7 Not included Determining the equilibrium flame 
temperature using software 
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ІНТ: Some Special Tips 


IHT was designed to accompany the text Fundamentals of Heat and Mass Transfer (4ed, 2002) 
and Introduction to Heat Transfer (bed, Wiley, 2002), and includes a number of features that will 
enhance your study of heat transfer. However, many other features are beyond the scope of 
coverage in /TSE, so it is not useful to track any equivalence between the two texts with respect 
to topics and examples for use of the software. 


It is the purpose of this section to identify specific features of /HT that will increase your 
productivity in problem solving. Іп addition to having basic solver literacy, and good skills in 
using /Т as earlier described, you will find the following topics useful in solving the heat transfer 
problems of /TSE. 


Entering Equations from Text Reference Tables and Figures 

It has been our practice in the /TSE heat transfer chapters to summarize key concepts and 
equations in table or figures to facilitate convenient reference during your problem solving 
sessions. You should be able to enter the relevant equations into the /НТ Workspace and affect 
solutions. 


Table/Figure Content 
T-15.5 Rate equations for conduction, convection, radiation 
T-16.3 One-dimensional conduction: HE solutions, resistances 
T-16.4 Fin equations: distribution, heat rates 
F-16.27 Semi-infinite media: temperature distribution, heat rate 
T-17.3 Correlations: external flow 
T-17.5 Correlations: internal flow; also with Eq. 17.56 
T-17.6 Correlations: free convection 


Understanding How to Handle Stiff-Equation Sets 

The solver engine affects solutions to the equation set comprising your model by using initial 
guesses to converge on the values for the unknown variables. With highly non-linear equations, 
the engine might not converge within the required limits for the allowed iterations. Examples of 
such equations include the convection correlations, property functions, the radiation rate 
equation, and the LMTD heat exchanger method. 


The strategy for dealing with stiff-equations sets involves making good initial guesses and 
specifying upper and lower bounds. Also, consider developing models of more complex systems 
by building on simplified models. For more advice see the /НТ Help, Solution Strategies and 
Hints. 
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Using Functions that Provide Unique Computational Capability 

There are four heat- transfer-specific intrinsic functions that provide unique computation capability 
for the problems of /TSE . A function is a subroutine that performs a calculation based upon 
values of the argument provided by the user. Descriptions of the function and /HT Help 
references follow. See the final section, IHT Codes for Text Examples, for the identity of the /HT 
files that illustrate use of these functions. 


Function / Description 


DER(T,t) 

Used to solve differential equations, in this case, the derivative of temperature T with respect to 
time t. Useful for solving the transient energy balance of the for the lumped capacitance method, 
Eq. 16.81. See Example 16.9, Comment 4. /HT Help reference: Solver, Intrinsic Functions, DER 
Function. 


Properties 

Provides functions for the thermophysical properties of selected materials, liquids and gases. 
Click on the Properties button on the Tool Bar for the substance of choice, highlight window 
contents, and drag the functions into the Workspace. Properties are based on values from /TSE 
Appendices HT-1 to 5. For example, the function for the thermal conductivity of air at one 
atmosphere is “k = k_T(“Air’,T) // Thermal conductivity, W/m-K". Note, the temperature T must 
be specified in kelvin units. /HT Help reference: Tools, Properties. 


Tfluid avg(x,y) 
Calculates the film temperature or average mean temperature for internal flow, written as 


Tf = Tfluid_avg(Ts, Tinf) or Tmbar = Tfluid_avg(Tmi, Tmo) 


This function is preferred to “Tf = (Ts + Tinf)/2” when working with stiff-equation sets. /HT Help 
reference: Solver, Intrinsic Functions, Tfluid_avg Function. 


F_lambda_T(lambda,T) 

Calculates the blackbody band emission factor according to Eq. 18.10a and Table 18.2. This 
function is especially useful for calculating total or band properties from their spectral 
distributions. See Example 18.4, Comment 2, for an illustration of its use. /HT reference: Tools, 
Radiation Exchange, Radiation Functions; see also from the tool bar menu, Tools, Radiation, 
Band Emission Factor. 
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Transient Conduction with Spatial Effects 

IHT models have been developed for solving the transient conduction problem for a Plane Wall 
with Convection, Sec. 16.5.2, and Radial Systems, Sec. 16.5.3. Evaluating the one-term series 
analytical solution for these geometries is tedious work, requiring use of tables for the coefficients 
С and С or Bessel functions. 


The following table presents the functions that will allow you to calculate the temperature 
distribution T(x,t) or T(r,t) and energy transfer relation Q/Qo for the plane wall and radial system 
geometries. The functions are keyed to equations in your text. You must provide appropriate 
equations for the function arguments: xstar (x/L) or rstar (r/ro), Bi, Fo, and Qo. The initial internal 
energy, Qo, follows from Eq. 16.108. See the final section, IHT Codes for Text Examples, for the 
identity of the /HT files that illustrate use of these functions. 


The Plane Wall 
T хі-Т xt trans("Plane Wall",xstar,Fo,Bi,Ti, Tinf) // Eq 16.104 
QoverQo = О over Qo trans("Plane Wall",Fo,Bi) // Eq 16.110 


Plane wall with an initial uniform temperature, Ti, subjected to sudden convection conditions (Tinf, 
h) as represented in Fig. 16.25. These functions represent the multiple-term series analytical 
solution, and hence will return more accurate results than the one-term solutions of the text. 
These functions are used to solve the plane wall transient conduction problem of Example 16.10. 
See the next section for the identity of the /HT file. 


The Infinite Cylinder 
T хі-Т xt trans("Oylinder",rstar,Fo,Bi, Ti, Tinf)  // Eq 16.111 
QoverQo = О over Qo trans("Cylinder";Fo,;Bi) // Eq 16.113 


Infinite cylinder with an initial uniform temperature, Ti, subjected to sudden convection conditions 
(Tinf, h) as represented in Fig. 16.26. These functions represent the multiple-term series 
analytical solution, and hence will return more accurate results than the one-term solutions of the 
text. 


The Sphere 
T xt = T xt trans("Sphere",rstar,Fo,Bi,Ti, Tinf) // Eq 16.112 
QoverQo = О over Qo trans("Sphere";Fo,Bi) // Eq 16.114 


Sphere with an initial uniform temperature, Ti, subjected to sudden convection conditions (Tinf, h) 
as represented in Fig. 16.26. These functions represent the multiple-term series analytical 
solution, and hence will return more accurate results than the one-term solutions of the text. 
These functions are used to solve the sphere transient conduction problem of Example 16.11. 
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ІНТ Codes for /TSE Text Examples 

Six examples from /TSE have been solved using /HT. The examples were chosen to illustrate 
the use of the functions described in the previous sections. The following table identifies the 
features illustrated in the example, and the identity of the /HT file that is located in the directory on 
your CD-ROM labeled ІНТ Text Example Codes. You can open one of these files while in /HT, 
press the Solve button, and examine the results in the Data Browser. 


Text Example / Content /File name* 


16.9 Workpiece temperature-time history during heat treatment. E16 09.msm 
Use of the derivative function DER(T,t) for solving the 
transient energy balance including radiation exchange as 
treated in Comment 4. 


16.10 Plane wall experiencing sudden convective conditions. E16 10A.msm 
Use of transient conduction functions T. xt. trans("*Plane Wall”,...) E16 10B.msm 
and Q over Qo trans("Plane Wall",....). The files -А and -B 
correspond to solutions for parts a-d and Comment 2, respectively. 


16.11 Quenching a spherical workpiece in ап oil bath. E16 11.msm 
Use of transient conduction functions T xt trans("Cylinder",...) 
and Q over Qo їгапѕ(“Суііпаег”,.... ) to calculate quench time. 


17.11 Turbulent flow: Steam-heated water supply line. E17 10.msm 
Use of Tfluid avg and Properties functions with an internal flow 
convection correlation to determine outlet temperature for 
constant temperature surface condition. 


17.12 Free convection: Cooling an electronic equipment enclosure. E17 12.msm 
Use of Tfluid avg and Properties functions with a free convection 
correlation to estimate heat flux by convection and radiation 


18.4 . Total emissivity from the spectral emissivity distribution. E18 04.msm 
Use of the blackbody band emission function Е lambda T(lambda,T) 
to evaluate total emissivity as a function of temperature 


* These files are located in the directory ІНТ Text Example Codes on your CD-ROM. When 
opened from /HT, the files appear with the ".msm" extension. /HT searches for files based on this 
extension, but the saved session includes three other files with the same name (up to eight 
characters), but different extensions (.dsk, .egd, and .eqs). Remember to include all four files if 
you perform a copy-and-paste sequence to relocate the files from your CD-ROM to another drive 
on your computer. 


Things You Should Know Version 1 05-31-02 Page 7 of 7 


\/ НАТ 15 ТНЕКМА! 5Ү5ТЕМ5 
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Introduction... 


The objective of this chapter is to introduce you to thermal systems engineering chapter objective 
using several contemporary applications. Our discussions use certain terms that 

we assume are familiar from your background in physics and chemistry. The 

roles of thermodynamics, fluid mechanics, and heat transfer in thermal systems 

engineering and their relationship to one another also are described. The 

presentation concludes with tips on the effective use of the book. 


ІШ Getting Started 


Thermal systems engineering is concerned with how energy is utilized to accomplish bene- 
ficial functions in industry, transportation, and the home, and also the role energy plays in 
the study of human, animal, and plant life. In industry, thermal systems are found in electric 
power generating plants, chemical processing plants, and in manufacturing facilities. Our 
transportation needs are met by various types of engines, power converters, and cooling equip- 
ment. In the home, appliances such as ovens, refrigerators, and furnaces represent thermal 
systems. Ice rinks, snow-making machines, and other recreational uses involve thermal sys- 
tems. In living things, the respiratory and circulatory systems are thermal systems, as are 
equipment for life support and surgical procedures. 

Thermal systems involve the storage, transfer, and conversion of energy. Energy can be 
stored within a system in different forms, such as kinetic energy and gravitational potential 
energy. Energy also can be stored within the matter making up the system. Energy can be 
transferred between a system and its surroundings by work, heat transfer, and the flow of 
hot or cold streams of matter. Energy also can be converted from one form to another. For 
example, energy stored in the chemical bonds of fuels can be converted to electrical or me- 
chanical power in fuel cells and internal combustion engines. 

The sunflowers shown on the cover of this book can be thought of as thermal systems. 
Solar energy aids the production of chemical substances within the plant required for life 
(photosynthesis). Plants also draw in water and nutrients through their root system. Plants 
interact with their environments in other ways as well. 

Selected areas of application that involve the engineering of thermal systems are listed 
in Fig. 1.1, along with six specific illustrations. The turbojet engine, jet ski, and electrical 
power plant represent thermal systems involving conversion of energy in fossil fuels to 
achieve a desired outcome. Components of these systems also involve work and heat trans- 
fer. For life support on the International Space Station, solar energy is converted to electrical 
energy and provides energy for plant growth experimentation and other purposes. Semi- 
conductor manufacturing processes such as high temperature annealing of silicon wafers 
involve energy conversion and significant heat transfer effects. The human cardiovascular 
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Prime movers: internal-combustion engines, turbines 
Fluid machinery: pumps, compressors 
Fossil- and nuclear-fueled power stations 
Alternative energy systems 

Fuel cells 

Solar heating, cooling and power generation 
Heating, ventilating, and air-conditioning equipment 
Biomedical applications 

Life support and surgical equipment 

Artificial organs 
Air and water pollution control equipment 
Aerodynamics: airplanes, automobiles, buildings 
Pipe flow: distribution networks, chemical plants 
Cooling of electronic equipment 
Materials processing: metals, plastics, semiconductors 
Manufacturing: machining, joining, laser cutting 
Thermal control of spacecraft 


Quartz-tube furnace 


Wafer boat 


High-temperature annealing of silicon wafers 


Human cardiovascular system 


Fuel in 
Combustor 


Compressor Turbine 


[> Hot gases 
out 


Turbojet engine 


Solar-cell arrays 


Surfaces with thermal 
control coatings 


International Space Station 


3.5 in. diameter 
outlet jet 


Jet ski water =-pump propulsion 


Steam generator 


Cooling water 


Electrical power plant 


Figure 1.1 Selected areas of applications for thermal systems engineering. 


1.2 Thermal System Case Studies 


system is a complex combination of fluid flow and heat transfer components that regulates 
the flow of blood and air to within the relatively narrow range of conditions required to 
maintain life. 

In the next section, three case studies are discussed that bring out important features of 
thermal systems engineering. The case studies also suggest the breadth of this field. 


ШИ Thermal System Case Studies 


Three cases are now considered to provide you with background for your study of thermal 
systems engineering. In each case, the message is the same: Thermal systems typically con- 
sist of a combination of components that function together as a whole. The components 
themselves and the overall system can be analyzed using principles drawn from three dis- 
ciplines: thermodynamics, fluid mechanics, and heat transfer. The nature of an analysis 
depends on what needs to be understood to evaluate system performance or to design or 
upgrade a system. Engineers who perform such work need to learn thermal systems prin- 
ciples and how they are applied in different situations. 


1.2.1 Domestic Hot Water Supply 


The installation that provides hot water for your shower is an everyday example of a ther- 
mal system. As illustrated schematically in Fig. 1.2a, a typical system includes: 


* a water supply 
* a hot-water heater 
* hot-water and cold-water delivery pipes 


* a faucet and a shower head 


The function of the system is to deliver a water stream with the desired flow rate and tem- 
perature. 

Clearly the temperature of the water changes from when it enters your house until it 
exits the shower head. Cold water enters from the supply pipe with a pressure greater than 
the atmosphere, at low velocity and an elevation below ground level. Water exits the shower 
head at atmospheric pressure, with higher velocity and elevation, and it is comfortably hot. 
The increase in temperature from inlet to outlet depends on energy added to the water by 
heating elements (electrical or gas) in the hot water heater. The energy added can be eval- 
uated using principles from thermodynamics and heat transfer. The relationships among 
the values of pressure, velocity, and elevation are affected by the pipe sizes, pipe lengths, 
and the types of fittings used. Such relationships can be evaluated using fluid mechanics 
principles. 

Water heaters are designed to achieve appropriate heat transfer characteristics so that the 
energy supplied is transferred to the water in the tank rather than lost to the surrounding air. 
The hot water also must be maintained at the desired temperature, ready to be used on de- 
mand. Accordingly, appropriate insulation on the tank is required to reduce energy losses to 
the surroundings. Also required is a thermostat to call for further heating when necessary. 
When there are long lengths of pipe between the hot water heater and the shower head, it 
also may be advantageous to insulate the pipes. 

The flow from the supply pipe to the shower head involves several fluid mechanics prin- 
ciples. The pipe diameter must be sized to provide the proper flow rate—too small a diam- 
eter and there will not be enough water for a comfortable shower; too large a diameter and 
the material costs will be too high. The flow rate also depends on the length of the pipes and 
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(a) (5) 


Figure 1.2 Home hot water supply. (а) Overview. (b) Faucet and shower head. 


the number of valves, elbows, and other fittings required. As shown in Fig. 1.2, the faucet 
and the shower head must be designed to provide the desired flow rate while mixing hot and 
cold water appropriately. 

From this example we see some important ideas relating to the analysis and design of 
thermal systems. The everyday system that delivers hot water for your shower is composed 
of various components. Yet their individual features and the way they work together as a 
whole involve a broad spectrum of thermodynamics, fluid mechanics, and heat transfer prin- 
ciples. 


1.2.2 Hybrid Electric Vehicle 


Automobile manufacturers are producing hybrid cars that utilize two or more sources of 
power within a single vehicle to achieve fuel economy up to 60-70 miles per gallon. 
Illustrated in Fig. 1.3a is a hybrid electric vehicle (HEV) that combines a gasoline-fueled 
engine with a set of batteries that power an electric motor. The gasoline engine and the elec- 
tric motor are each connected to the transmission and are capable of running the car by 
themselves or in combination depending on which is more effective in powering the vehicle. 
What makes this type of hybrid particularly fuel efficient is the inclusion of several features 
in the design: 


ө the ability to recover energy during braking and to store it in the electric batteries, 


9 the ability to shut off the gasoline engine when stopped in traffic and meet power 
needs by the battery alone, 


* special design to reduce aerodynamic drag and the use of tires that have very low 
rolling resistance (friction), and 


* the use of lightweight composite materials such as carbon fiber and the increased use 
of lightweight metals such as aluminum and magnesium. 


1.2 Thermal System Case Studies 


Generator " 


Inverter 


Batteries 
Electric motor 


Gasoline engine 


(a) Overview of the vehicle showing key thermal systems 


(b) Regenerative braking mode with energy flow from wheels to battery 


Figure 1.3 Hybrid electric vehicle combining gasoline-fueled engine, storage batteries, and 
electric motor. (Illustrations by George Retseck.) 


The energy source for such hybrid vehicles is gasoline burned in the engine. Because of 
the ability to store energy in the batteries and use that energy to run the electric motor, the 
gasoline engine does not have to operate continuously. Some HEVs use only the electric 
motor to accelerate from rest up to about 15 miles per hour, and then switch to the gasoline 
engine. À specially designed transmission provides the optimal power split between the gaso- 
line engine and the electric motor to keep the fuel use to a minimum and still provide the 
needed power. 

Most HEVs use regenerative braking, as shown in Fig. 1.35. In conventional cars, step- 
ping on the brakes to slow down or stop dissipates the kinetic energy of motion through 
the frictional action of the brake. Starting again requires fuel to re-establish the kinetic 
energy of the vehicle. The hybrid car allows some of the kinetic energy to be converted 
during braking to electricity that is stored in the batteries. This is accomplished by the 
electric motor serving as a generator during the braking process. The net result is a 
significant improvement in fuel economy and the ability to use a smaller-sized gasoline 
engine than would be possible to achieve comparable performance in a conventional 
vehicle. 

The overall energy notions considered thus far are important aspects of thermodynam- 
ics, which deals with energy conversion, energy accounting, and the limitations on how en- 
ergy is converted from one form to another. In addition, there are numerous examples of 
fluid mechanics and heat transfer applications in a hybrid vehicle. Within the engine, air, 
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Integrated circuit (IC) 


Pin lead 


fuel, engine coolant, and oil are circulated through passageways, hoses, ducts, and mani- 
folds. These must be designed to ensure that adequate flow is obtained. The fuel pump and 
water pump also must be designed to achieve the desired fluid flows. Heat transfer princi- 
ples guide the design of the cooling system, the braking system, the lubrication system, and 
numerous other aspects of the vehicle. Coolant circulating through passageways in the engine 
block must absorb energy transferred from hot combustion gases to the cylinder surfaces so 
those surfaces do not become too hot. Engine oil and other viscous fluids in the transmis- 
sion and braking systems also can reach high temperatures and thus must be carefully 
managed. 

Hybrid electric vehicles provide examples of complex thermal systems. As in the case of 
hot water systems, the principles of thermodynamics, fluid mechanics, and heat transfer ap- 
ply to the analysis and design of individual parts, components, and to the entire vehicle. 


1.2.3 Microelectronics Manufacturing: Soldering Printed-Circuit Boards 


Printed-circuit boards (PCBs) found in computers, cell phones, and many other products, are 
composed of integrated circuits and electronic devices mounted on epoxy-filled fiberglass 
boards. The boards have been metallized to provide interconnections, as illustrated in 
Fig. 1.4a. The pins of the integrated circuits and electronic devices are fitted into holes, and 
a droplet of powdered solder and flux in paste form is applied to the pin-pad region, Fig. 1.40. 
To achieve reliable mechanical and electrical connections, the PCB is heated in an oven to 
a temperature above the solder melting temperature; this is known as the reflow process. The 


Metal film 
Pre-form solder paste 


(5) 


(а) (d) 


Figure 1.4 Soldering printed-circuit boards (а) with pre-form solder paste applied to integrated 
circuit pins and terminal pads (5) enter the solder-reflow oven (c) on a conveyor and are heated to 
the solder melting temperature by impinging hot air jets (4). 


1.3 Analysis of Thermal Systems 


PCB and its components must be gradually and uniformly heated to avoid inducing thermal 
stresses and localized overheating. The PCB is then cooled to near-room temperature for 
subsequent safe handling. 

The PCB prepared for soldering is placed on a conveyor belt and enters the first zone 
within the solder reflow oven, Fig. 1.4c. In passing through this zone, the temperature of the 
PCB is increased by exposure to hot air jets heated by electrical resistance elements, Fig. 1.44. 
In the final zone of the oven, the PCB passes through a cooling section where its tempera- 
ture is reduced by exposure to air that has been cooled by passing through a water-cooled 
heat exchanger. 

From the foregoing discussion, we recognize that there are many aspects of this manu- 
facturing process that involve electric power, flow of fluids, air-handling equipment, heat 
transfer, and thermal aspects of material behavior. In thermal systems engineering, we per- 
form analyses on systems such as the solder-reflow oven to evaluate system performance or 
to design or upgrade the system. For example, suppose you were the operations manager of 
a factory concerned with providing electrical power and chilled water for an oven that a ven- 
dor claims will meet your requirements. What information would you ask of the vendor? Or, 
suppose you were the oven designer seeking to maximize the production of PCBs. You might 
be interested in determining what air flow patterns and heating element arrangements would 
allow the fastest flow of product through the oven while maintaining necessary uniformity 
of heating. How would you approach obtaining such information? Through your study of 
thermodynamics, fluid mechanics, and heat transfer you will learn how to deal with ques- 
tions such as these. 


Analysis of Thermal Systems 


In this section, we introduce the basic laws that govern the analysis of thermal systems of 
all kinds, including the three cases considered in Sec. 1.2. We also consider further the roles 
of thermodynamics, fluid mechanics, and heat transfer in thermal systems engineering and 
their relationship to one another. 

Important engineering functions are to design and analyze things intended to meet human 
needs. Engineering design is a decision-making process in which principles drawn from 
engineering and other fields such as economics and statistics are applied to devise a system, 
system component, or process. Fundamental elements of design include establishing 
objectives, analysis, synthesis, construction, testing, and evaluation. 

Engineering analysis frequently aims at developing an engineering model to obtain a 
simplified mathematical representation of system behavior that is sufficiently faithful to 
reality, even if some aspects exhibited by the actual system are not considered. For ex- 
ample, idealizations often used in mechanics to simplify an analysis include the assump- 
tions of point masses, frictionless pulleys, and rigid beams. Satisfactory modeling takes 
experience and is a part of the art of engineering. Engineering analysis is featured in this 
book. 

The first step in analysis is the identification of the system and how it interacts with its 
surroundings. Attention then turns to the pertinent physical laws and relationships that allow 
system behavior to be described. Analysis of thermal systems uses, directly or indirectly, one 
or more of four basic laws: 


ө Conservation of mass 
ө Conservation of energy 
ө Conservation of momentum 


* Second law of thermodynamics 
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In your earlier studies in physics and chemistry, you were introduced to these laws. In 
this book, we place the laws in forms especially well suited for use in thermal systems 
engineering and help you learn how to apply them. 


1.3.1 The Three Thermal Science Disciplines 


As we have observed, thermal systems engineering typically requires the use of three ther- 
mal science disciplines: thermodynamics, fluid mechanics, and heat transfer. Figure 1.5 shows 
the roles of these disciplines in thermal system engineering and their relationship to one 
another. Associated with each discipline is a list of principles featured in the part of the book 
devoted to that discipline. 

Thermodynamics provides the foundation for analysis of thermal systems through the con- 
servation of mass and conservation of energy principles, the second law of thermodynamics, 
and property relations. Fluid mechanics and heat transfer provide additional concepts, in- 
cluding the empirical laws necessary to specify, for instance, material choices, component 
sizing, and fluid medium characteristics. For example, thermodynamic analysis can tell you 
the final temperature of a hot workpiece quenched in an oil, but the rate at which it will cool 
is predicted using a heat transfer analysis. 

Fluid mechanics is concerned with the behavior of fluids at rest or in motion. As shown 
in Fig. 1.5, two fundamentals that play central roles in our discussion of fluid mechanics are 
the conservation of momentum principle that stems from Newton’s second law of motion and 
the mechanical energy equation. Principles of fluid mechanics allow the study of fluids flowing 
inside pipes (internal flows) and over surfaces (external flows) with consideration of frictional 
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Figure 1.5 The disciplines of thermodynamics, fluid mechanics, and heat transfer involve 
fundamentals and principles essential for the practice of thermal systems engineering. 


1.4 How to Use This Book Effectively 


effects and lift/drag forces. The concept of similitude is used extensively in scaling measure- 
ments on laboratory-sized models to full-scale systems. 

Heat transfer is concerned with energy transfer as a consequence of a temperature dif- 
ference. As shown in Fig. 1.5, there are three modes of heat transfer. Conduction refers 
to heat transfer through a medium across which a temperature difference exists. Convection 
refers to heat transfer between a surface and a moving or still fluid having a different 
temperature. The third mode of heat transfer is termed thermal radiation and represents 
the net exchange of energy between surfaces at different temperatures by electromagnetic 
waves independent of any intervening medium. For these modes, the heat transfer rates 
depend on the transport properties of substances, geometrical parameters, and tempera- 
tures. Many applications involve more than one of these modes; this is called multimode 
heat transfer. 

Returning again to Fig. 1.5, in the thermal systems engineering box we have identified 
some application areas involving analysis. Earlier we mentioned that design requires analy- 
sis. Engineers also perform analysis for many other reasons, as for example in the operation 
of systems and determining when systems require maintenance. Because of the complexity 
of many thermal systems, engineers who provide marketing and sales services need analy- 
sis skills to determine whether their product will meet a customer’s specifications. As engi- 
neers, we are always challenged to optimize the use of financial resources, which frequently 
requires costing analyses to justify our recommendations. 


1.3.2 The Practice of Thermal Systems Engineering 


Seldom do practical applications involve only one aspect of the three thermal sciences disci- 
plines. Practicing engineers usually are required to combine the basic concepts, laws, and prin- 
ciples. Accordingly, as you proceed through this text, you should recognize that thermodynamics, 
fluid mechanics, and heat transfer provide powerful analysis tools that are complementary. 
Thermal systems engineering is interdisciplinary in nature, not only for this reason, but because 
of ties to other important issues such as controls, manufacturing, vibration, and materials that 
are likely to be present in real-world situations. 

Thermal systems engineering not only has played an important role in the development 
of a wide range of products and services that touch our lives daily, it also has become an 
enabling technology for evolving fields such as nanotechnology, biotechnology, food pro- 
cessing, health services, and bioengineering. This textbook will prepare you to work in both 
traditional and emerging energy-related fields. 

Your background should enable you to 


* contribute to teams working on thermal systems applications. 

ө specify equipment to meet prescribed needs. 

* implement energy policy. 

* perform economic assessments involving energy. 

* manage technical operations. 

This textbook also will prepare you for further study in thermodynamics, fluid mechanics, 


and heat transfer to strengthen your understanding of fundamentals and to acquire more 
experience in model building and solving applications-driven problems. 


[Л How to Use This Book Effectively 


This book has several features and learning resources that facilitate study and contribute 
further to understanding. 
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ETHODOLOGY 
UPDATE 


Core Study Features 


Examples and Problems . . . 

* Numerous annotated solved examples are provided that feature the solution 
methodology presented in Sec. 2.6, and illustrated initially in Example 2.1. We 
encourage you to study these examples, including the accompanying comments. 

* Less formal examples are given throughout the text. They open with the words For 
Example... and close with the symbol A. These examples also should be studied. 

* A large number of end-of-chapter problems are provided. The problems are se- 
quenced to coordinate with the subject matter and are listed in increasing order of 
difficulty. The problems are classified under headings to expedite the process of 
selecting review problems to solve. 

Other Study Aids... 


* Each chapter begins with an introduction stating the chapter objective and соп- 
cludes with a summary and study guide. 


* Key words are listed in the margins and coordinated with the text material at those 
locations. 


ө Key equations are set off by a double horizontal bar. 

ө Methodology Update in the margin identifies where we refine our problem-solving 
methodology, introduce conventions, or sharpen our understanding of specific 
concepts. 

ө For quick reference, conversion factors and important constants are provided on 
the inside front cover and facing page. 

e A list of symbols is provided on the inside back cover and facing page. 

е (CD-ROM) directs you to the accompanying CD where supplemental text material 
and learning resources are provided. 

Icons... 
LJ identifies locations where the use of appropriate computer software is 
recommended. 


% directs you to short fluid mechanics video segments. 


Enhanced Study Features 
Computer Software . . . 


To allow you to retrieve appropriate data electronically and model and solve complex ther- 
mal engineering problems, instructional material and computer-type problems are pro- 
vided on the CD for Interactive Thermodynamics (IT) and Interactive Heat Transfer (ІНТ). 
These programs are built around equation solvers enhanced with property data and other 
valuable features. With the IT and IHT software you can obtain a single numerical solu- 
tion or vary parameters to investigate their effects. You also can obtain graphical output, 
and the Windows-based format allows you to use any Windows word-processing software 
or spreadsheet to generate reports. Tutorials are available from the *Help' menu, and both 
programs include several worked examples. 


Accompanying СР... 


The CD contains the entire print version of the book plus the following additional con- 
tent and resources: 


* answers to selected end-of-chapter problems 


* additional text material not included in the print version of the book 


ө the computer software Interactive Thermodynamics (IT) and Interactive Heat 
Transfer (IHT), including a directory entitled Things You Should Know About IT 
and 1НТ that contains helpful information for using the software with this book. 


ө short video segments that illustrate fluid mechanics principles 


ө built-in hyperlinks to show connections between topics 


Special Note: Content provided on the CD may involve equations, figures, and examples 


that are not included in the print version of the book. 
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Problems 


1.1 List thermal systems that you might encounter in everyday 
activities such as cooking, heating or cooling a house, and 
operating an automobile. 


1.2 Using the Internet, obtain information about the operation of 
a thermal system of your choice or one of those listed or shown 
in Fig. 1.1. Obtain sufficient information to provide a descrip- 
tion to your class on the function of the system and relevant ther- 
modynamics, fluid mechanics, and heat transfer aspects. 


1.3 Referring to the thermal systems of Fig. 1.1, in cases assigned 
by your instructor or selected by you, explain how energy is 
converted from one form to another and how energy is stored. 


1.4 Consider a rocket leaving its launch pad. Briefly discuss the 
conversion of energy stored in the rocket's fuel tanks into other 
forms as the rocket lifts off. 


Figure P1.4 


1.5 Referring to the U.S. patent office Website, obtain a copy 
of a patent granted in the last five years for a thermal system. 
Describe the function of the thermal system and explain the 
claims presented in the patent that relate to thermodynamics, 
fluid mechanics, and heat transfer. 


1.6 Contact your local utility for the amount you pay for elec- 
tricity, in cents per kilowatt-hour. What are the major contrib- 
utors to this cost? 


1.7 А newspaper article lists solar, wind, hydroelectric, geo- 
thermal, and biomass as important renewable energy resources. 
What is meant by renewable? List some energy resources that 
are not considered renewable. 


1.8 Reconsider the energy resources of Problem 1.7. Give 
specific examples of how each is used to meet human needs. 


1.9 Our energy needs are met today primarily by use of fossil 
fuels. What fossil fuels are most commonly used for (a) trans- 
portation, (b) home heating, and (c) electricity generation? 


110 List some of the roles that coal, natural gas, and petroleum 
play in our lives. In а memorandum, discuss environmental, 
political, and social concerns regarding the continued use of 
these fossil fuels. Repeat for nuclear energy. 


1.11 A utility advertises that it is less expensive to heat water 
for domestic use with natural gas than with electricity. Deter- 
mine if this claim is correct in your locale. What issues deter- 
mine the relative costs? 


1.12 A news report speaks of greenhouse gases. What is meant 
by greenhouse in this context? What are some of the most preva- 
lent greenhouse gases and why have many observers expressed 
concern about those gases being emitted into the atmosphere? 


1.13 Consider the following household appliances: desktop 
computer, toaster, and hair dryer. For each, what is its func- 
tion and what is the typical power requirement, in Watts? Can 
it be considered a thermal system? Explain. 


Figure P1.13 
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1.14 А person adjusts the faucet of a shower as shown in Fig- 
ure P1.14 to a desired water temperature. Part way through the 
shower the dishwasher in the kitchen is turned on and the tem- 
perature of the shower becomes too cold. Why? 


Shower 


Dishwasher 


Hot water 
heater 


Figure Р1.14 


1.15 The everyday operation of your car involves the use of 
various gases or liquids. Make a list of such fluids and indi- 
cate how they are used in your car. 


1.16 Your car contains various fans or pumps, including the 
radiator fan, the heater fan, the water pump, the power steering 
pump, and the windshield washer pump. Obtain approximate 
values for the power (horsepower or kilowatts) required to 
operate each of these fans or pumps. 


1.17 When a hybrid electric vehicle such as the one described 
in Section 1.2.2 is braked to rest, only a fraction of the vehi- 
cle's kinetic energy is stored chemically in the batteries. Why 
only a fraction? 

1.18 Discuss how a person's driving habits would affect the fuel 
economy of an automobile in stop-and-go traffic and on a 
freeway. 


1.19 Тһе solder-reflow oven considered in Section 1.2.3 oper- 
ates with the conveyer speed and hot air supply parameters ad- 
justed so that the PCB soldering process is performed slightly 
above the solder melting temperature as required for quality 
joints. The PCB also is cooled to a safe temperature by the 
time it reaches the oven exit. The operations manager wants to 
increase the rate per unit time that PCBs pass through the oven. 
How might this be accomplished? 


1.20 In the discussion of the soldering process in Section 
1.2.3, we introduced the requirement that the PCB and its 
components be gradually and uniformly heated to avoid ther- 
mal stresses and localized overheating. Give examples from 
your personal experience where detrimental effects have been 
caused to objects heated too rapidly, or very nonuniformly. 


1.21 Automobile designers have worked to reduce the aerody- 
namic drag and rolling resistance of cars, thereby increasing 
the fuel economy, especially at highway speeds. Compare the 
sketch of the 1920s car shown in Figure P1.21 with the ap- 
pearance of present-day automobiles. Discuss any differences 
that have contributed to the increased fuel economy of mod- 
ern cars. 


Figure P1.21 


1.22 Considering the hot water supply, hybrid electric vehi- 
cle, and solder-reflow applications of Sec. 1.2; give exam- 
ples of conduction, convection, and radiation modes of heat 
transfer. 


1.23 A central furnace or air conditioner in a building uses a 
fan to distribute air through a duct system to each room as 
shown in Fig. P1.23. List some reasons why the temperatures 
might vary significantly from room to room, even though each 
room is provided with conditioned air. 


Conditioned air Cooling 


supply duct 


Heating and fan 


Figure Р1.23 


1.24 Figure P1.24 shows a wind turbine-electric generator 
mounted atop a tower. Wind blows steadily across the turbine 
blades, and electricity is generated. The electrical output of the 
generator is fed to a storage battery. For the overall thermal 
system consisting of the wind-turbine generator and storage 
battery, list the sequence of processes that convert the energy 
of the wind to energy stored in the battery. 


Figure Р1.24 


1.25 A plastic workpiece in the form of a thin, square, flat plate 
removed from a hot injection molding press at 150°C must be 
cooled to a safe-to-handle temperature. Figure P1.25 shows 
two arrangements for the cooling process: The workpiece is 


Still, ambient 
air 


Figure P1.25 
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suspended vertically from an overhead support, or positioned 

horizontally on a wire rack, each in the presence of ambient 

air. Calling on your experience and physical intuition, answer 
the following: 

(a) Will the workpiece cool more quickly in the vertical or 
horizontal arrangement if the only air motion that occurs 
is due to buoyancy of the air near the hot surfaces of the 
workpiece (referred to as free or natural convection)? 

(b) If a fan blows air over the workpiece (referred to as forced 
convection), would you expect the cooling rate to increase 
or decrease? Why? 


1.26 Anautomobile engine normally has a coolant circulating 
through passageways in the engine block and then through 
a finned-tube radiator. Lawn mower engines normally have 
finned surfaces directly attached to the engine block, with 
no radiator, in order to achieve the required cooling. Why 
might the cooling strategies be different in these two appli- 
cations? 


Figure Р1.20 
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Introduction... 


The word thermodynamics stems from the Greek words therme (heat) and dynamis 
(force). Although various aspects of what is now known as thermodynamics have 
been of interest since antiquity, the formal study of thermodynamics began in the 
early nineteenth century through consideration of the motive power of heat: the 
capacity of hot bodies to produce work. Today the scope is larger, dealing generally 
with energy and with relationships among the properties of matter. 

chapter objective The objective of this chapter is to introduce you to some of the fundamental 
concepts and definitions that are used in our study of thermodynamics. In most 
instances the introduction is brief, and further elaboration is provided in 
subsequent chapters. 


EA] Defining Systems 
An important step in any engineering analysis is to describe precisely what is being stud- 
ied. In mechanics, if the motion of a body is to be determined, normally the first step is 
to define a free body and identify all the forces exerted on it by other bodies. Newton's 
second law of motion is then applied. In thermal systems engineering, the term system is 
used to identify the subject of the analysis. Once the system is defined and the relevant 
interactions with other systems are identified, one or more physical laws or relations are 
applied. 

system Тһе system is whatever we want to study. It may be as simple as a free body or as com- 
plex as an entire chemical refinery. We may want to study a quantity of matter contained within 
a closed, rigid-walled tank, or we may want to consider something such as a pipeline through 
which natural gas flows. The composition of the matter inside the system may be fixed or 
may be changing through chemical or nuclear reactions. The shape or volume of the system 
being analyzed is not necessarily constant, as when a gas in a cylinder is compressed by a 
piston or a balloon is inflated. 

surroundings Everything external to the system is considered to be part of the system's surroundings. 

boundary The system is distinguished from its surroundings by a specified boundary, which may be 
at rest or in motion. You will see that the interactions between a system and its surround- 
ings, which take place across the boundary, play an important part in thermal systems 
engineering. It is essential for the boundary to be delineated carefully before proceeding 
with an analysis. However, the same physical phenomena often can be analyzed in terms of 
alternative choices of the system, boundary, and surroundings. The choice of a particular 
boundary defining a particular system is governed by the convenience it allows in the 
subsequent analysis. 
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Types of Systems 


Two basic kinds of systems are distinguished in this book. These are referred to, respectively, 
as closed systems and control volumes. A closed system refers to a fixed quantity of matter, 
whereas a control volume is a region of space through which mass may flow. 

A closed system is defined when a particular quantity of matter is under study. A closed closed system 
system always contains the same matter. There can be no transfer of mass across its bound- 
ary. A special type of closed system that does not interact in any way with its surroundings 
is called an isolated system. isolated system 

Figure 2.1 shows a gas in a piston-cylinder assembly. When the valves are closed, we can 
consider the gas to be a closed system. The boundary lies just inside the piston and cylinder 
walls, as shown by the dashed lines on the figure. The portion of the boundary between the 
gas and the piston moves with the piston. No mass would cross this or any other part of the 
boundary. 

In subsequent sections of this book, analyses are made of devices such as turbines and 
pumps through which mass flows. These analyses can be conducted in principle by study- 
ing a particular quantity of matter, a closed system, as it passes through the device. In most 
cases it is simpler to think instead in terms of a given region of space through which mass 
flows. With this approach, a region within a prescribed boundary is studied. The region is 
called a control volume. Mass may cross the boundary of a control volume. control volume 

A diagram of an engine is shown in Fig. 2.2a. The dashed line defines a control volume 
that surrounds the engine. Observe that air, fuel, and exhaust gases cross the boundary. A 
schematic such as in Fig. 2.29 often suffices for engineering analysis. 

The term control mass is sometimes used in place of closed system, and the term open 
system is used interchangeably with control volume. When the terms control mass and con- 
trol volume are used, the system boundary is often referred to as a control surface. 

In general, the choice of system boundary is governed by two considerations: (1) what is 
known about a possible system, particularly at its boundaries, and (2) the objective of the 
analysis. 


Boundary 


For Example... Figure 2.3 shows a sketch of an air compressor connected to a storage 
tank. The system boundary shown on the figure encloses the compressor, tank, and all of 
the piping. This boundary might be selected if the electrical power input were known, and the 
objective of the analysis were to determine how long the compressor must operate for the pres- 
sure in the tank to rise to a specified value. Since mass crosses the boundary, the system would — Figure 2.1 Closed 
be a control volume. A control volume enclosing only the compressor might be chosen if the system: A gas ina 
condition of the air entering and exiting the compressor were known, and the objective were — piston-cylinder assembly. 
to determine the electric power input. Ж 
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Figure 2.2 Example of a control volume (open system): An automobile engine. 
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property 


state 


process 


steady state 
thermodynamic cycle 


Air 


Air compressor 


Figure 2.3 Air compressor and 
S+ storage tank. 


ра Describing Systems and Their Behavior 


Engineers are interested in studying systems and how they interact with their surroundings. 
In this section, we introduce several terms and concepts used to describe systems and how 
they behave. 


Macroscopic and Microscopic Approaches 


Systems can be studied from a macroscopic or a microscopic point of view. The macro- 
scopic approach is concerned with the gross or overall behavior of matter. No model of the 
structure of matter at the molecular, atomic, and subatomic levels is directly used. Although 
the behavior of systems is affected by molecular structure, the macroscopic approach allows 
important aspects of system behavior to be evaluated from observations of the overall system. 
The microscopic approach is concerned directly with the structure of matter. The objective 
is to characterize by statistical means the average behavior of the particles making up a 
system of interest and relate this information to the observed macroscopic behavior of the 
system. For the great majority of thermal systems applications, the macroscopic approach 
not only provides a more direct means for analysis and design but also requires far fewer 
mathematical complications. For these reasons the macroscopic approach is the one adopted 
in this book. 


Property, State, and Process 


To describe a system and predict its behavior requires knowledge of its properties and how 
those properties are related. A property is a macroscopic characteristic of a system such as 
mass, volume, energy, pressure, and temperature to which a numerical value can be assigned 
at a given time without knowledge of the previous behavior (history) of the system. Many 
other properties are considered during the course of our study. 

The word state refers to the condition of a system as described by its properties. Since 
there are normally relations among the properties of a system, the state often can be specified 
by providing the values of a subset of the properties. All other properties can be determined 
in terms of these few. 

When any of the properties of a system change, the state changes and the system is said to 
have undergone a process. A process is a transformation from one state to another. However, if 
a system exhibits the same values of its properties at two different times, it is in the same state 
at these times. A system is said to be at steady state if none of its properties changes with time. 

A thermodynamic cycle is a sequence of processes that begins and ends at the same state. 
At the conclusion of a cycle all properties have the same values they had at the beginning. 


2.2 Describing Systems and Their Behavior 


Consequently, over the cycle the system experiences no net change of state. Cycles that are 
repeated periodically play prominent roles in many areas of application. For example, steam 
circulating through an electrical power plant executes a cycle. 

At a given state each property has a definite value that can be assigned without knowl- 
edge of how the system arrived at that state. Therefore, the change in value of a property as 
the system is altered from one state to another is determined solely by the two end states and 
is independent of the particular way the change of state occurred. That is, the change is in- 
dependent of the details of the process. It follows that if the value of a particular quantity 
depends on the details of the process, and not solely on the end states, that quantity cannot 
be a property. 


Extensive and Intensive Properties 


Thermodynamic properties can be placed in two general classes: extensive and intensive. A 
property is called extensive if its value for an overall system is the sum of its values for the 
parts into which the system is divided. Mass, volume, energy, and several other properties 
introduced later are extensive. Extensive properties depend on the size or extent of a system. 
The extensive properties of a system can change with time, 

Intensive properties are not additive in the sense previously considered. Their values are in- 
dependent of the size or extent of a system and may vary from place to place within the sys- 
tem at any moment. Thus, intensive properties may be functions of both position and time, 
whereas extensive properties vary at most with time. Specific volume (Sec. 2.4.1), pressure, 
and temperature are important intensive properties; several other intensive properties are intro- 
duced in subsequent chapters. 


For Example... to illustrate the difference between extensive and intensive properties, 
consider an amount of matter that is uniform in temperature, and imagine that it is composed 
of several parts, as illustrated in Fig. 2.4. The mass of the whole is the sum of the masses of 
the parts, and the overall volume is the sum of the volumes of the parts. However, the tem- 
perature of the whole is not the sum of the temperatures of the parts; it is the same for each 
part. Mass and volume are extensive, but temperature is intensive. A 


Phase and Pure Substance 


The term phase refers to a quantity of matter that is homogeneous throughout in both chem- 
ical composition and physical structure. Homogeneity in physical structure means that the 
matter is all solid, or all liquid, or all vapor (or equivalently all gas). A system can con- 
tain one or more phases. For example, a system of liquid water and water vapor (steam) 
contains two phases. When more than one phase is present, the phases are separated by 
phase boundaries. 


(a) (р) 


Figure 2.4 Figure used to discuss the extensive property concept. 


extensive property 


intensive property 


phase 
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pure substance 


equilibrium 


equilibrium state 


quasiequilibrium process 


A pure substance is one that is uniform and invariable in chemical composition. A pure 
substance can exist in more than one phase, but its chemical composition must be the same 
in each phase. For example, if liquid water and water vapor form a system with two phases, 
the system can be regarded as a pure substance because each phase has the same composi- 
tion. A uniform mixture of gases can be regarded as a pure substance provided it remains a 
gas and does not react chemically. 


Equilibrium 

Thermodynamics places primary emphasis on equilibrium states and changes from one equi- 
librium state to another. Thus, the concept of equilibrium is fundamental. In mechanics, equi- 
librium means a condition of balance maintained by an equality of opposing forces. In 
thermodynamics, the concept is more far-reaching, including not only a balance of forces but 
also a balance of other influences. Each kind of influence refers to a particular aspect of ther- 
modynamic, or complete, equilibrium. Accordingly, several types of equilibrium must exist 
individually to fulfill the condition of complete equilibrium; among these are mechanical, 
thermal, phase, and chemical equilibrium. 

We may think of testing to see if a system is in thermodynamic equilibrium by the following 
procedure: Isolate the system from its surroundings and watch for changes in its observable 
properties. If there are no changes, we conclude that the system was in equilibrium at the 
moment it was isolated. The system can be said to be at an equilibrium state. 

When a system is isolated, it cannot interact with its surroundings; however, its state can 
change as a consequence of spontaneous events occurring internally as its intensive properties, 
such as temperature and pressure, tend toward uniform values. When all such changes cease, the 
system is in equilibrium. Hence, for a system to be in equilibrium it must be a single phase or 
consist of a number of phases that have no tendency to change their conditions when the over- 
all system is isolated from its surroundings. At equilibrium, temperature is uniform throughout 
the system. Also, pressure can be regarded as uniform throughout as long as the effect of grav- 
ity is not significant; otherwise, a pressure variation can exist, as in a vertical column of liquid. 


Actual and Quasiequilibrium Processes 


There is no requirement that a system undergoing an actual process be in equilibrium during 
the process. Some or all of the intervening states may be nonequilibrium states. For many 
such processes we are limited to knowing the state before the process occurs and the state 
after the process is completed. However, even if the intervening states of the system are not 
known, it is often possible to evaluate certain overall effects that occur during the process. 
Examples are provided in the next chapter in the discussions of work and heat. Typically, 
nonequilibrium states exhibit spatial variations in intensive properties at a given time. Also, 
at a specified position intensive properties may vary with time, sometimes chaotically. 

Processes are sometimes modeled as an idealized type of process called a quasiequilibrium 
(or quasistatic) process. A quasiequilibrium process is one in which the departure from ther- 
modynamic equilibrium is at most infinitesimal. АП states through which the system passes 
in a quasiequilibrium process may be considered equilibrium states. Because nonequilibrium 
effects are inevitably present during actual processes, systems of engineering interest can at 
best approach, but never realize, a quasiequilibrium process. 

Our interest in the quasiequilibrium process concept stems mainly from two consider- 
ations: (1) Simple thermodynamic models giving at least qualitative information about the 
behavior of actual systems of interest often can be developed using the quasiequilibrium 
process concept. This is akin to the use of idealizations such as the point mass or the fric- 
tionless pulley in mechanics for the purpose of simplifying an analysis. (2) The quasi- 
equilibrium process concept is instrumental in deducing relationships that exist among the 
properties of systems at equilibrium. 


2.3 Units and Dimensions 


Units and Dimensions 


When engineering calculations are performed, it is necessary to be concerned with the units 
of the physical quantities involved. A unit is any specified amount of a quantity by compari- 
son with which any other quantity of the same kind is measured. For example, meters, 
centimeters, kilometers, feet, inches, and miles are all units of length. Seconds, minutes, and 
hours are alternative time units. 

Because physical quantities are related by definitions and laws, a relatively small number 
of them suffice to conceive of and measure all others. These may be called primary (or basic) 
dimensions. The others may be measured in terms of the primary dimensions and are called 
secondary. 

Four primary dimensions suffice in thermodynamics, fluid mechanics, and heat transfer. 
They are mass (M), length (L), time (t), and temperature (T). Alternatively, force (F) can be 
used in place of mass (M). These are known, respectively, as the MLtT and FLtT dimen- 
sional systems. 

Once a set of primary dimensions is adopted, a base unit for each primary dimension is 
specified. Units for all other quantities are then derived in terms of the base units. Let us illustrate 
these ideas by first considering SI units for mass, length, time, and force, and then consider- 
ing other units for these quantities commonly encountered in thermal systems engineering. 


2.3.1 51 Units for Mass, Length, Time, and Force 


In the present discussion we consider the SI system of units. SI is the abbreviation for Systeme 
International d'Unités (International System of Units), which is the legally accepted system in 
most countries. The conventions of the SI are published and controlled by an international treaty 
organization. The S7 base units for mass, length, and time are listed in Table 2.1. They are, ге- 
spectively, the kilogram (kg), meter (m), and second (s). The SI base unit for temperature is 
the kelvin (K). (Units for temperature are discussed in Sec. 2.5.) The SI unit of force, called 
the newton, is defined in terms of the base units for mass, length, and time, as discussed next. 

Newton's second law of motion states that the net force acting on a body is proportional 
to the product of the mass and the acceleration, written F « ma. The newton is defined so 
that the proportionality constant in the expression is equal to unity. That is, Newton's second 
law is expressed as the equality 


F — ma (2.1) 


The newton, N, is the force required to accelerate a mass of 1 kilogram at the rate of 1 meter 
per second per second. With Eq. 2.1 


1 N = (1kg)(1 m/s’) = 1 kg: m/s? (2.2) 
For Example... to illustrate the use of the SI units introduced thus far, let us determine the 


weight in newtons of an object whose mass is 1000 kg, at a place on the earth’s surface where 
the acceleration due to gravity equals a standard value defined as 9.80665 m/s*. Recalling 


Table 2.1 SI Units for Mass, Length, Time, and Force 


Quantity Unit Symbol 
mass kilogram kg 
length meter m 
time second 8 
force newton N 


(= 1 kg: m/s’) 


МЇЛТ, FLtT 


base unit 


SI base units 
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ЇЇ тнорогосү 


UPDATE 
Table 2.2 SI Unit 
Prefixes 
Factor Prefix Symbol 
1012 tera T 
10° giga G 
10° mega M 
10° kilo k 
10° hecto h 
1072 centi с 
107? milli m 
1076 micro p 
1077 папо п 
10712 рісо р 


that the weight of an object refers to the force of gravity, and is calculated using the mass 
of the object, m, and the local acceleration of gravity, g, with Eq. 2.1 we get 


Е = mg 
= (1000 kg)(9.80665 m/s?) = 9806.65 kg - m/s? 


This force can be expressed in terms of the newton by using Eq. 2.2 as a unit conversion 


factor. That is 


ke IN 
E 2 = 9806.65N А 


s? 1 kg: m/s? 


Е- ЕС 


Observe that in the above calculation of force the unit conversion factor is set off by a 
pair of vertical lines. This device is used throughout the text to identify unit conversions. 

SI units for other physical quantities also are derived in terms of the SI base units. Some 
of the derived units occur so frequently that they are given special names and symbols, such 
as the newton. Since it is frequently necessary to work with extremely large or small values 
when using the SI unit system, a set of standard prefixes is provided in Table 2.2 to simplify 
matters. For example, km denotes kilometer, that is, 10° m. 


2.3.2 Other Units for Mass, Length, Time, and Force 


Although SI units are the worldwide standard, at the present time many segments of the en- 
gineering community in the United States regularly use some other units. A large portion of 
America’s stock of tools and industrial machines and much valuable engineering data utilize 
units other than SI units. For many years to come, engineers in the United States will have 
to be conversant with a variety of units. Accordingly, in this section we consider the alter- 
native units for mass, length, time, and force listed in Table 2.3. 

In Table 2.3, the first unit of mass listed is the pound mass, Їр, defined in terms of the 
kilogram as 


116 = 0.45359237 kg (2.3) 
The unit for length is the foot, ft, defined in terms of the meter as 
1 ft = 0.3048 m (2.4) 
The inch, in., is defined in terms of the foot 
12 in. = 1 ft 


One inch equals 2.54 cm. Although units such as the minute and the hour are often used in 
engineering, it is convenient to select the second as the preferred unit for time. 

For the choice of pound mass, foot, and second as the units for mass, length, and time, 
respectively, a force unit can be defined, as for the newton, using Newton's second law writ- 
ten as Eq. 2.1. From this viewpoint, the unit of force, the pound force, Ibf, is the force required 


Table 2.3 Other Units for Mass, Length, Time, and Force 


Quantity Unit Symbol 
mass pound mass Ib 
slug slug 
length foot ft 
time second 8 
force pound force lbf 


(= 32.1740 lb- ft/s? 
= 1 slug - ft/s’) 
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to accelerate one pound mass at 32.1740 ft/s”, which is the standard acceleration of gravity. 
Substituting values into Eq. 2.1 


1 lbf = (1 1b)(32.1740 ft/s?) = 32.1740 Ib - ft/s? (2.5) 


The pound force, lbf, is not equal to the pound mass, Ib. Force and mass are fundamen- 
tally different, as are their units. The double use of the word “pound” can be confusing, how- 
ever, and care must be taken to avoid error. 


For Example... to show the use of these units in a single calculation, let us determine the 
weight of an object whose mass is 1000 Їр at a location where the local acceleration of grav- 
ity is 32.0 ft/s”. By inserting values into Eq. 2.1 and using Eq. 2.5 as a unit conversion factor 


1 Ibf 
32.1740 Ib - ft/s? 


ft 
F = mg = (1000 (32 ) = 994.59 lbf 


82 


This calculation illustrates that the pound force is a unit of force distinct from the pound 
mass, a unit of mass. A 


Another mass unit is listed in Table 2.3. This is the slug, which is defined as the amount 
of mass that would be accelerated at a rate of 1 ft/s? when acted on by a force of 1 Ibf. With 
Newton's second law, Eq. 2.1, we get 


1 lbf = (1 slug)(1 ft/s”) = 1 slug: ft/s? (2.6) 

Comparing Eqs. 2.5 and 2.6, the relationship between the slug and pound mass is 
1 slug = 32.1740 Ib (2.7) 
For Example... to show the use of the slug, let us determine the weight, in Ibf, of an ob- 


ject whose mass is 10 slug at a location where the acceleration of gravity is 32.0 ft/s?. In- 
serting values into Eq. 2.1 and using Eq. 2.6 as a unit conversion factor, we get 


1 lbf 
1 slug : ft/s? 


= 320lbf A 


82 


ft 
F = mg = (10 sug) (320 3 


Because of its global acceptance and intrinsic convenience, the SI system is used through- 
out this book. In addition, recognizing common practice in the United States, the units listed 
in Table 2.3 also are used selectively. In particular, the pound mass is used in the thermo- 
dynamics portion of the book (Chaps. 2-10) and the slug is used in the fluid mechanics 
portion (Chaps. 11-14). When the pound mass is the preferred mass unit, the entries of 
Table 2.3 are called English units. When the slug is the preferred mass unit, the entries of 
Table 2.3 are called British Gravitational units. Such terms are part of the jargon of thermal 
systems engineering with which you should become familiar. 


EH Two Measurable Properties: Specific Volume and Pressure 


Three intensive properties that are particularly important in thermal systems engineering are 
specific volume, pressure, and temperature. In this section specific volume and pressure are 
considered. Temperature is the subject of Sec. 2.5. 


2.4.1 Specific Volume 


From the macroscopic perspective, the description of matter is simplified by considering 
matter to be distributed continuously throughout a region. This idealization, known as the 
continuum hypothesis, is used throughout the book. 


ЇЇ тнорогосү 
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specific volume 


molar basis 


pressure 


When substances can be treated as continua, it is possible to speak of their intensive thermo- 
dynamic properties “at a point.” Thus, at any instant the density p at a point is defined as 


. m 
С, ав 


where V’ is the smallest volume for which a definite value of the ratio exists. The volume V’ 
contains enough particles for statistical averages to be significant. It is the smallest volume 
for which the matter can be considered a continuum and is normally small enough that it can 
be considered a “point.” With density defined by Eq. 2.8, density can be described mathe- 
matically as a continuous function of position and time. 

The density, or local mass per unit volume, is an intensive property that may vary from 
point to point within a system. Thus, the mass associated with a particular volume V is de- 
termined in principle by integration 


т = | рау (2.9) 
v 


and not simply as the product of density and volume. 

The specific volume v is defined as the reciprocal of the density, v = 1/p. It is the vol- 
ume per unit mass. Like density, specific volume is an intensive property and may vary from 
point to point. SI units for density and specific volume are kg/m? and m*/kg, respectively. 
However, they are also often expressed, respectively, as g/cm? and cm?/g. Other units used 
for density and specific volume in this text are 1b/ft? and ft/lb, respectively. In the fluid 
mechanics part of the book, density also is given in slug/ft’. 

In certain applications it is convenient to express properties such as a specific volume on 
a molar basis rather than on a mass basis. The amount of a substance can be given on a molar 
basis in terms of the kilomole (kmol) or the pound mole (Ibmol), as appropriate. In either 
case we use 


= (2.10) 


The number of kilomoles of a substance, n, is obtained by dividing the mass, m, in kilograms 
by the molecular weight, М, in kg/kmol. Similarly, the number of pound moles, л, is ob- 
tained by dividing the mass, т, in pound mass by the molecular weight, M, in Ib/Ibmol. 
Appendix Tables T-1 and T-1E provide molecular weights for several substances. 

In thermodynamics, we signal that a property is on a molar basis by placing a bar over its 
symbol. Thus, v signifies the volume per kmol or Ibmol, as appropriate. In this text the units 
used for v are m*/kmol and ft*/Ibmol. With Eq. 2.10, the relationship between v and v is 


0- Mv (2.11) 


where М is the molecular weight in kg/kmol or Ib/Ibmol, as appropriate. 


2.4.2 Pressure 


Next, we introduce the concept of pressure from the continuum viewpoint. Let us begin by 
considering a small area A passing through a point in a fluid at rest. The fluid on one side 
of the area exerts a compressive force on it that is normal to the area, Fhorma An equal but 
oppositely directed force is exerted on the area by the fluid on the other side. For a fluid at 
rest, no other forces than these act on the area. The pressure p at the specified point is defined 
as the limit 


zd (=) (2 12) 
р= шп А . 


A—A' 


2.5 Measuring Temperature 


where A’ is the area at the “point” in the same limiting sense as used in the definition of 
density. The pressure is the same for all orientations of A’ around the point. This is a con- 
sequence of the equilibrium of forces acting on an element of volume surrounding the point. 
However, the pressure can vary from point to point within a fluid at rest; examples are the 
variation of atmospheric pressure with elevation and the pressure variation with depth in 
oceans, lakes, and other bodies of water. 


Pressure Units 


The SI unit of pressure is the pascal. 
1 pascal = 1 N/m? 


However, in this text it is convenient to work with multiples of the pascal: the kPa, the bar, 
and the MPa. 


1 kPa = 10° N/m? 
1 bar = 10° N/m? 
1 MPa = 10° N/m? 
Other commonly used units for pressure are pounds force per square foot, Ibf/ft?, and pounds 


force per square inch, Ibf/in.? Although atmospheric pressure varies with location on the earth, 
a standard reference value can be defined and used to express other pressures: 
1.01325 X 10° N/m? 
1 standard atmosphere (atm) = ЭГ (2.13) 
14.696 Ibf/in. 
Pressure as discussed above is called absolute pressure. In thermodynamics the term pres- 
sure refers to absolute pressure unless explicitly stated otherwise. For further discussion of 
pressure, including pressure measurement devices, see Chap. 11. 


2.5 Measuring Temperature 


In this section the intensive property temperature is considered along with means for meas- 
uring it. Like force, a concept of temperature originates with our sense perceptions. It is 
rooted in the notion of the “hotness” or “coldness” of a body. We use our sense of touch to 
distinguish hot bodies from cold bodies and to arrange bodies in their order of “hotness,” de- 
ciding that 1 is hotter than 2, 2 hotter than 3, and so on. But however sensitive the human 
body may be, we are unable to gauge this quality precisely. Accordingly, thermometers and 
temperature scales have been devised to measure it. 


2.5.1 Thermal Equilibrium and Temperature 


A definition of temperature in terms of concepts that are independently defined or accepted 
as primitive is difficult to give. However, it is possible to arrive at an objective understand- 
ing of equality of temperature by using the fact that when the temperature of a body changes, 
other properties also change. 

To illustrate this, consider two copper blocks, and suppose that our senses tell us that one 
is warmer than the other. If the blocks were brought into contact and isolated from their sur- 
roundings, they would interact in a way that can be described as a heat interaction. During 
this interaction, it would be observed that the volume of the warmer block decreases some- 
what with time, while the volume of the colder block increases with time. Eventually, no 
further changes in volume would be observed, and the blocks would feel equally warm. 
Similarly, we would be able to observe that the electrical resistance of the warmer block 


absolute pressure 
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thermal equilibrium 
temperature 


isothermal process 


thermometric property 


Liquid 
Figure 2.5 Liquid-in- 
glass thermometer. 


decreases with time, and that of the colder block increases with time; eventually the elec- 
trical resistances would become constant also. When all changes in such observable prop- 
erties cease, the interaction is at an end. The two blocks are then in thermal equilibrium. 
Considerations such as these lead us to infer that the blocks have a physical property that 
determines whether they will be in thermal equilibrium. This property is called temperat- 
ure, and we may postulate that when the two blocks are in thermal equilibrium, their tem- 
peratures are equal. A process occurring at constant temperature is an isothermal process. 


2.5.2 Thermometers 


Any body with at least one measurable property that changes as its temperature changes can 
be used as a thermometer. Such a property is called a thermometric property. The particu- 
lar substance that exhibits changes in the thermometric property is known as a thermometric 
substance. 

A familiar device for temperature measurement is the liquid-in-glass thermometer pic- 
tured in Fig. 2.5, which consists of a glass capillary tube connected to a bulb filled with a 
liquid such as alcohol and sealed at the other end. The space above the liquid is occupied 
by the vapor of the liquid or an inert gas. As temperature increases, the liquid expands in 
volume and rises in the capillary. The length L of the liquid in the capillary depends on the 
temperature. Accordingly, the liquid is the thermometric substance and L is the thermo- 
metric property. Although this type of thermometer is commonly used for ordinary 
temperature measurements, it is not well suited for applications where extreme accuracy is 
required. Various other types of thermometers have been devised to give accurate temperature 
measurements. 

Sensors known as thermocouples are based on the principle that when two dissimilar met- 
als are joined, an electromotive force (emf) that is primarily a function of temperature will 
exist in a circuit. In certain thermocouples, one thermocouple wire is platinum of a specified 
purity and the other is an alloy of platinum and rhodium. Thermocouples also utilize copper 
and constantan (an alloy of copper and nickel), iron and constantan, as well as several other 
pairs of materials. Electrical-resistance sensors are another important class of temperature 
measurement devices. These sensors are based on the fact that the electrical resistance of var- 
ious materials changes in a predictable manner with temperature. The materials used for this 
purpose are normally conductors (such as platinum, nickel, or copper) or semiconductors. De- 
vices using conductors are known as resistance temperature detectors, and semiconductor 
types are called thermistors. A variety of instruments measure temperature by sensing radia- 
tion. They are known by terms such as radiation thermometers and optical pyrometers. This 
type of thermometer differs from those previously considered in that it does not actually come 
in contact with the body whose temperature is to be determined, an advantage when dealing 
with moving objects or bodies at extremely high temperatures. All of these temperature sen- 
sors can be used together with automatic data acquisition. 


2.5.3 Kelvin Scale 


Empirical means of measuring temperature such as considered in Sec. 2.5.2 have inherent 
limitations. For Example... the tendency of the liquid in a liquid-in-glass thermometer to 
freeze at low temperatures imposes a lower limit on the range of temperatures that can be 
measured. At high temperatures liquids vaporize, and therefore these temperatures also cannot 
be determined by a liquid-in-glass thermometer. Accordingly, several different thermometers 
might be required to cover a wide temperature interval. A 


In view of the limitations of empirical means for measuring temperature, it is desirable 
to have a procedure for assigning temperature values that does not depend on the properties 
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of any particular substance ог class of substances. Such a scale is called a thermodynamic 
temperature scale. The Kelvin scale is an absolute thermodynamic temperature scale that pro- 
vides a continuous definition of temperature, valid over all ranges of temperature. Empirical 
measures of temperature, with different thermometers, can be related to the Kelvin scale. 

To develop the Kelvin scale, it is necessary to use the conservation of energy principle 
and the second law of thermodynamics; therefore, further discussion is deferred to Sec. 6.4.1 
after these principles have been introduced. However, we note here that the Kelvin scale has 
a zero of 0 K, and lower temperatures than this аге not defined. 


2.5.4 Celsius, Rankine, and Fahrenheit Scales 


Temperature scales are defined by the numerical value assigned to a standard fixed point. By 
international agreement the standard fixed point is the easily reproducible triple point of 
water: the state of equilibrium between steam, ice, and liquid water (Sec. 4.2). As a matter 
of convenience, the temperature at this standard fixed point is defined as 273.16 kelvins, ab- 
breviated as 273.16 К. This makes the temperature interval from the ice point! (273.15 К) 
to the steam point equal to 100 К and thus in agreement over the interval with the Celsius 
scale that assigns 100 Celsius degrees to it. 

The Celsius temperature scale (formerly called the centigrade scale) uses the unit de- 
gree Celsius (°С), which has the same magnitude as the kelvin. Thus, temperature differences 
are identical on both scales. However, the zero point on the Celsius scale is shifted to 273.15 
K, as shown by the following relationship between the Celsius temperature and the Kelvin 
temperature: 


T(°C) = T(K) - 273.15 (2.14) 


From this it can be seen that on the Celsius scale the triple point of water is 0.01°C and that 
0 K corresponds to —273.15°C. 

Two other temperature scales are in common use in engineering in the United States. By 
definition, the Rankine scale, the unit of which is the degree rankine (°R), is proportional to 
the Kelvin temperature according to 


T(°R) = 1.8Т(К) (2.15) 


As evidenced by Eq. 2.15, the Rankine scale is also an absolute thermodynamic scale with 
an absolute zero that coincides with the absolute zero of the Kelvin scale. In thermodynamic 
relationships, temperature is always in terms of the Kelvin or Rankine scale unless specifi- 
cally stated otherwise. 

A degree of the same size as that on the Rankine scale is used in the Fahrenheit scale, 
but the zero point is shifted according to the relation 


T(°F) = T(°R) - 459.67 (2.16) 
Substituting Eqs. 2.14 and 2.15 into Eq. 2.16, it follows that 
T(°F) = 1.87(°C) + 32 (2.17) 


This equation shows that the Fahrenheit temperature of the ice point (0°C) is 32°F and of the 
steam point (100°C) is 212°F. The 100 Celsius or Kelvin degrees between the ice point and 
steam point correspond to 180 Fahrenheit or Rankine degrees. 

When making engineering calculations, it is common to round off the last numbers 
in Eqs. 2.14 and 2.16 to 273 and 460, respectively. This is frequently done in subsequent 
sections of the text. 


' The state of equilibrium between ice and air-saturated water at a pressure of 1 atm. 


? The state of equilibrium between steam and liquid water at a pressure of 1 atm. 


Kelvin scale 


triple point 


Celsius scale 


Rankine scale 


Fahrenheit scale 
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2.6) Methodology for Solving Problems 


A major goal of this textbook is to help you learn how to solve engineering problems that 
involve thermal systems engineering principles. To this end, numerous solved examples and 
end-of-chapter problems are provided. It is extremely important for you to study the exam- 
ples and solve problems, for mastery of the fundamentals comes only through practice. 

To maximize the results of your efforts, it is necessary to develop a systematic ap- 
proach. You must think carefully about your solutions and avoid the temptation of start- 
ing problems in the middle by selecting some seemingly appropriate equation, substitut- 
ing in numbers, and quickly “punching up” a result on your calculator. Such a haphazard 
problem-solving approach can lead to difficulties as problems become more complicated. 
Accordingly, we strongly recommend that problem solutions be organized using the steps 
in the box below, as appropriate. The solved examples of this text illustrate this step-wise 
approach. 


Known: State briefly in your own words what is known. This requires that you read the problem carefully and think about it. 
Find: State concisely in your own words what is to be determined. 


Schematic and Given Data: Draw a sketch of the system to be considered. Decide whether a closed system or control vol- 
ume is appropriate for the analysis, and then carefully identify the boundary. Label the diagram with relevant information from 
the problem statement. Record all property values you are given. When appropriate, sketch property diagrams (see Sec. 4.2), 
locating key state points and indicating, if possible, the processes executed by the system. 


The importance of good sketches of the system and property diagrams cannot be overemphasized. They are often instrumen- 
tal in enabling you to think clearly about the problem. 


Assumptions: То form a record of how you model the problem, list all simplifying assumptions and idealizations made to 
reduce it to one that is manageable. Sometimes this information also can be noted on the sketches of the previous step. 


Properties: Compile property values you anticipate will be needed for subsequent calculations and identify the source from 
which they are obtained. 


Analysis: Using your assumptions and idealizations, reduce the appropriate governing equations and relationships to forms 
that will produce the desired results. 


It is advisable to work with equations in symbol form as long as possible before substituting numerical data. When the equa- 
tions are reduced to final forms, consider them to determine what additional data may be required. Identify the tables, charts, 
or property equations that provide the required values. 


When all equations and data are in hand, substitute numerical values into the equations. Carefully check that a consistent 
and appropriate set of units is being employed. Then perform the needed calculations. Finally, consider whether the magni- 
tudes of the numerical values are reasonable and the algebraic signs associated with the numerical values are correct. 


Comments: The solved examples provided in the book are frequently annotated with various comments intended to assist 
learning, including commenting on what was learned, and identifying key aspects of the solution. You are urged to comment 
on your results. Such a discussion may include a summary of key conclusions, a critique of the original assumptions, and an 
inference of trends obtained by performing additional what-if and parameter sensitivity calculations. 


The importance of following these steps should not be underestimated. They provide a 
useful guide to thinking about a problem before effecting its solution. Of course, as a par- 
ticular solution evolves, you may have to return to an earlier step and revise it in light of a 
better understanding of the problem. For example, it might be necessary to add or delete an 
assumption, revise a sketch, determine additional property data, and so on. 

The example to follow illustrates the use of this solution methodology together with 
important concepts introduced previously. 
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Example 2.1 Identifying System Interactions 


A wind turbine-electric generator is mounted atop a tower. As wind blows steadily across the turbine blades, electricity is 
generated. The electrical output of the generator is fed to a storage battery. 

(a) Considering only the wind turbine-electric generator as the system, identify locations on the system boundary where the 
system interacts with the surroundings. Describe changes occurring within the system with time. 

(b) Repeat for a system that includes only the storage battery. 


Solution 

Known: A wind turbine-electric generator provides electricity to a storage battery. 

Find: For a system consisting of (a) the wind turbine-electric generator, (b) the storage battery, identify locations where the 
system interacts with its surroundings, and describe changes occurring within the system with time. 


Schematic and Given Data: 


Air flow i— Turbine-generator 


Assumptions: 

1. In part (a), the system is the control volume shown 
by the dashed line on the figure. 

2. [n part (b), the system is the closed system shown by 
the dashed line on the figure. 


. 3. The wind is steady. 
Electtic: p^ — 0 0 ı Part (b) 


current | E Nin | 
flow иж | 
Storage 3 
| 
— 


| Неа( 
interaction 


Figure E2.1 


@ Analysis: (a) In this case, there is air flowing across the boundary of the control volume. Another principal interaction be- 
tween the system and surroundings is the electric current passing through the wires. From the macroscopic perspective, such 
an interaction is not considered a mass transfer, however. With a steady wind, the turbine—generator is likely to reach steady- 
state operation, where the rotational speed of the blades is constant and a steady electric current is generated. An interaction 
also occurs between the turbine-generator tower and the ground: a force and moment are required to keep the tower upright. 

(b) The principal interaction between the system and its surroundings is the electric current passing into the battery through 
the wires. As noted in part (a), this interaction is not considered a mass transfer. The system is a closed system. As the bat- 
tery is charged and chemical reactions occur within it, the temperature of the battery surface may become somewhat elevated 
and a heat interaction might occur between the battery and its surroundings. This interaction is likely to be of secondary 
importance. 


@ Using terms from Chap. 1, the system of part (a) involves the conversion of kinetic energy to electricity, whereas the sys- 
tem of part (b) involves energy storage within the battery. 


Chapter Summary and Study Guide 


In this chapter, we have introduced some of the fundamental concepts and definitions used 
in thermodynamics, fluid mechanics, and heat transfer. An important aspect of engineering 
analysis is to identify appropriate closed systems and control volumes, and to describe sys- 
tem behavior in terms of properties and processes. Three important properties discussed in 
this chapter are specific volume, pressure, and temperature. 
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closed system 
control volume 
boundary 
surroundings 
property 

extensive property 
intensive property 
State 

process 
thermodynamic cycle 
phase 

pure substance 
equilibrium 


In this book, we consider systems at equilibrium states and systems undergoing 
processes. We study processes during which the intervening states are not equilibrium 
states as well as quasiequilibrium processes during which the departure from equilibrium 
is negligible. 

In Tables 2.1 and 2.3, we have introduced both SI and other units for mass, length, time, 
and force. You will need to be familiar with such units as you use this book. The chapter 
concludes with a discussion of how to solve problems systematically. 

The following checklist provides a study guide for this chapter. When your study of the 
text and the end-of-chapter exercises has been completed you should be able to 


write out the meanings of the terms listed in the margin throughout the chapter and 
understand each of the related concepts. The subset of key terms listed here in the 
margin is particularly important in subsequent chapters. 


identify an appropriate system boundary and describe the interactions between the 


use appropriate units for mass, length, time, force, and temperature and apply appro- 


ө 
ressuri : : 
аддын system and its surroundings. 
specific volume 
ө 
temperature 
isothermal process 


Kelvin scale 
Rankine scale 


Problems 


Exploring System Concepts 


21 Referring to Figs. 2.1 and 2.2, identify locations on the 
boundary of each system where there are interactions with the 


surroundings. 


priately Newton’s second law and Eqs. 2.14-2.17. 
work on a molar basis using Eqs. 2.10 and 2.11. 


apply the methodology for problem solving discussed in Sec. 2.6. 


a system, identify locations on the system boundary where the 
system interacts with its surroundings and describe events that 
occur within the system. Repeat for an enlarged system that 
includes the storage tank and the interconnecting piping. 


2.2 As illustrated in Fig. P2.2, electric current from a storage 


Hot water 


battery runs an electric motor. The shaft of the motor is con- 
nected to a pulley-mass assembly that raises a mass. Consid- 
ering the motor as a system, identify locations on the system 
boundary where the system interacts with its surroundings and 
describe changes that occur within the system with time. Re- 
peat for an enlarged system that also includes the battery and 
pulley—mass assembly. 


Figure P2.2 


2.3 Ав illustrated in Fig. P2.3, water circulates between a stor- 


age tank and a solar collector. Heated water from the tank is 
used for domestic purposes. Considering the solar collector as 


supply 


Solar 
collector 


Circulating 


pump Cold water 


return 


Figure P2.3 


2.4 As illustrated in Fig. P2.4, steam flows through a valve 


and turbine in series. The turbine drives an electric generator. 
Considering the valve and turbine as a system, identify lo- 
cations on the system boundary where the system interacts 
with its surroundings and describe events occurring within 
the system. Repeat for an enlarged system that includes the 
generator. 


Steam Ф 
— —— 
Valve 
Steam 
Figure P2.4 


2.5 Ав illustrated іп Fig. P2.5, water for a fire hose is drawn 
from a pond by a gasoline engine-driven pump. Considering 
the engine-driven pump as a system, identify locations on the 
system boundary where the system interacts with its surround- 
ings and describe events occurring within the system. Repeat 
for an enlarged system that includes the hose and the nozzle. 


Figure P2.5 


2.6 А system consists of liquid water in equilibrium with a 
gaseous mixture of air and water vapor. How many phases are 
present? Does the system consist of a pure substance? Explain. 
Repeat for a system consisting of ice and liquid water in equi- 
librium with a gaseous mixture of air and water vapor. 


27 A system consists of liquid oxygen in equilibrium with oxy- 
gen vapor. How many phases are present? The system under- 
goes a process during which some of the liquid is vaporized. 
Can the system be viewed as being a pure substance during 
the process? Explain. 


2.8 А system consisting of liquid water undergoes a process. 
At the end of the process, some of the liquid water has frozen, 
and the system contains liquid water and ice. Can the system 
be viewed as being a pure substance during the process? 
Explain. 


2.9 А dish of liquid water is placed on a table in a room. Af- 
ter a while, all of the water evaporates. Taking the water and 
the air in the room to be a closed system, can the system be 
regarded as a pure substance during the process? After the 
process is completed? Discuss. 


Problems 29 


Force and Mass 


2.10 Ап object has a mass of 20 kg. Determine its weight, in 
N, at a location where the acceleration of gravity is 9.78 m/s?. 


211 Ап object weighs 10 Ibf at a location where the accelera- 
tion of gravity is 30.0 ft/s?. Determine its mass, in Ib and slug. 


2.12 An object whose mass is 10 kg weighs 95 N. Determine 
(a) the local acceleration of gravity, in m/s?. 
(b) the mass, in kg, and the weight, in N, of the object at a 
location where g — 9.81 m/s?. 


2.13 Ап object whose mass is 10 Ib weighs 9.6 lbf. Determine 
(a) the local acceleration of gravity, in ft/s?. 
(b) the mass, in Ib and slug, and the weight, in Ibf, of the object 
at a location where g — 32.2 ft/s?. 


2.14 А gas occupying a volume of 25 ft? weighs 3.5 Ibf on the 
moon, where the acceleration of gravity is 5.47 ft/s’. Deter- 
mine its weight, in Ibf, and density, in lb/ft, on Mars, where 
g = 12.86 ft/s?. 


2.15 Atomic and molecular weights of some common sub- 
stances are listed in Appendix Tables T-1 and T- 1E. Using data 
from the appropriate table, determine 
(a) the mass, in kg, of 20 kmol of each of the following: air, 

C, H,O, СО.. 
(b) the number of Ibmol in 50 Ib of each of the following: Н», 
М», NH;, C4H;. 


2.16 А simple instrument for measuring the acceleration of 
gravity employs a linear spring from which a mass is sus- 
pended. At a location on earth where the acceleration of gravity 
is 32.174 ft/s’, the spring extends 0.291 in. If the spring extends 
0.116 in. when the instrument is on Mars, what is the Martian 
acceleration of gravity? How much would the spring extend 
on the moon, where g = 5.471 ft/s”? 


2.17 A closed system consists of 0.5 Ibmol of liquid water 
and occupies a volume of 0.145 ft’. Determine the weight of 
the system, in lbf, and the average density, in lb/ft? and 
slug/ft, at a location where the acceleration of gravity is 
g = 30.5 ft/s’. 


2.18 Тһе weight of an object on an orbiting space vehicle is 
measured to be 42 N based on an artificial gravitational ac- 
celeration of 6 m/s?. What is the weight of the object, in N, 
on earth, where g = 9.81 m/s”? 


2.19 Тһе storage tank of a water tower is nearly spherical in 
shape with a radius of 30 ft. If the density of the water is 
62.4 Ib/f, what is the mass of water stored in the tower, in lb, 
when the tank is full? What is the weight, in Ibf, of the water 
if the local acceleration of gravity is 32.1 ft/s”? 


Specific Volume, Pressure 


2.20 А spherical balloon has a diameter of 10 ft. The average 
specific volume of the air inside is 15.1 ft/lb. Determine the 
weight of the air, in Ibf, at a location where g = 31.0 ft/s”. 


2.21 Five kg of methane gas is fed to a cylinder having a vol- 
ume of 20 m? and initially containing 25 kg of methane at a 
pressure of 10 bar. Determine the specific volume, іп m*/kg, 
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of the methane in the cylinder initially. Repeat for the methane 
in the cylinder after the 5 kg has been added. 


2.22 А closed system consisting of 2 kg of a gas undergoes a 
process during which the relationship between pressure and 
specific volume is ро! = constant. The process begtins with 
pi = 1 bar, v, = 0.5 m*/kg and ends with р = (25 bar. 
Determine the final volume, in m?, and plot the process on a 
graph of pressure versus specific volume. 


2.23 A closed system consisting of 1 Ib of a gas undergoes a 
process during which the relation between the pressure and 
volume is pV" = constant. The process begins with p, = 20 
Ibf/in.?, V, = 10 # and ends with p, = 100 Ibf/in.? Determine 
the final volume, іп ЇГ, for each of the following values of the 
constant n: 1, 1.2, 1.3, and 1.4. Plot each of the processes on 
a graph of pressure versus volume. 


2.24 A system consists of air in a piston—cylinder assembly, ini- 
tially at p; = 20 Ibf/in.?, and occupying a volume of 1.5 ft^. 
The air is compressed to p = 100 Ibf/in.? and a final volume 
of 0.5 ft. During the process, the relation between pressure 
and volume is linear. Determine the pressure, in Ibf/in.”, at an 
intermediate state where the volume is 1.2 ft, and sketch the 
process on a graph of pressure versus volume. 


2.25 А gas initially at p, = 1 bar and occupying a volume of 
] liter is compressed within a piston-cylinder assembly to a 
final pressure p, = 4 bar. 

(a) If the relationship between pressure and volume during the 
compression is pV — constant, determine the volume, in 
liters, at a pressure of 3 bar. Also plot the overall process 
on a graph of pressure versus volume. 

(b) Repeat for a linear pressure-volume relationship between 
the same end states. 


2.26 А gas contained within a piston-cylinder assembly un- 
dergoes a thermodynamic cycle consisting of three processes: 


Process 1-2: Compression with pV = constant from p, = 1 
bar, V, = 1.0 m? to У, = 0.2 m°? 


Process 2-3: Constant-pressure expansion to У; = 1.0 m? 


Process 3-1: Constant volume 


Sketch the cycle on a р-У diagram labeled with pressure and 
volume values at each numbered state. 


Temperature 


2.27 Convert the following temperatures from °С to ^F: 
(а) 21°C, (b) —17.78?C, (c) — 50°С, (d) 300°C, (e) 100°C, 
(f) —273.15?C. Convert each temperature to °R. 


2.08 Convert the following temperatures from °F to °С: 
(а) 212°F, (b) 68°F, (c 32°F, (d) ОТ, (e -40Т, 
(f) —459.67?F. Convert each temperature to К. 


2.29 Two temperature measurements are taken with a ther- 
mometer marked with the Celsius scale. Show that the difference 
between the two readings would be the same if the temperatures 
were converted to the Kelvin scale. 


2.30 Ona day in January, a household digital thermometer gives 
the same outdoor temperature reading in °C as in °F. What is 
that reading? Express the reading in К and °R. 


2.34 A new absolute temperature scale is proposed. On this 
scale the ice point of water is 15095 and the steam point is 
300°S. Determine the temperatures in °C that correspond to 
100° and 40075, respectively. What is the ratio of the size of 
the ^S to the kelvin? 


2.32 Ав shown in Fig. P2.32, a small-diameter water pipe 
passes through the 6-in.-thick exterior wall of a dwelling. As- 
suming that temperature varies linearly with position x through 
the wall from 68°F to 20°F, would the water in the pipe freeze? 


Т = 68°F Т = 20°F 


Figure P2.32 
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Introduction... 


Energy is a fundamental concept of thermodlynamics and one of the most 
significant aspects of engineering analysis. In this chapter we discuss energy 
and develop equations for applying the principle of conservation of energy. The 
current presentation is limited to closed systems. In Chap. 5 the discussion is 
extended to control volumes. 

Energy is a familiar notion, and you already know a great deal about it. In the 
present chapter several important aspects of the energy concept are developed. 
Some of these we have encountered in Chap. 1. A basic idea is that energy can 
be stored within systems in various forms. Energy also can be converted from one 
form to another and transferred between systems. For closed systems, energy can 
be transferred by work and heat transfer. The total amount of energy is conserved 
in all transformations and transfers. 

The objective of this chapter is to organize these ideas about energy into forms chapter objective 
suitable for engineering analysis. The presentation begins with a review of energy 
concepts from mechanics. The thermodynamic concept of energy is then intro- 
duced as an extension of the concept of energy in mechanics. 


Reviewing Mechanical Concepts of Energy 


Building on the contributions of Galileo and others, Newton formulated a general descrip- 
tion of the motions of objects under the influence of applied forces. Newton's laws of motion, 
which provide the basis for classical mechanics, led to the concepts of work, kinetic energy, 
and potential energy, and these led eventually to a broadened concept of energy. In the pres- 
ent section, we review mechanical concepts of energy. 


3.1.1 Kinetic and Potential Energy 


Consider a body of mass m that moves from a position where the magnitude of its ve- 

locity is V, and its elevation is 2, to another where its velocity is V, and elevation is 22, 

each relative to a specified coordinate frame such as the surface of the earth. The quan- 

tity ту? is the kinetic energy, KE, of the body. The change in kinetic energy, АКЕ, of kinetic energy 
the body is 


1 
АКЕ = КЕ,- KE, 7" (Vi Vi) (3.1) 


Kinetic energy can be assigned a value knowing only the mass of the body and the mag- 
nitude of its instantaneous velocity relative to a specified coordinate frame, without regard 
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gravitational potential 
energy 


for how this velocity was attained. Hence, kinetic energy is a property of the body. Since 
kinetic energy is associated with the body as a whole, it is an extensive property. 

The quantity mgz is the gravitational potential energy, PE. The change in gravitational 
potential energy, APE, is 


APE = PE, — РЕ, = mg(z; — zi) Q.2) 


Potential energy is associated with the force of gravity (Sec. 2.3) and is therefore an attrib- 
ute of a system consisting of the body and the earth together. However, evaluating the force 
of gravity as mg enables the gravitational potential energy to be determined for a specified 
value of 2 knowing only the mass of the body and its elevation. With this view, potential en- 
ergy is regarded as an extensive property of the body. 

To assign a value to the kinetic energy or the potential energy of a system, it is necessary 
to assume a datum and specify a value for the quantity at the datum. Values of kinetic and 
potential energy are then determined relative to this arbitrary choice of datum and reference 
value. However, since only changes in kinetic and potential energy between two states are 
required, these arbitrary reference specifications cancel. 


Units. In SL the energy unit is the newton-meter, N · m, called the joule, J. In this book it 
is convenient to use the kilojoule, kJ. Other commonly used units for energy are the foot- 
pound force, ft · lbf, and the British thermal unit, Btu. 

When a system undergoes a process where there are changes in kinetic and potential en- 
ergy, special care is required to obtain a consistent set of units. 


For Example... to illustrate the proper use of units in the calculation of such terms, con- 
sider a system having a mass of 1 kg whose velocity increases from 15 m/s to 30 m/s while 


its elevation decreases by 10 m at a location where g = 9.7 m/s. Then 


1 2 
АКЕ- PLUME — У?) 


очрау (ьа Бы 
2 5 8 8 1 kg: m/s*||10°N-m 
= 0.34 kJ 
APE = те(2- zi) 
m IN 1kJ 
= (1 kg)| 9.7 10 
( s( 3r Es КЕГІ 


—0.10 kJ 


For a system having a mass of 1 Ib whose velocity increases from 50 ft/s to 100 ft/s while 
its elevation decreases by 40 ft at a location where g = 32.0 ft/s*, we һауе 


геа ЫН 15) (100 3) (50 3] 1 lbf 1 Btu | 
2 8 8 32.2 Ib #/52 11778 ft - lbf 
- 0.15 Btu 
ft 1 Ibf 1 Btu 
APE = (1 Ib)( 32.0 40 ft 
( ( Э! ) 32.2 Ib - ft/s? 11778 — 


= —0.05 Btu Ж 


3.1.2 Work in Mechanics 


In mechanics, when a body moving along a path is acted on by a resultant force that may 
vary in magnitude from position to position along the path, the work of the force is written 
as the scalar product (dot product) of the force vector F and the displacement vector of the 
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body along the path ds. That is 


Work = | F-ds (3.3) 
1 

When the resultant force causes the elevation to be increased, the body to be accelerated, or 

both, the work done by the force can be considered a transfer of energy to the body, where 

it is stored as gravitational potential energy and/or kinetic energy. The notion that energy is 

conserved underlies this interpretation. 


3.1.3 Closure 


The presentation thus far has centered on systems for which applied forces affect only their 

overall velocity and position. However, systems of engineering interest normally interact with 

their surroundings in more complicated ways, with changes in other properties as well. To 

analyze such systems, the concepts of kinetic and potential energy alone do not suffice, nor 

does the rudimentary conservation of energy principle introduced above. In thermodynamics 

the concept of energy is broadened to account for other observed changes, and the principle 

of conservation of energy is extended to include other ways in which systems interact with conservation of energy 
their surroundings. The basis for such generalizations is experimental evidence. These ex- 

tensions of the concept of energy are developed in the remainder of the chapter, beginning 

in the next section with a fuller discussion of work. 


ЕР Broadening Our Understanding of Work 


The work done by, or on, a system evaluated in terms of forces and displacements is given by 
Eq. 3.3. This relationship is important in thermodynamics, and is used later in the present sec- 
tion. It is also used in Sec. 3.3 to evaluate the work done in the compression or expansion of 
a gas (or liquid). However, thermodynamics also deals with phenomena not included within 
the scope of mechanics, so it is necessary to adopt a broader interpretation of work, as follows. 
A particular interaction is categorized as a work interaction if it satisfies the following cri- 
terion, which can be considered the thermodynamic definition of work: Work is done by а thermodynamic 
system on its surroundings if the sole effect on everything external to the system could have definition of work 
been the raising of a weight. Notice that the raising of a weight is, in effect, a force acting 
through a distance, so the concept of work in thermodynamics is an extension of the concept 
of work in mechanics. However, the test of whether a work interaction has taken place is not 
that the elevation of a weight has actually taken place, or that a force has actually acted through 
a distance, but that the sole effect could have been an increase in the elevation of a weight. 


For Example... consider Fig. 3.1 showing two systems labeled A and B. In system A, a 
gas is stirred by a paddle wheel: the paddle wheel does work on the gas. In principle, the 
work could be evaluated in terms of the forces and motions at the boundary between the pad- 
dle wheel and the gas. Such an evaluation of work is consistent with Eq. 3.3, where work is 
the product of force and displacement. By contrast, consider system B, which includes only 
the battery. At the boundary of system B, forces and motions are not evident. Rather, there 
is an electric current i driven by an electrical potential difference existing across the termi- 
nals a and b. That this type of interaction at the boundary can be classified as work follows 
from the thermodynamic definition of work given previously: We can imagine the current is 
supplied to a Aypothetical electric motor that lifts a weight in the surroundings. А 


Work is a means for transferring energy. Accordingly, the term work does not refer to 
what is being transferred between systems or to what is stored within systems. Energy is 
transferred and stored when work is done. 
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Figure 3.1 Two examples of work. 


3.2.1 Sign Convention and Notation 


Engineering thermodynamics is frequently concerned with devices such as internal combus- 
tion engines and turbines whose purpose is to do work. Hence, it is often convenient to 
consider such work as positive. That is, 


W > 0: work done by the system 
W < 0: work done on the system 


This sign convention is used throughout the book. In certain instances, however, it is 
convenient to regard the work done on the system to be positive. To reduce the possibil- 
ity of misunderstanding in any such case, the direction of energy transfer is shown by an 
arrow on a sketch of the system, and work is regarded as positive in the direction of the 
arrow. 

Returning briefly to Eq. 3.3, to evaluate the integral it is necessary to know how the force 
varies with the displacement. This brings out an important idea about work: The value of W 
depends on the details of the interactions taking place between the system and surroundings 
during a process and not just the initial and final states of the system. It follows that work 
is not a property of the system or the surroundings. In addition, the limits on the integral of 
Еа. 3.3 mean “from state 1 to state 2” and cannot be interpreted as the values of work at 
these states. The notion of work at a state has no meaning, so the value of this integral should 
never be indicated as W, — W,. 

The differential of work, SW, is said to be inexact because, in general, the following 
integral cannot be evaluated without specifying the details of the process 


2 
| w= 
1 


On the other hand, the differential of a property is said to be exact because the change in 
a property between two particular states depends in no way on the details of the process 
linking the two states. For example, the change in volume between two states can be de- 
termined by integrating the differential dV, without regard for the details of the process, as 
follows 


V; 
| dV = V,— V, 
V, 

where V, is the volume at state 1 and V; is the volume at state 2. The differential of every 
property is exact. Exact differentials are written, as above, using the symbol d. To stress the 
difference between exact and inexact differentials, the differential of work is written as 6W. 
The symbol 8 is also used to identify other inexact differentials encountered later. 
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3.2.2 Power 


Many thermodynamic analyses are concerned with the time rate at which energy transfer 

occurs. The rate of energy transfer by work is called power and is denoted by W. When а power 
work interaction involves an observable force, the rate of energy transfer by work is equal 

to the product of the force and the velocity at the point of application of the force 


W=F-V (3.4) 


A dot appearing over a symbol, as in W, is used to indicate a time rate. In principle, Eq. 3.4 
can be integrated from time f, to time 7, to get the total work done during the time interval 


w= | wa- (ж-уа 
Тһе same sign convention applies for W as for W. Since power is a time rate of doing work, 
it can be expressed in terms of any units for energy and time. In SI, the unit for power is J/s, 
called the watt. In this book the kilowatt, kW, is generally used. Other commonly used units 
for power are ft · Ibf/s, Btu/h, and horsepower, hp. 


For Example... to illustrate the use of Eq. 3.4, let us evaluate the power required for a 
bicyclist traveling at 20 miles per hour to overcome the drag force imposed by the surrounding 
air. This aerodynamic drag force, discussed in Sec. 14.9, is given by 


Fp = 4CpApV? 


where Cp is a constant called the drag coefficient, A is the frontal area of the bicycle and 
rider, and p is the air density. By Eq. 3.4 the required power is Fp * V or 
W = (4CpApV2)V 
= 3CpApV? 


Using typical values: Cp = 0.88, A = 3.9 ft, and р = 0.075 Ib/f? together with V = 20 mi/h = 
29.33 ft/s, and also converting units to horsepower, the power required is 


1 Ibf 
32.2 lb - ft/s? 


1 hp 
550 ft - Ibf/s 


= (0.88)(3.9 (o 075 8) (29 33 Э) 
17777669 “Та ДЭЛ s 


= 0.183 һр А 


Power Transmitted by a Shaft. A rotating shaft is а commonly encountered machine element. 
Consider a shaft rotating with angular velocity w and exerting a torque J on its surround- 
ings. Let the torque be expressed in terms of a tangential force F, and radius А: J = FR. 
The velocity at the point of application of the force is V = Ro, where o is in radians per 
unit time. Using these relations with Eq. 3.4, we obtain an expression for the power transmitted 
from the shaft to the surroundings 


W = FN = (T/R Ro) = To (3.5) 


A related case involving a gas stirred by a paddle wheel is considered in the discussion of 
Fig. 3.1. 


Electric Power. Shown in Fig. 3.1 is a system consisting of a battery connected to an exter- 
nal circuit through which an electric current, i, is flowing. The current is driven by the elec- 
trical potential difference % existing across the terminals labeled a and b. That this type of 
interaction can be classed as work is considered in the discussion of Fig. 3.1. 
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The rate of energy transfer by work, or the power, is 
W= -$i (3.6) 


The minus sign is required to be in accord with our previously stated sign convention for 
power. When the power is evaluated in terms of the watt, and the unit of current is the ampere 
(an SI base unit), the unit of electric potential is the volt, defined as 1 watt per ampere. 


13.3 Modeling Expansion or Compression Work 


Let us evaluate the work done by the closed system shown in Fig. 3.2 consisting of a gas (or 
liquid) contained in a piston-cylinder assembly as the gas expands. During the process the 
gas pressure exerts a normal force on the piston. Let p denote the pressure acting at the in- 
terface between the gas and the piston. The force exerted by the gas on the piston is simply 
the product pA, where A is the area of the piston face. The work done by the system as the 
piston is displaced a distance dx is 


OW = pA dx (3.7) 


The product A dx in Eq. 3.7 equals the change in volume of the system, dV. Thus, the 
work expression can be written as 


8W = p dV (3.8) 


Since dV is positive when volume increases, the work at the moving boundary is positive 
when the gas expands. For a compression, dV is negative, and so is work found from Eq. 3.8. 
These signs are in agreement with the previously stated sign convention for work. 

For a change in volume from V, to V5, the work is obtained by integrating Eq. 3.8 


V2 
w= | рау (3.9) 


V 


Although Eq. 3.9 is derived for the case of a gas (or liquid) in a piston-cylinder assembly, it 
is applicable to systems of any shape provided the pressure is uniform with position over the 
moving boundary. 


Actual Expansion or Compression Processes 


To perform the integral of Eq. 3.9 requires a relationship between the gas pressure at the 
moving boundary and the system volume, but this relationship may be difficult, or even im- 
possible, to obtain for actual compressions and expansions. In the cylinder of an automobile 
engine, for example, combustion and other nonequilibrium effects give rise to nonuniformi- 
ties throughout the cylinder. Accordingly, if a pressure transducer were mounted on the cylin- 
der head, the recorded output might provide only an approximation for the pressure at the 


r— System boundary 


Area -A Average pressure at 
the piston face = p 


|: | Figure 3.2 Expansion or compression 
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piston face required by Eq. 3.9. Moreover, even when the measured pressure is essentially 
equal to that at the piston face, scatter might exist in the pressure-volume data, as illustrated 
in Fig. 3.3. We will see later that in some cases where lack of the required pressure-volume 
relationship keeps us from evaluating the work from Eq. 3.9, the work can be determined 
alternatively from an energy balance (Sec. 3.6). 


Quasiequilibrium Expansion or Compression Processes 


An idealized type of process called a quasiequilibrium process is introduced in Sec. 2.2. A 
quasiequilibrium process is one in which all states through which the system passes may be 
considered equilibrium states. A particularly important aspect of the quasiequilibrium process 
concept is that the values of the intensive properties are uniform throughout the system, or 
every phase present in the system, at each state visited. 

To consider how a gas (or liquid) might be expanded or compressed in a quasiequilibrium 
fashion, refer to Fig. 3.4, which shows a system consisting of a gas initially at an equilib- 
rium state. As shown in the figure, the gas pressure is maintained uniform throughout by a 
number of small masses resting on the freely moving piston. Imagine that one of the masses 
is removed, allowing the piston to move upward as the gas expands slightly. During such an 
expansion the state of the gas would depart only slightly from equilibrium. The system would 
eventually come to a new equilibrium state, where the pressure and all other intensive prop- 
erties would again be uniform in value. Moreover, were the mass replaced, the gas would be 
restored to its initial state, while again the departure from equilibrium would be slight. If 
several of the masses were removed one after another, the gas would pass through a sequence 
of equilibrium states without ever being far from equilibrium. In the limit as the increments 
of mass are made vanishingly small, the gas would undergo a quasiequilibrium expansion 
process. A quasiequilibrium compression can be visualized with similar considerations. 

Equation 3.9 can be applied to evaluate the work in quasiequilibrium expansion or com- 
pression processes. For such idealized processes the pressure p in the equation is the pressure 
of the entire quantity of gas (or liquid) undergoing the process, and not just the pressure at 
the moving boundary. The relationship between the pressure and volume may be graphical or 
analytical. Let us first consider a graphical relationship. 

A graphical relationship is shown in the pressure-volume diagram (p-V diagram) of Fig. 3.5. 
Initially, the piston face is at position хү, and the gas pressure is p,; at the conclusion of a qua- 
siequilibrium expansion process the piston face is at position x,, and the pressure is reduced to 
p». At each intervening piston position, the uniform pressure throughout the gas is shown as a 
point on the diagram. The curve, or path, connecting states 1 and 2 on the diagram represents 
the equilibrium states through which the system has passed during the process. The work done 
by the gas on the piston during the expansion is given Бу f p dV, which can be interpreted as 
the area under the curve of pressure versus volume. Thus, the shaded area on Fig. 3.5 is equal 
to the work for the process. Had the gas been compressed from 2 to 1 along the same path on 
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the p-V diagram, the magnitude of the work would be the same, but the sign would be nega- 
tive, indicating that for the compression the energy transfer was from the piston to the gas. 

The area interpretation of work in a quasiequilibrium expansion or compression process 
allows a simple demonstration of the idea that work depends on the process. This can be brought 
out by referring to Fig. 3.6. Suppose the gas in a piston-cylinder assembly goes from an ini- 
tial equilibrium state 1 to a final equilibrium state 2 along two different paths, labeled A and 
B on Fig. 3.6. Since the area beneath each path represents the work for that process, the work 
depends on the details of the process as defined by the particular curve and not just on the end 
states. Recalling the discussion of property given in Sec. 2.2, we can conclude that work is not 
a property. The value of work depends on the nature of the process between the end states. 

The relationship between pressure and volume during an expansion or compression process 
also can be described analytically. An example is provided by the expression pV" — constant, 
where the value of n is a constant for the particular process. A quasiequilibrium process de- 
scribed by such an expression is called a polytropic process. Additional analytical forms for 
the pressure-volume relationship also may be considered. 

The example to follow illustrates the application of Eq. 3.9 when the relationship between 
pressure and volume during an expansion is described analytically as pV" — constant. 


Area = work 
for process A 


Figure З.О Illustration that work depends on 
V е process. 
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Example 3.1 Evaluating Expansion Work 


A gas in a piston—cylinder assembly undergoes an expansion process for which the relationship between pressure and volume 
is given by 
pV" — constant 


The initial pressure is 3 bar, the initial volume is 0.1 mô, and the final volume is 0.2 m?. Determine the work for the process, 
in kJ, if (a) n = 1.5, (b) n = 1.0, and (c) n = 0. 


Solution 


Known: А gas in a piston—cylinder assembly undergoes an expansion for which рү" = constant. 
Find: Evaluate the work if (a) n = 1.5, (b) n = 1.0, (c) n = 0. 


Schematic and Given Data: Тһе given р-У relationship and the given data for pressure and volume can be used to construct 
the accompanying pressure-volume diagram of the process. 


3.0 - 
Гаа aes LE rp 1 m 
| Gas | 
8 20H | | 
= | п І 
ы | pV = | 
| constant | 
1.0 [- Area = work [кке e | 
for part a 
0.1 0.2 
V (n?) 
Figure E3.1 
Assumptions: 


1. The gas is a closed system. 
2. The moving boundary is the only work mode. 
3. The expansion is a polytropic process. 


Analysis: Тһе required values for the work are obtained by integration of Eq. 3.9 using the given pressure-volume relation. 
(a) Introducing the relationship p = constant / V” into Eq. 3.9 and performing the integration 


ИД У, 
z - constant 
w= | рау- | L iy 


" 7 үл 
(constant) VÀ" — (constant) Vj" 
= к=] 


The constant in this expression can be evaluated at either end state: constant = pV} = р-У2. The work expression then 
becomes 


(p2V3) vu ағ (р1У1) ome рУ = рў 
= 7p il = ig 


(1) 


This expression is valid for all values of n except п = 1.0. The case n = 1.0 is taken up in part (b). 
To evaluate W, the pressure at state 2 is required. This can be found by using рУ = p;V5, which on rearrangement 


yields. 
Vo ub 
- --| =(3b --| = 1.060 
Po ДЕ) (3 a) (4) 06 bar 
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Accordingly 


d (546 bar)(0.2 m?) - 9) 10? N/m? 
| 13 ] bar 
= 41760 < 
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(b) For n — 1.0, the pressure-volume relationship is pV — constant or p — constant/V. Тһе work is 


V; 
АЙ V. ү. 
W = constant | w^ (constant) тү = (pVi) ny (2) 
Substituting values 
10° N/m? 


W = (3 bar)(0.1 m?) 


ШЫ (92) = +2079 < 


1 Баг 1110 №: т 0.1 


(с) For n = 0, the pressure—volume relation reduces to р = constant, and the integral becomes W = р(У, — У,), which is a 
special case of the expression found in part (a). Substituting values and converting units as above, W = +30 kJ. 


@ In each case, the work for the process can be interpreted as the area under the curve representing the process on the ac- 


companying p—V diagram. Note that the relative areas аге in agreement with the numerical results. 


Ө The assumption of а polytropic process is significant. If the given pressure—volume relationship were obtained as a fit to 


experimental pressure-volume data, the value of f p dV would provide a plausible estimate of the work only when the 
measured pressure is essentially equal to that exerted at the piston face. 


Ө Observe the use of unit conversion factors here and in part (b). 


@ It is not necessary to identify the gas (or liquid) contained within the piston—cylinder assembly. The calculated values for 


W are determined by the process path and the end states. However, if it is desired to evaluate other properties such as tem- 
perature, both the nature and amount of the substance must be provided because appropriate relations among the proper- 
ties of the particular substance would then be required. 


ЕП Broadening Our Understanding of Energy 


The objective in this section is to use our deeper understanding of work developed in Secs. 
3.2 and 3.3 to broaden our understanding of the energy of a system. In particular, we con- 
sider the total energy of a system, which includes kinetic energy, gravitational potential en- 
ergy, and other forms of energy. The examples to follow illustrate some of these forms of 
energy. Many other examples could be provided that enlarge on the same idea. 

When work is done to compress a spring, energy is stored within the spring. When a bat- 
tery is charged, the energy stored within it is increased. And when a gas (or liquid) initially 
at an equilibrium state in a closed, insulated vessel is stirred vigorously and allowed to come 
to a final equilibrium state, the energy of the gas is increased in the process. In each of these 
examples the change in system energy cannot be attributed to changes in the system’s kinetic 
or gravitational potential energy. The change in energy can be accounted for in terms of 
internal energy, as considered next. 

In engineering thermodynamics the change in the total energy of a system is con- 
sidered to be made up of three macroscopic contributions. One is the change in kinetic 
energy, associated with the motion of the system as a whole relative to an external coor- 
dinate frame. Another is the change in gravitational potential energy, associated with the 
position of the system as a whole in the earth’s gravitational field. All other energy changes 


internal energy are lumped together in the internal energy of the system. Like kinetic energy and gravi- 


tational potential energy, internal energy is an extensive property of the system, as is the 
total energy. 
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Internal energy is represented by the symbol U, and the change in internal energy in a 
process is U, — U,. The specific internal energy is symbolized by и or и, respectively, de- 
pending on whether it is expressed on a unit mass or per mole basis. 

The change in the total energy of a system is 


E, — E, = (KE, — КЕ) + (PE, — PE) + (U, — 0) 
or (3.10) 
AE = AKE + APE + AU 


All quantities in Eq. 3.10 are expressed in terms of the energy units previously introduced. 
The identification of internal energy as a macroscopic form of energy is a significant step 
in the present development, for it sets the concept of energy in thermodynamics apart from 
that of mechanics. In Chap. 4 we will learn how to evaluate changes in internal energy for 
practically important cases involving gases, liquids, and solids by using empirical data. 

To further our understanding of internal energy, consider a system we will often encounter 
in subsequent sections of the book, a system consisting of a gas contained in a tank. Let us 
develop a microscopic interpretation of internal energy by thinking of the energy attributed 
to the motions and configurations of the individual molecules, atoms, and subatomic parti- 
cles making up the matter in the system. Gas molecules move about, encountering other mol- 
ecules or the walls of the container. Part of the internal energy of the gas is the translational 
kinetic energy of the molecules. Other contributions to the internal energy include the ki- 
netic energy due to rotation of the molecules relative to their centers of mass and the kinetic 
energy associated with vibrational motions within the molecules. In addition, energy is stored 
in the chemical bonds between the atoms that make up the molecules. Energy storage on the 
atomic level includes energy associated with electron orbital states, nuclear spin, and bind- 
ing forces in the nucleus. In dense gases, liquids, and solids, intermolecular forces play an 
important role in affecting the internal energy. 


ЕН Energy Transfer Бу Heat 


Thus far, we have considered quantitatively only those interactions between a system and its 
surroundings that can be classed as work. However, closed systems also can interact with 
their surroundings in a way that cannot be categorized as work. An example is provided by 
a gas in a container undergoing a process while in contact with a flame at a temperature 
greater than that of the gas. This type of interaction is called an energy transfer by heat. 
On the basis of experiment, beginning with the work of Joule in the early part of the nine- 
teenth century, we know that energy transfers by heat are induced only as a result of a tem- 
perature difference between the system and its surroundings and occur only in the direction 
of decreasing temperature. Because the underlying concept is so important in thermal sys- 
tems engineering, this section is devoted to a further consideration of energy transfer by heat. 


3.5.1 Sign Convention and Notation 


The symbol Q denotes an amount of energy transferred across the boundary of a system in 
a heat interaction with the system’s surroundings. Heat transfer into a system is taken to be 
positive, and heat transfer from a system is taken as negative. 


Q > 0: heat transfer to the system 
Q < 0: heat transfer from the system 


This sign convention is used throughout the book. However, as was indicated for work, it is 
sometimes convenient to show the direction of energy transfer by an arrow on a sketch of 
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adiabatic process 


heat is not a property 


the system. Then the heat transfer is regarded as positive in the direction of the arrow. In an 
adiabatic process there is no energy transfer by heat. 

The sign convention for heat transfer is just the reverse of the one adopted for work, where 
a positive value for W signifies an energy transfer from the system to the surroundings. These 
signs for heat and work are a legacy from engineers and scientists who were concerned mainly 
with steam engines and other devices that develop a work output from an energy input by 
heat transfer. For such applications, it was convenient to regard both the work developed and 
the energy input by heat transfer as positive quantities. 

The value of a heat transfer depends on the details of a process and not just the end states. 
Thus, like work, heat is not a property, and its differential is written as 6О. The amount of 
energy transfer by heat for a process 18 given by the integral 


2 
o= | ғо 
1 


where the limits mean “from state | to state 2” and do not refer to the values of heat at those 
states. As for work, the notion of “heat” at a state has no meaning, and the integral should 
never be evaluated as Q, — Qj. 

Methods based on experiment are available for evaluating energy transfer by heat. We re- 
fer to the different types of heat transfer processes as modes. There are three primary modes: 
conduction, convection, and radiation. Conduction refers to energy transfer by heat through 
a medium across which a temperature difference exists. Convection refers to energy transfer 
between a surface and a moving or still fluid having a different temperature. The third mode 
is termed thermal radiation and represents the net exchange of energy between surfaces at 
different temperatures by electromagnetic waves independent of any intervening medium. 
For these modes, the rate of energy transfer depends on the properties of the substances in- 
volved, geometrical parameters and temperatures. The physical origins and rate equations for 
these modes are introduced in Section 15.1. 


Units. The units for Q and the heat transfer rate Q are the same as those introduced previ- 
ously for W and W, respectively. 


3.5.2 Closure 


The first step in a thermodynamic analysis is to define the system. It is only after the sys- 
tem boundary has been specified that possible heat interactions with the surroundings are 
considered, for these are always evaluated at the system boundary. In ordinary conversation, 
the term heat is often used when the word energy would be more correct thermodynamically. 
For example, one might hear, “Please close the door or ‘heat’ will be lost.” In thermodynamics, 
heat refers only to a particular means whereby energy is transferred. It does not refer to what 
is being transferred between systems or to what is stored within systems. Energy is trans- 
ferred and stored, not heat. 

Sometimes the heat transfer of energy to, or from, a system can be neglected. This might 
occur for several reasons related to the mechanisms for heat transfer discussed in Sec. 15.1. 
One might be that the materials surrounding the system are good insulators, or heat transfer 
might not be significant because there is a small temperature difference between the system 
and its surroundings. A third reason is that there might not be enough surface area to allow 
significant heat transfer to occur. When heat transfer is neglected, it is because one or more 
of these considerations apply. 

In the discussions to follow, the value of Q is provided or it is an unknown in the analy- 
sis. When Q is provided, it can be assumed that the value has been determined by the methods 
introduced in Sec. 15.1. When Q is the unknown, its value is usually found by using the 
energy balance, discussed next. 
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Energy Acounting: Energy Balance for Closed Systems 


As our previous discussions indicate, the only ways the energy of a closed system can be 
changed is through transfer of energy by work or by heat. Further, a fundamental aspect of 
the energy concept is that energy is conserved. This is the first law of thermodynamics. first law of 


These considerations are summarized in words as follows: thermodynamics 
change in the amount net amount of energy net amount of energy 
of energy contained transferred in across transferred out across 
within the system | = | the system boundary by | — | the system boundary 
during some time heat transfer during by work during the 
interval the time interval time interval 


This word statement is just an accounting balance for energy, an energy balance. It requires 
that in any process of a closed system the energy of the system increases or decreases by an 
amount equal to the net amount of energy transferred across its boundary. 

The phrase net amount used in the word statement of the energy balance must be care- 
fully interpreted, for there may be heat or work transfers of energy at many different places 
on the boundary of a system. At some locations the energy transfers may be into the system, 
whereas at others they are out of the system. The two terms on the right side account for the 
net results of all the energy transfers by heat and work, respectively, taking place during the 
time interval under consideration. 

The energy balance can be expressed in symbols as 


E-E-Q-W (3.11a) 
Introducing Eq. 3.10 an alternative form is energy balance 
АКЕ + АРЕ + AU- Q- W (3.11b) 


which shows that an energy transfer across the system boundary results in a change in one 
or more of the macroscopic energy forms: kinetic energy, gravitational potential energy, and 
internal energy. All previous references to energy as a conserved quantity are included as 
special cases of Eqs. 3.11. 

Note that the algebraic signs before the heat and work terms of Eqs. 3.11 are different. 
This follows from the sign conventions previously adopted. A minus sign appears before W 
because energy transfer by work from the system to the surroundings is taken to be positive. 
A plus sign appears before Q because it is regarded to be positive when the heat transfer of 
energy is into the system from the surroundings. 


Other Forms of the Energy Balance 
Various special forms of the energy balance can be written. For example, the energy balance 
in differential form is 


dE = 6Q – 6W (3.12) 


where dE is the differential of energy, a property. Since Q and W are not properties, their 
differentials are written as 6О and 8W, respectively. 
The instantaneous time rate form of the energy balance is 


dE — . time rate form of the 
d o Q-W (3.13) energy balance 
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The rate form of the energy balance expressed in words is 


time rate of change net rate at which net rate at which 
of the energy energy is being energy is being 
contained within | = | transferredin | — | transferred out 
the system at by heat transfer by work at 
time t at time t time t 


Equations 3.11 through 3.13 provide alternative forms of the energy balance that may be 
convenient starting points when applying the principle of conservation of energy to closed 
systems. In Chap. 5 the conservation of energy principle is expressed in forms suitable for the 
analysis of control volumes. When applying the energy balance in any of its forms, it is im- 
portant to be careful about signs and units and to distinguish carefully between rates and 
amounts. In addition, it is important to recognize that the location of the system boundary can 
be relevant in determining whether a particular energy transfer is regarded as heat or work. 


For Example... consider Fig. 3.7, in which three alternative systems are shown that in- 
clude a quantity of a gas (or liquid) in a rigid, well-insulated container. In Fig. 3.7a, the gas 
itself is the system. As current flows through the copper plate, there is an energy transfer 
from the copper plate to the gas. Since this energy transfer occurs as a result of the temper- 
ature difference between the plate and the gas, it is classified as a heat transfer. Next, refer 
to Fig. 3.7b, where the boundary is drawn to include the copper plate. It follows from the 
thermodynamic definition of work that the energy transfer that occurs as current crosses the 
boundary of this system must be regarded as work. Finally, in Fig. 3.7c, the boundary is 
located so that no energy is transferred across it by heat or work. A 


Copper Rotating 
plate shaft 


Electric 
generator | 


System Insulation 
boundary 


(a) (5) 


System 
ы 0-0,М-0 П X 


p——— —————————— e, 


Figure 3.7 Alternative choices for system boundaries. 
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Closing Comment. Thus far, we have been careful to emphasize that the quantities sym- 
bolized by W and О in the foregoing equations account for transfers of energy and not 
transfers of work and heat, respectively. The terms work and heat denote different means 
whereby energy is transferred and not what is transferred. However, to achieve economy of 
expression in subsequent discussions, W and О are often referred to simply as work and 
heat transfer, respectively. This less formal manner of speaking is commonly used in engi- 
neering practice. 


Illustrations 


The examples to follow bring out many important ideas about energy and the energy bal- 
ance. They should be studied carefully, and similar approaches should be used when solv- 
ing the end-of-chapter problems. 

In this text, most applications of the energy balance will not involve significant kinetic or 
potential energy changes. Thus, to expedite the solutions of many subsequent examples and end- 
of-chapter problems, we indicate in the problem statement that such changes can be neglected. 
If this is not made explicit in a problem statement, you should decide on the basis of the prob- 
lem at hand how best to handle the kinetic and potential energy terms of the energy balance. 


Processes of Closed Systems. Тһе next two examples illustrate the use of the energy bal- 
ance for processes of closed systems. In these examples, internal energy data are provided. 
In Chap. 4, we learn how to obtain thermodynamic property data using tables, graphs, equa- 
tions, and computer software. 


Example 3.2 Cooling a Gas in a Piston-Cylinder 


ЇЇ тнорогосү 


UPDATE 


Four kilograms of a certain gas is contained within a piston-cylinder assembly. The gas undergoes a process for which the 


pressure—volume relationship is 
ру!? = constant 


The initial pressure is 3 bar, the initial volume is 0.1 m°, and the final volume is 0.2 m°. The change in specific internal energy 
of the gas in the process is и - ш = —4.6 kJ/kg. There are no significant changes in kinetic or potential energy. Determine 


the net heat transfer for the process, in kJ. 


Solution 


Known: А gas within a piston-cylinder assembly undergoes an expansion process for which the pressure-volume relation 


and the change in specific internal energy are specified. 
Find: Determine the net heat transfer for the process. 


Schematic and Given Data: 


Uy = и = — 4.6 kJ/kg 


рү! = constant 


Area - work 


Figure НЗ.2 
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Assumptions: 

1. The gas is a closed system. 

2. The process is described by ру! = constant. 

3. There is no change in the kinetic or potential energy of the system. 


Analysis: Ап energy balance for the closed system takes the form 


0 0 
АЖЕ + APE + AU=Q-—W 
where the kinetic and potential energy terms drop out by assumption 3. Then, writing AU in terms of specific internal ener- 
gies, the energy balance becomes 


mu, — u,)= о М 
where m is the system mass. Solving for Q 
О = т(и — щ) + W 


The value of ће work for this process is determined іп the solution to part (а) of Example 3.1: W = +17.6 kJ. The change 
in internal energy is obtained using given data as 


kJ 
т(и = uj) = 17 4.6 =) = —18.4 kJ 


Substituting values 


Ө Q = –184 + 17.6 = —0.8 kJ < 


@ The given relationship between pressure and volume allows the process to be represented by the path shown on the ac- 
companying diagram. The area under the curve represents the work. Since they are not properties, the values of the work 
and heat transfer depend on the details of the process and cannot be determined from the end states only. 


Ө The minus sign for the value of О means that a net amount of energy has been transferred from the system to its sur- 
roundings by heat transfer. 


In the next example, we follow up the discussion of Fig. 3.7 by considering two alterna- 
tive systems. This example highlights the need to account correctly for the heat and work 
interactions occurring on the boundary as well as the energy change. 


Example 3.3 Considering Alternative Systems 


Air is contained in a vertical piston—cylinder assembly fitted with an electrical resistor. The atmosphere exerts a pressure of 
14.7 Ibf/in.? on the top of the piston, which has a mass of 100 Ib and a face area of 1 #2. Electric current passes through the 
resistor, and the volume of the air slowly increases by 1.6 ft? while its pressure remains constant. The mass of the air is 0.6 Ib, 
and its specific internal energy increases by 18 Btu/Ib. The air and piston are at rest initially and finally. The piston—cylinder 
material is a ceramic composite and thus a good insulator. Friction between the piston and cylinder wall can be ignored, and 
the local acceleration of gravity is g — 32.0 ft/s?. Determine the heat transfer from the resistor to the air, in Btu, for a system 
consisting of (a) the air alone, (b) the air and the piston. 


Solution 
Known: Data are provided for air contained in a vertical piston—cylinder fitted with an electrical resistor. 
Find: Considering each of two alternative systems, determine the heat transfer from the resistor to the air. 


Schematic and Given Data: 


Piston 22 r- Piston 
Рат = 14.7 Юй System 
System M piston = 100 10 boundary 
boundary Арыоп = 1 fe for part (b) 
for part (a) ---------- 
| 
| Ё — * + 
| Air = 
| || 
) = 
[Ern а АЗАН. 1 ma; = 0.6 Ib 
V,- Vj = 1.6 ft? 
Au, = 18 Btu/Ib 
(a) (b) 


Assumptions: 

Two closed systems are under consideration, as shown in the schematic. 

The only significant heat transfer is from the resistor to the air, during which the air expands slowly and its pressure remains 
constant. 

There is no net change in kinetic energy; the change in potential energy of the air is negligible; and since the piston material 
is a good insulator, the internal energy of the piston is not affected by the heat transfer. 

Friction between the piston and cylinder wall is negligible. 

The acceleration of gravity is constant; g = 32.0 ft/s”. 


Analysis: Taking the air as the system, the energy balance, Eq. 3.11b, reduces with assumption 3 to 


(AKÉ + APE + AU = - W 


Or, solving for О 
Q =W + AU; 


For this system, work is done by the force of the pressure p acting on the bottom of the piston as the air expands. With 
Eq. 3.9 and the assumption of constant pressure 


V2 
na | p dV = p(V; — Vi) 


Vi 


To determine the pressure p, we use a force balance on the slowly moving, frictionless piston. The upward force exerted 
by the air on the bottom of the piston equals the weight of the piston plus the downward force of the atmosphere acting on 
the top of the piston. In symbols 


[DA == M piston 8 + Pam 


piston 


Solving for p and inserting values 


Mbpiston 8 A 
ГО тете Dim 
PN sector i 
100 1b)(32.0 ft/s? 1 Ibf 1 ft? lbf Ibf 
eM Nez 2 : — + їл в 
[Г 32.2 Ib - ft/s“ | | 144 in.” in. in. 
Thus, the work is 
W = p(V, — Vi) 


5 (154 2. Jue fe) 


in. 


144 in? | 1 Btu 


= 4.56 Bt 
1 #2 — 96 Бш 
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With АШ = my;,(Au,;,), the heat transfer is 
Q = War ma (Au) 


Btu 
= 4.56 Btu + (0.6 26 88) -154Вш < 


(9) Consider next a system consisting of the air and the piston. The energy change of the overall system is the sum of the 
energy changes of the air and the piston. Thus, the energy balance, Eq. 3.11b, reads 


0 0 0 0 
(АКЕ + APE + AU) + (AKÉ + APE + AT „= Q У 
where the indicated terms drop out by assumption 3. Solving for Q 


Q = a (APE) piston F (AU) 


For this system, work is done at the top of the piston as it pushes aside the surrounding atmosphere. Applying Eq. 3.9 


V2 
MAS | рау = Patm( V2 = V) 


Vi 


- (147 ШРШ ft’) 


ш. 


144 in. 
ЇЇ 


1 Btu 
778 ЕСІМ 


| 4.35 Btu 


The elevation change, Az, required to evaluate the potential energy change of the piston can be found from the volume 
change of the air and the area of the piston face as 
V; Gi 


Az = = 1.6 ft 
адан 1 fe 


Thus, the potential energy change of the piston is 
(АРЕ),оп = оп gAz 


ft 1 Ibf 
(100 (32 “тв її) | 
d 


32.2 lb - ft/s” 


1 Btu 
778 ft - Ibf 


| 0.2 Btu 


Finally 
Q = |/ er (APE) piston aF Mair A Uair 


B 
= 4,35 Btu + 0.2 Btu + (0.6 ШӘ -154Вш < 


® which agrees with the result of part (a). 


@ Using the change in elevation Az determined in the analysis, the change in potential energy of the air is about 1077 Btu, 
which is negligible in the present case. The calculation is left as an exercise. 


Ө Although the value of Q is the same for each system, observe that the values for W differ. Also, observe that the energy 
changes differ, depending on whether the air alone or the air and the piston is the system. 


Steady-State Operation. A system is at steady state if none of its properties change with 
time (Sec. 2.2). Many devices operate at steady state or nearly at steady state, meaning that 
property variations with time are small enough to ignore. The two examples to follow illus- 
trate the application of the energy rate equation to closed systems at steady state. 


Example 3.4 Gearbox at Steady State 


During steady-state operation, a gearbox receives 60 kW through the input shaft and delivers power through the output shaft. 
For the gearbox as the system, the rate of energy transfer by heat is 


0) шэн — 11, 
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where h is a constant, h = 0.171 kW/m? - K, A = 1.0 m? is the outer surface area of the gearbox, Т, = 300 K (27°C) is the 
temperature at the outer surface, and Т; = 293 K (20°C) is the temperature of the surrounding air away from the immediate уісіп- 
ity of the gearbox. For the gearbox, evaluate the heat transfer rate and the power delivered through the output shaft, each in kW. 


Solution 

Known: A gearbox operates at steady state with a known power input. An expression for the heat transfer rate from the outer 
surface is also known. 

Find: Determine the heat transfer rate and the power delivered through the output shaft, each in kW. 


Schematic and Given Data: 


Surrounding air at 
T; = 293 К 

= 2 ? : 
h=0.171 kW/m" -K Assumption: The gearbox is a closed system at 


steady state. 


Input 
shaft -2 
І 
| 
І 
г | 
Ошрш 
——— 1 
Outer surface shaft 
A=1.0 m? 


Figure ЕЗ.4 
Analysis: Using the given expression for 0 together with known data, the rate of energy transfer by heat is 


Q = —hA(T, = Т) 


kW 5 
(017% то m^)(300 — 293)K 
Ins K 


-12КУ < 


The minus sign for 0) signals that energy is carried out of the gearbox by heat transfer. 
The energy rate balance, Eq. 3.13, reduces at steady state to 


0 
Ж.20-8 а 8-0 


The symbol W represents the net power from the system. The net power is the sum of W, and the output power ГА 

W=W, + W, 
With this expression for W, the energy rate balance becomes 

+7, = 0 
Solving for №», inserting 0 = —1.2 kW, апа W, — —60 kW, where the minus sign is required because the input shaft brings 
energy into the system, we have . | ) 

W,—-Q-W 
= (—1.2 kW) — (—60 kW) 

+58.8kW Л 


Тһе positive sign for ГА indicates that energy is transferred from the system through the output shaft, as expected. 


@ This expression accounts for heat transfer by convection (Sec. 15.1). It is written to be in accord with the sign convention 
for the heat transfer rate in the energy rate balance (Eq. 3.13): О is negative when Т, is greater than Ту. 

Ө Properties of a system at steady state do not change with time. Energy E is a property, but heat transfer and work are not 
properties. 
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©) For this system energy transfer by work occurs at two different locations, and the signs associated with their values differ. 


О At steady state, the rate of heat transfer from the gear box accounts for the difference between the input and output power. 
This сап be summarized by the following energy rate “balance sheet" in terms of magnitudes: 


Input Output 
60 kW (input shaft) 58.8 kW (output shaft) 
1.2 kW (heat transfer) 
Total: 60 kW 60 kW 


Example 3.5 Silicon Chip at Steady State 


A silicon chip measuring 5 mm on a side and | mm in thickness is embedded in a ceramic substrate. At steady state, the chip 
has an electrical power input of 0.225 W. The top surface of the chip is exposed to a coolant whose temperature is 20°C. The 
rate of energy transfer by heat between the chip and the coolant is given by 0 = -ҺА(Т, - Т), where Т, and 7; are the 
surface and coolant temperatures, respectively, А is the surface area, and h = 150 W/m’ - К. If heat transfer between the chip 
and the substrate is negligible, determine the surface temperature of the chip, in °C. 


Solution 

Known: А silicon chip of known dimensions is exposed on its top surface to a coolant. The electrical power input and other 
data are known. 

Find: Determine the surface temperature of the chip at steady state. 


Schematic and Given Data: 


Coolant 
h = 150 W/m? - K 
T;=20°C 
шоо Assumptions: 
"| 1. The chip is a closed system at steady state. 
2. There is no heat transfer between the chip and the substrate. 


5 


ERU, 
W=-0.225 W 


Ceramic substrate 


Figure E3.5 


Analysis: Тһе surface temperature of the chip, Т,, сап be determined using the energy rate balance, Eq. 3.13, which at steady 
state reduces as follows 


ө Ф -o-W 


With assumption 2, the only heat transfer is to the coolant, and is given by 
e О = -hA(T, — Т) 


Collecting results 


Solving for T, 


3.7 Energy Analysis of Cycles 


In this expression, W = —0.225 W, A = 25 X 1075 m°, h = 150 W/m? · К, and Т, = 293 K, giving 
-(-0.225 W) 
T, = 5 єс se PONE 
(150 W/m“ : K)25 х 10 ? m^) 


= 353 К (80°C) < 


@ Properties of a system at steady state do not change with time. Energy E is a property, but heat transfer and work are not 
properties. 


€) This expression accounts for heat transfer by convection (Sec. 15.1). It is written to be in accord with the sign convention 
for heat transfer in the energy rate balance (Eq. 3.13): О is negative when Т, is greater than Тү. 


Transient Operation. Many devices undergo periods of transient operation where the state 
changes with time. This is observed during startup and shutdown periods. The next example 
illustrates the application of the energy rate balance to an electric motor during startup. 
The example also involves both electrical work and power transmitted by a shaft. 


Example 3.Ó Transient Operation of a Motor 


The rate of heat transfer between a certain electric motor and its surroundings varies with time as 
О = -02[1 — 0590] 


where 1 is in seconds and Q is in kW. The shaft of the motor rotates at a constant speed of w = 100 rad/s (about 955 revo- 
lutions per minute, or RPM) and applies a constant torque of J = 18 N m to an external load. The motor draws a constant 
electric power input equal to 2.0 kW. For the motor, plot Q and W, each in kW, and the change in energy AE, in kJ, as func- 
tions of time from t = 0 to t = 120 s. Discuss. 


Solution (CD-ROM) 


Energy Analysis of Cycles 


In this section the energy concepts developed thus far are illustrated further by applica- 
tion to systems undergoing thermodynamic cycles. Recall from Sec. 2.2 that when a sys- 
tem at a given initial state goes through a sequence of processes and finally returns to 
that state, the system has executed a thermodynamic cycle. The study of systems under- 
going cycles has played an important role in the development of the subject of engineer- 
ing thermodynamics. Both the first and second laws of thermodynamics have roots in the 
study of cycles. In addition, there are many important practical applications involving 
power generation, vehicle propulsion, and refrigeration for which an understanding of 
thermodynamic cycles is necessary. In this section, cycles are considered from the per- 
spective of the conservation of energy principle. Cycles are studied in greater detail in 
subsequent chapters, using both the conservation of energy principle and the second law 
of thermodynamics. 


3.7.1 Cycle Energy Balance 
The energy balance for any system undergoing a thermodynamic cycle takes the form 
AE де = Ocycte m Weycte (3.14) 


where Q,4. апа УГ, улс represent net amounts of energy transfer by heat and work, respectively, 
for the cycle. Since the system is returned to its initial state after the cycle, there is no net change 
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ЇЇ тнорогосү 


UPDATE 


power cycle 


Weycle = Qin E Оош 


(а) (5) 
Figure 3.8 Schematic diagrams of two important classes of cycles. 
(a) Power cycles. (b) Refrigeration and heat pump cycles. 


in its energy. Therefore, the left side of Eq. 3.14 equals zero, and the equation reduces to 


Weycte = Ооусе (3.15) 


Equation 3.15 is an expression of the conservation of energy principle that must be satisfied 
by every thermodynamic cycle, regardless of the sequence of processes followed by the system 
undergoing the cycle or the nature of the substances making up the system. 

Figure 3.8 provides simplified schematics of two general classes of cycles considered in 
this book: power cycles and refrigeration and heat pump cycles. In each case pictured, a system 
undergoes a cycle while communicating thermally with two bodies, one hot and the other cold. 
These bodies are systems located in the surroundings of the system undergoing the cycle. Dur- 
ing each cycle there is also a net amount of energy exchanged with the surroundings by work. 
Carefully observe that in using the symbols О and Q,,, on Fig. 3.8 we have departed from 
the previously stated sign convention for heat transfer. In this section it is advantageous to re- 
gard Qin and Q,, as transfers of energy in the directions indicated by the arrows. The direc- 
tion of the net work of the cycle, Уус, is also indicated by an arrow. Finally, note that the 
directions of the energy transfers shown in Fig. 3.85 are opposite to those of Fig. 3.8a. 


3.7.2 Power Cycles 


Systems undergoing cycles of the type shown in Fig. 3.8a deliver a net work transfer of 
energy to their surroundings during each cycle. Any such cycle is called a power cycle. From 
Eq. 3.15, the net work output equals the net heat transfer to the cycle, or 


И ус л Оһ Md Оһ (power cycle) (3.16) 


where Q,, represents the heat transfer of energy into the system from the hot body, and Ок 
represents heat transfer out of the system to the cold body. From Eq. 3.16 it is clear that Q;, 
must be greater than Q,,, for a power cycle. The energy supplied by heat transfer to a system 
undergoing a power cycle is normally derived from the combustion of fuel or a moderated 
nuclear reaction; it can also be obtained from solar radiation. The energy О,,, is generally 
discharged to the surrounding atmosphere or a nearby body of water. 


out 


3.7 Energy Analysis of Cycles 


The performance of a system undergoing a power cycle can be described in terms of the 
extent to which the energy added by heat, Qin, is converted to a net work output, Woycie- The 
extent of the energy conversion from heat to work is expressed by the following ratio, 
commonly called the thermal efficiency: 


Wycie 
Qin 


т = (power cycle) (3.17a) 


Introducing Eq. 3.16, an alternative form is obtained as 


= Оһ mi Оһ ade О 
1 Qi Qi 


(power cycle) (3.17b) 


Since energy is conserved, it follows that the thermal efficiency can never be greater than 
unity (100%). However, experience with actual power cycles shows that the value of ther- 
mal efficiency is invariably less than unity. That is, not all the energy added to the system 
by heat transfer is converted to work; a portion is discharged to the cold body by heat trans- 
fer. Using the second law of thermodynamics, we will show in Chap. 6 that the conversion 
from heat to work cannot be fully accomplished by any power cycle. The thermal efficiency 
of every power cycle must be less than unity: тү « 1. 


3.7.3 Refrigeration and Heat Pump Cycles 


Next, consider the refrigeration and heat pump cycles shown in Fig. 3.80. For cycles of this 
type, Qi, is the energy transferred by heat into the system undergoing the cycle from the cold 
body, and Q,,; is the energy discharged by heat transfer from the system ѓо the hot body. To 
accomplish these energy transfers requires a net work input, W.,4.. The quantities О. Ош» 
and Wycie are related by the energy balance, which for refrigeration and heat pump cycles 
takes the form 


Weycte = Оо. — Qin (refrigeration and heat pump cycles) (3.18) 


Since Ис is positive in this equation, it follows that Ош is greater than О. 

Although we have treated them as the same to this point, refrigeration and heat pump 
cycles actually have different objectives. The objective of a refrigeration cycle is to cool a 
refrigerated space or to maintain the temperature within a dwelling or other building below 
that of the surroundings. The objective of a heat pump is to maintain the temperature within 
a dwelling or other building above that of the surroundings or to provide heating for certain 
industrial processes that occur at elevated temperatures. 

Since refrigeration and heat pump cycles have different objectives, their performance 
parameters, called coefficients of performance, are defined differently. These coefficients of 
performance are considered next. 


Refrigeration Cycles 
The performance of refrigeration cycles can be described as the ratio of the amount of 


energy received by the system undergoing the cycle from the cold body, Q;,, to the net 
work into the system to accomplish this effect, W.,4.. Thus, the coefficient of performance, 


p. is 


Оһ 


В = 
Wycie 


(refrigeration cycle) (3.19a) 


thermal efficiency 


refrigeration and heat 
pump cycles 


coefficient of 
performance 
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coefficient of 


performance 


Introducing Eq. 3.18, an alternative expression for B is obtained as 
= Qin 
Qo = Qi 


For a household refrigerator, Ор, is discharged to the space in which the refrigerator is located. 
Wycie is usually provided in the form of electricity to run the motor that drives the refrigerator. 


В (refrigeration cycle) (3.19b) 


For Example... in a refrigerator the inside compartment acts as the cold body and the 
ambient air surrounding the refrigerator is the hot body. Energy Q;, passes to the circulating 
refrigerant from the food and other contents of the inside compartment. For this heat trans- 
fer to occur, the refrigerant temperature is necessarily below that of the refrigerator contents. 
Energy Q,, passes from the refrigerant to the surrounding air. For this heat transfer to occur, 
the temperature of the circulating refrigerant must necessarily be above that of the surrounding 
air. To achieve these effects, a work input is required. For a refrigerator, W.,4, is provided 
in the form of electricity. А 


Heat Pump Cycles 


The performance of heat pumps can be described as the ratio of the amount of energy dis- 
charged from the system undergoing the cycle to the hot body, Ошм. to the net work into the 
system to accomplish this effect, W.,4.. Thus, the coefficient of performance, гү, is 


= Оз 


(heat pump cycle) (3.20a) 
ШЕТІ 


Y 


Introducing Eq. 3.18, an alternative expression for this coefficient of performance is ob- 
tained as 


E Qout 
Qo n Оһ 


From this equation it can be seen that the value of y is never less than unity. For resi- 
dential heat pumps, the energy quantity Qin is normally drawn from the surrounding 
atmosphere, the ground, or a nearby body of water. Ис is usually provided by elec- 
tricity. 

The coefficients of performance B and y are defined as ratios of the desired heat transfer 
effect to the cost in terms of work to accomplish that effect. Based on the definitions, it is 
desirable thermodynamically that these coefficients have values that are as large as possible. 
However, as discussed in Chap. 6, coefficients of performance must satisfy restrictions 
imposed by the second law of thermodynamics. 


y (heat pump cycle) (3.20b) 


Chapter Summary and Study Guide 


In this chapter, we have considered the concept of energy from an engineering perspective 
and have introduced energy balances for applying the conservation of energy principle to 
closed systems. A basic idea is that energy can be stored within systems in three macroscopic 
forms: internal energy, kinetic energy, and gravitational potential energy. Energy also can be 
transferred to and from systems. 

Energy can be transferred to and from closed systems by two means only: work and heat 
transfer. Work and heat transfer are identified at the system boundary and are not properties. 
In mechanics, work is energy transfer associated with forces and displacements at the sys- 
tem boundary. The thermodynamic definition of work introduced in this chapter extends the 


notion of work from mechanics to include other types of work. Energy transfer by heat is 
due to a temperature difference between the system and its surroundings, and occurs in the 
direction of decreasing temperature. Heat transfer modes include conduction, radiation, and 
convection. These sign conventions are used for work and heat transfer: 


eww > 0: work done by the system 
? < 0: work done on the system 


> O:heat transfer to the system 
< 0: heat transfer from the system 
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Energy is ап extensive property of а system. Only changes in the energy of a system have 
significance. Energy changes are accounted for by the energy balance. The energy balance for 
a process of a closed system is Eq. 3.11 and an accompanying time rate form is Eq. 3.13. Equation 
3.15 is a special form of the energy balance for a system undergoing a thermodynamic cycle. 


Problems 
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The following checklist provides a study guide for this chapter. When your study of the 
text and end-of-chapter exercises has been completed, you should be able to 


9 write out the meanings of the terms listed in the margins throughout the chapter and 
understand each of the related concepts. The subset of key terms listed here in the 


margin is particularly important in subsequent chapters. 


ө evaluate these energy quantities 


—kinetic and potential energy changes using Eqs. 3.1 and 3.2, respectively. 
—work and power using Eqs. 3.3 and 3.4, respectively. 


—expansion or compression work using Eq. 3.9 


* apply closed system energy balances in each of several alternative forms, appropri- 
ately modeling the case at hand, correctly observing sign conventions for work and 
heat transfer, and carefully applying SI and other units. 


* conduct energy analyses for systems undergoing thermodynamic cycles using 
Eq. 3.15, and evaluating, as appropriate, the thermal efficiencies of power cycles and 
coefficients of performance of refrigeration and heat pump cycles. 


Problems 


Energy Concepts from Mechanics 


31 An automobile has a mass of 1200 kg. What is its kinetic 
energy, in kJ, relative to the road when traveling at a velocity 
of 50 km/h? If the vehicle accelerates to 100 km/h, what is the 
change in kinetic energy, in kJ? 


3.2 An object of weight 40 kN is located at an elevation of 30 m 
above the surface of the earth. For g — 9.78 m/s?, determine 
the gravitational potential energy of the object, in kJ, relative 
to the surface of the earth. 
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3.4 А body whose volume is 1.5 ft? and whose density is 3 Ib/ft? 
experiences a decrease in gravitational potential energy of 
500 ft · Ibf. For g = 31.0 ft/s”, determine the change in eleva- 
tion, in ft. 


3.5 What is the change in potential energy, in ft - lbf, of an au- 
tomobile weighing 2600 Ibf at sea level when it travels from 
sea level to an elevation of 2000 ft? Assume the acceleration 
of gravity is constant. 


internal energy 
kinetic energy 
potential energy 
work 

power 

heat transfer 
adiabatic process 
energy balance 
power cycle 
refrigeration cycle 
heat pump cycle 


3.6 Ап object of mass 10 kg, initially having a velocity of 
500 m/s, decelerates to a final velocity of 100 m/s. What is the 
change in kinetic energy of the object, in kJ? 
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Work and Power 


3.9 Тһе drag force, Fp, imposed by the surrounding air on a 
vehicle moving with velocity V is given by 


Fp = Cp AipV? 


where Ср is a constant called the drag coefficient, A is the pro- 
jected frontal area of the vehicle, and p is the air density. De- 
termine the power, in kW, required to overcome aerodynamic 
drag for a truck moving at 110 km/h, if Cp = 0.65, A = 10 m?, 
and р = 1.1 kg/m’. 
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3.10 A major force opposing the motion of a vehicle is the 
rolling resistance of the tires, Р, given by 


F, 2 fW 


where f is a constant called the rolling resistance coefficient 
and W is the vehicle weight. Determine the power, in kW, 
required to overcome rolling resistance for a truck weighing 
322.5 kN that is moving at 110 km/h. Let f — 0.0069. 
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3.12 Measured data for pressure versus volume during the com- 
pression of a refrigerant within the cylinder of a refrigeration 
compressor are given in the table below. Using data from the 
table, complete the following: 

(a) Determine a value of n such that the data are fit by an 
equation of the form pV" — constant. 

(b) Evaluate analytically the work done on the refrigerant, in 
Btu, using Eq. 3.9 along with the result of part (a). 


Data Point р (bf/in.”) үл?) 
1 112 13.0 
2 131 11.0 
3 157 9.0 
4 197 7.0 
5 270 5.0 
6 424 3.0 


3.13 (CD-ROM) 


3.14 One-half kg of a gas contained within а piston—cylinder as- 
sembly undergoes a constant-pressure process at 4 bar beginning 


Process 2-3: constant-pressure process to 0; = 0 


Sketch the processes on a p—v diagram and determine the work 
per unit mass of air, in kJ/kg. 


3.21 А gas undergoes three processes in series that complete a 
cycle: 


Process 1-2: compression from p, = 10 Ibf/in.?, V, = 4.0468 
to p, = 50 Ibf/in.? during which the pressure-volume 
relationship is ро = constant 


Process 2-3: constant volume to p; = р, 


Process 3-1: constant pressure 


Sketch the cycle on a p- V diagram and determine the net work 
for the cycle, in Btu. 
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3.23 Тһе driveshaft of a building's air-handling fan is turned at 
300 RPM by a belt running on a 0.3-m-diameter pulley. The 
net force applied circumferentially by the belt on the pulley is 
2000 N. Determine the torque applied by the belt on the pul- 
ley, in №: m, and the power transmitted, in kW. 


324 Figure P 3.24 shows an object whose mass is 50 Ib attached 
to a rope wound around a pulley. The radius of the pulley is 
3 in. If the mass falls at a constant velocity of 3 ft/s, determine 
the power transmitted to the pulley, in horsepower, and the 
rotational speed of the pulley, in RPM. The acceleration of 
gravity is g = 32.0 ft/s’. 


at v, = 0.72 m*/kg. For the gas as the system, the work is —84 
kJ. Determine the final volume of the gas, in m°. 
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3.16 А gas is compressed from V, — 0.09 m?, p, — 1 bar to 
У, = 0.03 m?, p, = 3 bar. Pressure and volume are related 
linearly during the process. For the gas, find the work, in kJ. 


3.17 Carbon dioxide gas in a piston-cylinder assembly expands 
from an initial state where p, = 60 Ibf/in?, V, = 1.78 ft to a 
final pressure of p; — 20 Ibf/in.? The relationship between pres- 
sure and volume during the process is pV'? = constant. For 
the gas, calculate the work done, in 16 · bf. Convert your 
answer to Btu. 


3.18 А gas expands from an initial state where р = 500 kPa 
and V, — 0.1 m? to a final state where p, — 100 kPa. The 
relationship between pressure and volume during the process 
is pV = constant. Sketch the process on a р-У diagram and 
determine the work, in kJ. 


3.19 А closed system consisting of 0.5 Ibmol of air undergoes 
a polytropic process from p, = 20 Ibf/in?, v, = 9.26 ft/lb to 
a final state where p, = 60 Ibf/in.?, v; = 3.98 ft*/Ib. Determine 
the amount of energy transfer by work, in Btu, for the process. 


3.20 Air undergoes two processes in series: 


Process 1-2: polytropic compression, with n = 1.3, from 
pi = 100 kPa, v, = 0.04 m?/kg to v; = 0.02 m*/kg 


| V =3 ft/s 
Figure P3.24 


т = 5010 


3.25 Ап electric motor draws a current of 10 amp with a voltage 

of 110 V. The output shaft develops a torque of 10.2 N · m and 

a rotational speed of 1000 RPM. For operation at steady state, 

determine 

(a) the electric power required by the motor and the power 
developed by the output shaft, each in kW. 

(b) the net power input to the motor, in kW. 

(c) the amount of energy transferred to the motor by electri- 
cal work and the amount of energy transferred out of the 
motor by the shaft, in kW - h during 2 h of operation. 


3.26 А 12-V automotive storage battery is charged with а con- 
stant current of 2 amp for 24 h. If electricity costs $0.08 per 
kW -h, determine the cost of recharging the battery. 
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Energy Balance 


3.28 Each line in the following table gives information about a 
process of a closed system. Every entry has the same energy 
units. Fill in the blank spaces in the table. 


Process Q W E, E, AE 
a +50 =20 +50 
b 50 -20 20 
с -40 +60 +20 
а —90 +50 0 
е +50 +20 —100 


3.29 Each line in the following table gives information about а 
process of a closed system. Every entry has the same energy 
units. Fill in the blank spaces in the table. 


Process Q W E, E, AE 
a -- 1000 --100 +800 
р -500 +200 +300 
© —200 +300 +1000 
а —400 +400 +600 
е —400 +800 —400 


3.30 Aclosed system of mass 2 kg undergoes a process іп which 
there is heat transfer of magnitude 25 kJ from the system to 
the surroundings. The elevation of the system increases by 
700 m during the process. The specific internal energy of the 
system decreases by 15 kJ/kg and there is no change in kinetic 
energy of the system. The acceleration of gravity is constant 
at g = 9.6 m/s). Determine the work, in kJ. 


3.31 А closed system of mass 3 kg undergoes a process in which 
there is a heat transfer of 150 kJ from the system to the sur- 
roundings. The work done on the system is 75 kJ. If the ini- 
tial specific internal energy of the system is 450 kJ/kg, what 
is the final specific internal energy, in kJ/kg? Neglect changes 
in kinetic and potential energy. 
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3.33 А closed system of mass 2 Ib undergoes two processes in 
series: 


Process 1-2: v, = v, = 4.434 ft/lb, p, = 100 Ibf/in?, ш = 
1105.8 Btu/Ib, Qi; = —581.36 Btu 


Process 2-3: p, = p, = 6015 2 v, = 7.82 ft/lb, и; = 
1121.4 Btu/Ib 


Kinetic and potential energy effects can be neglected. Deter- 
mine the work and heat transfer for process 2-3, each in Btu. 


3.34 An electric generator coupled to a windmill produces an 
average electric power output of 15 kW. The power is used to 
charge a storage battery. Heat transfer from the battery to the 
surroundings occurs at a constant rate of 1.8 kW. Determine, 
for 8 h of operation 
(a) the total amount of energy stored in the battery, in kJ. 
(b) the value of the stored energy, in $, if electricity is valued 

at $0.08 per kW ` h. 
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Problems 57 


3.36 А closed system undergoes a process during which there 
is energy transfer from the system by heat at a constant rate of 
10 kW, and the power varies with time according to 


. BM 
үүлс 
-8 


where f is time, in h, and W is in kW. 
(a) What is the time rate of change of system energy at t = 
0.6 h, in kW? 
(b) Determine the change in system energy after 2 h, in kJ. 
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3.38 А gas expands іп a piston-cylinder assembly from p, = 
8.2 bar, V; = 0.0136 n? to p; = 3.4 bar in a process during 
which the relation between pressure and volume is ру!” = 
constant. The mass of the gas is 0.183 kg. If the specific 
internal energy of the gas decreases by 29.8 kJ/kg during the 
process, determine the heat transfer, in kJ. Kinetic and poten- 
tial energy effects are negligible. 


3.39 Air is contained in a rigid well-insulated tank with a 
volume of 0.6 m?. The tank is fitted with a paddle wheel that 
transfers energy to the air at a constant rate of 4 W for 1 h. 
The initial density of the air is 1.2 kg/m’. If no changes in 
kinetic or potential energy occur, determine 
(а) the specific volume at the final state, іп m*/kg 
(b) the energy transfer by work, in kJ. 

(c) the change in specific internal energy of the air, in kJ/kg. 


О<ғ=1Һ 
І>ІҺ 


3.40 А gas is contained in a closed rigid tank. An electric 
resistor in the tank transfers energy to the gas at a constant rate 
of 1000 W. Heat transfer between the gas and the surround- 
ings occurs at a rate of Q — —50t, where Q is in watts, and t 
is time, in min. 

(a) Plot the time rate of change of energy of the gas for 
0 < t < 20 min, in watts. 

(b) Determine the net change in energy of the gas after 20 min, 
in КУ. 

(c) If electricity is valued at $0.08 per kW · h, what is the cost 
of the electrical input to the resistor for 20 min of opera- 
tion? 

3.41 Steam in a piston-cylinder assembly undergoes a poly- 
tropic process, with n = 2, from an initial state where p, = 
500 Ibf/in?, v, = 1.701 ft/lb, и) = 1363.3 Btu/Ib to a final 
state where и; — 990.58 Btu/Ib. During the process, there is a 
heat transfer from the steam of magnitude 342.9 Btu. The mass 
of steam is 1.2 Ib. Neglecting changes in kinetic and potential 
energy, determine the work, in Btu, and the final specific vol- 
ume, in ft?/Ib. 


3.42 A gas is contained in a vertical piston-cylinder assembly 
by a piston weighing 675 Ibf and having a face area of 8 in.” 
The atmosphere exerts a pressure of 14.7 Ibf/in.? on the top of 
the piston. An electrical resistor transfers energy to the gas in 
the amount of 3 Btu. The internal energy of the gas increases 
by 1 Btu, which is the only significant internal energy change 
of any component present. The piston and cylinder are poor 
thermal conductors and friction can be neglected. Determine 
the change in elevation of the piston, in ft. 
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3.43 Air is contained in a vertical piston—cylinder assembly by 
a piston of mass 50 kg and having a face area of 0.01 m?. The 
mass of the air is 4 g, and initially the air occupies a volume 
of 5 liters. The atmosphere exerts a pressure of 100 kPa on the 
top of the piston. Heat transfer of magnitude 1.41 kJ occurs 
slowly from the air to the surroundings, and the volume of the 
air decreases to 0.0025 m?. Neglecting friction between the pis- 
ton and the cylinder wall, determine the change in specific in- 
ternal energy of the air, in kJ/kg. 
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Thermodynamic Cycles 


3.45 Тһе following table gives data, in kJ, for a system under- 
going a thermodynamic cycle consisting of four processes in 
series. For the cycle, kinetic and potential energy effects can 
be neglected. Determine 
(a) the missing table entries, each in kJ. 

(b) whether the cycle is a power cycle or a refrigeration cycle. 


Process AU Q Үү 
1-2 -610 
2-3 670 230 
3-4 0 920 
4-1 —360 0 


3.46 The following table gives data, in Btu, for a system 
undergoing a thermodynamic cycle consisting of four 
processes in series. Determine 
(a) the missing table entries, each in Btu. 

(b) whether the cycle is a power cycle or a refrigeration 


cycle. 

Process AU АКЕ АРЕ АЕ Q W 
1 950 50 0 1000 
2 0 50 -450 450 
3 —650 0  —600 0 
4 200 -100 -50 0 


3.47 А gas undergoes a thermodynamic cycle consisting of 
three processes: 


Process 1-2: compression with pV = constant, from p, = 1 
bar, V, = 1.6 т? toV, 02m, U, — U, = 0 


Process 2-3: constant pressure to V; = У, 


Process 3-1: constant volume, U, — U}, = —3549 kJ 


There are no significant changes in kinetic or potential energy. 
Determine the heat transfer and work for Process 2-3, in kJ. 
Is this a power cycle or a refrigeration cycle? 
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3.49 A closed system undergoes a thermodynamic cycle con- 


sisting of the following processes: 


Process 1-2: adiabatic compression with pV'* = constant 
from p, = 50 Ibf/in2, V, = 3 ft? to V; = 1 ft 


Process 2-3: constant volume 


Process 3-1: constant pressure, U, — U3 = 46.7 Btu 


There are no significant changes in kinetic or potential 
energy. 

(a) Sketch the cycle on a p-V diagram. 

(b) Calculate the net work for the cycle, in Btu. 

(c) Calculate the heat transfer for process 2-3, іп Btu. 


3.50 For a power cycle operating as in Fig. 3.8a, the heat 
transfers are О, = 25,000 kJ and Q,,, = 15,000 kJ. Determine 
the net work, in kJ, and the thermal efficiency. 
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3.52 Тһе net work of a power cycle operating as in Fig. 3.8а 
is 8 X 10° Btu, and the heat transfer Q,,, is 12 X 10° Btu. 
What is the thermal efficiency of the power cycle? 
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3.54 A power cycle receives energy by heat transfer from the 
combustion of fuel at a rate of 300 MW. The thermal efficiency 
of the cycle is 33.3%. 

(a) Determine the net rate power is developed, in MW. 

(b) For 8000 hours of operation annually, determine the net 
work output, in kW : per year. 

(c) Evaluating the net work output at $0.08 per kW - h, deter- 
mine the value of the net work, in $/year. 
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3.56 For each of the following, what plays the roles of the hot 
body and the cold body of the appropriate Fig. 3.8 schematic? 
(a) Window air conditioner 
(b) Nuclear submarine power plant 
(c) Ground-source heat pump 


3.57 А refrigeration cycle operating as shown in Fig. 3.80 has 
heat transfer О,ц = 3200 Btu and net work of Wa, = 
1200 Btu. Determine the coefficient of performance for the 
cycle. 
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3.59 A refrigeration cycle removes energy from the refriger- 
ated space at a rate of 12,000 Btu/h. For a coefficient of 
performance of 2.6, determine the net power required, in 
Btu/h. Convert your answer to horsepower. 


3.60 A heat pump cycle whose coefficient of performance is 
2.5 delivers energy by heat transfer to a dwelling at a rate of 
20 kW. 

(a) Determine the net power required to operate the heat pump, 
in kW. 

(b) Evaluating electricity at $0.08 per kW - h, determine the 
cost of electricity in a month when the heat pump oper- 
ates for 200 hours. 
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3.62 A household refrigerator with a coefficient of performance 
of 2.4 removes energy from the refrigerated space at a rate of 
600 Btu/h. Evaluating electricity at $0.08 per kW : h, deter- 
mine the cost of electricity in a month when the refrigerator 
operates for 360 hours. 


3.3 Because of the action of a resultant force, an object whose 
mass is 100 Ib undergoes a decrease in kinetic energy of 1000 
ft: Ibf and an increase in potential energy. If the initial veloc- 
ity of the object is 50 ft/s, determine the final velocity, in ft/s. 


3.7 An airplane whose mass is 5000 kg is flying with a veloc- 
ity of 150 m/s at an altitude of 10,000 m, both measured rel- 
ative to the surface of the earth. The acceleration of gravity 
can be taken as constant at g = 9.78 m/s’. 

(a) Calculate the kinetic and potential energies of the airplane, 
both in kJ. 

(b) Ifthe kinetic energy increased by 10,000 kJ with no change 
in elevation, what would be the final velocity, in m/s? 


3.8 Ап object whose mass is 1 Ib has a velocity of 100 ft/s. 
Determine 
(a) the final velocity, in ft/s, if the kinetic energy of the object 
decreases by 100 ft - Ibf. 
(b) the change in elevation, in ft, associated with a 100 ft - Ibf 
change in potential energy. Let g = 32.0 ft/s”. 


3.11 The two major forces opposing the motion of a vehicle 
moving on a level road are the rolling resistance of the tires, 
Е,, and the aerodynamic drag force of the air flowing around 
the vehicle, Fp, given respectively by 


F.=fW, Ер = CpA3pV? 

where f and Ср are constants known as the rolling resistance 
coefficient and drag coefficient, respectively, W and A аге 
the vehicle weight and projected frontal area, respectively, V 
is the vehicle velocity, and p is the air density. For a passen- 
ger саг with W = 3550 Ibf, A = 23.3 ЁС, and Cp = 0.34, апа 
when f = 0.02 and p = 0.08 lb/ft, determine the power re- 
quired, in hp, to overcome rolling resistance and aerodynamic 
drag when V is 55 mi/h. 


3.13 Measured data for pressure versus volume during the ex- 
pansion of gases within the cylinder of an internal combustion 
engine are given in the table below. Using data from the table, 
complete the following: 

(a) Determine a value of л such that the data are fit by an 
equation of the form, pV" — constant. 

(b) Evaluate analytically the work done by the gases, in kJ, 
using Eq. 3.9 along with the result of part (a). 


Data Point p (bar) V (cm?) 
1 15 300 
2 12 361 
3 9 459 
4 6 644 
5 4 903 
6 2 1608 


3.15 Air is compressed in a piston—cylinder assembly from an 
initial state where p, = 30 Ibf/in.* and V, = 25 ft. The rela- 
tionship between pressure and volume during the process is 
РУ = constant. For the air as the system, the work is 
—62 Btu. Determine the final volume, in Ё, and the final pres- 
sure, in Ibf/in?. 


3.22 Forthe cycle of Problem 2.26, determine the work for each 
process and the net work for the cycle, each in kJ. 


3.27 For your lifestyle, estimate the monthly cost of operat- 
ing the following household items: microwave oven, refrig- 
erator, electric space heater, personal computer, hand-held 
hair drier, a 100-W light bulb. Assume the cost of electricity 
is $0.08 per kW - h. 


3.32 As shown in Fig. P3.32, 5 kg of steam contained within 
a piston-cylinder assembly undergoes an expansion from 
state 1, where the specific internal energy is u, — 2709.9 kJ/kg, 
to state 2, where и; — 2659.6 kJ/kg. During the process, there 
is heat transfer to the steam with a magnitude of 80 kJ. Also, 
a paddle wheel transfers energy to the steam by work in the 
amount of 18.5 kJ. There is no significant change in the ki- 
netic or potential energy of the steam. Determine the energy 
transfer by work from the steam to the piston during the 
process, in kJ. 
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W. =-18.5k | | Whiston =? 
pw 7-18. J | WY | 
Q-480kJ uy = 2709.9 kJ/kg 


Uy = 2659.6 kI/kg 


Figure P3.32 


3.35 An electric motor operating at steady state requires an elec- 
tric power input of 1 Btu/s. Heat transfer occurs from the motor 
to the surroundings at temperature Т, at a rate of hA(T, — T.) 
where Т, is the average surface temperature of the motor, 
hA = 10 Btu/h : ^R, and Т, = 80°F. The torque developed by 
the shaft of the motor is 14.4 ft - Ibf at a rotational speed of 
500 RPM. Determine 7,, in °F. 


3.37 A storage battery develops a power output of 


W = 1.2 exp(—1/60) 


where W is power, in kW, and f is time, in s. Ignoring heat 

transfer 

(a) plot the power output, in kW, and the change in energy of 
the battery, in kJ, each as a function of time. 

(b) What are the limiting values for the power output and the 
change in energy of the battery as t— o»? Discuss. 


3.44 A gas contained within a piston-cylinder assembly is 
shown in Fig. P3.44. Initially, the piston face is at x — 0 and 
the spring exerts no force on the piston. As a result of heat trans- 
fer, the gas expands, raising the piston until it hits the stops. At 
this point the piston face is located at x — 0.06 m, and the heat 


transfer ceases. The force exerted by the spring on the piston 
as the gas expands varies linearly with x according to 


Е, х 


pring = 


where k = 9000 N/m. Friction between the piston and the 
cylinder wall can be neglected. The acceleration of gravity is 
g = 9.81 m/s". Additional information is given on Fig. P3.44. 


Pam = 1 bar 
Ары = 0.0078 т> 
Mpist = 10 kg 
A E 
x=0 3 3 
Ї Сав | 
| ] 
| M gas ES e ! 


Figure РЗ.44 


(а) What is the initial pressure of the gas, in kPa? 

(b) Determine the work done by the gas on the piston, in J. 

(c) If the specific internal energies of the gas at the initial and 
final states are 210 and 335 kJ/kg, respectively, calculate 
the heat transfer, in J. 


3.48 A gas undergoes a thermodynamic cycle consisting of 
three processes: 


Process 1-2: constant volume, V = 0.028 m?, U; — U, = 
26.4 kJ 

Process 2-3: expansion with pV — constant, 0; - 0, 

Process 3-1: constant pressure, p = 1.4 bar, №; = —10.5 kJ 


There are no significant changes in kinetic or potential energy. 
(a) Sketch the cycle on a p-V diagram. 

(b) Calculate the net work for the cycle, in kJ. 

(c) Calculate the heat transfer for process 2-3, in kJ. 

(d) Calculate the heat transfer for process 3-1, in kJ. 


Is this a power cycle or a refrigeration cycle? 


3.51 Тһе thermal efficiency of a power cycle operating as 
shown in Fig. 3.8a is 30%, and Q,,, = 650 MJ. Determine the 
net work developed and the heat transfer Q;,, each in MJ. 


3.53 For a power cycle operating as in Fig. 3.82, W.,4, = 800 
Btu and Q,,, = 1800 Btu. What is the thermal efficiency? 


3.55 A power cycle has a thermal efficiency of 3596 and gen- 
erates electricity at a rate of 100 MW. The electricity is val- 
ued at $0.08 per kW * h. Based on the cost of fuel, the cost to 
supply D. is $4.50 per GJ. For 8000 hours of operation 
annually, determine, in $, 

(a) the value of the electricity generated per year. 
(b) the annual fuel cost. 


3.58 A refrigeration cycle operates as shown іп Fig. 3.85 with 
а coefficient of performance В = 2.5. For the cycle, Ош = 
2000 kJ. Determine Qin апа Wycie, each in kJ. 


3.61 А heat pump cycle delivers energy by heat transfer to a 
dwelling at a rate of 60,000 Btu/h. The power input to the cycle 
is 7.8 hp. 

(a) Determine the coefficient of performance of the cycle. 

(b) Evaluating electricity at $0.08 per kW - h, determine the 
cost of electricity in a month when the heat pump oper- 
ates for 200 hours. 


Example 3.0 Transient Operation of a Motor 


Solution 

Known: A motor operates with constant electric power input, shaft speed, and applied torque. The time-varying rate of heat 
transfer between the motor and its surroundings is given. 

Find: Plot 0, W, and AE versus time. Discuss. 


Schematic and Given Data: 


F=18N-m 
@ = 100 rad/s 


(7 


е 


Assumption: Тһе system shown іп (һе accompanying sketch 
is a closed system. 


Figure E3.Ó 
Analysis: The time rate of change of system energy is 


dE 


axe 


W represents the net power from the system: the sum of the power associated with the rotating shaft, һа and the power аѕ- 
sociated with the electricity flow, Wee. 
W= Wis ar АУ ае 


Тһе гаїе Wee is known from the problem statement: ЦАР = —2.0 kW, where the negative sign is required because energy is 
carried into the system by electrical work. The term Wnaf can be evaluated with Eq. 3.5 as 


аа = Яо = (18 №: т)(100 rad/s) = 1800 = +1.8 kW 


Because energy exits the system along the rotating shaft, this energy transfer rate is positive. 
In summary 


W = Wa, + Waat = (72.0 kW) + (+1.8kW) = —0.2 kW 


where the minus sign means that the electrical power input is greater than the power transferred out along the shaft. 
With the foregoing result for W and the given expression for Q, the energy rate balance becomes 


dE 
g A- es э (02) ep aen 
Integrating 
1 
АЕ = | 0,24995) dt 
0 
1 
= 0.2 | = 4[1 22 сэл 
(-0.05) 0 
е accompanying plots аге developed using the given expression for О and the expressions for W ап obtained in the 
(1) Тһ panying pl developed g the gi р for Q and th р for W and AE ob d in th 


analysis. Because of our sign conventions for heat and work, the values of Q and W are negative. In the first few seconds, the 

net rate that energy is carried in by work greatly exceeds the rate energy is carried out by heat transfer. Consequently, the energy 

stored in the motor increases rapidly as the motor “warms up.” As time elapses, the value of 0 арргоасһев W, and the rate of 

energy storage diminishes. After about 100 s, this transient operating mode is nearly over, and there is little further change in 
® the amount of energy stored, or in any other property. We may say that the motor is then at steady state. 
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Introduction... 


To apply the energy balance to a system of interest requires knowledge of the 
properties of the system and how the properties are related. The objective of this 
chapter is to introduce property relations relevant to engineering thermodynamics. 
As part of the presentation, several examples are provided that illustrate the use of 
the closed system energy balance introduced in Chap. 3 together with the property 
relations considered in this chapter. 


14.1 Fixing ће State 


The state of a closed system at equilibrium is its condition as described by the values of its 
thermodynamic properties. From observation of many systems, it is known that not all of these 
properties are independent of one another, and the state can be uniquely determined by giv- 
ing the values of the independent properties. Values for all other thermodynamic properties 
can be determined once this independent subset is specified. A general rule known as the state 
principle has been developed as a guide in determining the number of independent properties 
required to fix the state of a system. 

For most applications, we are interested in what the state principle says about the intensive 
states of systems. Of particular interest are systems of commonly encountered substances, such 
as water or a uniform mixture of nonreacting gases. These systems are classed as simple com- 
pressible systems. Experience shows that the simple compressible systems model is useful for 
a wide range of engineering applications. For such systems, the state principle indicates that 
the number of independent intensive properties is two. 


For Example... in the case of a gas, temperature and another intensive property such as 
specific volume might be selected as the two independent properties. The state principle then 
affirms that pressure, specific internal energy, and all other pertinent intensive properties 
could be determined as functions of T and v: p = p(T, v), и = u(T, v), and so on. The func- 
tional relations would be developed using experimental data and would depend explicitly on 
the particular chemical identity of the substances making up the system. Ж 


Intensive properties such as velocity and elevation that are assigned values relative to da- 
tums outside the system are excluded from present considerations. Also, as suggested by the 
name, changes in volume can have a significant influence on the energy of simple com- 
pressible systems. 'The only mode of energy transfer by work that can occur as a simple 
compressible system undergoes quasiequilibrium processes, is associated with volume change 
and is given by f p ау. 
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two-phase regions 


triple line 
saturation state 
vapor dome 


critical point 


phase diagram 


Evaluating Properties: General Considerations 


This part of the chapter is concerned generally with the thermodynamic properties of sim- 
ple compressible systems consisting of pure substances. A pure substance is one of uniform 
and invariable chemical composition. Property relations for systems in which composition 
changes by chemical reaction are not considered in this book. In the second part of this chap- 
ter, we consider property evaluation using the ideal gas model. 


4.2] p-v-T Relation 


We begin our study of the properties of pure, simple compressible substances and the rela- 
tions among these properties with pressure, specific volume, and temperature. From experi- 
ment it is known that temperature and specific volume can be regarded as independent and 
pressure determined as a function of these two: p — p(T, v). The graph of such a function 
is a surface, the р-о-Т surface. 


4.2.1 p-v-T Surface 


Figure 4.1 is the р—0—Т surface of water. Since similarities exist in the р-о0-Т behavior of 
most pure substances, Fig. 4.1 can be regarded as representative. The coordinates of a point 
on the p—v-T surface represents the values that pressure, specific volume, and temperature 
would assume when the substance is at equilibrium. 

There are regions on the p—v-T surface of Fig. 4.1 labeled solid, liquid, and vapor. In 
these single-phase regions, the state is fixed by any two of the properties: pressure, specific 
volume, and temperature, since all of these are independent when there is a single phase pres- 
ent. Located between the single-phase regions are two-phase regions where two phases exist 
in equilibrium: liquid-vapor, solid-liquid, and solid-vapor. Two phases can coexist during 
changes in phase such as vaporization, melting, and sublimation. Within the two-phase 
regions, pressure and temperature are not independent; one cannot be changed without chang- 
ing the other. In these regions the state cannot be fixed by temperature and pressure alone; 
however, the state can be fixed by specific volume and either pressure or temperature. Three 
phases can exist in equilibrium along the line labeled triple line. 

A state at which a phase change begins or ends is called a saturation state. The dome- 
shaped region composed of the two-phase liquid—vapor states is called the vapor dome. The 
lines bordering the vapor dome are called saturated liquid and saturated vapor lines. At the 
top of the dome, where the saturated liquid and saturated vapor lines meet, is the critical 
point. The critical temperature T, of a pure substance is the maximum temperature at which 
liquid and vapor phases can coexist in equilibrium. The pressure at the critical point is called 
the critical pressure, р. The specific volume at this state is the critical specific volume. Val- 
ues of the critical point properties for a number of substances are given in Tables T-1 and 
T-1E located in the Appendix. 

The three-dimensional р-0-Т surface is useful for bringing out the general relationships 
among the three phases of matter normally under consideration. However, it is often more 
convenient to work with two-dimensional projections of the surface. These projections are 
considered next. 


4.2.2 Projections of the р-о-Т Surface 
The Phase Diagram 


If the р-о-Т surface is projected onto the pressure-temperature plane, a property diagram 
known as a phase diagram results. As illustrated by Fig. 4.15, when the surface is projected 


Pressure 


Critical 


Solid Liquid point 


Pressure 
Pressure 


M Vapor 
Triple point 
Solid-vapor 
Temperature Specific volume 
(b) (c) 


Figure 4.1 р-0-Т surface and projections for water (not to scale). (а) Three-dimensional view. 
(b) Phase diagram. (c) p-v diagram. 


in this way, the two-phase regions reduce to lines. A point on any of these lines represents 
all two-phase mixtures at that particular temperature and pressure. 

The term saturation temperature designates the temperature at which a phase change 
takes place at a given pressure, and this pressure is called the saturation pressure for the 
given temperature. It is apparent from the phase diagrams that for each saturation pressure 
there is a unique saturation temperature, and conversely. 

The triple line of the three-dimensional р-0-Т surface projects onto a point on the phase 
diagram. This is called the triple point. Recall that the triple point of water is used as a ref- 
erence in defining temperature scales (Sec. 2.5.4). By agreement, the temperature assigned 
to the triple point of water is 273.16 К (491.69°R). The measured pressure at the triple point 
of water is 0.6113 kPa (0.00602 atm). 

The line representing the two-phase solid-liquid region on the phase diagram, Fig. 4.1Р, 
slopes to the left for substances such as water that expand on freezing and to the right for 
those that contract. Although a single solid phase region is shown on the phase diagram, 
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p, = 22.09 MPa (3204 Ibf/in.?) 


10 MPa 
Т, 
8 Уарог 
Ss 
5 1.014 bar (14.7 Ibf/in.?) 
H Liquid-vapor 
Б S 
1009С (2129Е) Figure 4.2 Sketch of a 
temperature-specific volume 
209С diagram for water showing the 
(68°F) liquid, two-phase liquid—vapor, 


Specific volume and vapor regions (not to scale). 


solids can exist in different solid phases. For example, seven different crystalline forms have 
been identified for water as a solid (ice). 


р-о Diagram 

Projecting the p—v—T surface onto the pressure-specific volume plane results in a р-0 
diagram, as shown by Fig. 4.1c. The figure is labeled with terms that have already been 
introduced. 

When solving problems, a sketch of the р-о diagram is frequently convenient. To facili- 
tate the use of such a sketch, note the appearance of constant-temperature lines (isotherms). 
By inspection of Fig. 4.1c, it can be seen that for any specified temperature less than the 
critical temperature, pressure remains constant as the two-phase liquid-vapor region is tra- 
versed, but in the single-phase liquid and vapor regions the pressure decreases at fixed tem- 
perature as specific volume increases. For temperatures greater than or equal to the critical 
temperature, pressure decreases continuously at fixed temperature as specific volume in- 
creases. There is no passage across the two-phase liquid-vapor region. The critical isotherm 
passes through a point of inflection at the critical point and the slope is zero there. 


T-v Diagram 
Projecting the liquid, two-phase liquid—vapor, and vapor regions of the р-0-Т surface onto 
the temperature-specific volume plane results in a 7-2 diagram as in Fig. 4.2. 

As for the p-v diagram, a sketch of ће 7—v diagram is often convenient for problem solv- 
ing. To facilitate the use of such a sketch, note the appearance of constant-pressure lines (iso- 
bars). For pressures less than the critical pressure, such as the 10 MPa isobar on Fig. 4.2, the 
pressure remains constant with temperature as the two-phase region is traversed. In the single- 
phase liquid and vapor regions, the temperature increases at fixed pressure as the specific 
volume increases. For pressures greater than or equal to the critical pressure, such as the one 
marked 30 MPa on Fig. 4.2, temperature increases continuously at fixed pressure as the specific 
volume increases. There is no passage across the two-phase liquid—vapor region. 

The projections of ће р-0-Т surface used in this book to illustrate processes are not gen- 
erally drawn to scale. A similar comment applies to other property diagrams introduced later. 


4.2.3 Studying Phase Change 


It is instructive to study the events that occur as a pure substance undergoes a phase change. 
To begin, consider a closed system consisting of a unit mass (1 kg or 1 Ib) of liquid water 


Water vapor Water vapor 
Liquid water Liquid water Figure 4.3 Illustration of 
constant-pressure change from 
(a) (b) (c) liquid to vapor for water. 


at 20°C (68°F) contained within a piston-cylinder assembly, as illustrated in Fig. 4.3a. This 
state is represented by point 1 on Fig. 4.2. Suppose the water is slowly heated while its pres- 
sure is kept constant and uniform throughout at 1.014 Баг (14.7 Ibf/in.’). 


Liquid States 


As the system is heated at constant pressure, the temperature increases considerably while 
the specific volume increases slightly. Eventually, the system is brought to the state repre- 
sented by f on Fig. 4.2. This is the saturated liquid state corresponding to the specified pres- 
sure. For water at 1.014 bar (14.7 Ibf/in.?) the saturation temperature is 100°C (212°F). The 
liquid states along the line segment І-Ғ of Fig. 4.2 are sometimes referred to as subcooled 
liquid states because the temperature at these states is less than the saturation temperature 
at the given pressure. These states are also referred to as compressed liquid states because 
the pressure at each state is higher than the saturation pressure corresponding to the tem- 
perature at the state. The names liquid, subcooled liquid, and compressed liquid are used 
interchangeably. 


Two-Phase, Liquid-Vapor Mixture 


When the system is at the saturated liquid state (state f of Fig. 4.2), additional heat trans- 
fer at fixed pressure results in the formation of vapor without any change in temperature 
but with a considerable increase in specific volume. As shown in Fig. 4.3b, the system 
would now consist of a two-phase liquid-vapor mixture. When a mixture of liquid and 
vapor exists in equilibrium, the liquid phase is a saturated liquid and the vapor phase is 
a saturated vapor. If the system is heated further until the last bit of liquid has vaporized, 
it is brought to point g on Fig. 4.2, the saturated vapor state. The intervening two-phase 
liquid-vapor mixtures can be distinguished from one another by the quality, an intensive 
property. 

For a two-phase liquid—vapor mixture, the ratio of the mass of vapor present to the total 
mass of the mixture is its quality, x. In symbols, 


Mya Or 
x= — mMm (4.1) 


Miiquid + Myapor 


The value of the quality ranges from zero to unity: at saturated liquid states, x = 0, and 
at saturated vapor states, x = 1.0. Although defined as a ratio, the quality is frequently 
given as a percentage. Examples illustrating the use of quality are provided in Sec. 4.3. 
Similar parameters can be defined for two-phase solid—vapor and two-phase solid—liquid 
mixtures. 


4.2 p-v-T Relation 
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superheated vapor 


steam tables 


Vapor States 


Let us return to a consideration of Figs. 4.2 and 4.3. When the system is at the saturated 
vapor state (state g on Fig. 4.2), further heating at fixed pressure results in increases in both 
temperature and specific volume. The condition of the system would now be as shown in 
Fig. 4.3c. The state labeled s on Fig. 4.2 is representative of the states that would be attained 
by further heating while keeping the pressure constant. A state such as s is often referred to 
as a superheated vapor state because the system would be at a temperature greater than the 
saturation temperature corresponding to the given pressure. 

Consider next the same thought experiment at the other constant pressures labeled on 
Fig. 4.2, 10 MPa (1450 Ibf/in.?), 22.09 MPa (3204 Ibf/in.?), and 30 MPa (4351 Ibf/in.?). The 
first of these pressures is less than the critical pressure of water, the second is the critical 
pressure, and the third is greater than the critical pressure. As before, let the system initially 
contain a liquid at 20°C (68°F). First, let us study the system if it were heated slowly at 
10 MPa (1450 Ibf/in.?). At this pressure, vapor would form at a higher temperature than in 
the previous example, because the saturation pressure is higher (refer to Fig. 4.2). In addi- 
tion, there would be somewhat less of an increase in specific volume from saturated liquid 
to vapor, as evidenced by the narrowing of the vapor dome. Apart from this, the general be- 
havior would be the same as before. Next, consider the behavior of the system were it heated 
at the critical pressure, or higher. As seen by following the critical isobar on Fig. 4.2, there 
would be no change in phase from liquid to vapor. At all states there would be only one 
phase. Vaporization (and the inverse process of condensation) can occur only when the pres- 
sure is less than the critical pressure. Thus, at states where pressure is greater than the crit- 
ical pressure, the terms liquid and vapor tend to lose their significance. Still, for ease of ref- 
erence to states where the pressure is greater than the critical pressure, we use the term liquid 
when the temperature is less than the critical temperature and vapor when the temperature 
is greater than the critical temperature. 


Retrieving Thermodynamic Properties 


Thermodynamic property data can be retrieved in various ways, including tables, graphs, 
equations, and computer software. The emphasis of the present section is on the use of tables 
of thermodynamic properties, which are commonly available for pure, simple compressible 
substances of engineering interest. The use of these tables is an important skill. The ability 
to locate states on property diagrams is an important related skill. The software Interactive 
Thermodynamics: IT available with this text is also used selectively in examples and end-of- 
chapter problems included on the CD. Skillful use of tables and property diagrams is pre- 
requisite for the effective use of software to retrieve thermodynamic property data. 

Since tables for different substances are frequently set up in the same general format, the 
present discussion centers mainly on Tables T-2 through T-5 giving the properties of water, 
commonly referred to as the steam fables, and Tables T-6 through T-8 for Refrigerant 134a. 
These tables are provided in the Appendix and on the CD. Similar tables are provided only 
on the CD for Refrigerant 22, ammonia, and propane. We provide all tables in SI units and 
in English units (see Sec. 2.3.2). Tables in English units are designated with a letter E. For 
example, the steam tables in English units are Tables T-2E through T-5E. 


4.3.1 Evaluating Pressure, Specific Volume, and Temperature 


Vapor and Liquid Tables 


The properties of water vapor are listed in Tables T-4 and of liquid water in Tables T-5. 
These are often referred to as the superheated vapor tables and compressed liquid tables, 
respectively. The sketch of the phase diagram shown in Fig. 4.4 brings out the structure of 
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Compressed liquid 
tables give v, и, h, s 
versus p, T 


Critical 
point 
Liquid 


Solid Vapor 


Pressure 


Superheated 
vapor tables 

give v, и, h, s 
versus p, T 


Figure 4.4 Sketch of the phase diagram for 
water used to discuss the structure of the 
superheated vapor and compressed liquid 
tables (not to scale). 


Temperature 


these tables. Since pressure and temperature are independent properties in the single-phase 
liquid and vapor regions, they can be used to fix the state in these regions. Accordingly, 
Tables T-4 and T-5 are set up to give values of several properties as functions of pressure 
and temperature. The first property listed is specific volume. The remaining properties are 
discussed in subsequent sections. 

For each pressure listed, the values given in the superheated vapor table (Tables T-4) begin 
with the saturated vapor state and then proceed to higher temperatures. The data in the com- 
pressed liquid table (Tables T-5) end with saturated liquid states. That is, for a given pres- 
sure the property values are given as the temperature increases to the saturation temperature. 
In these tables, the value shown in parentheses after the pressure in the table heading is the 
corresponding saturation temperature. 


For Example... in Tables Т-4 and T-5, at a pressure of 10.0 MPa, the saturation temper- 
ature is listed as 311.06°C. In Tables T-4E and T-5E, at a pressure of 500 Ibf/in.?, the saturation 
temperature is listed as 467.PF. A 


For Example... to gain more experience with Tables T-4 and T-5 verify the following: 
Table T-4 gives the specific volume of water vapor at 10.0 MPa and 600°C as 0.03837 m?/kg. 
At 10.0 MPa and 100°C, Table T-5 gives the specific volume of liquid water as 1.0385 х 107° 
m’*/kg. Table T-4E gives the specific volume of water vapor at 500 Ibf/in.? and 600°F as 1.158 
ft/lb. At 500 Ibf/in.? and 100°F, Table T-5E gives the specific volume of liquid water as 
0.016106 ft/lb. A 


The states encountered when solving problems often do not fall exactly on the grid of val- 
ues provided by property tables. Interpolation between adjacent table entries then becomes 
necessary. Care always must be exercised when interpolating table values. The tables pro- 
vided in the Appendix are extracted from more extensive tables that are set up so that linear 
interpolation, illustrated in the following example, can be used with acceptable accuracy. 
Linear interpolation is assumed to remain valid when using the abridged tables of the text 
for the solved examples and end-of-chapter problems. 


For Example... let us determine the specific volume of water vapor at a state where 
p = 10 bar and T = 215°C. Shown in Fig. 4.5 is a sampling of data from Table T-4. At a 


linear interpolation 
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Figure 4.5 Illustration of linear interpolation. 


pressure of 10 bar, the specified temperature of 215°C falls between the table values of 200 
and 240°C, which are shown in bold face. The corresponding specific volume values are also 
shown in bold face. To determine the specific volume v corresponding to 215°C, we may 
think of the slope of a straight line joining the adjacent table states, as follows 


(0.2275 — 0.2060) m'/kg (о — 0.2060) m*/kg 
(240 — 200)°С (215 — 200)°С 


slope — 


Solving for v, the result is v = 0.2141 m*/kg. A 


Saturation Tables 


The saturation tables, Tables T-2 and T-3, list property values for the saturated liquid and 
vapor states. The property values at these states are denoted by the subscripts f and g, 
respectively. Table T-2 is called the temperature table, because temperatures are listed in the 
first column in convenient increments. The second column gives the corresponding satura- 
tion pressures. The next two columns give, respectively, the specific volume of saturated liq- 
uid, о, and the specific volume of saturated vapor, v,. Table T-3 is called the pressure table, 
because pressures are listed in the first column in convenient increments. The corresponding 
saturation temperatures are given in the second column. The next two columns give v, and 
Ug, respectively. 

The specific volume of a two-phase liquid-vapor mixture can be determined by using the 
saturation tables and the definition of quality given by Eq. 4.1 as follows. The total volume 
of the mixture is the sum of the volumes of the liquid and vapor phases 


V = Via Vs 
Dividing by the total mass of the mixture, m, an average specific volume for the mixture is 
obtained 
nad Уш | Ур 
т т т 


Since the Паша phase is a saturated liquid and the vapor phase is a saturated vapor, Vi, = 


тоғ and Ум, = MyapU g, SO 
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Introducing the definition of quality, x = m,,,/m, and noting that m,,/m = 1 — x, the above 
expression becomes 


v = (1 — x)u; + xv, = v; + x(V, — vj) (4.2) 


The increase in specific volume on vaporization (v, — v;) is also denoted by р. 


For Example... consider a system consisting of a two-phase liquid-vapor mixture of water 
at 100°C and a quality of 0.9. From Table T-2 at 100°C, v, = 1.0435 х 107° m*/kg and 
v, — 1.673 m?/kg. The specific volume of the mixture is 


U = v, + x(v, — vj) = 1.0435 x 1073 + (0.9(1.673 — 1.0435 x 1077 
= 1.506 m*/kg 


Similarly, the specific volume of a two-phase liquid—vapor mixture of water at 212°F and a 
quality of 0.9 is 


U = и + x(v, - vj) = 0.01672 + (0.9)(26.80 — 0.01672) 
= 24.12 ft/lb 


where the 0; and 0, values are obtained from Table T-2E. А 


To facilitate locating states in the tables, it is often convenient to use values from the 
saturation tables together with a sketch of a 1-р or р-о diagram. For example, if the spe- 
cific volume v and temperature T are known, refer to the appropriate temperature table, Table 
Т-2 or T-2E, and determine the values of v; and v,. А Т-/ diagram illustrating these data is 
given in Fig. 4.6. If the given specific volume falls between v; and v,, the system consists 
of a two-phase liquid-vapor mixture, and the pressure is the saturation pressure correspon- 
ding to the given temperature. The quality can be found by solving Eq. 4.2. If the given 
specific volume is greater than v,, the state is in the superheated vapor region. Then, by in- 
terpolating in Table T-4 or Т-4Е, the pressure and other properties listed сап be determined. 
If the given specific volume is less than о, Table T-5 or T-5E would be used to determine 
the pressure and other properties. 


For Example... let us determine the pressure of water at each of three states defined by 
a temperature of 100°C and specific volumes, respectively, of v} = 2.434 m*/kg, v, = 
1.0 m*/kg, and v, = 1.0423 х 10 ? m?/kg. Using the known temperature, Table T-2 provides 
the values of v; and v,: v; = 1.0435 X 1077 ш/Кв, v, = 1.673 m°/kg. Since v, is greater 


Critical point 


Saturated 
vapor 


Temperature 


Ur р Figure 4.0 Sketch of a T-v diagram for water 
Specific volume used to discuss locating states in the tables. 


100°C 
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than v,, state 1 is in the vapor region. Table T-4 gives the pressure as 0.70 bar. Next, since 
v; falls between v; and v,, the pressure is the saturation pressure corresponding to 100°C, 
which is 1.014 bar. Finally, since v, is less than vp, state 3 is in the liquid region. Table T-5 
gives the pressure as 25 bar. A 


Examples 


The following two examples feature the use of sketches of p-v and Т-о diagrams in con- 
junction with tabular data to fix the end states of processes. In accord with the state princi- 
ple, two independent intensive properties must be known to fix the state of the systems under 
consideration. 


Example 4.1 Heating Water at Constant Volume 


A closed, rigid container of volume 0.5 m? is placed on a hot plate. Initially, the container holds a two-phase mixture of sat- 
urated liquid water and saturated water vapor at p, — 1 bar with a quality of 0.5. After heating, the pressure in the container 
is p, = 1.5 bar. Indicate the initial and final states on а 7—v diagram, and determine 

(a) the temperature, in °C, at each state. 

(b) the mass of vapor present at each state, in kg. 

(c) If heating continued, determine the pressure, in bar, when the container holds only saturated vapor. 


Solution 

Known: A two-phase liquid—vapor mixture of water in a closed, rigid container is heated on a hot plate. The initial 
pressure and quality and the final pressure are known. 

Find: Indicate the initial and final states on a 7—v diagram and determine at each state the temperature and the mass of wa- 
ter vapor present. Also, if heating continued, determine the pressure when the container holds only saturated vapor. 


Schematic and Given Data: 


pı = 1 bar 

x, = 0.5 

рә = 1.5 баг 

хз = 1.0 У= 0.5 т? 


Hot plate 


Figure E4.1 


Assumptions: 

1. The water in the container is a closed system. 
2. States 1, 2, and 3 are equilibrium states. 

3. The volume of the container remains constant. 


Analysis: Two independent properties are required to fix states 1 and 2. At the initial state, the pressure and quality are 
known. As these are independent, the state is fixed. State 1 is shown on the 7—v diagram in the two-phase region. The spe- 
cific volume at state 1 is found using the given quality and Eq. 4.2. That is 


V, = Ug + X(Ug — Ug) 


4.3 Retrieving Thermodynamic Properties 


From Table T-3 at p, = 1 bar, vg = 1.0432 X 1077 m*/kg and 0, = 1.694 m?/kg. Thus 
v, = 1.0432 х 107° + 0.5(1.694 - 1.0432 х 1077) = 0.8475 m"/kg 


At state 2, the pressure is known. The other property required to fix the state is the specific volume 0». Volume апа 
mass are each constant, so 0 = v, = 0.8475 m*/kg. For p; = 1.5 bar, Table T-3 gives vp = 1.0582 X 107° and 
Шау i59 m/kg. Since 


Ui < 0 < 00 
state 2 must be in the two-phase region as well. State 2 is also shown on the 7-0 diagram above. 


(a) Since states 1 and 2 are in the two-phase liquid—vapor region, the temperatures correspond to the saturation temperatures 
for the given pressures. Table T-3 gives 


Т, = 99.63°C and T,= 1114°С < 


(b) To find the mass of water vapor present, we first use the volume and the specific volume to find the total mass, m. 
That is 


ү 0.5 n? 
о 0.8475 тке 


m= 


= 0.59 kg 


Then, with Eq. 4.1 and the given value of quality, the mass of vapor at state 1 is 


m,, = xım = 0.5(0.59 kg) = 0.295 kg < 
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Тһе mass of vapor at state 2 is found similarly using the quality х. To determine хо, solve Eq. 4.2 for quality and insert spe- 
cific volume data from Table T-3 at a pressure of 1.5 bar, along with the known value of v, as follows 


U — Up 
= H 


Ugo — Ор 


0.8475 — 1.0528 х 10? 
= = = 0.731 
1.159 — 1.0528 х 10 


Then, with Eq. 4.1 
тұ = 0.731(0.59 kg) = 0.431 kg < 


(с) If heating continued, state 3 would be on the saturated vapor line, as shown on (һе 7-0 diagram above. Thus, the pressure 
would be the corresponding saturation pressure. Interpolating in Table T-3 at v, = 0.8475 m/kg, рз = 2.11 bar. < 


@ The procedure for fixing state 2 is the same as illustrated in the discussion of Fig. 4.6. 
Ө Since the process occurs at constant specific volume, the states lie along a vertical line. 


@ If heating continued at constant volume past state 3, the final state would be in the superheated vapor region, and property 
data would then be found in Table T-4. As an exercise, verify that for a final pressure of 3 bar, the temperature would be 
approximately 282°C. 


Example 4.2 Heating Refrigerant 134a at Constant Pressure 


A vertical piston-cylinder assembly containing 0.1 Ib of Refrigerant 134a, initially a saturated vapor, is placed on a hot plate. 
Due to the weight of the piston and the surrounding atmospheric pressure, the pressure of the refrigerant is 20 Ibf/in.? Heat- 
ing occurs slowly, and the refrigerant expands at constant pressure until the final temperature is 65°F. Show the initial and 
final states on 7-0 and p-v diagrams, and determine 

(а) the volume occupied by the refrigerant at each state, in ft. 

(b) the work for the process, in Btu. 
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Solution 


Known: Refrigerant 134a is heated at constant pressure in a vertical piston—cylinder assembly from the saturated vapor state 
to a known final temperature. 


Find: Show the initial and final states on T-v and р-и diagrams, and determine the volume at each state and the work for 
the process. 


Schematic and Given Data: 


T 
65°F 2 
—2.48?F [— 1 
T 
Hot plate 
U 
p 
Assumptions: 
The refrigerant is a closed system. 
States 1 and 2 are equilibrium states. 
The process occurs at constant pressure. сер 
20 Ibf/in.? 2 
— 
1 
0 


Analysis: Тһе initial state is a saturated vapor condition at 20 Ibf/in.? Since the process occurs at constant pressure, the fi- 
nal state is in the superheated vapor region and is fixed by p, = 20 Ibf/in.? and Т, = 65°F. The initial and final states are 
shown on the 7-0 and p-v diagrams above. 


The volumes occupied by the refrigerant at states 1 and 2 are obtained using the given mass and the respective specific 
volumes. From Table T-7E at p; = 20 Ibf/in?, we get v, = Bg = 22501 ft/lb. Thus 


V, = mv, = (0.1 1)(2.2661 fC/Ib) 
0.2266 ft? 


Interpolating in Table T-8E at p; = 20 Ibf/in.? and Т, = 65°F, we get 9; = 2.6704 ft*/lb. Thus 
V, = mv, = (0.1 Ib)(2.6704 ft/lb) = 0.2670 ft? 
In this case, the work can be evaluated using Eq. 3.9. Since the pressure is constant 
у, 
= | рау = p(V, = Vi) 
Vi 
Inserting values 


144 in.” 
1 ft? 


W = (201bf/in.?)(0.2670 — 0.2266) 


| 1 Btu | 
778 ft - lbf 
= 0.1496 Btu 


Note the use of conversion factors in this calculation. 
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4.3.2 Evaluating Specific Internal Energy and Enthalpy 


In many thermodynamic analyses the sum of the internal energy U and the product of pres- 

sure p and volume V appears. Because the sum U + pV occurs so frequently in subsequent 
discussions, it is convenient to give the combination a name, enthalpy, and a distinct symbol, enthalpy 
H. By definition 


H=U+pV (4.3) 


Since U, p, and V are all properties, this combination is also a property. Enthalpy can be ex- 
pressed on a unit mass basis 


h=u+t pv (4.4) 


and per mole 


ћ= и + pu (4.5) 


Units for enthalpy are the same as those for internal energy. 

The property tables introduced in Sec. 4.3.1 giving pressure, specific volume, and tem- 
perature also provide values of specific internal energy и, enthalpy Л, and entropy s. Use of 
these tables to evaluate и and h is described in the present section; the consideration of en- 
tropy is deferred until it is introduced in Chap. 7. 

Data for specific internal energy и and enthalpy л are retrieved from the property tables 
in the same way as for specific volume. For saturation states, the values of и; and и,, as well 
as hę and Л,, are tabulated versus both saturation pressure and saturation temperature. The 
specific internal energy for a two-phase liquid-vapor mixture is calculated for a given qual- 
ity in the same way the specific volume is calculated 


u = (1 — x)u; + xu, = up + x(u, — ш) (4.6) 


The increase in specific internal energy on vaporization (и, — uj) is often denoted by иь. 
Similarly, the specific enthalpy for a two-phase liquid—vapor mixture is given in terms of the 
quality by 


h = (1 — х) + xh, = he  x(h, — hj) (4.7) 


The increase in enthalpy during vaporization (Л, — Л) is often tabulated for convenience un- 
der the heading Л. 


For Example... to illustrate the use of Eqs. 4.6 and 4.7, we determine the specific en- 
thalpy of Refrigerant 134a when its temperature is 12°С and its specific internal energy is 
132.95 kJ/kg. Referring to Table T-6, the given internal energy value falls between и; and и, 
at 12°С, so the state is a two-phase liquid-vapor mixture. The quality of the mixture is found 
by using Eq. 4.6 and data from Table T-6 as follows: 


и = u 132.95 — 6583 
- - - 0.40 
Y мын 233.63 — 65.83 


Then, with values from Table T-6, Eq. 4.7 gives 


h = (1 — х)һ + xh, 
= (1 — 0.4)(66.18) + 0.4(254.03) = 141.32 kJ/kg А 
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reference states 
reference values 


In the superheated vapor tables, и and л are tabulated along with v as functions of 
temperature and pressure. 


For Example... let us evaluate T, v, and Л for water at 0.10 MPa and a specific internal 
energy of 2537.3 kJ/kg. Turning to Table T-3, note that the given value of u is greater than 
и, at 0.1 MPa (u, = 2506.1 kJ/kg). This suggests that the state lies in the superheated vapor 
region. From Table Т-4 it is found that T = 120°C, v = 1.793 m*/kg, and h = 2716.6 kJ/kg. 
Alternatively, Л and и are related by the definition of Л 


h = и + ро 


К] „М т? 
= 2537.3 + | 10° — || 1.793 
kg т^ kg 


= 2537.3 + 179.3 = 2716.6 kJ/kg 


1К) | 
10 М-ш 


As another illustration, consider water at a state fixed by a pressure equal to 14.7 Ibf/in.? and 
a temperature of 250°F. From Table T-4E, о = 28.42 ЁСЛЬ, и = 1091.5 Btu/lb, and h = 
1168.8 Btu/Ib. As above, Л may be calculated from и. Thus 


h 


и + pu 


091588 + (147 ШЕ 42 ғ”) 
“Tb | ' in? мий?! 


1091.5 + 77.3 = 1168.8 Btu/Ib A 


144 in? 
1 fe 


1 Btu | 
778 ft - lbf 


Specific internal energy and enthalpy data for liquid states of water are presented in 
Tables T-5. The format of these tables is the same as that of the superheated vapor tables 
considered previously. Accordingly, property values for liquid states are retrieved in the 
same manner as those of vapor states. 


Reference States and Reference Values 


The values of u and h given in the property tables are not obtained by direct measurement 
but are calculated from other data that can be more readily determined experimentally. Be- 
cause u and h are calculated, the matter of reference states and reference values becomes 
important and is briefly considered next. 

When applying the energy balance, it is differences in internal, kinetic, and potential en- 
ergy between two states that are important, and not the values of these energy quantities at 
each of the two states. For Example... consider the case of potential energy. The numerical 
value of potential energy determined relative to the surface of the earth is different from the 
value relative to the top of a flagpole at the same location. However, the difference in po- 
tential energy between any two elevations is precisely the same regardless of the datum se- 
lected, because the datum cancels in the calculation. A 


Similarly, values can be assigned to specific internal energy and enthalpy relative to 
arbitrary reference values at arbitrary reference states. For example, the reference state 
in the steam tables is saturated liquid at the triple point temperature: 0.01°C. At this state, 
the specific internal energy is set to zero, as shown in Table T-2. Values of the specific 
enthalpy are calculated from h = u + pv, using the tabulated values for p, v, and u. As 
for the case of potential energy considered above, the use of values of a particular prop- 
erty determined relative to an arbitrary reference is unambiguous as long as the calcula- 
tions being performed involve only differences in that property, for then the reference 
value cancels. 
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4.3.3 Evaluating Properties Using Computer Software (CD-ROM) 


4.3.4 Examples 


In the following examples, closed systems undergoing processes are analyzed using the 
energy balance. In each case, sketches of p-v and/or Т-о diagrams are used in conjunc- 
tion with appropriate tables to obtain the required property data. Using property diagrams 
and table data introduces an additional level of complexity compared to similar problems 
in Chap. 3. 


Example 4.3 Stirring Water at Constant Volume 


A well-insulated rigid tank having a volume of 10 ft? contains saturated water vapor at 212°F. The water is rapidly stirred 
until the pressure is 20 Ibf/in.? Determine the temperature at the final state, in °F, and the work during the process, in Btu. 


Solution 

Known: Ву rapid stirring, water vapor in a well-insulated rigid tank is brought from the saturated vapor state at 212°F to a 
pressure of 20 Ibf/in.? 

Find: Determine the temperature at the final state and the work. 


Schematic and Given Data: 


Assumptions: 
| 
l 
| 
| 
l Water 
| 
l 
| 
l 
— Boundary 
ө р Т 
U U 


Figure E4.3 


1. The water is a closed system. 

2. The initial and final states are at equilibrium. There is no net change in kinetic or potential energy. 
3. There is no heat transfer with the surroundings. 

4. The tank volume remains constant. 
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Analysis: То determine the final equilibrium state, the values of two independent intensive properties are required. One of 
these is pressure, p, = 20 Ibf/in.?, and the other is the specific volume: v, = v,. The initial and final specific volumes are 
equal because the total mass and total volume are unchanged in the process. The initial and final states are located on the ac- 
companying 7-0 and p-v diagrams. 

From Table Т-2Е, v, = v,(212°F) = 26.80 hl, o = u(212°F) = 1077.6 Btu/Ib. By using 0; = v, and interpolating in 
Table T-4E at p, = 20 Ibf/in.? 


иҙ = 1161.6 Btu/Ib, Т, = 445°F <1 


Next, with assumptions 2 and 3 an energy balance for the system reduces to 


AU + АКЕ + APR = dí W 


On rearrangement 


W (U, — 0) = –т(и — ш) 


To evaluate W requires the system mass. This can be determined from the volume and specific volume 


V =| 10 ft? 


---- 5223 = 0.3731Ь 
v, 268 ft/lb 


Finally, by inserting values into the expression for W 
W = —(0.373 Ib)(1161.6 — 1077.6) Btu/Ib = —31.3 Btu < 


where the minus sign signifies that the energy transfer by work is to the system. 


69 Although the initial and final states are equilibrium states, the intervening states are not at equilibrium. To emphasize this, 
the process has been indicated on the 7-0 and p-v diagrams by a dashed line. Solid lines on property diagrams аге re- 
served for processes that pass through equilibrium states only (quasiequilibrium processes). The analysis illustrates the im- 
portance of carefully sketched property diagrams as an adjunct to problem solving. 


Example 4.4 Analyzing Two Processes in Series 


Water contained in a piston-cylinder assembly undergoes two processes in series from an initial state where the pressure is 
10 bar and the temperature is 400°С. 


Process 1-2: Тһе water is cooled as it is compressed at a constant pressure of 10 bar to the saturated vapor state. 


Process 2-3: Тһе water is cooled at constant volume to 150°C. 


(a) Sketch both processes on 7-0 and p-v diagrams. 
(b) For the overall process determine the work, in kJ/kg. 
(c) For the overall process determine the heat transfer, in kJ/kg. 


Solution 

Known: Water contained in a piston-cylinder assembly undergoes two processes: It is cooled and compressed while keep- 
ing the pressure constant, and then cooled at constant volume. 

Find: Sketch both processes оп 7-0 and p-v diagrams. Determine the net work and the net heat transfer for the overall 
process per unit of mass contained within the piston—cylinder assembly. 


Schematic and Given Data: 


па 


| Маѓег | 
ESS 
Boundary 1 10 bar 
3 " 400°C 
400° 
10 bar 2 ue 1 179.9°C 
—— —«——- 2 
ENTE 4.758 bar 
4.758 bar 150°C 
3 150°C 3 
0 0 
Assumptions: 
The water is a closed system. 
The piston is the only work mode. 
There are no changes in kinetic or potential energy. 
Analysis: The accompanying 7-0 and p—v diagrams show the two processes. Since the temperature at state 1, Т, = 
400°C, is greater than the saturation temperature corresponding to p, = 10 Баг: 179.9°C, state 1 is located in the superheat 


region. 
Since the piston is the only work mechanism 


3 2 3 0 
w= | pav=| pav | pav 
1 1 2 


The second integral vanishes because (һе volume is constant in Process 2-3. Dividing by the mass and noting that the pres- 
sure is constant for Process 1-2 


W 
» = p(v2 — vi) 


The specific volume at state 1 is found from Table T-4 using p, = 10 bar and T, = 400°C: v, = 0.3066 m*/kg. Also, ш = 
2957.3 kJ/kg. The specific volume at state 2 is the saturated vapor value at 10 bar: v, = 0.1944 m"/kg, from Table T-3. Hence 


10° N/m? 
1 bar 


М = (10 bar)(0.1944 — 0.3066 (=) 
Ж -( аг)(0. ! ) ЇГ 


| 17 | 
10 N:m 


= UA IUS 


The minus sign indicates that work is done оп the water vapor by the piston. 
An energy balance for the overall process reduces to 


тиз — u) = О № 


By rearranging 
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To evaluate the heat transfer requires из, the specific internal energy at state 3. Since Т; is given and 0; = v;, two independ- 
ent intensive properties are known that together fix state 3. To find из, first solve for the quality 

03- Оз — 0.1944 — 1.0905 х 107 
Ug; — Ug 0.3928 — 1.0905 x 10? 


— 0.494 


Жа = 


where vp and о,з аге from Table Т-2 at 150°C. Then 


из = иӊ + (и — из) = 631.68 + 0.494(2559.5 - 631.98) 
1583.9 kJ/kg 


where из and и, аге from Table T-2 at 150°C. 
Substituting values into the energy balance 


2 1583.9 — 2957.3 + (—112.2) = —1485.6 kJ/kg 


The minus sign shows that energy is transferred out by heat transfer. «1 


The next example illustrates the use of Interactive Thermodynamics: IT for solving 
problems. In this case, the software evaluates the property data, calculates the results, and 
displays the results graphically. 


Example 4.5 Plotting Thermodynamic Data Using Software 


For the system of Example 4.1, plot the heat transfer, in kJ, and the mass of saturated vapor present, in kg, each versus pres- 
sure at state 2 ranging from 1 to 2 bar. Discuss the results. 


Solution (CD-ROM) 


4.3.5 Evaluating Specific Heats c, and с, 


Several properties related to internal energy are important in thermodynamics. One of these 
is the property enthalpy introduced in Sec. 4.3.2. Two others, known as specific heats, are 
considered in this section. The specific heats are particularly useful for thermodynamic cal- 
culations involving the ideal gas model introduced in Sec. 4.5. 

The intensive properties c, and c, are defined for pure, simple compressible substances 
as partial derivatives of the functions u(T, v) and A(T, p), respectively 


ди 
--- 4. 
Cy 2) (4.8) 
oh 
= — 4. 
22 2! ( 9) 


where the subscripts v and p denote, respectively, the variables held fixed during differ- 
entiation. Values for c, and c, can be obtained using the microscopic approach to ther- 
modynamics together with spectroscopic measurements. They also can be determined 
macroscopically using other exacting property measurements. Since и and h can be ex- 
pressed either on a unit mass basis or per mole, values of the specific heats can be sim- 
ilarly expressed. SI units are kJ/kg: К or kJ/kmol: K. Other units are Btu/Ib - ^R or 
Btu/Ibmol : °R. 


4.3 Retrieving Thermodynamic Properties 77 


The property k, called the specific heat ratio, is simply the ratio 
к=-— (4.10) 


The properties с, and c, are referred to as specific heats (or heat capacities) because un- specific heats 
der certain special conditions they relate the temperature change of a system to the amount 
of energy added by heat transfer. However, it is generally preferable to think of c, and c, in 
terms of their definitions, Eqs. 4.8 and 4.9, and not with reference to this limited interpretation 
involving heat transfer. 
In general, с, is a function of v and T (or p and Т), апа с, depends on both p and T (or 
v and T). Specific heat data are available for common gases, liquids, and solids. Data for 
gases are introduced in Sec. 4.5 as a part of the discussion of the ideal gas model. Specific 
heat values for some common liquids and solids are introduced in Sec. 4.3.6 as a part of the 
discussion of the incompressible substance model. 


4.3.6 Evaluating Properties of Liquids and Solids 


Special methods often can be used to evaluate properties of liquids and solids. These meth- 
ods provide simple, yet accurate, approximations that do not require exact compilations like 
the compressed liquid tables for water, Tables T-5. Two such special methods are discussed 
next: approximations using saturated liquid data and the incompressible substance model. 


Approximations for Liquids Using Saturated Liquid Data 


Approximate values for v, и, and л at liquid states can be obtained using saturated liquid 
data. To illustrate, refer to the compressed liquid tables, Tables T-5. These tables show that 
the specific volume and specific internal energy change very little with pressure at a fixed 


temperature. Because the values of v and u vary only gradually as pressure changes at fixed p= constant 


temperature, the following approximations are reasonable for many engineering calculations: еш 
iqui 
ШТ, р) = v;(T) (4.11) р = constant 


u(T, р) = u;(T) (4.12) 


That is, for liquids v and и may be evaluated at the saturated liquid state corresponding to T = constant 
the temperature at the given state. 
An approximate value of л at liquid states can be obtained by using Eqs. 4.11 and 4.12 


in the definition Л = и + ро; thus LI 


K(T. p) = u(T) + pv:(T) ' 


This can be expressed alternatively as 


UT, p) = v; (T) 


ЩТ, p) = (Т) + w(T)p = ра(Т)1 (4.13) 


where P,a denotes the saturation pressure at the given temperature. When the contribution of 
the underlined term of Eq. 4.13 is small, the specific enthalpy can be approximated by the 
saturated liquid value, as for v and u. That is 


h(T, p) = (Т) (4.14) 


Although the approximations given here have been presented with reference to liquid 
water, they also provide plausible approximations for other substances when the only liquid 
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incompressible 
substance model 


data available are for saturated liquid states. In this text, compressed liquid data are pre- 
sented only for water (Tables T-5). Also note that Interactive Thermodynamics: IT does not 
provide compressed liquid data for any substance, but uses Eqs. 4.11, 4.12, and 4.14 to re- 
turn liquid values for v, u, and h, respectively. When greater accuracy is required than pro- 
vided by these approximations, other data sources should be consulted for more complete 
property compilations for the substance under consideration. 


Incompressible Substance Model 


As noted above, there are regions where the specific volume of liquid water varies little and 
the specific internal energy varies mainly with temperature. The same general behavior is 
exhibited by the liquid phases of other substances and by solids. The approximations of 
Egs. 4.11-4.14 are based on these observations, as is the incompressible substance model 
under present consideration. 

To simplify evaluations involving liquids or solids, the specific volume (density) is often 
assumed to be constant and the specific internal energy assumed to vary only with temper- 
ature. A substance idealized in this way is called incompressible. 

Since the specific internal energy of a substance modeled as incompressible depends only 
on temperature, the specific heat c, is also a function of temperature alone 


_ du 


с.Т) са ат 


(incompressible) (4.15) 
This is expressed as an ordinary derivative because и depends only on 7. 

Although the specific volume is constant and internal energy depends on temperature only, 
enthalpy varies with both pressure and temperature according to 


ВТ, p) = u(T) + ро (incompressible) (4.16) 


For a substance modeled as incompressible, the specific heats c, and c, are equal. This is seen 
by differentiating Eq. 4.16 with respect to temperature while holding pressure fixed to obtain 


NE 
ar), ат 
The left side of this expression is с, by definition (Eq. 4.9), so using Eq. 4.15 on the right 


side gives 


€, = с, 


(incompressible) (4.17) 


Thus, for an incompressible substance it is unnecessary to distinguish between c, and c,, and 
both can be represented by the same symbol, c. Specific heats of some common liquids and 
solids are given versus temperature in Appendix Tables HT-1, 2, 4, and 5. Over limited tem- 
perature intervals the variation of c with temperature can be small. In such instances, the spe- 
cific heat c can be treated as constant without a serious loss of accuracy. 

Using Eqs. 4.15 and 4.16, the changes in specific internal energy and specific enthalpy 
between two states are given, respectively, by 


Т, 
и — щ = | c(T) dT (incompressible) (4.18) 


Т 


hy — hy = um — uj + v(p, — pi) 


T, 
- | c(T) dT + о(р› — рі) (incompressible) (4.19) 


Т, 


If the specific heat с is taken as constant, Eq. 4.18 becomes 


Uy — u = «(Т, — Т) (incompressible, constant c) (4.20) 
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When c is constant, Eq. 4.19 reads 


hy — h, = с(Т — Tj) + v(p; — pi) (incompressible, constant c) (4.212) 


In Eq. 4.21a, the underlined term is often small relative to the first term on the right side; 
the equation then reduces to the same form as Eq. 4.20 


hy — һу = с(Т = Т) (incompressible, constant c) (4.21b) 


|44| p-v-T Relations for Gases 


The object of the present section is to gain a better understanding of the relationship among 
pressure, specific volume, and temperature of gases. This is important not only for under- 
standing gas behavior but also for the discussions of the second part of the chapter, where 
the ideal gas model 18 introduced. The current presentation is conducted in terms of the comp- 
ressibility factor and begins with the introduction of the universal gas constant. 


Universal Gas Constant, R 


Let a gas be confined in a cylinder by a piston and the entire assembly held at a constant 
temperature. The piston can be moved to various positions so that a series of equilibrium 
states at constant temperature can be visited. Suppose the pressure and specific volume are 
measured at each state and the value of the ratio pU/T (v is volume per mole) determined. 
These ratios can then be plotted versus pressure at constant temperature. The results for sev- 
eral temperatures are sketched in Fig. 4.7. When the ratios are extrapolated to zero pressure, 
precisely the same limiting value is obtained for each curve. That is, 


lin— =R (4.22) 


where А denotes the common limit for all temperatures. If this procedure were repeated for 
other gases, it would be found in every instance that the limit of the ratio ро/Т as p tends to 
zero at fixed temperature is the same, namely R. Since the same limiting value is exhibited 
by all gases, А is called the universal gas constant. Its value as determined experimentally is — universal gas constant 


8.314 kJ/kmol : К 
К = 4 1.986 Btu/Ibmol · ^R (4.23) 
1545 ft : Ibf/Ibmol : ^R 


Having introduced the universal gas constant, we turn next to the compressibility factor. 


Measured data T 
рб extrapolated to ! 
T zero pressure 


Figure 4.7 Sketch of pv/T versus pressure for a gas 
р at several specified values of temperature. 
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compressibility factor 


1.5 j= 
35 K (63°R) 


50 K (90°R) 


Е 100 К (18098) 60 K (108°R) 


- 


200 К (360°R) 
1.0 


300 K (540°R) 


0.5 


L|] ] ] | | Figure 4.8 Variation of the compressibility 
0 100 200 factor of hydrogen with pressure at constant 
p (atm) temperature. 


Compressibility Factor, Z 
The dimensionless ratio ро/КТ is called the compressibility factor and is denoted Бу 2. That is, 


z-— (4.24) 


When values for p, 0, R, and T are used in consistent units, Z is unitless. 
With v = Мо (Eq. 2.11), where M is the atomic or molecular weight, the compressibil- 
ity factor can be expressed alternatively as 


pu 
Z=— 4.2 
RT 1522) 
where 
R 
R=— 4.2 
M (4:20) 


R is a constant for the particular gas whose molecular weight is M. Alternative units for R 
are kJ/kg: K, Btu/Ib · °R, and ft · ТЫЛЫ. °R. 
Equation 4.22 can be expressed in terms of the compressibility factor as 
limZ= 1 (4.27) 
p0 
That is, the compressibility factor Z tends to unity as pressure tends to zero at fixed tem- 
perature. This is illustrated by Fig. 4.8, which shows Z for hydrogen plotted versus pressure 
at a number of different temperatures. In general, at states of a gas where pressure is small 
relative to the critical pressure of the gas, Z approaches 1. 


Generalized Compressibility Data (CD-ROM) 


Special Note: Content provided on the accompanying CD-ROM may involve equations, 
figures, and examples that are not included in the print version of the book. In the present 
case, Fig. 4.9, Eqs. 4.28 and 4.29, and Example 4.6 are found only on the CD. 


Evaluating Properties Using the Ideal Gas Model 


The discussion of Sec. 4.4 shows that the compressibility factor Z = pu/RT tends to unity 
as pressure decreases at fixed temperature. For gases generally, we find that at states where 
the pressure is small relative to the critical pressure p,, the compressibility factor is approx- 
imately 1. At such states, we can assume with reasonable accuracy that Z = 1, or 


pu = RT (4.30) 


Known as the ideal gas equation of state, Eq. 4.30 underlies the second part of this chapter 
dealing with the ideal gas model. 

Alternative forms of the same basic relationship among pressure, specific volume, and 
temperature are obtained as follows. With 0 = V/m, Eq. 4.30 can be expressed as 


pV = mRT (4.31) 


In addition, since v = 0/М апа В = R/M, where M is the atomic or molecular weight, 
Eq. 4.30 can be expressed as 


pu = RT (4.32) 
or, with 0 = V/n, as 
рҮ- пЕТ (4.33) 


Е Ideal Gas Model 


For any gas whose equation of state is given exactly by pu = RT, the specific internal en- 
ergy depends on temperature only. This conclusion is supported by experimental observa- 
tions, beginning with the work of Joule, who showed in 1843 that the internal energy of air 
at low density depends primarily on temperature. The specific enthalpy of a gas described 
by pu = RT also depends on temperature only, as can be shown by combining the definition 
of enthalpy, h = u + pu, with u = u(T) and the ideal gas equation of state to obtain h = 
u(T) + RT. Taken together, these specifications constitute the ideal gas model, summarized 
as follows 


pu = RT (4.30) 
u = u(T) (4.34) 
h = АТ) = u(T) + RT (4.35) 


The specific internal energy and enthalpy of gases generally depend on two independent 
properties, not just temperature as presumed by the ideal gas model. Moreover, the ideal gas 
equation of state does not provide an acceptable approximation at all states. Accordingly, 
whether the ideal gas model is used depends on the error acceptable in a given calculation. 
Still, gases often do approach ideal gas behavior, and a particularly simplified description is 
obtained with the ideal gas model. 

To expedite the solutions of subsequent examples and end-of-chapter problems involving 
air, oxygen (O,), nitrogen (N,), carbon dioxide (CO,), carbon monoxide (CO), hydrogen (Н,), 
and other common gases, we assume the ideal gas model is valid. The suitability of this as- 
sumption could be verified by reference to appropriate data, including compressibility data 
such as shown in Fig. 4.8. 

The next example illustrates the use of the ideal gas equation of state and reinforces the 
use of property diagrams to locate principal states during processes. 
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ideal gas equation of 
state 


ideal gas model 


ЇЇ тнорогосү 


UPDATE 
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Example 4.7 Air as an Ideal Gas Undergoing a Cycle 


One pound of air undergoes a thermodynamic cycle consisting of three processes. 


Process 1-2: constant specific volume 
Process 2-3: constant-temperature expansion 


Process 3-1:  constant-pressure compression 


At state 1, the temperature is 540°R, and the pressure is 1 atm. At state 2, the pressure is 2 atm. Employing the ideal gas equa- 
tion of state, 

(a) sketch the cycle on р-0 coordinates. 

(b) determine the temperature at state 2, in ^R. 

(c) determine the specific volume at state 3, in ft?/lb. 


Solution 

Known: Air executes a thermodynamic cycle consisting of three processes: Process 1-2, v = constant; Process 2-3, T = 
constant; Process 3-1, р = constant. Values are given for Т}, pı, and р». 

Find: Sketch the cycle on р-о coordinates and determine T, and v3. 


Schematic and Given Data: 


Assumptions: 
1. The air is a closed system. 
2. The air behaves as an ideal gas. 


1080°R 


Figure Е4.7 < 


Analysis: (а) The cycle is shown on p—v coordinates іп the accompanying figure. Note that since р = RT/v and tempera- 
ture is constant, the variation of p with 0 for the process from 2 to 3 is nonlinear. 
(b) Using pu = RT, the temperature at state 2 is 


Т, = рш›/К 


To obtain the specific volume v; required by this relationship, note that 0; = 01, so 


v; = RT,/p, 
Combining these two results gives 
2 at 
ө Re Te ( шт) (540°R) = 1080°R < 
Di ] atm 


4.6 Internal Energy, Enthalpy, and Specific Heats of Ideal Gases 


(c) Since pu = RT, the specific volume at state 3 is 


оз = RT;/p3 
Noting that Т, = T>, p, = p,, and К = R/M 
v3 = —— 
й Мр, 
ІСІМ 
Ї 54 Буа аса 5 
Ibmol -°R (1080°R) 
Ib in? in.”/ft” 
2897 (14.7 Ibf/in.*)| 144 in.^/ft' | 
Ibmol 


= Ж ООЙ a 


where the molecular weight of air is from Table T-1E. 


© Carefully note that the equation of state ро = RT requires the use of absolute temperature Т and absolute pressure p. 


ЕД Internal Energy, Enthalpy, and Specific Heats of Ideal Gases 


For a gas obeying the ideal gas model, specific internal energy depends only on tempera- 
ture. Hence, the specific heat c,, defined by Eq. 4.8, is also a function of temperature alone. 
That is, 


d 
с(Т)- a (ideal gas) (4.36) 


This is expressed as an ordinary derivative because u depends only on T. 
By separating variables in Eq. 4.36 


du = c,(T) dT (4.37) 
On integration 


и(Т) — (Т)- | c,(T) ат (ideal gas) (4.38) 


Т, 


Similarly, for а gas obeying the ideal gas model, the specific enthalpy depends only оп 
temperature, so the specific heat c,, defined by Eq. 4.9, is also a function of temperature 
alone. That is 


c(T)-— == (ideal gas) (4.39) 


Separating variables in Eq. 4.39 
dh = c,(T) aT (4.40) 


On integration 


т, 
h(T;) — h(T;) = | c(T)dT (ideal gas) (4.41) 
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An important relationship between the ideal gas specific heats can be developed by dif- 
ferentiating Eq. 4.35 with respect to temperature 


dh _ du 
dT dT 
and introducing Eqs. 4.36 and 4.39 to obtain 


с(Т) = c(T) + R (ideal gas) (4.42) 


On a molar basis, this is written as 


c(T) = (Т) +R (ideal gas) (4.43) 


Although each of the two ideal gas specific heats is a function of temperature, Eqs. 4.42 and 
4.43 show that the specific heats differ by just a constant: the gas constant. Knowledge of 
either specific heat for a particular gas allows the other to be calculated by using only the 
gas constant. The above equations also show that c, > c, and с, >> с,, respectively. 
For an ideal gas, the specific heat ratio, k, is also a function of temperature only 
cT) 


k= ст) (ideal gas) (4.44) 


Since с, > с,, it follows that k > 1. Combining Eqs. 4.42 and 4.44 results in 
КК 
с (1) 23 к= (4.45) 
(ideal gas) 


c,(T) = —— (4.46) 


2 | | | | | 
0 1000 2000 3000 4000 5000 
Temperature, °R 
| | | | 
0 1000 2000 3000 


Temperature, К 


Figure 4.10 Variation of c,/R with temperature for a number of gases modeled as ideal gases. 


4.7 Evaluating Au and Ah of Ideal Gases 


Similar expressions can be written for the specific heats on a molar basis, with R being 
replaced by R. 


Specific Heat Functions. The foregoing expressions require the ideal gas specific heats as 
functions of temperature. These functions are available for gases of practical interest in vari- 
ous forms, including graphs, tables, and equations. Figure 4.10 illustrates the variation of С, 
(molar basis) with temperature for a number of common gases. In the range of temperature 
shown, c, increases with temperature for all gases, except for the monatonic gases Ar, Ne, and 
He. For these, c, is closely constant at the value predicted by kinetic theory: c, = 3R. Tabu- 
lar specific heat data for selected gases are presented versus temperature in Tables T-10. 


Evaluating Au and Ah of Ideal Gases 
Using Ideal Gas Tables 


For a number of common gases, evaluations of specific internal energy and enthalpy changes 
are facilitated by the use of the ideal gas tables, Tables T-9 and T-11, which give u and h (or 
и and Л) versus temperature. 

To obtain enthalpy versus temperature, write Eq. 4.41 as 


ЩТ) = СУ dT + Ты) 


where Т is an arbitrary reference temperature апа A(T.) is an arbitrary value for enthalpy at 
the reference temperature. Tables T-9 and Т-11 are based on the selection л = 0 at Tet = 0 К. 
Accordingly, a tabulation of enthalpy versus temperature is developed through the integral 


T 
ЩТ) = | c,(T) dT (4.47) 
0 


Tabulations of internal energy versus temperature are obtained from the tabulated enthalpy 
values by using и = л — ВТ. 

For air as an ideal gas, Л and и are given in Table T-9 with units of kJ/kg and in Table T-9E 
in units of Btu/Ib. Values of molar specific enthalpy h and internal energy и for several other 
common gases modeled as ideal gases are given in Tables T-11 with units of kJ/kmol or Btu/ 
Ibmol. Quantities other than specific internal energy and enthalpy appearing in these tables are 
introduced in Chap. 7 and should be ignored at present. Tables T-9 and T-11 are convenient for 
evaluations involving ideal gases, not only because the variation of the specific heats with tem- 
perature is accounted for automatically but also because the tables are easy to use. 


For Example... let us use Table T-9 to evaluate the change in specific enthalpy, in kJ/kg, 
for air from a state where 7, = 400 K to a state where Т, = 900 К. At the respective tem- 
peratures, the ideal gas table for air, Table T-9, gives 


J 


k. J 
h, = 400.98 
kg 


k. 
oh, 932.93 
kg 


Then, h, — hy = 531.95 kJ/kg. A 

Assuming Constant Specific Heats 

When the specific heats are taken as constants, Eqs. 4.38 and 4.41 reduce, respectively, to 
u(T;) — (Т) = с.(Т, - T) (4.48) 
A(T) — A(T) = c(T; — Ty) (4.49) 


Equations 4.48 and 4.49 are often used for thermodynamic analyses involving ideal gases 
because they enable simple closed-form equations to be developed for many processes. 


85 


86 


Chapter 4. Evaluating Properties 


The constant values of c, and c, in Eqs. 4.48 апа 4.49 are, strictly speaking, mean values 
calculated as follows: 


Cy = 


Tom PO SRL, 


However, when the variation of c, or c, over a given temperature interval is slight, little error 
is normally introduced by taking the specific heat required by Eq. 4.48 or 4.49 as the arith- 
metic average of the specific heat values at the two end temperatures. Alternatively, the spe- 
cific heat at the average temperature over the interval can be used. These methods are par- 
ticularly convenient when tabular specific heat data are available, as in Tables T-10, for then 
the constant specific heat values often can be determined by inspection. 


Using Computer Software (CD-ROM) 


The next example illustrates the use of the ideal gas tables, together with the closed sys- 
tem energy balance. 


Example 4.8 Using the Energy Balance and Ideal Gas Tables 


A piston-cylinder assembly contains 2 Ib of air at a temperature of 540°R and a pressure of 1 atm. The air is compressed to 
a state where the temperature is 840°R and the pressure is 6 atm. During the compression, there is a heat transfer from the 
air to the surroundings equal to 20 Btu. Using the ideal gas model for air, determine the work during the process, in Btu. 


Solution 


Known: Two pounds of air are compressed between two specified states while there is heat transfer from the air of a known 


amount. 


Find: Determine the work, іп Btu. 


Schematic and Given Data: 


Assumptions: 

1. The air is a closed system. 

2. The initial and final states are equilibrium states. There is no change 
in kinetic or potential energy. 

3. The air is modeled as an ideal gas. 


Т, = 840%. 


T, = 540° 


Figure Е4.8 
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Analysis: An energy balance for the closed system is 
AKE 4 АРЕ 4 AU-Q-W 
where the kinetic and potential energy terms vanish by assumption 2. Solving for W 
22) М-О-А/-0-т(ш = ші) 


From the problem statement, О = —20 Btu. Also, from Table T-9E at T, = 540°R, и = 92.04 Btu/Ib, and at T; = 840°R, и 
= 143.98 Btu/Ib. Accordingly 


W = -20- (2)(143.98 - 92.04) = —123.9 Btu < 


The minus sign indicates that work is done on the system in the process. 


@ Although the initial and final states are assumed to be equilibrium states, the intervening states are not necessarily equi- 
librium states, so the process has been indicated on the accompanying p-v diagram by a dashed line. This dashed line does 
not define a “path” for the process. 


Ө In principle, the work could be evaluated through f p dV, but because the variation of pressure at the piston face with vol- 
ume is not known, the integration cannot be performed without more information. 


The next example illustrates the use of software for problem solving with the ideal gas 
model. The results obtained are compared with those determined assuming the specific heat 
C, is constant. 


Example 4.0 Using the Energy Balance and Software 


One kmol of carbon dioxide gas (CO;) in a piston-cylinder assembly undergoes a constant-pressure process at 1 bar from 
T, = 300 K to T). Plot the heat transfer to the gas, in kJ, versus T, ranging from 300 to 1500 К. Assume the ideal gas model, 
and determine the specific internal energy change of the gas using 

(a) и data from IT. 

(b) a constant c, evaluated at T, from 17. 


Solution (CD-ROM) 


The following example illustrates the use of the closed system energy balance, together 
with the ideal gas model and the assumption of constant specific heats. 


Example 4.10 Using the Energy Balance and Constant Specific Heats 


Two tanks are connected by a valve. One tank contains 2 kg of carbon monoxide gas at 77°C and 0.7 bar. The other tank holds 
8 kg of the same gas at 27°C and 1.2 bar. The valve is opened and the gases are allowed to mix while receiving energy by 
heat transfer from the surroundings. The final equilibrium temperature is 42°C. Using the ideal gas model, determine (a) the 
final equilibrium pressure, in bar; (b) the heat transfer for the process, in kJ. 


Solution 

Known: Two tanks containing different amounts of carbon monoxide gas at initially different states are connected by a valve. 
The valve is opened and the gas allowed to mix while receiving a certain amount of energy by heat transfer. The final equi- 
librium temperature is known. 

Find: Determine the final pressure and the heat transfer for the process. 


Schematic and Given Data: 


Assumptions: 
i The total amount of carbon monoxide gas is a closed system. 
| р туе Тһе сав is modeled as an ideal gas with constant 65: | 
| The gas initially in each tank is in equilibrium. The final state is 
l 2kg, 77°C, 8 kg, 27°C, an equilibrium state. 
1 0.7 bar No energy is transferred to, or from, the gas by work. 
3 There is по change in kinetic or potential energy. 
Tank 1 Tank 2 
Analysis: 
The final equilibrium pressure р, сап be determined from the ideal gas equation of state 
mRT, 
| y 


where m is the sum of the initial amounts of mass present in the two tanks, V is the total volume of the two tanks, and 7; is 
the final equilibrium temperature. Thus 
(m, + т-)ЕТ, 


Ey ay, 


Denoting the initial temperature and pressure in tank 1 as T; апар), respectively, V; = m,RT,/p,. Similarly, if the initial tem- 
perature and pressure in tank 2 are T, and рх, V; = m)RT>/p>. Thus, the final pressure is 


(m, + m )RT; (m, + т,)Т, 
їй eS | (Em (2 | es 
рі | P2 Pı | P2 


(10 kg)(315 K) 
Pr (2 kg)(350 К) (8 kg)(300 K) 
0.7 bar | 1.2 Баг 


Inserting values 


= 1.05 bar 


The heat transfer can be found from an energy balance, which reduces with assumptions 4 and 5 to give 
ae v 
Or 
Q = ШІ; — Ші 
U; is the initial internal energy, given by 
О, = mu(T,) + ти(Т,) 
where Т) and Т, are the initial temperatures of the CO in tanks 1 and 2, respectively. The final internal energy is Uç 
U; = (m, + m3u(T;) 
Introducing these expressions for internal energy, the energy balance becomes 
Q = mjw(T) — «(T))] + m|u(T) - «Т,)| 


Since the specific heat c, is constant (assumption 2) 


О = me,(T; — Tj) + myc,(T; = 7,) 
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Evaluating c, as the mean of the values listed in Table T-10 at 300 К and 350 К, с, = 0.745 kJ/kg : К. Hence 


ч Jos K= 25015) 


Q = (2 СЕА 


2) “(8 «(0245 Zhe K — 300K) 


= +37.25 КІ < 


The plus sign indicates that the heat transfer is into the system. 


@ Since the specific heat c, of CO varies little over the temperature interval from 300 to 350 K (Table T-10), it can be treated 
as a constant. 


Ө As an exercise, evaluate Q using specific internal energy values from the ideal gas table for CO, Table T-11. Observe that 
specific internal energy is given in Table T-11 with units of kJ/kmol. 


4.8 | Polytropic Process of an Ideal Gas 


Recall that a polytropic process of a closed system is described by a pressure—volume rela- 
tionship of the form 


pV" = constant (4.50) 


where п is a constant (Sec. 3.3). For a polytropic process between two states 


РУ = рҮ 
or 
x o 
Pa _ (%) (4.51) 
Р\ V; 


The exponent n тау take on any value from — œ to +, depending on the particular process. 
When п = 0, the process is an isobaric (constant-pressure) process, and when n = + о, the 
process is an isometric (constant-volume) process. 

For a polytropic process 


й ДЕА 
| pav= 27 тап (n #1) (4.52) 
1 == 


for any exponent n except n = 1. When п = 1, 


2 

| раү-рууш2 pi (4.53) 
1 у, 

Example 3.1 provides the details of these integrations. 

Equations 4.50 through 4.53 apply to any gas (or liquid) undergoing a polytropic process. 
When the additional idealization of ideal gas behavior is appropriate, further relations can 
be derived. Thus, when the ideal gas equation of state is introduced into Eqs. 4.51, 4.52, and 
4.53, the following expressions are obtained, respectively: 


T; p» (n — 1)/n V п=1 : 
zs E. (ideal gas) (4.54) 
1 pi 2 
i mR(T, - T) . 
| рау- ax (ideal gas, n # 1) (4.55) 
1 =n 


2 
V. 
| p dV = mRT Inv. (ideal gas, n — 1) (4.56) 
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For an ideal gas, the case n = | corresponds to an isothermal (constant-temperature) process, 
as can readily be verified. In addition, when the specific heats are constant, the value of the 
exponent n corresponding to an adiabatic polytropic process of an ideal gas is the specific 
heat ratio k (see discussion of Eq. 7.36). 

Example 4.11 illustrates the use of the closed system energy balance for a system con- 
sisting of an ideal gas undergoing a polytropic process. 


Example 4.11 Polytropic Process of Air as an Ideal Gas 


Air undergoes a polytropic compression in a piston-cylinder assembly from p, = 1 atm, T, = 70°F to p, = 5 atm. Employ- 
ing the ideal gas model, determine the work and heat transfer per unit mass, in Btu/lb, if п = 1.3. 


Solution 
Known: Air undergoes a polytropic compression process from a given initial state to a specified final pressure. 
Find: Determine the work and heat transfer, each in Btu/Ib. 


Schematic and Given Data: 


i 2 
5atm — 
ї эг AW p 2 Assumptions: 
| рү-1аш | 1. The air is a closed system. 
| Тү=70°Е | : 2. The air behaves as an ideal gas. 
ро! = constant | ро= 5 ат | 3. Тһе compression is polytropic 
—— ш with n = 1.3. 
1 4. There is no change in kinetic or 
1 atm 7 potential energy. 


Figure Е4.11 


Analysis: Тһе work can be evaluated in this case from the expression 


2 
W= | рау 
1 
With Eq. 4.55 
W = R(T, - T) 
m il = то 


The temperature at the final state, T,, is required. This can be evaluated from Eq. 4.54 


(n—1)/n 5 (15355: /1Е5 
Т, r(2 3 20 ) = 768°R 
Pi 1 


The work is then 


Ww R(T, — Т) (526 Btu (ЕЕ - SO) 
m 1-1 28.97 Ib - °R 1-12 
= —54.39 Btu/Ib < 


The heat transfer can be evaluated from an energy balance. Thus 


2 її, 
m т. 


= - 13.34 Bulb < 


(и, — ш) = —54.39 + (131.88 — 90.33) 


where the specific internal energy values аге obtained from Table T-9E. 
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Ө The states visited in the polytropic compression process are shown by the curve on the accompanying p—v diagram. The 


magnitude of the work per unit of mass is represented by the shaded area below the curve. 


14.9| Chapter Summary and Study Guide 


In this chapter, we have considered property relations for a broad range of substances in tab- 
ular, graphical, and equation form. Although computer retrieval of property data has been 
considered, primary emphasis has been placed on the use of tabular data. 

A key aspect of thermodynamic analysis is fixing states. This is guided by the state prin- 
ciple for simple compressible systems, which indicates that the intensive state is fixed by the 
values of two independent, intensive properties. Another important aspect of thermodynamic 
analysis is locating principal states of processes on appropriate diagrams: p—v, Т-0, and p-T 
diagrams. The skills of fixing states and using property diagrams are particularly important 
when solving problems involving the energy balance. 

The ideal gas model is introduced in the second part of this chapter, using the com- 
pressibility factor as a point of departure. This arrangement emphasizes the limitations of 
the ideal gas model. When it is appropriate to use the ideal gas model, we stress that spe- 
cific heats generally vary with temperature, and feature the use of the ideal gas tables in 
problem solving. 

The following checklist provides a study guide for this chapter. When your study of the 
text and end-of-chapter exercises has been completed you should be able to 


* write out the meanings of the terms listed in the margins throughout the chapter and 
understand each of the related concepts. The subset of key terms listed here in the 
margin is particularly important in subsequent chapters. 


* retrieve property data from Tables T-1 through T-11, using the state principle to fix 
states and linear interpolation when required. 


e sketch 7—v, p—v, and p-T diagrams, and locate principal states on such diagrams. 
* apply the closed system energy balance with property data. 


* evaluate the properties of two-phase, liquid-vapor mixtures using Eqs. 4.1, 4.2, 4.6, 
and 4.7. 


* estimate the properties of liquids using Eqs. 4.11, 4.12, and 4.14. 
* apply the incompressible substance model. 


* apply the ideal gas model for thermodynamic analysis appropriately, using ideal gas 
table data or constant specific heat data to determine Au апа Ал. 


Problems 


Using p-v-T Data (d) T = 320% p = 70 Ibf/in? 


4.1 Determine the phase or phases in a system consisting of (e) T = 10°F, p = 14.7 Ibf/in." 
Н,О at the following conditions and sketch p-v and 7-0 dia- 
grams showing the location of each state. 

(a) p = 80 Ibf/inj?, T = 312.07 F. 

(b) p = 80 Ibf/in.2, T = 400°F. 

(c) T = 400“, p = 360 Ibf/in.? 


(a) p = 5 bar, T = 151.9°C. 
(b) p = 5 bar, T = 200°C. 


state principle 


simple compressible 
system 


p-v-T surface 

p-v, То, p- T diagrams 

saturation temperature 

saturation pressure 

two-phase, liquid-vapor 
mixture 

quality 

enthalpy 

specific heats с,, Cy 

ideal gas model 


4.2 Determine the phase or phases in a system consisting of 
Н,О at the following conditions and sketch p-v and 7-0 dia- 
grams showing the location of each state. 
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(с) Т = 200°C, р = 2.5 MPa. 
(d) T = 160°C, p = 4.8 bar. 
(е) T = —12°C, p = 1 bar. 

4.3 Data encountered in solving problems often do not fall ex- 
actly on the grid of values provided by property tables, and 
linear interpolation between adjacent table entries becomes 
necessary. The following table lists temperatures and specific 
volumes of water vapor at two pressures: 


p = 1.0 MPa p = 1.5 MPa 
TCC) v(m*/kg) ТОС) v(m*/kg) 
200 0.2060 200 0.1325 
240 0.2275 240 0.1483 
280 0.2480 280 0.1627 


(a) Determine the specific volume at T = 240°C, p = 1.25 
MPa, in m*/kg. 

(b) Determine the temperature at p = 1.5 MPa, v = 0.1555 
m*/kg, in °C. 

(c) Determine the specific volume at T = 220°C, p = 1.4 MPa, 
in m*/kg. 

4.4 Data encountered in solving problems often do not fall ex- 
actly on the grid of values provided by property tables, and 
linear interpolation between adjacent table entries becomes 
necessary. The following table lists temperatures and specific 
volumes of ammonia vapor at two pressures: 


р = 50 Ibf/in? р = 60 Ibf/in? 


TCF) v(ft/Ib) TCF) v(ft/Ib) 
100 6.836 100 5.659 
120 7.110 120 5.891 
140 7.380 140 6.120 


(a) Determine the specific volume at Т = 120°F, p = 54 
Ibf/in.?, in ft/lb. 

(b) Determine the temperature at p — 60 Ibf/in.?, v — 5.982 
ft/lb, in °F. 

(c) Determine the specific volume at T= 110°F, p = 58 
Ibf/in.’, in ft/lb. 


4.5 Determine the quality of a two-phase liquid-vapor mixture of 
(a) H,O at 100°C with a specific volume of 0.8 m*/kg. 

(b) Refrigerant 134a at 0°С with a specific volume of 0.7721 
cm/s. 

4.6 Determine the quality of a two-phase liquid—vapor mixture of 
(a) Н,О at 100 Ibf/in? with a specific volume of 3.0 ТОЛЫ. 
(b) Refrigerant 134a at —40°F with a specific volume of 

5.7173 ft/lb. 


47 Ten kg of a two-phase, liquid—vapor mixture of methane 
(CH,) exists at 160 Кіп a 0.3 т? tank. Determine the quality 
of the mixture, if the values of specific volume for saturated 
liquid and saturated vapor methane at 160 К are v; = 2.97 X 
1077 m?/kg and Us = 3.94 X 1072 m?/kg, respectively. 


4.8 А two-phase liquid-vapor mixture of H,O at 200 Ibf/in.? 
has a specific volume of 1.5 ft?/Ib. Determine the quality of a 
two-phase liquid-vapor mixture at 100 Ibf/in.? with the same 
specific volume. 


4.9 Determine the volume, in ft, occupied by 2 Ib of H,O at a 
pressure of 1000 Ibf/in.? and 
(a) a temperature of 600°F. 
(b) a quality of 80%. 
(c) a temperature of 200°F. 


4.10 Calculate the volume, in m?, occupied by 2 kg of a two- 
phase liquid—vapor mixture of Refrigerant 134a at — 10°C with 
a quality of 8096. 


4.11 A two-phase liquid-vapor mixture of H,O has a tempera- 
ture of 300°C and occupies a volume of 0.05 m?. The masses 
of saturated liquid and vapor present are 0.75 kg and 2.26 kg, 
respectively. Determine the specific volume of the mixture, in 
m/kg. 

4.12 (CD-ROM) 


4.13 Five kilograms of H,O are contained іп a closed rigid tank 
at an initial pressure of 20 bar and a quality of 50%. Heat trans- 
fer occurs until the tank contains only saturated vapor. Determine 
the volume of the tank, іп т", and the final pressure, in bar. 
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4.15 Two thousand kg of water, initially a saturated liquid at 
150°C, is heated in a closed, rigid tank to a final state where 
the pressure is 2.5 MPa. Determine the final temperature, in 
*C, the volume of the tank, in m?, and sketch the process on 
T-v and р-о diagrams. 


4.16 Steam is contained in a closed rigid container. Initially, the 
pressure and temperature of the steam are 15 bar and 240°C, 
respectively. The temperature drops as a result of heat transfer 
to the surroundings. Determine the pressure at which conden- 
sation first occurs, in bar, and the fraction of the total mass 
that has condensed when the temperature reaches 100°C. What 
percentage of the volume is occupied by saturated liquid at the 
final state? 


4.17 Water vapor is heated in a closed, rigid tank from satu- 
rated vapor at 160°C to a final temperature of 400°C. Deter- 
mine the initial and final pressures, in bar, and sketch the 
process оп 7-0 and p-v diagrams. 


4.18 (CD-ROM) 


4.19 А two-phase liquid-vapor mixture of H,O is initially at a 
pressure of 30 bar. If on heating at fixed volume, the critical 
point is attained, determine the quality at the initial state. 


4.200 (CD-ROM) 


4.21 Three Ib of saturated water vapor, contained in a closed 
rigid tank whose volume is 13.3 ЇГ, is heated to a final tem- 
perature of 400?F. Sketch the process on а Т-о diagram. 
Determine the pressures at the initial and final states, each in 
Ibf/in.? 


4.22 Refrigerant 134a undergoes a constant-pressure process at 
1.4 bar from T, = 20°C to saturated vapor. Determine the work 
for the process, in kJ per kg of refrigerant. 
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4.24 Two pounds mass of Refrigerant 134a, initially at p, = 
180 lbf/in.? and T, = 120°F, undergo a constant-pressure 
process to a final state where the quality is 76.5%. Determine 
the work for the process, in Btu. 


4.25 Water vapor initially at 3.0 MPa and 300°C is contained 
within a piston—cylinder assembly. The water is cooled at con- 
stant volume until its temperature is 200°C. The water is then 
condensed isothermally to saturated liquid. For the water as 
the system, evaluate the work, in kJ/kg. 


4.26 А piston-cylinder assembly contains 0.04 Ib of Refriger- 
ant 134a. The refrigerant is compressed from an initial state 
where p, = 10 Ibf/in? and T, = 20°F to а final state where 
p; = 160 Ibf/in.? During the process, the pressure and specific 
volume are related by ро — constant. Determine the work, in 
Btu, for the refrigerant. 


4.27 (CD-ROM) 
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Using u-h Data 


4.29 Using the tables for water, determine the specified prop- 
erty data at the indicated states. In each case, locate the state 
on sketches of the p-v and Т-о diagrams. 

(а) At p = 3 bar, T = 240°C, find v in m"/kg and и іп kJ/kg. 
(b) At p = 3 bar, v = 0.5 m*/kg, find T in °C and иіп kJ/kg. 
(c) At T = 400°C, p = 10 bar, find v in m*/kg and A in kJ/kg. 
(d) At T = 320°C, v = 0.03 m?/kg, find p in MPa and иіп 

kJ/kg. 

(e) Atp = 28 MPa, T = 520°C, find v in m/kg and h in kJ/kg. 
(f) At T = 100°C, x = 60%, find p in bar and v іп m*/kg. 

(в) At T = 10°C, v = 100 m?/kg, find p in kPa and л in kJ/kg. 
(h) At p = 4 MPa, Т = 160°C, find v in m"/kg and и in kJ/kg. 

4.30 Using the tables for water, determine the specified prop- 
erty data at the indicated states. In each case, locate the state 
on sketches of the p-v and 7—v diagrams. 

(а) Atp = 20 lbffin.?, T = 400*F, find v in ft//Ib and шіп Btu/Ib. 

(b) At p = 20 Ibf/in.?, v = 16 ft*/b, find T in °F and u in Btu/Ib. 

(c) At T = 900°F, p = 170 Ibf/in., find v in ft/lb and h in 
Btu/lb. 

(d) At T = 6007 F, v = 0.6 ft?/lb, find pin Ibf/in.? and иіп Btu/Ib. 

(e) At p = 700 Ibf/in.?, T = 650°F, find v in ft/lb and h in 
Btu/lb. 

(f) At T = 400%, x = 90%, find p in Ibf/in.? and v in ft?/Ib. 

(в) At T = 40°F, v = 1950 ft/lb, find p in Ibf/in.? and h in 


Btu/lb. 
(h) At p = 600 Ibf/in.?, T = 320%, find v in ГЁЛЬ and и in 
Btu/lb. 
4.31 (CD-ROM) 


4.32 (CD-ROM) 


4.33 А quantity of water is at 15 MPa and 100°C. Evaluate the 
specific volume, in m*/kg, and the specific enthalpy, in kJ/kg, 
using 
(a) data from Table T-5. 

(b) saturated liquid data from Table T-2. 
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4.34 Evaluate the specific volume, in ft/lb, and the specific en- 
thalpy, in Btu/Ib, of water at 200°F and a pressure of 2000 Ibf/in.? 


4.35 Evaluate the specific volume, in ft*/Ib, and the specific еп- 
thalpy, in Btu/Ib, of Refrigerant 134a at 95°F and 150 Ibf/in? 


4.36 Evaluate the specific volume, in m*/kg, and the specific 
enthalpy, in kJ/kg, of Refrigerant 134a at 41°С апа 1.4 MPa. 


4.37 (CD-ROM) 


Using the Energy Balance with Property Data 


4.38 A closed, rigid tank contains 3 kg of saturated water va- 
por initially at 140°C. Heat transfer occurs, and the pressure 
drops to 200 kPa. Kinetic and potential energy effects are neg- 
ligible. For the water as the system, determine the amount of 
energy transfer by heat, in kJ. 


4.39 Refrigerant 134a is compressed with no heat transfer in a 
piston-cylinder assembly from 30 Ibf/in.?, 20°F to 160 Ibf/in.? 
The mass of refrigerant is 0.04 Ib. For the refrigerant as the 
system, W — —0.56 Btu. Kinetic and potential energy effects 
are negligible. Determine the final temperature, in °F. 


4.40 Saturated liquid water contained in a closed, rigid tank is 
cooled to а final state where the temperature is 50°С and the 
masses of saturated vapor and liquid present are 0.03 and 
1999.97 kg, respectively. Determine the heat transfer for the 
process, in kJ. 


4.41 Refrigerant 134a undergoes a process for which the 
pressure-volume relation is ро" = constant. The initial and 
final states of the refrigerant are fixed by p, — 200 kPa, 
T, = —10°С and p, = 1000 kPa, Т, = 50°С, respectively. Cal- 
culate the work and heat transfer for the process, each in kJ 
per kg of refrigerant. 


4.42 A rigid, well-insulated tank contains a two-phase mixture 
consisting of 0.07 Ib of saturated liquid water and 0.07 Ib of 
saturated water vapor, initially at 20 Ibf/in.? A paddle wheel 
stirs the mixture until only saturated vapor remains in the tank. 
Kinetic and potential energy effects are negligible. For the 
water, determine the amount of energy transfer by work, in Btu. 


4.43 (CD-ROM) 
4.44 (CD-ROM) 
4.45 (CD-ROM) 
4.46 Five kilograms of water, initially a saturated vapor at 


100 kPa, are cooled to saturated liquid while the pressure is 
maintained constant. Determine the work and heat transfer for 
the process, each in kJ. Show that the heat transfer equals the 
change in enthalpy of the water in this case. 


4.47 А system consisting of 2 lb of water vapor, initially at 
300°F and occupying a volume of 20 f£), is compressed isother- 
mally to a volume of 9.05 #. The system is then heated at 
constant volume to a final pressure of 120 Ibf/in.? During the 
isothermal compression there is energy transfer by work of 
magnitude 90.8 Btu into the system. Kinetic and potential en- 
ergy effects are negligible. Determine the heat transfer, in Btu, 
for each process. 
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4.48 (CD-ROM) 
4.49 (CD-ROM) 
4.50 (CD-ROM) 
4.51 (CD-ROM) 
4.52 (CD-ROM) 
4.53 (CD-ROM) 
4.54 А system consisting of 1 kg of H,O undergoes a power 


cycle composed of the following processes: 


Process 1-2: Constant-pressure heating at 10 bar from satu- 
rated vapor. 


Process 2-3: Constant-volume cooling to p, = 5 bar, T; = 


160°C. 
Process 3-4: Isothermal compression with Оз; = —815.8 kJ. 
Process 4-1: Constant-volume heating. 


Sketch the cycle on 7-р and р-о diagrams. Neglecting kinetic 
and potential energy effects, determine the thermal efficiency. 


4.55 А well-insulated copper tank of mass 13 kg contains 4 kg 
of liquid water. Initially, the temperature of the copper is 27°C 
and the temperature of the water is 50°C. An electrical resis- 
tor of neglible mass transfers 100 kJ of energy to the contents 
of the tank. The tank and its contents come to equilibrium. 
What is the final temperature, in °C? 


4.56 А steel bar (AISI 316) of mass 50 lb, initially at 200°F, is 
placed іп an open tank together with 5 ft of liquid water, 
initially at 70°F. For the water and the bar as the system, 
determine the final equilibrium temperature, in °F, ignoring 
heat transfer between the tank and its surroundings. 


Using Generalized Compressibility Data (CD-ROM) 


4.57 (CD-ROM) 
4.58 (CD-ROM) 
4.59 (CD-ROM) 
4.60 (CD-ROM) 
4.61 (CD-ROM) 
4.62 (CD-ROM) 
4.63 (CD-ROM) 


Using the Ideal Gas Model 


4.64 А tank contains 0.042 т? of oxygen at 21°C and 15 MPa. 
Determine the mass of oxygen, in kg, using the ideal gas model. 


4.65 Show that water vapor can be accurately modeled as ап 
ideal gas at temperatures below about 60°С (140°F). 


4.66 Determine the percent error in using the ideal gas model 
to determine the specific volume of 
(a) water vapor at 2000 Ibf/in.?, 700°F. 
(b) water vapor at 1 Ibf/in.?, 200°F. 


4.67 Check the applicability of the ideal gas model for Refrig- 
erant 134a at a temperature of 80°С and a pressure of 


(a) 1.6 MPa. 
(b) 0.10 MPa. 


4.68 Determine the temperature, in K, of 5 kg of air at a pres- 
sure of 0.3 MPa and a volume of 2.2 m°. Ideal gas behavior 
can be assumed for air under these conditions. 


4.69 А 40-fÜ tank contains air at 560°R with a pressure of 
50 Ibf/in.” Determine the mass of the air, in Ib. Ideal gas 
behavior can be assumed for air under these conditions. 


4.70 Compare the densities, in kg/m’, of helium and air, each 
at 300 K, 100 kPa. Assume ideal gas behavior. 


4.71 Assuming the ideal gas model, determine the volume, in 
ft, occupied by 1 Ibmol of carbon dioxide (СО,) gas at 
200 Ibf/in.? and 600°R. 


Using the Energy Balance with the Ideal Gas Model 


472 А rigid tank, with a volume of 2 ft^, contains air initially at 
20 Ibf/in?, 500°В. If the air receives a heat transfer of magnitude 
6 Btu, determine the final temperature, in °R, and the final pres- 
sure, in Ibf/in? Assume ideal gas behavior, and use 
(a) a constant specific heat value from Table T-10E evaluated 
at 500°. 
(b) data from Table T-9E. 


4.73 One kilogram of air, initially at 5 bar, 350 K, and 3 kg 
of carbon dioxide (CO,), initially at 2 bar, 450 K, are con- 
fined to opposite sides of a rigid, well-insulated container, as 
illustrated in Fig. P4.73. The partition is free to move and al- 
lows conduction from one gas to the other without energy 
storage in the partition itself. The air and carbon dioxide each 
behave as ideal gases. Determine the final equilibrium tem- 
perature, in K, and the final pressure, in bar, assuming con- 
stant specific heats. 


Partition Ёс Figure Р4.73 

4.74 Argon (Ar) gas initially at 1 bar, 100 К undergoes a 
polytropic process, with n = k, to a final pressure of 
15.59 bar. Determine the work and heat transfer for the 
process, each in kJ per kg of argon. Assume ideal gas be- 
havior with c, = 2.5 К. 

4.75 Carbon dioxide (СО,) gas, initially at T, = 530°R, p, = 
15 Ibf/in.?, and V, = 1 ft, is compressed in a piston—cylinder 
assembly. During the process, the pressure and specific vol- 
ume are related by pv'? = constant. The amount of energy 
transfer to the gas by work is 45 Btu per lb of CO). Assum- 
ing ideal gas behavior, determine the final temperature, in °R, 
and the heat transfer, in Btu per Їр of gas. 


4.76 А gas is confined to one side of a rigid, insulated con- 
tainer divided by a partition. The other side is initially evac- 
uated. The following data are known for the initial state of 
the gas: p, = 3 bar, T, = 380 К, and V, = 0.025 m°. When 
the partition is removed, the gas expands to fill the entire 
container and achieves a final equilibrium pressure of 
1.5 bar. Assuming ideal gas behavior, determine the final vol- 
ume, іп m’. 

477 (CD-ROM) 

4.78 (CD-ROM) 

4.79 (CD-ROM) 


4.80 А piston—cylinder assembly contains 1 kg of nitrogen gas 
(№). The gas expands from an initial state where T, = 700 К 
and p, — 5 bar to a final state where p; — 2 bar. During the 
process the pressure and specific volume are related by ро! = 
constant. Assuming ideal gas behavior and neglecting kinetic 
and potential energy effects, determine the heat transfer during 
the process, in kJ, using 
(а) a constant specific heat evaluated at 300 К. 

(b) a constant specific heat evaluated at 700 K. 
(c) data from Table T-11. 


4.81 Airis compressed adiabatically from p, = 1 bar, T, = 300 К 
to p, = 15 bar, 0; = 0.1227 m*/kg. The air is then cooled at 
constant volume to Т; - 300 K. Assuming ideal gas behavior, 
and ignoring kinetic and potential energy effects, calculate the 
work for the first process and the heat transfer for the second 
process, each in kJ per kg of air. Solve the problem each of two 
ways: 
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(a) using data from Table T-9. 
(b) using a constant specific heat evaluated at 300 K. 


4.82 A system consists of 2 kg of carbon dioxide gas initially 
at state 1, where p, = 1 bar, T, = 300 К. The system undergoes 
a power cycle consisting of the following processes: 


Process 1-2: constant volume to p; = 4 bar 
Process 2-3: expansion with pv” = constant 
Process 3-1: constant-pressure compression 


Assuming the ideal gas model and neglecting kinetic and po- 
tential energy effects, 

(a) sketch the cycle on ар-о diagram. 

(b) determine the thermal efficiency. 


4.83 Опе Ib of air undergoes a power cycle consisting of the 
following processes: 


Process 1-2: constant volume from p, = 20 ІЫ а>, T, = 
500°R to 7, = 820°R 

Process 2-3: adiabatic expansion to р; = 1.40, 

Process 3-1: constant-pressure compression 


Sketch the cycle оп a p-v diagram. Assuming ideal gas be- 
havior, determine 

(a) the pressure at state 2, in Ibf/in.? 

(b) the temperature at state 3, in°R. 

(c) the thermal efficiency of the cycle. 


4.84 (CD-ROM) 


4.12. Ammonia is stored іп a tank with a volume of 0.21 т". 
Determine the mass, in kg, assuming saturated liquid at 20°С. 
What is the pressure, in kPa? 


4.14 A rigid tank contains 5 Ib of a two-phase, liquid-vapor 
mixture of Н,О, initially at 260°F with a quality of 0.6. Heat 
transfer to the contents of the tank occurs until the tempera- 
ture is 320°F. Show the process on a р-о diagram. Determine 
the mass of vapor, in 16, initially present in the tank and the 
final pressure, in Ibf/in.? 


4.18 Ammonia undergoes an isothermal process from an initial 
state at T, = 80°F and v, = 10 ft/lb to saturated vapor. De- 
termine the initial and final pressures, in Ibf/in.?, and sketch 
the process on 7—v and p-v diagrams. 


4.20 А two-phase liquid-vapor mixture of H,O is initially at a 
pressure of 450 Ibf/in.? If on heating at fixed volume, the crit- 
ical point is attained, determine the quality at the initial state. 


4.23 Three Ib of water vapor is compressed at a constant pres- 
sure of 100 Ibf/in.? from a volume of 14.8 ft? to a volume of 
13.3 f. Determine the temperatures at the initial and final 
states, each in °F, and the work for the process, in Btu. 

4.27 Two kilograms of Refrigerant 22 undergo a process for 
which the pressure-volume relation is pu! = constant. The 
initial state of the refrigerant is fixed by p, — 2 bar, T, — 
—20°C, and the final pressure is p; = 10 bar. Calculate the 
work for the process, in kJ. 


4.28 Refrigerant 134a in а piston-cylinder assembly undergoes 
a process for which the pressure-volume relation is pu! ^* = 
constant. At the initial state, p, = 200 kPa, T, = —10°C. The 
final temperature is T; = 50°С. Determine the final pressure, in 
kPa, and the work for the process, in kJ per kg of refrigerant. 


4.31 Determine the values of the specified properties at each of 

the following conditions. 

(a) For Refrigerant 134a at T = 60°C and v = 0.072 m*/kg, 
determine p in kPa and Л in kJ/kg. 

(b) For ammonia at p = 8 bar and v = 0.005 m*/kg, deter- 
mine Тіп °C and и in kJ/kg. 

(c) For Refrigerant 22 at T = —10°С and и = 200 kJ/kg, de- 
termine p in bar and v іп m*/kg. 


4.32 Determine the values of the specified properties at each of 

the following conditions. 

(a) For Refrigerant 134a at p = 140 Ibf/in[? and A = 100 
Btu/Ib, determine Т in °F and v in ft*/lb. 

(b) For ammonia at T = 0°F and v = 15 ft*/Ib, determine p in 
Ibf/in.? and h in Btu/lb. 

(c) For Refrigerant 22 at T = 30°F and v = 1.2 ft/lb, deter- 
mine p in Ibf/in? and h in Btu/lb. 


4.37 Evaluate the specific volume, in m*/kg, and the specific 
enthalpy, in kJ/kg, of Refrigerant 22 at 30°С and 2000 kPa. 


4.43 Calculate the heat transfer, in Btu, for the process de- 
scribed in Problem 4.26. 


4.44 Refrigerant 134a vapor in a piston—cylinder assembly un- 
dergoes a constant-pressure process from saturated vapor at 
8 bar to 50°С. For the refrigerant, determine the work and heat 


transfer, per unit mass, each in kJ/kg. Changes in kinetic and 
potential energy are negligible. 


4.45 А piston-cylinder assembly contains a two-phase liquid- 
vapor mixture of ammonia initially at 500 kPa with a quality 
of 98%. Expansion occurs to a state where the pressure is 
150 kPa. During the process the pressure and specific volume 
are related by pv — constant. For the ammonia, determine the 
work and heat transfer per unit mass, each in kJ/kg. 


4.48 А two-phase liquid—vapor mixture of H,O with an initial 
quality of 2596 is contained in a piston-cylinder assembly as 
shown in Fig. P4.48. The mass of the piston is 40 kg, and its di- 
ameter is 10 cm. The atmospheric pressure of the surroundings 
is 1 bar. The initial and final positions of the piston are shown 
on the diagram. As the water is heated, the pressure inside the 
cylinder remains constant until the piston hits the stops. Heat 
transfer to the water continues until its pressure is 3 bar. Fric- 
tion between the piston and the cylinder wall is negligible. De- 
termine the total amount of heat transfer, in J. Let g = 9.81 m/s’. 


Pam = 100 kPa 


IX) 


Diameter - 10 cm 
Mass - 40 kg 


Initial quality 
x, = 2596 


Figure P4.48 


4.49 Two kilograms of Refrigerant 22, initially at 6 bar and oc- 
cupying a volume of 0.06 m’, undergoes a process at constant 
pressure until the volume has increased by 5096. Kinetic and 
potential energy effects are negligible. Determine the work and 
heat transfer for the process, each in kJ. 


4.50 Ammonia in a piston-cylinder assembly undergoes two 
processes in series. At the initial state, p; = 120 Ibf/in? and the 
quality is 10096. Process 1—2 occurs at constant volume until the 
temperature is 100?F. The second process, from state 2 to state 
3, occurs at constant temperature, with О»; = —98.9 Btu, until 
the quality is again 100%. Kinetic and potential energy effects 
are negligible. For 2.2 lb of ammonia, determine (a) the heat trans- 
fer for Process 1-2 and (b) the work for Process 2-3, each іп Btu. 


4.51 Ammonia vapor is compressed іп a piston—cylinder as- 
sembly from saturated vapor at —20°С to a final state where 
р» = 9 bar and T, = 88°C. During the process, the pressure 
and specific volume are related by pv" — constant. Neglecting 
kinetic and potential energy effects, determine the work and 
heat transfer per unit mass of ammonia, each in kJ/kg. 


4.52 А system consisting of 2 kg of ammonia undergoes a су- 
cle composed of the following processes: 


Process 1-2: constant volume from p, = 10 bar, x, = 0.6 to 
saturated vapor 


Process 2-3: constant temperature to р; = рі, Оз = +228 kJ 


Process 3-1: constant pressure 


Sketch the cycle on p-v and T-v diagrams. Neglecting kinetic 
and potential energy effects, determine the net work for the cy- 
cle and the heat transfer for each process, all in kJ. 


4.53 А system consisting of 1 Ib of Refrigerant 22 undergoes 
a cycle composed of the following processes: 


Process 1-2: constant pressure from p, = 30 Ibf/in?, x, = 
0.95 to T, = 40°F 
Process 2-3: constant temperature to saturated vapor with 


W» = —11.82 Btu 


Process 3-1: adiabatic expansion 


Sketch the cycle on p-v and T-v diagrams. Neglecting kinetic 
and potential energy effects, determine the net work for the 
cycle and the heat transfer for each process, all in Btu. 


4.57 Determine the compressibility factor for water vapor at 
100 bar and 400°C, using 
(a) data from the compressibility chart. 
(b) data from the steam tables. 


4.58 Determine the volume, in m?, occupied by 40 kg of 
nitrogen (№) at 17 MPa, 180 К. 


4.59 Nitrogen (№) occupies a volume of 6 f? at 360°R, 
3000 Ibf/in.? Determine the mass of nitrogen, in Ib. 


4.60 Determine the pressure, in Ibf/in.?, of carbon dioxide (CO;) 
at 600°R and a specific volume of 0.172 ft/lb. 


4.61 А rigid tank contains 0.5 kg of oxygen (O;) initially at 
30 bar and 200 K. The gas is cooled and the pressure drops to 
20 bar. Determine the volume of the tank, in т?, and the final 
temperature, in K. 


4.62 Five kg of butane (С,Н,,) in a piston-cylinder assembly 
undergo a process from p, = 5 MPa, T, = 500 К to р = 
3 MPa, Т, = 450 К during which the relationship between 
pressure and specific volume is pv" — constant. Determine the 
Work, in kJ. 


4.63 Two Ibmol of ethylene (C,H,), initially at 213 Ibf/in.?, 
612°R, is compressed at constant pressure in a piston—cylinder 
assembly. For the gas, W = —800 Btu. Determine the final 
temperature, in °R. 


4.77 Two uninsulated, rigid tanks contain air. Initially, tank A 
holds 1 Ib of air at 1440°R, and tank B has 2 Ib of air at 
900°R. The initial pressure in each tank is 50 Ibf/in.? A valve 
in the line connecting the two tanks is opened and the con- 
tents are allowed to mix. Eventually, the contents of the tanks 
come to equilibrium at the temperature of the surroundings, 
520°R. Assuming the ideal gas model, determine the amount 
of energy transfer by heat, in Btu, and the final pressure, in 
Ibf/in. 


4.78 Two kilograms of a gas with molecular weight 28 аге con- 
tained in a closed, rigid tank fitted with an electric resistor. The 
resistor draws a constant current of 10 amp at a voltage of 12 V 
for 10 min. Measurements indicate that when equilibrium is 
reached, the temperature of the gas has increased by 40.3°C. 
Heat transfer to the surroundings is estimated to occur at a con- 
stant rate of 20 W. Assuming ideal gas behavior, determine an 
average value of the specific heat c,, in kJ/kg; К, of the gas 
in this temperature interval based on the measured data. 


4.79 A rigid tank initially contains 3 kg of air at 500 kPa, 290 К. 
The tank is connected by a valve to a piston—cylinder assembly 
oriented vertically and containing 0.05 m? of air initially at 
200 kPa, 290 K. Although the valve is closed, a slow leak al- 
lows air to flow into the cylinder until the tank pressure falls 
to 200 kPa. The weight of the piston and the pressure of the 
atmosphere maintain a constant pressure of 200 kPa in the 
cylinder; and owing to heat transfer, the temperature stays 
constant at 290 K. For the air, determine the total amount of 
energy transfer by work and by heat, each in kJ. Assume ideal 
gas behavior. 


4.84 Air undergoes a polytropic process in a piston-cylinder 
assembly from p, = 14.7 Ibf/in?, T, = 70°F to p, = 100 Ibf/in.? 
Plot the work and heat transfer, each in Btu per Ib of air, for 
polytropic exponents ranging from 1.0 to 1.6. Also investigate 
the error in the heat transfer introduced by assuming constant 
c, evaluated at 70°F. Discuss. 


4.3.3 Evaluating Properties Using Computer Software 


The use of computer software for evaluating thermodynamic properties is becoming preva- 
lent in engineering. Computer software falls into two general categories: those that provide 
data only at individual states and those that provide property data as part of a more general 
simulation package. The software available with this text, Interactive Thermodynamics: IT, 
is a tool that can be used not only for routine problem solving by providing data at individ- 
ual state points, but also for simulation and analysis. 

IT provides data for all substances in the extended set of property tables included on the 
CD. Generally, data are retrieved by simple call statements that are placed in the workspace 
of the program. 


For Example... consider the two-phase, liquid—vapor mixture at state 1 of Example 4.1 
for which p = 1 bar, о = 0.8475 m*/kg. The following illustrates how data for saturation 
temperature, quality, and specific internal energy are retrieved using /T. The functions for 
T, v, and u are obtained by selecting Water/Steam from the Properties menu. Choosing SI 
units from the Units menu, with p in bar, T in “С, and amount of substance in kg, the 17 
program is 


p = 1 // bar 

v = 0.8475 // m? /kg 

T 2 Tsat P("Water/Steam", р) 

v = vsat Px("Water/Steam", р,х) 
и = usat Px(Water/Steam", p,x) 


Clicking the Solve button, the software returns values of T = 99.63°C, x = 0.5, and u = 
1462 kJ/kg. These values can be verified using data from Table T-3. Note that text inserted 
between the symbol // and а line return is treated as a comment. А 


The previous example illustrates an important feature of /T. Although the quality, x, is im- 
plicit in the list of arguments in the expression for specific volume, there is no need to solve 
the expression algebraically for x. Rather, the program can solve for x as long as the num- 
ber of equations equals the number of unknowns. 

IT also retrieves property values in the superheat region. For Example... consider 
superheated ammonia vapor at p = 20 Ibf/in? and T = 77°F. Selecting Ammonia from the 
Properties menu and choosing English units from the Units menu, data for specific volume, 
internal energy, and enthalpy are obtained from /Т as follows: 


p = 20 // Ibf/in? 

T=77 // °F 
v=v_PT(“Ammonia”, p,T) 
u-u PT("Ammonia", p,T) 
h-h PT("Ammonia", p,T) 


Clicking the Solve button, the software returns values of v — 16.67 ТОЛЬ, и = 593.7 ВшлЛЬ, 
and Л = 655.3 Btu/lb, respectively. These values agree closely with the respective values ob- 
tained by interpolation in Table T-17E, as can be verified. А 


Other features of Interactive Thermodynamics: IT are illustrated through subsequent ex- 
amples. The use of computer software for engineering analysis is a powerful approach. Still, 
there are some rules to observe: 


© Software complements and extends careful analysis, but does not substitute for it. 


* Computer-generated values should be checked selectively against hand-calculated, or 
otherwise independently determined values. 


e Computer-generated plots should be studied to see if the curves appear reasonable 
and exhibit expected trends. 


Example 4.5 Plotting Thermodynamic Data Using Software 


Solution 

Known: A two-phase liquid—vapor mixture of water in a closed, rigid container is heated on a hot plate. The initial 
pressure and quality are known. The pressure at the final state ranges from 1 to 2 bar. 

Find: Plot the heat transfer and the mass of saturated vapor present, each versus pressure at the final state. Discuss. 


Schematic and Given Data: See Figure E4.1. 


Assumptions: 

1. There is no work. 

2. Kinetic and potential energy effects are negligible. 
3. See Example 4.1 for other assumptions. 


Analysis: The heat transfer is obtained from the energy balance. With assumptions 1 and 2, the energy balance reduces to 


AU + AKE + APE 0) ГА 


ог 
О = т(и — ш) 


Selecting Water/Steam from the Properties menu and choosing SI Units from the Units menu, (һе /Т program for obtaining 
the required data and making the plots is 


// Given data—State 1 


p1 = 1 // bar 
ХІ = OS) 
V = 0.5 // m? 


// Evaluate property data — State 1 
v1 = vsat. Px("Water/Steam", р1,х1) 
u1 = usat Px("Water/Steam", p1,x1) 
// Calculate the mass 
m = V/v1 
// Fix state 2 
WE SW 
p2 = 1.5 // bar 
// Evaluate property data— State 2 
v2 = уа! Px("Water/Steam", p2,x2) 
u2 = usat Px("Water/Steam", р2,х2) 
// Calculate the mass of saturated vapor present 
mg2 - x2*m 
// Determine the pressure for which the quality is unity 
v3 = v1 
v3 = уѕаї Px("Water/Steam", p3,1) 
// Energy balance to determine the heat transfer 
т*(02- и1) = О -М 
W=0 


Click the Solve button to obtain a solution for p; = 1.5 bar. The program returns values of v, = 0.8475 m*/kg and т = 0.59 kg. 
Also, агр; = 1.5 bar, the program gives m,» = 0.4311 kg. These values agree with the values determined in Example 4.1. 


Now that the computer program has been verified, use the Explore button to vary pressure from 1 to 2 bar іп steps of 0.1 
bar. Then, use the Graph button to construct the required plots. The results are: 


600 0.6 
500 Г- 0.5 
400|- 0.4 
т E. 
c 300 E 0.3 г а 
200|- 0.2 |- 
100 Г- 011- 
0 | | | | | | | | 0 | | | | | | | | | 
1 1.1 1.2 13 14 1.5 16 1.7 18 1.9 2 1 1.1 1.2 13 14 15 1.6 1.7 1.8 1.9 2 
Pressure, bar Pressure, bar 


We conclude from the first of these graphs that the heat transfer to the water varies directly with the pressure. The plot of m, 
shows that the mass of saturated vapor present also increases as the pressure increases. Both of these results are in accord 
with expectations for the process. 


@ Using the Browse button, the computer solution indicates that the pressure for which the quality becomes unity is 2.096 
bar. Thus, for pressures ranging from 1 to 2 bar, all of the states are in the two-phase liquid—vapor region. 


reduced pressure 
and temperature 


generalized 
compressibility chart 


Generalized Compressibility Data 


Figure 4.8 gives the compressibility factor for hydrogen versus pressure at specified values 
of temperature. Similar charts have been prepared for other gases. When these charts are 
studied, they are found to be qualitatively similar. Further study shows that when the coor- 
dinates are suitably modified, the curves for several different gases coincide closely when 
plotted together on the same coordinate axes, and so quantitative similarity also can be 
achieved. This is referred to as the principle of corresponding states. In one such approach, 
the compressibility factor Z is plotted versus a dimensionless reduced pressure pp and 
reduced temperature Tp, defined as 


(4.28) 


where p, and T, denote the critical pressure and temperature, respectively. This results in a 
generalized compressibility chart of the form Z = f (pp, Тр). Figure 4.9 shows experimen- 
tal data for 10 different gases on a chart of this type. The solid lines denoting reduced 
isotherms represent the best curves fitted to the data. 

A generalized chart more suitable for problem solving than Fig. 4.9 is given in the Ap- 
pendix as Figs. T-1, T-2, and T-3. In Fig. T-1, рр ranges from 0 to 1.0; in Fig. T-2, рр ranges 
from 0 to 10.0; and in Fig. Т-3, рь ranges from 10.0 to 40.0. At any one temperature, the de- 
viation of observed values from those of the generalized chart increases with pressure. How- 
ever, for the 30 gases used in developing the chart, the deviation is at most on the order of 
5% and for most ranges is much less. From Figs. T-1 and T-2 it can be seen that the value 
of Z tends to unity for all temperatures as pressure tends to zero, in accord with Eq. 4.27. 
Figure T-3 shows that Z also approaches unity for all pressures at very high temperatures. 
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Figure 4.0 Generalized compressibility chart for various gases. 


Values of specific volume are included on the generalized chart through the variable vp, 
called the pseudoreduced specific volume, defined by 


U 
L m 4.29 
UR = RE Jp, Pm 


For correlation purposes, the pseudoreduced specific volume has been found to be prefer- 
able to the reduced specific volume ор = v/ U., where U, is the critical specific volume. Us- 
ing the critical pressure and critical temperature of a substance of interest, the generalized 
chart can be entered with various pairs of the variables Тр, pg, and vg:(Tg, pg), (Pr, Ов), OF 
(Tg, Up). Table T-1 lists the critical constants for several substances. 

The merit of the generalized chart for evaluating p, v, and T for gases is simplicity coupled 
with accuracy. However, the generalized compressibility chart should not be used as a substi- 
tute for р-о-Т data for a given substance as provided by a table or computer software. The 
chart is mainly useful for obtaining reasonable estimates in the absence of more accurate data. 

The next example provides an illustration of the use of the generalized compressibility chart. 


Example 4.Ó Using the Generalized Compressibility Chart 


pseudoreduced specific 
volume 


A closed, rigid tank filled with water vapor, initially at 20 MPa, 520°C, is cooled until its temperature reaches 400°C. Using 


the compressibility chart, determine 
(а) the specific volume of the water vapor іп m?/kg at the initial state. 
(b) the pressure in MPa at the final state. 


Compare the results of parts (a) and (b) with the values obtained from the superheated vapor table, Table T-4. 


Solution 
Known: Water vapor is cooled at constant volume from 20 MPa, 520°C to 400°C. 
Find: Use the compressibility chart and the superheated vapor table to determine the specific volume and final pressure and 


compare the results. 


Schematic and Given Data: 


рі = 20 MPa 
T, = 520°C 
1.0 be T, = 400°C 
` Closed, rigid tank 
[- + 
М 2 Т,-13 
B i Ta = 1.2 
alt Up = 1.2 
RI E Rt 
| ор 21.41 
N 
= Tg = 1.05 
0.5 - PR2 
Block of ice 
«7 
| | | | | | 
0 0.5 1.0 
PR 
Assumptions: 


The water vapor is a closed system. 
The initial and final states are at equilibrium. 
The volume is constant. 


Analysis: From Table T-1, T, = 647.3 K and p, = 22.09 MPa for water. Thus 


122221. ас Еи 
ш тс с шавы ШУ DORT Cs 


With these values for the reduced temperature and reduced pressure, the value of Z obtained from Fig. T-1 is approximately 
0.83. Since Z = pu/RT, the specific volume at state 1 can be determined as follows: 


а Т Ей 
= = U. 
DI Мр, 
оа 
kmol: К 793 К 2 
= 0.83 x = 0.0152 m3/kg 
1802—5. || 20 x 106: 
kmol m 


The molecular weight of water is from Table T-1. 
Turning to Table T-4, the specific volume at the initial state is 0.01551 m?/kg. This is in good agreement with the com- 


pressibility chart value, as expected. 
Since both mass and volume remain constant, the water vapor cools at constant specific volume, and thus at constant ор. 


Using the value for specific volume determined in part (a), the constant ор value is 


m? CEN 
(OL == |І 209) 25 О = 
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Locating the point on the compressibility chart where рь = 1.12 and Ть = 1.04, the corresponding value for рр is about 0.69. 
Accordingly 


р» = р(Рь) = (22.09 MPa)(0.69) = 15.24 MPa < 


Interpolating in the superheated vapor tables gives р; = 15.16 MPa. As before, the compressibility chart value is in good 
agreement with the table value. 


@ Absolute temperature and absolute pressure must be used in evaluating the compressibility factor Z, the reduced tempera- 
ture Тр, and reduced pressure рр. 


@ Since Z is unitless, values for p, v, R, and T must be used in consistent units. 


Using Computer Software 


Interactive Thermodynamics: IT provides values of the specific internal energy and enthalpy 
for a wide range of gases modeled as ideal gases. Let us consider the use of /T, first for air, 
and then for other gases. 


Air. For air, ІТ uses the same reference state and reference value as in Table T-9, and the 
values computed by /T agree closely with table data. 


For Example... let us reconsider the above example for air and use /T to evaluate the 
change in specific enthalpy from a state where Т) — 400 K to a state where Т, — 900 К. Se- 
lecting Air from the Properties menu, the following code would be used by /T to determine 
Ah (delh), in kJ/kg 


h1 = h_T(“Air”, T1) 
h2 = h_T(“Air”, T2) 


Т1 = 400 //K 
Т2 = 900 // K 
delh = h2 - h1 


Choosing K for the temperature unit and kg for the amount under the Units menu, the re- 
sults returned by /T are h, = 400.8, Л, = 932.5, and Ай = 531.7 kJ/kg, respectively. As ex- 
pected, these values agree closely with those obtained previously using Table T-9. A 


Other Gases. IT also provides data for each of the gases included in Table T-11. For these 
gases, the values of specific internal energy и and enthalpy Л returned by 17 are determined 
relative to different reference states and reference values than used in Table T-11. (Such ref- 
erence state and reference value choices equip /T for use in combustion engineering appli- 
cations.) Consequently the values of и and л returned by Г/Т for the gases of Table T-11 dif- 
fer from those obtained directly from the table. Still, the property differences between two 
states remain the same, for datums cancel when differences are calculated. 


For Example... let us use IT to evaluate the change in specific enthalpy, in kJ/kmol, for 
carbon dioxide (СО,) as an ideal gas from a state where 7, = 300 К to a state where 7» = 
500 K. Selecting СО, from the Properties menu, the following code would be used by /Т: 


h1 = h_T(“CO,”,T1) 
h2 = h_T(“CO,”, T2) 


Т1 = 300 / K 
Т2 = 500 / K 
delh = h2 - h1 


Choosing K for the temperature unit and moles for the amount under the Units menu, the re- 
sults returned by JT аге | = —3.935 x 10°, h, = —3.852 X 10°, and АЙ = 8238 kJ/kmol, 
respectively. The large negative values for h, and Л, are a consequence of the reference state 
and reference value used by /Т for СО». Although these values for specific enthalpy at states 
1 and 2 differ from the corresponding values read from Table Т-11: л, = 9431 апал, = 17,678, 
which give Ah = 8247 kJ/kmol, the difference in specific enthalpy determined with each set 
of data agree closely. A 


Example 4.0 Using the Energy Balance and Software 


Known: Опе kmol of СО; undergoes a constant-pressure process in a piston—cylinder assembly. The initial temperature, Т), 
and the pressure are known. 

Find: Plot the heat transfer versus the final temperature, Т;. Use the ideal gas model and evaluate Аи using (а) и data from 
IT, (b) constant c, evaluated at T, from 17. 


Schematic and Given Data: 


Assumptions: 
M Ur | 1. The carbon dioxide is a closed system. 
| Caton | n Е ээ 2. The process occurs at constant pressure. 
| dioxide | т кын 3. Тһе carbon dioxide behaves ав an ideal gas. 
| | dia 4. Kinetic and potential energy effects are negligible. 
——— " 


Figure E4.9 
Analysis: Тһе heat transfer is found using the closed system energy balance, which reduces to 
> = Ch ОЕ 
Using Eq. 3.9 at constant pressure (assumption 2) 


W = p(V; — Vi) = pn(v; — vi) 


Then, with AU = n(u; — u), the energy balance becomes 


n(m — m) = О — pn(v; 
Solving for Q 


Q = п[(® — в) + p(v; — vi)] 
With рг = RT, this becomes 


О ты (H2 = ЛІ) 


The object is to plot О versus T, for each of the following cases: (a) values for и, апа и; at T, and Т,, respectively, are pro- 
vided by ІТ, (b) Eq. 4.48 is used on a molar basis, namely 


T = a = C; UT ШІ) 


where the value of с, is evaluated at 7, using 17. 
Тһе /T program follows, where Rbar denotes R, cvb denotes с,, and ubar1 and ubar2 denote u, and m, respectively. 


// Using the Units menu, select “mole” Тог the substance amount. 
// Given Data 


Т1-300//К 

T2 = 1500 // К 

n = 1 // kmol 

Rbar = 8.314 // kJ/kmol - К 

// (a) Obtain molar specific internal energy data using IT. 
ubar = Т Сога) 

ubar2 = и Т (“СО2”,Т2) 

Оа = n*(ubar2 – ираг1) + n*Rbar*(T2 – Т1) 
// (b) Use Eq. 4.48 with су evaluated аїТ1. 
WS) e civ ТГ (2 Е@ 2А) 

Qb = n*cvb*(T2 - T1) + n*Rbar*(T2 - T1) 


Use the Solve button to obtain the solution for the sample case of 7; = 1500 К. For part (a), the program returns О, = 6.16 X 
10* kJ. The solution can be checked using CO, data from Table T-11, as follows: 


@ = ros = my) 3E 75; — 15)] 
= (1 kmol)|(58,606 - 6939) kJ/kmol + (8.314 kJ/kmol : K)(1500 — 300) К] 
— 61,644 kJ 


Thus, the result obtained using СО; data from Table Т-11 is in close agreement with the computer solution for the sample 
case. For part (b), IT returns c, = 28.95 kJ/kmol - К at Т), giving Q, = 4.472 х 10% kJ when Т, = 1500 К. This value agrees 
with the result obtained using the specific heat c, at 300 K from Table T-10, as can be verified. 

Now that the computer program has been verified, use the Explore button to vary 7, from 300 to 1500 К in steps of 10. 
Construct the following graph using the Graph button: 
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As expected, the heat transfer is seen to increase as the final temperature increases. From the plots, we also see that using 

® constant с, evaluated at 7, for calculating Ай, and hence Q, can lead to considerable error when compared to using и data. 

The two solutions compare favorably up to about 500 K, but differ by approximately 27% when heating to a temperature of 
1500 K. 


@ Alternatively, this expression for Q can be written as 


О = n[(u; + pv») — (и, + pvi)] 
Introducing h = u + pv, the expression for О becomes 
Q = n(h; — hy) 


Ө It is left as an exercise to verify that more accurate results in part (b) would be obtained using c, evaluated at Т еее = 
(11855512: 
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CONTROL VOLUME ANALYSIS 


чә USING ENERGY 


Introduction... 


The objective of this chapter is to develop and illustrate the use of the control 
volume forms of the conservation of mass and conservation of energy principles. 
Mass and energy balances for control volumes are introduced in Secs. 5.1 and 
5.2, respectively. These balances are applied in Sec. 5.3 to control volumes at 
steady state. 

Although devices such as turbines, pumps, and compressors through which 
mass flows can be analyzed in principle by studying a particular quantity of matter 
(a closed system) as it passes through the device, it is normally preferable to think 
of a region of space through which mass flows (a control volume). As in the case 
of a closed system, energy transfer across the boundary of a control volume can 
occur by means of work and heat. In addition, another type of energy transfer must 
be accounted for—the energy accompanying mass as it enters or exits. 


EX] Conservation of Mass for a Control Volume 


In this section an expression of the conservation of mass principle for control volumes is de- 
veloped and illustrated. As a part of the presentation, the one-dimensional flow model is 
introduced. 


Developing the Mass Rate Balance 

The mass rate balance for control volumes is introduced by reference to Fig. 5.1, which shows 
a control volume with mass flowing in at i and flowing out at e, respectively. When applied 
to such a control volume, the conservation of mass principle states 


time rate of change of time rate of flow time rate of flow 
mass contained within = | of mass in across | — | of mass out across 
the control volume at time t inlet i at time t exit e at time t 


Dashed line defines 
the control volume 
boundary 


Figure 5.1 One-inlet, one-exit control volume. 
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Denoting the mass contained within the control volume at time f by m,,(0), this statement 
of the conservation of mass principle can be expressed in symbols as 


—* = m -m, (5.1) 


where m; and m, are the instantaneous mass flow rates at the inlet and exit, respectively. As 
for the symbols W and О, the dots in the quantities т; and m, denote time rates of transfer. 
In SI, all terms in Eq. 5.1 are expressed in kg/s. Other units employed in this text are Ib/s 
and slug/s. 

In general, there may be several locations on the boundary through which mass enters or 
exits. This can be accounted for by summing, as follows: 


d 
T - Y — Уу, (5.2) 


Equation 5.2 is the mass rate balance for control volumes with several inlets and exits. 
Itis a form of the conservation of mass principle commonly employed in engineering. Other 
forms of the mass rate balance are considered in discussions to follow. 


One-dimensional Flow 


When a flowing stream of matter entering or exiting a control volume adheres to the fol- 
lowing idealizations, the flow is said to be one-dimensional: (1) The flow is normal to the 
boundary at locations where mass enters or exits the control volume. (2) АП intensive prop- 
erties, including velocity and specific volume, are uniform with position (bulk average val- 
ues) over each inlet or exit area through which matter flows. In subsequent control volume 
analyses in thermodynamics we routinely assume that the boundary of the control volume 
can be selected so that these idealizations are appropriate. Accordingly, the assumption of 
one-dimensional flow is not listed explicitly in the accompanying solved examples. 

Figure 5.2 illustrates the meaning of one-dimensional flow. The area through which mass 
flows is denoted by A. The symbol V denotes a single value that represents the velocity of 
the flowing air. Similarly T and v are single values that represent the temperature and specific 
volume, respectively, of the flowing air. 

When the flow is one-dimensional, the mass flow rate can be evaluated using 


т--- (one-dimensional flow) (5.3a) 


Area=A 


ju 


Air compressor 


Figure 5.2 Figure illustrating the 
= one-dimensional flow model. 
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volumetric flow rate 


steady state 


or in terms of density 


т = рАУ (one-dimensional flow) (5.3b) 


When area is іп m?, velocity is in m/s, and specific volume is in m"/kg, the mass flow rate found 
from Eq. 5.3a is in kg/s, as can be verified. 

The product AV in Eqs. 5.3 is the volumetric flow rate. The volumetric flow rate is 
expressed in units of m/s or ft*/s. 


Steady-state Form 


Many engineering systems can be idealized as being at steady state, meaning that all prop- 
erties are unchanging in time. For a control volume at steady state, the identity of the mat- 
ter within the control volume changes continuously, but the total amount present at any instant 
remains constant, so dm,,/dt = 0 and Eq. 5.2 reduces to 


yn = Ут, (5.4) 


That is, the total incoming and outgoing rates of mass flow are equal. 

Equality of total incoming and outgoing rates of mass flow does not necessarily mean that 
a control volume is at steady state. Although the total amount of mass within the control vol- 
ume at any instant would be constant, other properties such as temperature and pressure might 
be varying with time. When a control volume is at steady state, every property is independ- 
ent of time. Note that the steady-state assumption and the one-dimensional flow assumption 
are independent idealizations. One does not imply the other. 

The following example illustrates an application of the rate form of the mass balance to 
a control volume at steady state. The control volume has two inlets and one exit. 


Example 5.1 Feedwater Heater at Steady State 


A feedwater heater operating at steady state has two inlets and one exit. At inlet 1, water vapor enters at p, = 7 bar, T, = 200°C 
with a mass flow rate of 40 kg/s. At inlet 2, liquid water at p; = 7 bar, T; = 40°C enters through an area A, = 25 cm”. Sat- 
urated liquid at 7 bar exits at 3 with a volumetric flow rate of 0.06 m?/s. Determine the mass flow rates at inlet 2 and at the 
exit, in kg/s, and the velocity at inlet 2, in m/s. 


Solution 


Known: А stream of water vapor mixes with a liquid water stream to produce a saturated liquid stream at the exit. The states 
at inlets and exit are specified. Mass flow rate and volumetric flow rate data are given at one inlet and at the exit, respectively. 
Find: Determine the mass flow rates at inlet 2 and at the exit, and the velocity У,. 


Schematic and Given Data: 


40 kg/s Assumption: The control volume shown on the accompanying figure is 


at steady state. 


| Control volume 
boundary 


Saturated liquid 


рз = 7 bar 


(АУ); = 0.06 m?/s 


Figure E5.1 
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Analysis: Тһе principal relations to be employed are the mass rate balance (Eq. 5.2) and the expression т = AV/v (Eq. 5.3a). 
At steady state the mass rate balance becomes 


Solving for m, 


The mass flow rate 77, is given. The mass flow rate at the exit can be evaluated from the given volumetric flow rate 


(AV) 


U3 


тз = 
where v; is the specific volume at the exit. In writing this expression, one-dimensional flow is assumed. From Table T-3, 
v, = 1.108 X 1077 m*/kg. Hence 


0.06 m?/s 
(1.108 х 107° m?/kg) 


— 54.15 kg/s 


ІЛ = 


Тһе mass flow rate at inlet 2 is then 


m, = тз — m, = 54.15 — 40 = 14.15 kg/s < 


For one-dimensional flow at 2, m, = А-У-/0;, so 
У, = тәо-/ А; 


State 2 is а compressed liquid. The specific volume at this state can be approximated by v; = v;(T;) (Eq. 4.11). From 
Table T-2 at 40°С, v; = 1.0078 X 107° m’/kg. So 


5.7 m/s «1 


(14.15 kg/s)(1.0078 х 107° TUR cm? 
2 


25 cm? il т> 


@ At steady state the mass flow rate at the exit equals the sum of the mass flow rates at the inlets. It is left as an exercise to 
show that the volumetric flow rate at the exit does not equal the sum of the volumetric flow rates at the inlets. 


Example 5.2 illustrates an unsteady, or transient, application of the mass rate balance. In 
this case, a barrel is filled with water. 


Example 5.2 Filling a Barrel with Water 


Water flows into the top of an open barrel at a constant mass flow rate of 30 Ib/s. Water exits through a pipe near the base 
with a mass flow rate proportional to the height of liquid inside: т, = 9L, where L is the instantaneous liquid height, in ft. 
The area of the base in 3 #2, and the density of water is 62.4 lb/ft*. If the barrel is initially empty, plot the variation of liquid 
height with time and comment on the result. 


Solution (CD-ROM) 


EE] Conservation of Energy for a Control Volume 


In this section an expression of the conservation of energy principle for control volumes is 
developed and illustrated. 
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5.2.1 Developing the Energy Rate Balance for a Control Volume 


The conservation of energy principle applied to a control volume states: The time rate of 
change of energy stored within the control volume equals the difference between the total in- 
coming and total outgoing rates of energy transfer. 

From our discussion of energy in Chap. 3 we know that energy can enter and exit a closed 
system by work and heat transfer. The same is true of a control volume. For a control volume, 
energy also enters and exits with flowing streams of matter. Accordingly, for the one-inlet one- 
exit control volume with one-dimensional flow shown in Fig. 5.3 the energy rate balance is 


di —Q-—W-mj u; і 2 + gzi m,\ Ue 4 + 02, (5.5) 


where Е,, denotes the energy of the control volume at time t. The terms О and W account, 
respectively, for the net rate of energy transfer by heat and work across the boundary of the 
control volume at ғ. The underlined terms account for the rates of transfer of internal, ki- 
netic, and potential energy of the entering and exiting streams. If there is no mass flow in or 
out, the respective mass flow rates vanish and the underlined terms of Eq. 5.5 drop out. The 
equation then reduces to the rate form of the energy balance for closed systems: Eq. 3.13. 


Evaluating Work for a Control Volume 


Next, we will place Eq. 5.5 in an alternative form that is more convenient for subsequent ap- 
plications. This will be accomplished primarily by recasting the work term W, which repre- 
sents the net rate of energy transfer by work across all portions of the boundary of the control 
volume. 

Because work is always done on or by a control volume where matter flows across the 
boundary, it is convenient to separate the work term W into two contributions. One is the work 
associated with the fluid pressure as mass is introduced at inlets and removed at exits. The other 
contribution, denoted by W,,, includes ай other work effects, such as those associated with ro- 
tating shafts, displacement of the boundary, and electrical effects. 

Consider the work at an exit e associated with the pressure of the flowing matter. Recall 
from Eq. 3.4 that the rate of energy transfer by work can be expressed as the product of a 
force and the velocity at the point of application of the force. Accordingly, the rate at which 
work is done at the exit by the normal force (normal to the exit area in the direction of flow) 
due to pressure is the product of the normal force, р,А,, and the fluid velocity, V,. That is 


time rate of energy transfer 
by work from the control | = (p,A,)V, 
volume at exit e 


Energy transfers can occur 
by heat and work 


Ше! ДЕЕ 


Dashed line defines 
the control volume boundary 


Figure 5.3 Figure used to develop Eq. 5.5. 


5.2 Conservation of Energy for а Control Volume 


where p, is the pressure, A, is the area, and V, is the velocity at exit e, respectively. A sim- 
ilar expression can be written for the rate of energy transfer by work into the control volume 
at inlet i. | 

With these considerations, the work term W of the energy rate equation, Eq. 5.5, can be 
written as 


W = Wa + (peAe)Ve — (р), (5.6a) 


where, in accordance with the sign convention for work, the term at the inlet has a negative 
sign because energy is transferred into the control volume there. A positive sign precedes the 
work term at the exit because energy is transferred out of the control volume there. With 
AV = mv from Eq. 5.3a, the above expression for work can be written as 


w= Wey + mp.) = m(pv;) (5.6b) 


where m; and т, are the mass flow rates and v; and v, are the specific volumes evaluated at 
the inlet and exit, respectively. In Eq. 5.6b, the terms m;( ppw) and mpe) account for the 
work associated with the pressure at the inlet and exit, respectively. The term W, accounts 
for all other energy transfers by work across the boundary of the control volume. 

The product ро appearing in Eq. 5.6b is commonly referred to as flow work because it 
originates here in a work analysis. However, since pv is a property, the term flow energy also 
18 appropriate. 


5.2.2 Forms of the Control Volume Energy Rate Balance 


Substituting Eq. 5.6b in Eq. 5.5 and collecting all terms referring to the inlet and the exit 
into separate expressions, the following form of the control volume energy rate balance 
results: 


dE, 


T = On. Wey | 20 | рО; | 2 | е) С | Pe | 2 | Э (5.7) 


The subscript “су” has been added to Ò to emphasize that this is the heat transfer rate over 
the boundary (control surface) of the control volume. 

The last two terms of Eq. 5.7 can be rewritten using the specific enthalpy / introduced in 
Sec. 4.3.2. With h = u + pu, the energy rate balance becomes 


dE 


: ; MA у; 
m Ом = Wey + 20 | 2 | sa) i (n | 7 H Э (5.8) 


The appearance of the sum и + ро in the control volume energy equation is the principal 
reason for introducing enthalpy previously. It is brought in solely as a convenience: The al- 
gebraic form of the energy rate balance is simplified by the use of enthalpy and, as we have 
seen, enthalpy is normally tabulated along with other properties. 

In practice there may be several locations on the boundary through which mass enters or 
exits. This can be accounted for by introducing summations as in the mass balance. Ac- 
cordingly, the energy rate balance is 


di. s ; | у? | у; 
4 = Оо, We | »DC + ЕХ + в) m 20 ps ЕХ + sz) (5.9) 


i 


Equation 5.9 is an accounting balance for the energy of the control volume. It states that the 
rate of energy increase or decrease within the control volume equals the difference between 
the rates of energy transfer in and out across the boundary. The mechanisms of energy trans- 
fer are heat and work, as for closed systems, and the energy that accompanies the mass 
entering and exiting. 


flow work 
flow energy 


energy rate balance 
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Equation 5.9 provides a starting point for applying the conservation of energy princi- 
ple to a wide range of problems of engineering importance, including transient control 
volumes in which the state changes with time. Transient examples include the startup or 
shutdown of turbines, compressors, and motors. Additional examples are provided by con- 
tainers being filled or emptied, as considered in Example 5.2 and in the discussion of 
Fig. 2.3. Because property values, work and heat transfer rates, and mass flow rates may 
vary with time during transient operation, special care must be exercised when applying 
the mass and energy rate balances. Transient control volume applications are beyond the 
scope of this introductory presentation of engineering thermodynamics. Only steady-state 
control volumes are studied, as considered next. 


[БЕ] Analyzing Control Volumes at Steady State 


In this section steady-state forms of the mass and energy rate balances are developed and ap- 
plied to a variety of cases of engineering interest. Steady-state cases are commonly encoun- 
tered in engineering. 


5.3.1 Steady-state Forms of the Mass and Energy Rate Balances 


For a control volume at steady state, the conditions of the mass within the control volume 
and at the boundary do not vary with time. The mass flow rates and the rates of energy 
transfer by heat and work are also constant with time. There can be no accumulation of 
mass within the control volume, so dm,,/dt = 0 and the mass rate balance, Eq. 5.2, takes 
the form 


Ут, = Ут, (5.4) 


(mass rate іп) (mass rate ош) 


Furthermore, at steady state dE,,/dt = 0, so Eq. 5.9 can be written as 


А : у? у? 
0-0,- Wat аһ dee sa) = 20 ке Э (5.10a) 
Alternatively 
| | у? , у; 
On + S mj h; 3 g + 8) = Wa Ут he + 2 + 8 (5.10) 
(energy rate in) (energy rate out) 


Equation 5.4 asserts that at steady state the total rate at which mass enters the control vol- 
ume equals the total rate at which mass exits. Similarly, Eqs. 5.10 assert that the total rate 
at which energy is transferred into the control volume equals the total rate at which energy 
is transferred out. 

Many important applications involve one-inlet, one-exit control volumes at steady state. 
It is instructive to apply the mass and energy rate balances to this special case. The mass rate 
balance reduces simply to m, = m. That is, the mass flow must be the same at the exit, 2, 
as it is at the inlet, 1. The common mass flow rate is designated simply by m. Next, apply- 
ing the energy rate balance and factoring the mass flow rate gives 

(Vi - V3) 


0 нь D. Wey | т (л, hy) | 2 | &(z 22) (5.11а) 
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Or, dividing by the mass flow rate 


д. Wey (Vi m (>) 
0 : — + (hy — hy) 4 H е(21- о) (5.116) 
т т 2 


The enthalpy, kinetic energy, and potential energy terms all appear іп Eqs. 5.11 ав differences 
between their values at the inlet and exit. This illustrates that the datums used to assign val- 
ues to specific enthalpy, velocity, and elevation cancel, provided the same ones are used at 
the inlet and exit. In Eq. 5.11b, the ratios Q,,/m and W,,/m are rates of energy transfer per 
unit mass flowing through the control volume. 

The foregoing steady-state forms of the energy rate balance relate only energy transfer 
quantities evaluated at the boundary of the control volume. No details concerning properties 
within the control volume are required by, or can be determined with, these equations. When 
applying the energy rate balance in any of its forms, it is necessary to use the same units for 
all terms in the equation. For instance, every term in Eq. 5.11b must have a unit such as kJ/kg 
or Btu/Ib. Appropriate unit conversions are emphasized in examples to follow. 


5.3.22 Modeling Control Volumes at Steady State 


In this section, we consider the modeling of control volumes af steady state. In particular, 
several examples are given in Sec. 5.3.3 showing the use of the principles of conservation of 
mass and energy, together with relationships among properties for the analysis of control vol- 
umes at steady state. The examples are drawn from applications of general interest to engi- 
neers and are chosen to illustrate points common to all such analyses. Before studying them, 
it is recommended that you review the methodology for problem solving outlined in Sec. 2.6. 
As problems become more complicated, the use of a systematic problem-solving approach 
becomes increasingly important. 

When the mass and energy rate balances are applied to a control volume, simplifications 
are normally needed to make the analysis manageable. That is, the control volume of inter- 
est is modeled by making assumptions. The careful and conscious step of listing assump- 
tions is necessary in every engineering analysis. Therefore, an important part of this section 
is devoted to considering various assumptions that are commonly made when applying the 
conservation principles to different types of devices. As you study the examples presented, 
it is important to recognize the role played by careful assumption-making in arriving at 
solutions. In each case considered, steady-state operation is assumed. The flow is regarded 
as one-dimensional at places where mass enters and exits the control volume. Also, at each 
of these locations equilibrium property relations are assumed to apply. 

In several of the examples to follow, the heat transfer term Q. is set to zero in the energy 
rate balance because it is small relative to other energy transfers across the boundary. This may 
be the result of one or more of the following factors: (1) The outer surface of the control vol- 
ume is well insulated. (2) The outer surface area is too small for there to be effective heat trans- 
fer. (3) The temperature difference between the control volume and its surroundings is so small 
that the heat transfer can be ignored. (4) The gas or liquid passes through the control volume 
so quickly that there is not enough time for significant heat transfer to occur. The work term 
W., drops out of the energy rate balance when there are no rotating shafts, displacements of 
the boundary, electrical effects, or other work mechanisms associated with the control volume 
being considered. The kinetic and potential energies of the matter entering and exiting the con- 
trol volume are neglected when they are small relative to other energy transfers. 


5.3.3 Illustrations 


In this section, we present brief discussions and examples illustrating the analysis of several 
devices of interest in engineering, including nozzles and diffusers, turbines, compressors and 
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nozzle 
diffuser 


У,»У, 
1 Р2<Ррі 


Nozzle Diffuser Figure 5.4 Illustration of a nozzle and a diffuser. 


pumps, heat exchangers, and throttling devices. The discussions highlight some common ap- 
plications of each device and the important modeling assumptions used in thermodynamic 
analysis. The section also considers system integration, in which devices are combined to 
form an overall system serving a particular purpose. 


Nozzles and Diffusers 


A nozzle is a flow passage of varying cross-sectional area in which the velocity of a gas or 
liquid increases in the direction of flow. In a diffuser, the gas or liquid decelerates in the di- 
rection of flow. Figure 5.4 shows a nozzle in which the cross-sectional area decreases in the 
direction of flow and a diffuser in which the walls of the flow passage diverge. In Fig. 5.5, 
a nozzle and diffuser are combined in a wind-tunnel test facility. Nozzles and diffusers for 
high-speed gas flows formed from a converging section followed by diverging section are 
encountered in engineering practice. 

For nozzles and diffusers, the only work is flow work at locations where mass enters and 
exits the control volume, so the term W,, drops out of the energy rate equation for these de- 
vices. The change in potential energy from inlet to exit is negligible under most conditions. 
At steady state the mass and energy rate balances reduce, respectively, to 


dmg . . 
Шу. тта 
0 
авд . ge a Vi . V3 
24 = Оу We, H 2С | » | sa) 20 H 2 | sa) 


where 1 denotes the inlet and 2 the exit. By combining these into a single expression and 
dropping the potential energy change from inlet to exit 


vi- Vi 
0=— + (h A) 5 


(5.12) 


where т is the mass flow rate. The term Q./ m representing heat transfer with the surroundings 
per unit of mass flowing through the nozzle or diffuser is often small enough relative to the 
enthalpy and kinetic energy changes that it can be dropped, as in the next example. 


Flow-straightening 
j screens 


Test 


section Diffuser 


Nozzle 


Figure 5.5 Wind-tunnel test facility. 
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Example 5.3 Calculating Exit Area of a Steam Nozzle 


Steam enters a converging-diverging nozzle operating at steady state with р = 40 bar, T, = 400°C, and a velocity of 10 m/s. 
The steam flows through the nozzle with negligible heat transfer and no significant change in potential energy. At the exit, 


р» = 15 bar, and the velocity is 665 m/s. The mass flow rate is 2 kg/s. Determine the exit area of the nozzle, in m?. 


Solution 

Known: Steam flows at steady state through a nozzle with known properties at the inlet and exit, a known mass flow rate, 
and negligible effects of heat transfer and potential energy. 

Find: Determine the exit area. 


Schematic and Given Data: 


T, = 400°C 


Insulation 


Control volume 
boundary 


Figure E5.3 


Assumptions: 

1. The control volume shown on the accompanying figure is at steady state. 
2. Heat transfer is negligible and Wa =@ 

3. The change in potential energy from inlet to exit сап be neglected. 


Analysis: The exit area can be determined from the mass flow rate т and Eq. 5.3a, which can be arranged to read 


ти; 
A, == 
2 Vy, 
To evaluate A, from this equation requires the specific volume v, at the exit, and this requires that the exit state be fixed. 
The state at the exit is fixed by the values of two independent intensive properties. One is the pressure pj, which is known. 
The other 15 the specific enthalpy Л», determined from the steady-state energy rate balance 


0 220 ў ү? Р v2 
0-0. Wey | ZU | ! | sa) 20 | 2 t ез) 


2 


where 0, апа Wey are deleted by assumption 2. The change in specific potential energy drops out in accordance with as- 


sumption 3 and m cancels, leaving 
у = 
0= (hy - 19 +(®— 


Vi – V3 
ia = im 1 
2 


From Table Т-4, №, = 3213.6 kJ/kg. The velocities V, and У, are given. Inserting values and converting the units of the ki- 
netic energy terms to kJ/kg results in 


hy = 3213.6 kJ/kg + e ы са 3 


= 3213.6 — 221.1 = 2992.5 kJ/kg 


Solving for h, 


ІМ 
1 kg mis 


1К7 | 
10 N:m 
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Finally, referring to Table T-4 at pj = 15 bar with h, = 2992.5 kJ/kg, the specific volume at the exit is v, = 0.1627 m*/kg. 


The exit area is then 


ө 


2 kg/s)(0.1627 m?/k; 
е 8) дво < 
665 m/s 


@ Although equilibrium property relations apply at the inlet and exit of the control volume, the intervening states of the steam 
аге not necessarily equilibrium states. Accordingly, the expansion through the nozzle is represented on the 7-2 diagram as 


a dashed line. 


Ө Care must be taken in converting the units for specific kinetic energy to kJ/kg. 


Ө The area at the nozzle inlet can be found similarly, using A, = mv;/V;. 


turbine 


a= ae —_—— | Figure 5.0 Schematic of an axial-flow 


Stationary blades Rotating blades turbine. 
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Turbines 


A turbine is a device in which work is developed as a result of a gas or liquid passing through 
a set of blades attached to a shaft free to rotate. A schematic of an axial-flow steam or gas 
turbine is shown in Fig. 5.6. Turbines are widely used in vapor power plants, gas turbine 
power plants, and aircraft engines. In these applications, superheated steam or a gas enters 
the turbine and expands to a lower exit pressure as work is developed. A hydraulic turbine 
installed in a dam is shown in Fig. 5.7. In this application, water falling through the propeller 
causes the shaft to rotate and work is developed. 


Water level N* 


Figure 5.7 Hydraulic turbine installed 
in a dam. 
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For a turbine at steady state the mass and energy rate balances reduce to give Eq. 5.11b. 
When gases are under consideration, the potential energy change is typically negligible. With 
a proper selection of the boundary of the control volume enclosing the turbine, the kinetic 
energy change is usually small enough to be neglected. The only heat transfer between the 
turbine and surroundings would be unavoidable heat transfer, and as illustrated in the next 
example, this is often small relative to the work and enthalpy terms. 


Example 5.4 Calculating Heat Transfer from a Steam Turbine 


Steam enters a turbine operating at steady state with a mass flow rate of 4600 kg/h. The turbine develops a power output of 
1000 kW. At the inlet, the pressure is 60 bar, the temperature is 400°C, and the velocity is 10 m/s. At the exit, the pressure 
is 0.1 bar, the quality is 0.9 (90%), and the velocity is 50 m/s. Calculate the rate of heat transfer between the turbine and sur- 
roundings, in kW. 


Solution 


Known: A steam turbine operates at steady state. The mass flow rate, power output, and states of the steam at the inlet and 
exit are known. 


Find: Calculate the rate of heat transfer. 


Schematic and Given Data: 


ri, = 4600 kg/h 
рі = 60 Баг 
T, = 400°С  — 
V, = 10 m/s W, = 1000 kW 
2720 

р» = 0.1 bar 

x, = 0.9 (90%) 0 

У, = 50 m/s 

Figure E5.4 
Assumptions: 


1. The control volume shown on the accompanying figure is at steady state. 
2. The change in potential energy from inlet to exit can be neglected. 


Analysis: To calculate the heat transfer rate, begin with the one-inlet, one-exit form of the energy rate balance for a control 


volume at steady state 
-—— ТЕ Vi | V3 
ОТОУ AP aa 3 2 Е 221 т о 
where rn is (һе mass flow rate. Solving for On and dropping the potential energy change from inlet to exit 


| А 1 v- Vi 
om = Wey ap 22 {> hi) ar (259) 


То compare the magnitudes of the enthalpy and kinetic energy terms, and stress the unit conversions needed, each of these 
terms is evaluated separately. 
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First, the specific enthalpy difference h, — h, is found. Using Table T-4, Лү = 3177.2 kJ/kg. State 2 is a two-phase 
liquid—vapor mixture, so with data from Table T-3 and the given quality 


Hence 


hy = Igy + (№, — №) 
= 191.83 + (0.9)(2392.8) = 2345.4 kI/kg 


№ = № = 2345.4 — 3177.2 = —831.8 kI/kg 


Consider next the specific kinetic energy difference. Using the given values for the velocities 


ІМ 
1 kg: m/s? 


10 N:m 


pp 


= 12 kJ/kg 


НЫ | 


Calculating Oe from the above expression 


1kW 
1 kJ/s 


Т kg kJ lh 
=(1 k + | 4 ies} ae 122 
Qy = (1000 kW) ( 600 h ) 831.8 (E) 3600 s 


= —613kW < 


@ The magnitude of the change in specific kinetic energy from inlet to exit is very much smaller than the specific enthalpy 


change. 


@ The negative value of 0, means that there is heat transfer from the turbine to its surroundings, as would be expected. Тһе 
magnitude of О,, is small relative to the power developed. 


compressor 
pump 


Compressors and Pumps 


Compressors are devices in which work is done on a gas passing through them in order to 
raise the pressure. In pumps, the work input is used to change the state of a liquid passing 
through. A reciprocating compressor is shown in Fig. 5.8. Figure 5.9 gives schematic diagrams 
of three different rotating compressors: an axial-flow compressor, a centrifugal compressor, 
and a Roots type. 

The mass and energy rate balances reduce for compressors and pumps at steady state, as 
for the case of turbines considered previously. For compressors, the changes in specific ki- 
netic and potential energies from inlet to exit are often small relative to the work done per 
unit of mass passing through the device. Heat transfer with the surroundings is frequently a 
secondary effect in both compressors and pumps. 

The next two examples illustrate, respectively, the analysis of an air compressor and a 
power washer. In each case the objective is to determine the power required to operate the 
device. 


Inlet 


Outlet Figure 5.8 Reciprocating compressor. 
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Outlet 


Impeller 


Inlet 


Driveshaft 


(a) (b) 
Outlet 


(c) 


Figure 5.0 Rotating compressors. (a) Axial flow. (b) Centrifugal. (c) Roots type. 


Example 5.5 Calculating Compressor Power 


Air enters a compressor operating at steady state at a pressure of 1 bar, a temperature of 290 K, and a velocity of 6 m/s through 
an inlet with an area of 0.1 m°. At the exit, the pressure is 7 bar, the temperature is 450 К, and the velocity is 2 m/s. Heat 
transfer from the compressor to its surroundings occurs at a rate of 180 kJ/min. Employing the ideal gas model, calculate the 
power input to the compressor, in kW. 


Solution 
Known: An air compressor operates at steady state with known inlet and exit states and a known heat transfer rate. 
Find: Calculate the power required by the compressor. 


Schematic and Given Data: 


Assumptions: 
1. The control volume shown on the accompanying figure is at 
steady state. 


2 шоо 2. The change in potential energy from inlet to exit can be neglected. 
у, =6 m/s 3. The ideal gas model applies for the air. 
A, =0.1m? 


2227 Ow = -180 kJ/min 
Figure Е5.5 
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Analysis: То calculate the power input to the compressor, begin with the energy rate balance for the one-inlet, one-exit con- 


trol volume at steady state: 
: у? V3 
0 OF \ зу | 20 | | ва) 20 t ЭЕ sa) 


Solving 


Р А i v? – v} 
ШЕ (Шы; | 22 hy) | ( 2 | 


The change in potential energy from inlet to exit drops out by assumption 2. 
The mass flow rate m can be evaluated with given data at the inlet and the ideal gas equation of state. 


. AW, AVņp (0.1 m’)(6 m/s)(10° N/m’) 
m - 0.72 kg/s 
vi (R/M)T, 8314 N: m 
mise (2900) 
28.97 kg: K 
The specific enthalpies h; and h, сап be found from Table T-9. At 290 K, Л, = 290.16 kJ/kg. At 450 K, hy = 451.8 kJ/kg. 
Substituting values into the expression for Wy 


(2 ( 223 
min 


E 


kg 


e 
ШИМ 02 EX = о 
8 kg 


ІМ 
1 kg : m/s? 


17 | 
10 N:m 


kJ k kJ 
9 120772 E 161.64 4- 0.02) 
8 8 kg 
KJ | 1 kW 
119.4 119.4 kW. < 
2 8 = Шу 


@ The contribution of the kinetic energy is negligible in this case. Also, the heat transfer rate is seen to be small relative to 
the power input. 


@ In this example 0, апа Wey have negative values, indicating that the direction of the heat transfer is from the compressor and 
work is done on the air passing through the compressor. The magnitude of the power input to the compressor is 119.4 kW. 


Example 5.0 Power Washer 


A power washer is being used to clean the siding of a house. Water enters at 20°C, 1 atm, with a volumetric flow rate of 0.1 liter/s 
through a 2.5-cm-diameter hose. A jet of water exits at 23°C, 1 atm, with a velocity of 50 m/s at an elevation of 5 m. At steady 
state, the magnitude of the heat transfer rate from the power unit ѓо the surroundings is 10% of the power input. The water can be 
considered incompressible with с = 4.18 kJ/kg К, and g = 9.81 m/s’. Determine the power input to the motor, in kW. 


Solution (CD-ROM) 


Heat Exchangers 


Devices that transfer energy between fluids at different temperatures by heat transfer modes such 
heat exchanger as discussed in Sec. 3.5.1 are called heat exchangers. One common type of heat exchanger is a 
vessel in which hot and cold streams are mixed directly as shown in Fig. 5.10a. An open feedwa- 
ter heater is an example of this type of device. Another common type of heat exchanger is one in 
which a gas or liquid is separated from another gas or liquid by a wall through which energy is 
conducted. These heat exchangers, known as recuperators, take many different forms. Counterflow 
and parallel tube-within-a-tube configurations are shown in Figs. 5.10b and 5.10c, respectively. 
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Figure 5.10 Common heat exchanger types. (а) Direct contact heat exchanger. 
(b) Tube-within-a-tube counterflow heat exchanger. (c) Tube-within-a-tube 
parallel flow heat exchanger. (4) Cross-flow heat exchanger. 


Other configurations include cross-flow, as in automobile radiators, and multiple-pass shell-and- 
tube condensers and evaporators. Figure 5.10d illustrates a cross-flow heat exchanger. 

The only work interaction at the boundary of a control volume enclosing a heat exchanger 
is flow work at the places where matter enters and exits, so the term Wa of the energy rate 
balance can be set to zero. Although high rates of energy transfer may be achieved from 
stream to stream, the heat transfer from the outer surface of the heat exchanger to the sur- 
roundings is often small enough to be neglected. In addition, the kinetic and potential ener- 
gies of the flowing streams can often be ignored at the inlets and exits. See Sec. 17.5 for 
further discussion of heat exchangers. 

The next example illustrates how the mass and energy rate balances are applied to a condenser 
at steady state. Condensers are commonly found in power plants and refrigeration systems. 


Example 5.7 Power Plant Condenser 


Steam enters the condenser of a vapor power plant at 0.1 bar with a quality of 0.95 and condensate exits at 0.1 bar and 45°C. 
Cooling water enters the condenser in a separate stream as a liquid at 20°C and exits as a liquid at 35°C with no change in 
pressure. Heat transfer from the outside of the condenser and changes in the kinetic and potential energies of the flowing 
streams can be ignored. For steady-state operation, determine 

(a) the ratio of the mass flow rate of the cooling water to the mass flow rate of the condensing stream. 

(b) the rate of energy transfer from the condensing steam to the cooling water, in kJ per kg of steam passing through the con- 
denser. 


Solution 

Known: Steam is condensed at steady state by interacting with a separate liquid water stream. 

Find: Determine the ratio of the mass flow rate of the cooling water to the mass flow rate of the steam and the rate of en- 
ergy transfer from the steam to the cooling water. 
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Schematic and Given Data: 


Condensate Steam 
0.1 bar 2|----------- 1 0.1 bar 
45°C 1 | x=0.95 
= 
! | Т 
| | 
Cooling | | Cooling 
жас 3----------- '4 — water 
at Control volume for part (a) С 0.1 Баг 
45.8°C 1 
— = — — — — =] 2 
Condensate Steam 4 
3 
U 


Energy transfer to 
cooling water 


Control volume for part (b) 


Assumptions: 
Each of the two control volumes shown on the accompanying sketch is at steady state. 
There is no significant heat transfer between the overall condenser and its surroundings, and Woy = 0! 
Changes in the kinetic and potential energies of the flowing streams from inlet to exit can be ignored. 
At states 2, 3, and 4, л = hy (T) (Eq. 4.14). 


Analysis: The steam and the cooling water streams do not mix. Thus, the mass rate balances for each of the two streams re- 
duce at steady state to give 
m, = т and 


т, = т, 


The ratio of the mass flow rate of the cooling water to the mass flow rate of the condensing steam, m;/m,, can be found 
from the steady-state form of the energy rate balance applied to the overall condenser as follows: 


The underlined terms drop out by assumptions 2 and 3. With these simplifications, together with the above mass flow rate re- 
lations, the energy rate balance becomes simply 


0 = m,(h, — hy) + m3(hz — hy) 


Solving, we get 


Шу = 105 


Wü i = i 


The specific enthalpy Л, can be determined using the given quality and data from Table T-3. From Table T-3 at 0.1 bar, hy = 
191.83 kJ/kg and h, = 2584.7 kJ/kg, so 


hı = 191.83 + 0.95(2584.7 - 191.83) = 2465.1 kJ/kg 


Using assumption 4, the specific enthalpy at 2 is given by /, = h;(T5) = 188.45 kJ/kg. Similarly, h, = /%(Т;) and hy = he (Ta), 
giving h4 — h; = 62.7 kJ/kg. Thus 


m, 2465.1 — 188.45 


: - 36.3 
ту 62.7 
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(b) For a control volume enclosing the steam side of the condenser only, the steady-state form of energy rate balance is 


: : Р у? . у? 
(1) Ооу i (^ | ! | ва) 20 | - H ез) 


2 2 


The underlined terms drop out by assumptions 2 and 3. Combining this equation with m, = т», the following expression for 
the rate of energy transfer between the condensing steam and the cooling water results: 


Oe = mh, — hı) 
Dividing by the mass flow rate of the steam, m, and inserting values 
‘Qe 


m, 


h, — h, = 188.45 — 2465.1 = —2276.7 kJ/kg «1 


where the minus sign signifies that energy is transferred from the condensing steam /0 the cooling water. 


Ө Depending on where the boundary of the control volume is located, two different formulations of the energy rate balance 
are obtained. In part (a), both streams are included in the control volume. Energy transfer between them occurs internally 
and not across the boundary of the control volume, so the term On drops out of the energy rate balance. With the control 
volume of part (b), however, the term On must be included. 


Excessive temperatures in electronic components are avoided by providing appropriate 
cooling, as illustrated in the next example. 


Example 5.8 Cooling Computer Components 


The electronic components of a computer are cooled by air flowing through a fan mounted at the inlet of the electronics en- 
closure. At steady state, air enters at 20°C, 1 atm. For noise control, the velocity of the entering air cannot exceed 1.3 m/s. 
For temperature control, the temperature of the air at the exit cannot exceed 32°C. The electronic components and fan receive, 
respectively, 80 W and 18 W of electric power. Determine the smallest fan inlet diameter, іп cm, for which the limits on the 
entering air velocity and exit air temperature are met. 


Solution 

Known: The electronic components of a computer are cooled by air flowing through a fan mounted at the inlet of the elec- 
tronics enclosure. Conditions are specified for the air at the inlet and exit. The power required by the electronics and the fan 
are also specified. 

Find: Determine for these conditions the smallest fan inlet diameter. 


Schematic and Given Data: 


Electronic 


2 
components 2 
p 
2 
жб 
2 
2 VA 


Figure E5.8 
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Assumptions: 
1. The control volume shown on the accompanying figure is at steady state. 
2. Heat transfer from the outer surface of the electronics enclosure to the surroundings is negligible. Thus, О,, = 0. 


oo 


3. Changes in kinetic and potential energies can be ignored. 
4. Air is modeled as an ideal gas with с, = 1.005 kJ/kg: К. 
Analysis: Тһе inlet area A, can be determined from the mass flow rate т and Eq. 5.3a, which can be rearranged to read 
mv, 
A = — 
2 


The mass flow rate сап be evaluated, in turn, from the steady-state energy rate balance 


А А | Vi – vi 
0-0,- Wea d 22 hy) 4 ( 5 ) t ez ә) 


The underlined terms drop out by assumptions 2 and 3, leaving 


0 = -Wx + m(h, — hy) 


where Wey accounts for the total electric power provided to the electronic components and the fan: Wey (—80 W) + (—18 W) 
—98 W. Solving for т, and using assumption 4 with Eq. 4.49 to evaluate (Л — h) 


ete (Wa) 
22 c (T; = Т) 


Introducing this into the expression for A, and using the ideal gas model to evaluate the specific volume v, 


e | Gwe Ie 
М (Т = Т) Јр 
From this expression we see that A, increases when V, and/or Т; decrease. Accordingly, since V, = 1.3 m/s апа T; = 305 К 
(32°C), the inlet area must satisfy 


( 8314N: m ) 
= K 
TM 1 98 W EE 28.97 kg; К 
57713 m/s kJ 10 JI 1W 1.01325 x 10? N/m? 
І1005/----- (80518209) Ke 
kg: K 
= 0.005 т> 
Then, since A, = тр2/4 
2 2 
D = (4)(0.005 т) _ m£ m 
T 1m 


D,z8cm 


For the specified conditions, the smallest fan inlet diameter is 8 cm. < 


@ Cooling air typically enters and exits electronic enclosures at low velocities, and thus kinetic energy effects are in- 
significant. 


Ө Since the temperature of the air increases by no more than 12°С, the specific heat c, is nearly constant (Table T-10). 


Throttling Devices 


A significant reduction in pressure can be achieved simply by introducing a restriction into 
a line through which a gas or liquid flows. This is commonly done by means of a partially 
opened valve or a porous plug, as illustrated in Fig. 5.11. 
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t 
Inlet 


Partially open valve Porous plug 


Figure 5.11 Examples of throttling devices. 


For a control volume enclosing such a device, the mass and energy rate balances reduce 
at steady state to 


0 2 2 

: : Я Vi . V3 

0-0, We 20 H 2 H Э ZO sa) 

There is usually no significant heat transfer with the surroundings, and the change in poten- 
tial energy from inlet to exit is negligible. With these idealizations, the mass and energy rate 
balances combine to give 


Vi 
Bor cer 


V3 

Although velocities may be relatively high in the vicinity of the restriction, measurements 
made upstream and downstream of the reduced flow area show in most cases that the change 
in the specific kinetic energy of the gas or liquid between these locations can be neglected. 
With this further simplification, the last equation reduces to 


hy = hy (5.13) 


When the flow through a valve or other restriction is idealized in this way, the process is 
called a throttling process. 

An application of the throttling process occurs in vapor-compression refrigeration sys- 
tems, where a valve is used to reduce the pressure of the refrigerant from the pressure at the 
exit of the condenser to the lower pressure existing in the evaporator. We consider this further 
in Chap. 8. Another application of the throttling process involves the throttling calorimeter, 
which is a device for determining the quality of a two-phase liquid—vapor mixture. The throt- 
tling calorimeter is considered in the next example. 


T 


Example 5.0 Measuring Steam Quality 


throttling process 


throttling calorimeter 
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A supply line carries a two-phase liquid—vapor mixture of steam at 300 Ibf/in.? A small fraction of the flow in the line is di- 
verted through a throttling calorimeter and exhausted to the atmosphere at 14.7 Ibf/in? The temperature of the exhaust steam 


is measured as 250°Е. Determine the quality of the steam in the supply line. 


Solution 


Known: Steam is diverted from a supply line through a throttling calorimeter and exhausted to the atmosphere. 


Find: Determine the quality of the steam in the supply line. 
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Schematic and Given Data: 


ру = 300 Ibf/in? 


Calorimeter 
рэ = 14.7 Ibf/in? 
Ў 2 T, = 250°F 
=e 


рэ = 14.7 Ibf/in2 
T, = 250°Е 


Figure Е5.0 


Assumptions: 
1. The control volume shown on the accompanying figure is at steady state. 
2. The diverted steam undergoes a throttling process. 


Analysis: For a throttling process, the energy and mass balances reduce to give h) = hı, which agrees with Eq. 5.13. 
Thus, with state 2 fixed, the specific enthalpy in the supply line is known, and state 1 is fixed by the known values of p, 
and Лү. 

(1) As shown on the accompanying р-о diagram, state 1 is in the two-phase liquid—vapor region and state 2 is in the super- 
heated vapor region. Thus 


hy = hy = hg 3 EUM ла) 
Solving for x, 


hy — hg 
hy = hg 


aem 


From Table T-3E at 300 Ibf/in?, hp, = 394.1 Btu/Ib and hg, = 1203.9 Btu/lb. At 14.7 Ibf/in? and 250°F, h, = 1168.8 Btu/lb 
from Table T-4E. Inserting values into the above expression, the quality in the line is x, = 0.957 (95.7%). < 


Ө For throttling calorimeters exhausting to the atmosphere, the quality in the line must be greater than about 9446 to ensure 
that the steam leaving the calorimeter is superheated. 


System Integration 


Thus far, we have studied several types of components selected from those commonly seen 
in practice. These components are usually encountered in combination, rather than individ- 
ually. Engineers often must creatively combine components to achieve some overall objec- 
tive, subject to constraints such as minimum total cost. This important engineering activity 
is called system integration. 

Many readers are already familiar with a particularly successful system integration: the 
simple power plant shown in Fig. 5.12. This system consists of four components in series: а 
turbine-generator, condenser, pump, and boiler. We consider such power plants in detail in 
subsequent sections of the book. The example to follow provides another illustration. Many 
more are considered in later sections and in end-of-chapter problems. 


5.4 Chapter Summary апа Study Guide 


12 Pump W, 


Condenser 


Qo Figure 5.12 Simple vapor power plant. 


Example 5.10 Waste Heat Recovery System 
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An industrial process discharges 2 X 10° ft/min of gaseous combustion products at 400°F, 1 atm. As shown in Fig. Е5.10, a 
proposed system for utilizing the combustion products combines a heat-recovery steam generator with a turbine. At steady 
state, combustion products exit the steam generator at 260°F, 1 atm and a separate stream of water enters at 40 Ibf/in.?, 102°F 
with a mass flow rate of 275 Ib/min. At the exit of the turbine, the pressure is 1 Ibf/in.? and the quality is 9396. Heat transfer 
from the outer surfaces of the steam generator and turbine can be ignored, as can the changes in kinetic and potential ener- 
gies of the flowing streams. There is no significant pressure drop for the water flowing through the steam generator. The com- 


bustion products can be modeled as air as an ideal gas. 
(a) Determine the power developed by the turbine, in Btu/min. 
(b) Determine the turbine inlet temperature, in °F. 


(c) Evaluating the power developed at $0.08 per kW > h, which is a typical rate for electricity, determine the value of the 


power, in $/year, for 8000 hours of operation annually. 


Solution (CD-ROM) 


ЕР Chapter Summary and Study Guide 


The conservation of mass and energy principles for control volumes are embodied in the 
mass and energy rate balances developed in this chapter. The emphasis is on control volumes 
at steady-state for which one-dimensional flow is assumed. 

The use of mass and energy balances for control volumes at steady state is illustrated for 
nozzles and diffusers, turbines, compressors and pumps, heat exchangers, throttling devices, 
and integrated systems. An essential aspect of all such applications is the careful and explicit 
listing of appropriate assumptions. Such model-building skills are stressed throughout the 
chapter. 

The following checklist provides a study guide for this chapter. When your study of the 
text and end-of-chapter exercises has been completed you should be able to 


* write out the meanings of the terms listed in the margins throughout the chapter and 
understand each of the related concepts. The subset of key terms listed here in the 
margin is particularly important in subsequent chapters. 


* list the typical modeling assumptions for nozzles and diffusers, turbines, compressors 
and pumps, heat exchangers, and throttling devices. 


* apply Eqs. 5.3a, 5.4, 5.10a, and 5.11b to control volumes at steady state, using ap- 
propriate assumptions and property data for the case at hand. 


mass flow rate 
mass rate balance 
one-dimensional flow 
volumetric flow rate 
steady state 

energy rate balance 
flow work 

nozzle 

diffuser 

turbine 

compressor 

pump 

heat exchanger 
throttling process 
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Problems 


Conservation of Mass for Control Volumes at Steady State 


51 Аш enters a one-inlet, one-exit control volume at 10 bar, 
400 K, and 20 m/s through a flow area of 20 cm. At the exit, 
the pressure is 6 bar, the temperature is 345.7 K, and the 
velocity is 330.2 m/s. The air behaves as an ideal gas. For 
steady-state operation, determine 
(a) the mass flow rate, in kg/s. 

(b) the exit flow area, in cm’. 


5.2 А substance flows through a 1-in.-diameter pipe with a ve- 
locity of 30 ft/s at a particular location. Determine the mass 
flow rate, in Ib/s, if the substance is 
(a) water at 30 Ibf/in.?, 60°F. 

(b) air as an ideal gas at 100 Ibf/in.?, 100°F. 
(c) Refrigerant 134a at 100 Ibf/in.?, 100°F. 


5.3 Аш enters a 0.6-m-diameter fan at 16°C, 101 kPa, and is 
discharged at 18?C, 105 kPa, with a volumetric flow rate of 
0.35 m?/s. Assuming ideal gas behavior, determine for steady- 
state operation 
(a) the mass flow rate of air, in kg/s. 

(b) the volumetric flow rate of air at the inlet, in m/s. 
(c) the inlet and exit velocities, in m/s. 


5.4 (CD-ROM) 


5.5 Steam at 120 bar, 520°С, enters a control volume operating at 
steady state with a volumetric flow rate of 460 m"/min. Twenty- 
two percent of the entering mass flow exits at 10 bar, 220°C, with 
a velocity of 20 m/s. The rest exits at another location with a 
pressure of 0.06 bar, a quality of 86.2%, and a velocity of 500 m/s. 
Determine the diameters of each exit duct, in m. 


5.6 Air enters a household electric furnace at 75°F, 1 atm, with 
a volumetric flow rate of 800 ft?/min. The furnace delivers air 
at 1209, 1 atm to a duct system with three branches consist- 
ing of two 6-in.-diameter ducts and a 12-in. duct. The air be- 
haves as an ideal gas. If the velocity in each 6-in. duct is 10 ft/s, 
determine for steady-state operation 
(а) the mass flow rate of air entering the furnace, in 16/5. 

(b) the volumetric flow rate in each 6-in. duct, in ft?/min. 
(c) the velocity in the 12-in. duct, in ft/s. 


5.7 Liquid water at 70°F enters a pump with a volumetric flow 
rate of 7.71 ft/min through an inlet pipe having a diameter of 
6 in. The pump operates at steady state and supplies water to 
two exit pipes having diameters of 3 and 4 in., respectively. The 
mass flow rate of water in the smaller of the two exit pipes is 4 
Ib/s, and the temperature of the water exiting each pipe is 72°F. 
Determine the water velocity in each of the exit pipes, in ft/s. 


5.8 Air enters a compressor operating at steady state with a pres- 
sure of 14.7 lbf/in.?, a temperature of 80°F, and a volumetric 
flow rate of 1000 ft*/min. The diameter of the exit pipe is 1 in. 
and the exit pressure is 100 Ibf/in.? The air behaves as an ideal 
gas. If each unit mass of air passing from inlet to exit under- 
goes a process described by pu'** = constant, determine the 


exit velocity, in ft/s, and the exit temperature, in ^F. 
5.9 (CD-ROM) 


5.10 
5.11 


(CD-ROM) 
(CD-ROM) 
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5.12 Steam enters a nozzle operating at steady state at 30 bar, 
320°C, with a velocity of 100 m/s. The exit pressure and tem- 
perature are 10 bar and 200°C, respectively. The mass flow rate 
is 2 kg/s. Neglecting heat transfer and potential energy, determine 
(a) the exit velocity, in m/s. 

(b) the inlet and exit flow areas, іп cm?. 


5.13 Steam enters a well-insulated nozzle at 200 Ibf/in.?, 500°Е, 
with a velocity of 200 ft/s and exits at 60 Ibf/in.? with a velocity 
of 1700 ft/s. For steady-state operation, and neglecting poten- 
tial energy effects, determine the exit temperature, in °F. 


5.14 Air enters a nozzle operating at steady state at 800°R with 
negligible velocity and exits the nozzle at 570°R. Heat transfer 
occurs from the air to the surroundings at a rate of 10 Btu per 
Ib of air flowing. Assuming ideal gas behavior and neglecting 
potential energy effects, determine the velocity at the exit, in ft/s. 


5.45 (CD-ROM) 
5.46 (CD-ROM) 


5.17 Steam enters a diffuser operating at steady state with a 
pressure of 14.7 Ibf/in.?, a temperature of 300°F, and a velocity 
of 500 ft/s. Steam exits the diffuser as a saturated vapor with 
negligible kinetic energy. Heat transfer occurs from the steam 
to its surroundings at a rate of 19.59 Btu per Ib of steam flow- 
ing. Neglecting potential energy effects, determine the exit 
pressure, in Ibf/in.? 


5.18 Air enters an insulated diffuser operating at steady state 
with a pressure of 1 bar, a temperature of 57°С, and a velocity 
of 200 m/s. At the exit, the pressure is 1.13 bar and the tem- 
perature is 69?C. Potential energy effects can be neglected. 
Using the ideal gas model with a constant specific heat c, eval- 
uated at the inlet temperature, determine 
(a) the ratio of the exit flow area to the inlet flow area. 

(b) the exit velocity, in m/s. 


5.19 The inlet ducting to a jet engine forms a diffuser that steadily 
decelerates the entering air to zero velocity relative to the engine 
before the air enters the compressor. Consider a jet airplane fly- 
ing at 1000 km/h where the local atmospheric pressure is 0.6 bar 
and the air temperature is 8°C. Assuming ideal gas behavior and 
neglecting heat transfer and potential energy effects, determine 
the temperature, in °С, of the air entering the compressor. 
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5.21 Carbon dioxide gas enters a well-insulated diffuser at 
20 Ibf/in.?, 50098, with a velocity of 800 ft/s through a flow 
area of 1.4 in? At the exit, the flow area is 30 times the inlet 
area, and the velocity is 20 ft/s. The potential energy change 
from inlet to exit is negligible. For steady-state operation, de- 
termine the exit temperature, in °R, the exit pressure, in Ibf/ in, 
and the mass flow rate, in 16/5. 


5.22 Air expands through a turbine from 10 bar, 900 К to 1 bar, 
500 K. The inlet velocity is small compared to the exit velocity 
of 100 m/s. The turbine operates at steady state and develops a 
power output of 3200 kW. Heat transfer between the turbine and 
its surroundings and potential energy effects are negligible. Cal- 


culate the mass flow rate of air, in kg/s, and the exit area, in m’. 


5.23 Air expands through a turbine operating at steady state on 
an instrumented test stand. At the inlet, р; = 150 Ibf/in?, T, = 
1500°R, and at the exit, p; = 14.5 Ibf/in.? The volumetric flow 
rate of air entering the turbine is 2000 ft?/min, and the power 
developed is measured as 2000 horsepower. Neglecting heat 
transfer and kinetic and potential energy effects, determine the 
exit temperature, Т,, in ^R. 


5.24 Steam enters a turbine operating at steady state at 700°F 
and 600 Ibf/in.? and leaves at 0.6 Ibf/in.? with a quality of 90%. 
The turbine develops 12,000 hp, and heat transfer from the tur- 
bine to the surroundings occurs at a rate of 2.5 х 10° Btu/h. 
Neglecting kinetic and potential energy changes from inlet to 
exit, determine the mass flow rate of the steam, in lb/h. 


5.25 Nitrogen gas enters a turbine operating at steady state 
through a 2-in.-diameter duct with a velocity of 200 ft/s, a pres- 
sure of 50 Ibf/in, and a temperature of 1000°R. At the exit, 
the velocity is 2 ft/s, the pressure is 20 Ibf/in.?, and the tem- 
perature is 700°R. Heat transfer from the surface of the turbine 
to the surroundings occurs at a rate of 16 Btu per Їр of nitrogen 
flowing. Neglecting potential energy effects and using the ideal 
gas model, determine the power developed by the turbine, in 
horsepower. 


5.26 (CD-ROM) 
527 (CD-ROM) 


5.28 Тһе intake to a hydraulic turbine installed in a flood control 
dam is located at an elevation of 10 m above the turbine exit. 
Water enters at 20°C with negligible velocity and exits from the 
turbine at 10 m/s. The water passes through the turbine with no 
significant changes in temperature or pressure between the inlet 
and exit, and heat transfer is negligible. The acceleration of grav- 
ity is constant at g = 9.81 m/s’. If the power output at steady 
state is 500 kW, what is the mass flow rate of water, in kg/s? 


5.29 A well-insulated turbine operating at steady state is sketched 
in Fig. P5.29. Steam enters at 3 MPa, 400°C, with a volumetric 
flow rate of 85 m*/min. Some steam is extracted from the tur- 
bine at a pressure of 0.5 MPa and a temperature of 180°C. The 
rest expands to a pressure of 6 kPa and a quality of 90%. The 
total power developed by the turbine is 11,400 kW. Kinetic and 
potential energy effects can be neglected. Determine 


1 
— Power out 
ру = ЗМРа 
T, = 400°С 
(AV), = 85 т/тіп 3 
p, = 0.5 MPa 
Т, = 180°С | 
V, = 20 m/s Figure Р5.20 
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(a) the mass flow rate of the steam at each of the two exits, 
in kg/h. 

(b) the diameter, in m, of the duct through which steam is ex- 
tracted, if the velocity there is 20 m/s. 


30 (CD-ROM) 
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32 At steady state, a well-insulated compressor takes in air at 
60°F, 14.2 Ibf/in?, with a volumetric flow rate of 1200 ft*/min, 
and compresses it to 500°F, 120 Ibf/in.? Kinetic and potential 
energy changes from inlet to exit can be neglected. Determine 
the compressor power, in hp, and the volumetric flow rate at 
the exit, in ft/min. 

33 Air enters a compressor with a pressure of 14.7 Ibf/in.’, a 
temperature of 70°F, and a volumetric flow rate of 40 ft/s. Air 
exits the compressor at 50 Ibf/in.* and 190°F. Heat transfer 
from the compressor to its surroundings occurs at a rate of 
20.5 Btu per Ib of air flowing. Determine the compressor 
power, in hp, for steady-state operation. 

34 А compressor operates at steady state with Refrigerant 
134a as the working fluid. The refrigerant enters at 0.2 MPa, 
0°C, with a volumetric flow rate of 0.6 m?/min. The diameters 
of the inlet and exit pipes are 3 and 1.5 cm, respectively. At 
the exit, the pressure is 1.0 MPa and the temperature is 50°С. 
If the magnitude of the heat transfer rate from the compressor 
to its surroundings is 5% of the compressor power input, de- 
termine the power input, in kW. 


.35 Carbon dioxide gas is compressed at steady state from a 


pressure of 20 Ibf/in.? and a temperature of 32°Е to a pressure 
of 50 Ibf/in.* and a temperature of 580°R. The gas enters the 
compressor through a 6-in.-diameter duct with a velocity of 
30 ft/s and leaves with a velocity of 80 ft/s. The magnitude of 
the heat transfer rate from the compressor to its surroundings 
is 2096 of the compressor power input. Using the ideal gas 
model and neglecting potential energy effects, determine the 
compressor power input, in horsepower. 


36 (CD-ROM) 
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39 Refrigerant 134a is compressed at steady state from 2.4 bar, 

0°C, to 12 bar, 50°C. Refrigerant enters the compressor with a 
volumetric flow rate of 0.38 m/min, and the power input to the 
compressor is 2.6 kW. Cooling water circulating through a water 
jacket enclosing the compressor experiences a temperature rise 
of 4°C from inlet to exit with a negligible change in pressure. 
Heat transfer from the outside of the water jacket and all ki- 
netic and potential energy effects can be neglected. Deter-mine 
the mass flow rate of the cooling water, in kg/s. 


5.40 A pump steadily draws water from a pond at a mass flow 


rate of 20 16/5 through a pipe. At the pipe inlet, the pressure is 
14.7 Ibf/in?, the temperature is 68?F, and the velocity is 
10 ft/s. At the pump exit, the pressure is 20 Ibf/in.?, the tem- 
perature is 68°F, and the velocity is 40 ft/s. The pump exit is 
located 50 ft above the pipe inlet. Determine the power re- 
quired by the pump, in Btu/s and horsepower. The local ac- 
celeration of gravity is 32.0 4/62. Neglect heat transfer. 
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5.41 А pump steadily delivers water through a hose terminated 
by a nozzle. The exit of the nozzle has a diameter of 0.6 cm 
and is located 10 m above the pump inlet pipe, which has a 
diameter of 1.2 cm. The pressure is equal to 1 bar at both the 
inlet and the exit, and the temperature is constant at 20°C. The 
magnitude of the power input required by the pump is 1.5 kW, 
and the acceleration of gravity is g = 9.81 m/s”. Determine 
the mass flow rate delivered by the pump, in kg/s. 


5.42 An oil pump operating at steady state delivers oil at a rate 
of 12 16/5 through a 1-in.-diameter pipe. The oil, which can be 
modeled as incompressible, has a density of 100 Ib/f and ex- 
periences a pressure rise from inlet to exit of 40 Ibf/in.? There 
is no significant elevation difference between inlet and exit, and 
the inlet kinetic energy is negligible. Heat transfer between the 
pump and its surroundings is negligible, and there is no signif- 
icant change in temperature as the oil passes through the pump. 
If pumps are available in 1/4-horsepower increments, determine 
the horsepower rating of the pump needed for this application. 


5.43 Refrigerant 134a enters a heat exchanger operating at 
steady state as a superheated vapor at 10 bar, 60°С, where it 
is cooled and condensed to saturated liquid at 10 bar. The mass 
flow rate of the refrigerant is 10 kg/min. A separate stream of 
air enters the heat exchanger at 22?C, 1 bar and exits at 45?C, 
] bar. Ignoring heat transfer from the outside of the heat ex- 
changer and neglecting kinetic and potential energy effects, de- 
termine the mass flow rate of the air, in kg/min. 


5.44 (CD-ROM) 
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5.46 Carbon dioxide gas is heated as it flows at steady state through 
a 2.5-cm-diameter pipe. At the inlet, the pressure is 2 bar, the 
temperature is 300 K, and the velocity is 100 m/s. At the exit, the 
pressure and velocity are 0.9413 bar and 400 m/s, respectively. 
The gas can be treated as an ideal gas with constant specific heat 
с, = 0.94 kJ/kg - К. Neglecting potential energy effects, deter- 
mine the rate of heat transfer to the carbon dioxide, in kW. 


5.47 А feedwater heater in a vapor power plant operates at 
steady state with liquid entering at inlet 1 with Т) = 40°C and 
Рі = 7.0 bar. Water vapor аг Т, = 200°C апар; = 7.0 bar en- 
ters at inlet 2. Saturated liquid water exits with a pressure of 
Рз = 7.0 bar. Ignoring heat transfer with the surroundings and 
all kinetic and potential energy effects, determine the ratio of 
mass flow rates, m/m». 


5.48 Refrigerant 134a enters a heat exchanger in a refrigeration 
system operating at steady state as saturated vapor at O?F and 
exits at 20°F with no change in pressure. A separate liquid stream 
of Refrigerant 134a passes in counterflow to the vapor stream, 
entering at 105°F, 160 Ibf/in.?, and exiting at a lower tempera- 
ture while experiencing no pressure drop. The outside of the heat 
exchanger is well insulated, and the streams have equal mass 
flow rates. Neglecting kinetic and potential energy effects, de- 
termine the exit temperature of the liquid stream, in °F. 


5.49 (CD-ROM) 


5.50 Figure P5.50 shows a solar collector panel with a surface area 
of 32 ft. The panel receives energy from the sun at a rate of 150 


150 Btu/h - ft? 4. 


А = 32 #2 


Water in 
At 110°F 


> 
NJ 
4% 


36% loss Water out 
лл” at 140°F 


Figure P5.50 


Btu/h per ft of collector surface. Thirty-six percent of the in- 
coming energy is lost to the surroundings. The remainder is used 
to heat liquid water from 110 to 140?F. The water passes through 
the solar collector with a negligible pressure drop. Neglecting ki- 
netic and potential energy effects, determine at steady state the 
mass flow rate of water, in lb/min. How many gallons of water 
at 140°F can eight collectors provide in a 30-min time period? 


5.51 (CD-ROM) 
5.52 А feedwater heater operates at steady state with liquid 


water entering at inlet 1 at 7 bar, 42°С, and a mass flow rate 
of 70 kg/s. A separate stream of water enters at inlet 2 as a 
two-phase liquid—vapor mixture at 7 bar with a quality of 98%. 
Saturated liquid at 7 bar exits the feedwater heater at 3. 
Ignoring heat transfer with the surroundings and neglecting 
kinetic and potential energy effects, determine the mass flow 
rate, in kg/s, at inlet 2. 


5.53 Figure P5.53 shows data for a portion of the ducting in a 


ventilation system operating at steady state. Air flows through 
the ducts with negligible heat transfer with the surroundings, and 
the pressure is very nearly 1 atm throughout. Determine the tem- 
perature of the air at the exit, in ^F, and the exit diameter, in ft. 


D,=4ft 
V, = 400 ft/min 
T, = 80°F 


1 


з V3 = 400 ft/min 


1 Insulation 18-1 
(АУ); = 2000 ft?/min D;=? 
У, = 600 ft/min 
T, = 40°F 
Figure P5.53 


5.54 Тһе electronic components of a computer consume 0.1 kW 


of electrical power. To prevent overheating, cooling air is sup- 
plied by a 25-W fan mounted at the inlet of the electronics 


enclosure. At steady state, air enters the fan at 20°C, 1 bar and 
exits the electronics enclosure at 35°C. There is no significant 
energy transfer by heat from the outer surface of the enclosure 
to the surroundings and the effects of kinetic and potential en- 
ergy can be ignored. Determine the volumetric flow rate of the 
entering air, in m/s. 

5.55 (CD-ROM) 


5.56 As shown in Fig. P5.56, electronic components mounted on 
a flat plate are cooled by air flowing over the top surface and 
by liquid water circulating through a U-tube bonded to the plate. 
At steady state, water enters the tube at 20°С and a velocity of 
0.4 m/s and exits at 24°С with a negligible change in pressure. 
The electrical components receive 0.5 kW of electrical power. 
The rate of heat transfer from the top of the plate-mounted elec- 
tronics is estimated to be 0.08 kW. Kinetic and potential energy 
effects can be ignored. Determine the tube diameter, in cm. 


Cooling on 
top surface 


Electronic 


T, = 24°C components 
T, =20°C 
V1 = 0.4 m/s 
Water 


Figure P5.56 


5.57 (CD-ROM) 


5.58 Refrigerant 134a enters the expansion valve of a refriger- 
ation system at a pressure of 1.2 MPa and a temperature of 
38°C and exits at 0.24 MPa. If the refrigerant undergoes a throt- 
tling process, what is the quality of the refrigerant exiting the 
expansion valve? 


5.59 A large pipe carries steam as a two-phase liquid—vapor 
mixture at 1.0 MPa. A small quantity is withdrawn through a 
throttling calorimeter, where it undergoes a throttling process 
to an exit pressure of 0.1 MPa. For what range of exit tem- 
peratures, in °C, can the calorimeter be used to determine the 
quality of the steam in the pipe? What is the corresponding 
range of steam quality values? 


5.60 (CD-ROM) 
561 (CD-ROM 


5.62 As shown in Fig. P5.62, a steam turbine at steady state is 
operated at part load by throttling the steam to a lower pres- 
sure before it enters the turbine. Before throttling, the pressure 
and temperature are, respectively, 200 Ibf/in.? and 600°F. Af- 
ter throttling, the pressure is 120 Ibf/in.? At the turbine exit, 
the steam is at 1 Ibf/in.? and a quality of 9096. Heat transfer 
with the surroundings and all kinetic and potential energy ef- 
fects can be ignored. Determine 
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(a) the temperature at the turbine inlet, in °F. 
(b) the power developed by the turbine, in Btu per Ib of steam 
flowing. 


Power out 


pı = 200 Ibf/in? 
T, = 600°F 


р» = 120 Ibf/in? 


рз = 1 Ibffin.? 
хз = 90% 


Figure Р5.02 


5.63 Refrigerant 134a enters the flash chamber operating at steady 
state shown in Fig. P5.63 at 10 bar, 36°C, with a mass flow rate 
of 482 kg/h. Saturated liquid and saturated vapor exit as sepa- 
rate streams, each at 4 bar. Heat transfer to the surroundings and 
kinetic and potential energy effects can be ignored. Determine 
the mass flow rates of the exiting streams, each in kg/h. 


3 


Saturated vapor, 
1 aa at 4 bar 


Flash 

ру = 10 bar chamber 

T, = 36°C 

m, = 482 kg/h 
Saturated liquid, 
at 4 bar 
2 

Figure P5.03 


5.64 At steady state, water enters the waste heat recovery steam 
generator shown in Fig. P5.64 at 42 Ibf/in.?, 220°F, and exits 


Oven 
exhaust 


T, = 360°F 


(AV), = 3000 ft?/min. (5) 


p» = 40 Ibf/in? 
Т, = 320°Е 


Power out 


Ту = 280°F 


= 52 
ЕРТ рз = 1 Ibff/in: 
р = ш. хз = 90% 


T, =220°Е 


Water 
in 


Figure P5.04 
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W; = 10,000 kW 


Т; = 1480 К 


рі = 20 bar Ж 
6 Heat exchanger 5р а. 1.35 Баг ) 
т» = 1200 kg/min 
Т,-1200К 
рб = 1 bar 
їп 
Figure P5.05 


at 40 Ibf/in.?, 320°F. The steam is then fed into a turbine from 
which it exits at 1 Ibf/in? and a quality of 90%. Air from an 
oven exhaust enters the steam generator at 360?F, 1 atm, with 
a volumetric flow rate of 3000 ft?/min, and exits at 280°F, 
] atm. Ignore all stray heat transfer with the surroundings and 
all kinetic and potential energy effects. 
(a) Determine the power developed by the turbine, in horsepower. 
(b) Evaluating the power developed at 8 cents per kW : h, 
determine its value, in $/year, for 8000 hours of operation 
annually, and comment. 

5.65  Airas an ideal gas flows through the turbine and heat ex- 
changer arrangement shown in Fig. P5.65. Data for the two 
flow streams are shown on the figure. Heat transfer to the sur- 
roundings can be neglected, as can all kinetic and potential en- 
ergy effects. Determine 73, in К, and the power output of the 
second turbine, in kW, at steady state. 


5.66 (CD-ROM) 
5.67 (CD-ROM) 


5.68 A simple gas turbine power plant operating at steady state 
is illustrated schematically in Fig. P5.68. The power plant con- 
sists of an air compressor mounted on the same shaft as the 


turbine. Relevant data are given on the figure. Kinetic and po- 
tential energy effects are negligible, and the compressor and 
turbine operate adiabatically. Using the ideal gas model, de- 
termine the power required by the compressor and the net 
power developed, each in horsepower. 


Оһ 


T, = 960 °R 


T, = 2500 °R 


> /У, 
Compressor 
Air in Air out 
]4- 520 ^R 4 1480 °R 
14.5 Ibf/in.? 14.5 Ibf/in.? 
42,000 ft?/min 
Figure P5.68 


Known: Water enters and exits an initially empty barrel. Тһе mass flow rate at the inlet is constant. At the exit, the mass 
flow rate is proportional to the height of the liquid in the barrel. 
Find: Plot the variation of liquid height with time and comment. 


Schematic and Given Data: 


) т = 3016/5 


Boundary of 
control volume 


Assumptions: 

The control volume is defined by the dashed line on the 
accompanying diagram. 

The water density is constant. 


A=3ft ri, = 9L Ib/s 


Analysis: For the one-inlet, one-exit control volume, Eq. 5.2 reduces to 


йт, 
dt 


= = ш 


The mass of water contained within the barrel at time 7 is given by 
m(t) = pAL(t) 


where р is density, A is the area of the base, and L(t) is the instantaneous liquid height. Substituting this into the mass rate 
balance together with the given mass flow rates 


d(pAL) 
dt 


= 2) = YL 
Since density and area are constant, this equation can be written as 
dL | ( 9 у, _ 3X) 
a pA pA 
which is a first-order, ordinary differential equation with constant coefficients. The solution is 


9 
JL e 3331 сео 5) 


where С is a constant of integration. The solution can be verified by substitution into the differential equation. 


To evaluate C, use the initial condition: at t = 0, L = 0. Thus, C = —3.33, and the solution сап be written as 
L = 3.33[1 - exp(—9t/pA)] 
Substituting p = 62.4 Ib/f and A = 3 f? results in 
Jb 


3.33[1 — ехр(—0.0482)] 
This relation can be plotted by hand or using appropriate software. The result is 
3.5 [- 


3.0[- 


2.5 [- 


Height, ft 
| 


1.0 — 


0.5 3 


| 1 | 
0 20 40 60 80 100 120 


Time, s 


From the graph, we see that initially the liquid height increases rapidly and then levels out. After about 100 s, the height stays 
nearly constant with time. At this point, the rate of water flow into the barrel nearly equals the rate of flow out of the barrel. 


From the graph, the limiting value of /, is 3.33 ft, which also сап be verified by taking the limit of the analytical solution as 
f| 569. 


Alternatively, this differential equation can be solved using Interactive Thermodynamics: IT. The differential equation can 
be expressed as 


der(L,t) + (9 * L)/((rho * А) + 30/(rho * A) 
rho = 62.4 // Ib/ft? 
A =3/ ft? 


where der(L,t) is dL/dt, rho is density p, and A is area. Using the Explore button, set the initial condition at L = 0, and 
sweep / from 0 to 200 in steps of 0.5. Then, the plot сап be constructed using the Graph button. 


Known: А power washer operates at steady state with known inlet and exit conditions. The heat transfer rate is known as а 
percentage of the power input. 
Find: Determine the power input. 


Schematic and Given Data: 


pi-latm 

T, = 20°С 
(AV), = 0.1 L/s 
D, =2.5 cm 


Assumptions: 
A control volume enclosing the power unit and the delivery hose is at steady state. 
The water is modeled as incompressible with c = 4.18 kJ/kg : К. 


Analysis: To calculate the power input, begin with the one-inlet, one-exit form of the energy balance for a control volume 
at steady state. 


А : Wi WS 
0 OF Wer | ri (m hz) | ( ) | &a ә) 
Introducing Oy = (0.1)Wx. and solving for Wa 


. m 
Wa сэн т ih hy) 2 | &(a 2] 


The mass flow rate т can be evaluated using the given volumetric flow rate and v == v,(20°C) = 1.0018 х 107° m*/kg 
from Table T-2, as follows 
m = (AV),/v 


Ome 3 


0 
= (0.1 L/s) /(1.0018 х 10? mg) 


= 0.1 kg/s 


Dividing the given volumetric flow rate by the inlet area, the inlet velocity is V; = 0.2 m/s. 


The specific enthalpy term is evaluated using Eq. 4.2124, with p, = p; = 1 atm and c = 4.18 kJ/kg : К from assumption 2. 
That is 


0 
№ = № = c(T, = T) + г(р--рҙ) 
= (4.18 kJ/kg - K)(—3 К) = —12.54 kJ/kg 


Evaluating the specific kinetic energy term 


er 00) 2! 


lkj 
5 3 | 1.25 kJ/kg 
2 2 1 Ко • 01/57 1110" №: т 
Finally, the specific potential energy term is 
5 IN 1 kJ 
а о) = (9151 55802555 5 0.05 К/К 
sa — 2) = (981 mio — m 1 якта, : 
Inserting values 
(0.1 kg/s) (8) | 1 kW 
12.54) 4 1225) ar (210415) 
e ae ШАД уна Л ТЕП 


Thus 
W., = —1.54 kW 


where the minus sign indicates that power is provided to the washer. 


Since power is required to operate the washer, Wey is negative in accord with our sign convention. The energy transfer by 
heat is from the control volume to the surroundings, and thus О,, is negative as well. Using the value of W., found below, 


О. = (0.1) М, = —0.154 kW. 
The power washer develops a high-velocity jet of water at the exit. The inlet velocity is small by comparison. 


The power input to the washer is accounted for by heat transfer from the washer to the surroundings and the increases in 
specific enthalpy, kinetic energy, and potential energy of the water as it is pumped through the power washer. 


Example 5.10 Waste Heat Recovery System 


Known: Steady-state operating data are provided for a system consisting of a heat-recovery steam generator and a turbine. 
Find: Determine the power developed by the turbine and the turbine inlet temperature. Evaluate the annual value of the 


power developed. 


Schematic and Given Data: 


Рі 1 айп 
T, = 400°Е 
= 5 fmi 
(AV), =2 x 10° ft/min] 1 Assumptions 


1. The control volume shown on the accompa- 

nying figure is at steady state. 

2. Heat transfer is negligible, and changes in ki- 

netic and potential energy can be ignored. 
Power 3. There is no pressure drop for water flowing 

out through the steam generator. 
4. The combustion products are modeled as air 
as an ideal gas. 


Т; = 260°F 
рә = latm 


Steam 
generator| 


31 p, = 40 Ibf/in.? p; = 1 Ibffin? 
Т, = 1029Е х5 = 93% 


йз = 275 Ib/min 
Figure Е5.10 


Analysis: (а) The power developed by the turbine is determined from a control volume enclosing both the steam generator 
and the turbine. Since the gas and water streams do not mix, mass rate balances for each of the streams reduce, respectively, 


to give 
m, = m», m, = Ms 


The steady-state form of the energy rate balance is 


NUNT УІ V3 
0 = OF Us | m, hy | 2 | 124 | m3 h; | 2. | 823 


у? ; v5 
no ia E ESO ша ЕШ: 


The underlined terms drop out by assumption 2. With these simplifications, together with the above mass flow rate relations, 


the energy rate balance becomes 


Wey = my(h, — m) + my(h, — hs) 


The mass flow rate тү сап be evaluated with given data at inlet 1 and the ideal gas equation of state 


(AV), (AV)pı (2 X 10° #/тіп)(14.7 Ibf/in.?) | 144 in? 
т = = = 5 
0 R/M)T 1545 ft - Ibf 1 ft 
ту ЕНШІ 
28.97 Ib - ^R. 
= 9230.6 Ib/min 


The specific enthalpies Л, and h, can be found from Table T-9E: At 860°R, Л, = 206.46 Btu/Ib, and at 720?R, Л, = 172.39 
Btu/Ib. At state 3, water is a liquid. Using Eq. 4.14 and saturated liquid data from Table T-2E, Л, = h{T;) = 70 Btu/lb. State 
5 18 a two-phase liquid-vapor mixture. With data from Table T-3E and the given quality 


hs = hg + x5(hgs — Nes) 
= 69.74 + 0.93(1036.0) = 1033.2 Btu/Ib 


Substituting values into the expression for Woy 


. Ib Bt 
Wx = (92306 --- ) 206.46 = 112303 
min Ib 


+ (275 „ето -10332) 82 
min 779 Ш 
Bt 
= 49610 23 
тіп 


То determine Т), it is necessary to fix the state at 4. This requires two independent property values. With assumption 3, 
one of these properties is pressure, p, = 40 Ibf/in.? The other is the specific enthalpy h4, which can be found from an energy 
rate balance for a control volume enclosing just the steam generator. Mass rate balances for each of the two streams give 
m, = т; and тз = m4. With assumption 2 and these mass flow rate relations, the steady-state form of the energy rate balance 
reduces to 


0 = mh, — №) + m3(h3 — hy) 
Solving for h4 


ту 
= (А) 


т» 

Вш 9230.6 ІҺ/тпіп Вш 

70 | 20168 — 1102239) == 

lb ( 275 |b/min Х Бх 22) Ib 
Btu 
-1213.6-- 
Ib 


Interpolating in Table T-4E at p, = 40 Ibf/in.? with h4, we get T, = 354°F. 
Using the result of part (a), together with the given economic data and appropriate conversion factors, the value of the 
power developed for 8000 hours of operation annually is 


Annual | (49610 Btu |60 min 1 kW | (sooo h J(o 08 $ ) 
value min| lh ||3413 Btu/h year/\ — kW-h 
— 558,000 2 
year 


Alternatively, to determine h4 a control volume enclosing just the turbine can be considered. This is left as an exercise. 


The decision about implementing this solution to the problem of utilizing the hot combustion products discharged from an 
industrial process would necessarily rest on the outcome of a detailed economic evaluation, including the cost of purchas- 
ing and operating the steam generator, turbine, and auxiliary equipment. 


5.4 Refrigerant 22 enters the condenser of а refrigeration sys- 
tem operating at steady state at 12 bar, 50°C, through a 2.5- 
cm-diameter pipe. At the exit, the pressure is 12 bar, the tem- 
perature is 28°C, and the velocity is 2.5 m/s. The mass flow 
rate of the entering refrigerant is 5 kg/min. Determine 
(a) the velocity at the inlet, in m/s. 

(b) the diameter of the exit pipe, in cm. 


5.9 Ammonia enters a control volume operating at steady state 
at p, = 14 bar, Т, = 28°C, with a mass flow rate of 0.5 kg/s. 
Saturated vapor at 4 bar leaves through one exit, with a volu- 
metric flow rate of 1.036 m*/min, and saturated liquid at 4 bar 
leaves through a second exit. Determine 
(a) the minimum diameter of the inlet pipe, in cm, so the am- 

monia velocity does not exceed 20 m/s. 
(b) the volumetric flow rate of the second exit stream, in m?/min. 


5.10 Infiltration of outside air into a building through miscel- 
laneous cracks around doors and windows can represent a sig- 
nificant load on the heating equipment. On a day when the out- 
side temperature is 0°F, 88 ft/min of air enters through the 
cracks of a particular office building. In addition, door open- 
ings account for about 100 ft*/min of outside air infiltration. 
The internal volume of the building is 20,000 ft, and the in- 
side temperature is 72?F. There is negligible pressure differ- 
ence between the inside and the outside of the building. As- 
suming ideal gas behavior, determine at steady state the 
volumetric flow rate of air exiting the building through cracks 
and other openings, and the number of times per hour that the 
air within the building is changed due to infiltration. 


5.11 Figure P5.11 shows a cooling tower operating at steady 
state. Warm water from an air conditioning unit enters at 120°F 
with a mass flow rate of 4000 Ib/h. Dry air enters the tower at 
70°F, 1 atm with a volumetric flow rate of 3000 ft?/min. Be- 
cause of evaporation within the tower, humid air exits at the 
top of the tower with a mass flow rate of 14,000 Ib/h. Cooled 
liquid water is collected at the bottom of the tower for return 
to the air conditioning unit together with makeup water. De- 
termine the mass flow rate of the makeup water, in Ib/h. 


Humid air 
тд = 14,000 Ib/h 


| | г Cooling tower 
Fan 


Warm water inlet 
m, = 4000 Ib/h 


T, = 120°Е 


рз = 1 айп 


5) | 
эс 2 (AV); = 3000 ft?/min 


2 Return water 


Liquid 
Makeup water i fi n 
Figure P5.11 


5.15 Methane (CH,) gas enters a horizontal, well-insulated noz- 
е operating at steady state at 80°С and a velocity of 10 m/s. 
Assuming ideal gas behavior for the methane, determine the 
temperature of the gas exiting the nozzle, in °С, if the exit уе- 
locity is 550 m/s. 


5.16 Helium gas flows through a well-insulated nozzle at steady 
state. The temperature and velocity at the inlet аге 600°R and 
175 ft/s, respectively. At the exit, the temperature is 460°R and 
the pressure is 50 Ibf/in.? The mass flow rate is 1 Ib/s. Using 
the ideal gas model with c, = 2.5R, and neglecting potential 
energy effects, determine the exit area, in ft’. 


5.20 Ammonia enters an insulated diffuser as a saturated vapor 
at 80°F with a velocity of 1200 ft/s. At the exit, the pressure 
is 200 Ibf/in.? and the velocity is negligible. The diffuser op- 
erates at steady state and potential energy effects can be neg- 
lected. Determine the exit temperature, in °F. 


5.26 A well-insulated turbine operating at steady state devel- 
ops 10 MW of power for a steam flow rate of 20 kg/s. The 
steam enters at 320°C with a velocity of 25 m/s and exits as 
saturated vapor at 0.06 bar with a velocity of 90 m/s. Ne- 
glecting potential energy effects, determine the inlet pressure, 
in bar. 


5.27 Steam enters a well-insulated turbine operating at steady 
state with negligible velocity at 4 MPa, 320°C. The steam ex- 
pands to an exit pressure of 0.07 MPa and a velocity of 
90 m/s. The diameter of the exit is 0.6 m. Neglecting poten- 
tial energy effects, plot the power developed by the turbine, 
in kW, versus the steam quality at the turbine exit ranging 
from 0.9 to 1.0. 


5.30 Steam at 1600 Ibf/in.?, 1000°F, and а velocity of 2 ft/s en- 
ters a turbine operating at steady state. As shown in Fig. P5.30, 
22% of the entering mass flow is extracted at 160 Ibf/in.?, 
450°F, with a velocity of 10 ft/s. The rest of the steam exits as 
a two-phase liquid-vapor mixture at 1 Ibf/in.?, with a quality 
of 8596 and a velocity of 150 ft/s. The turbine develops a power 
output of 9 x 10* Btu/h. Neglecting potential energy effects 


Air conditioning unit 


and heat transfer between the turbine and its surroundings, 
determine. 

(а) the mass flow rate of the steam entering the turbine, in Ib/h. 
(b) the diameter of the extraction duct, in ft. 


1 Wet = 9 х 108 Btu/h 
Cc 
pi = 1600 Ibffin. — 
T, = 100096 
V,=2 ft/s 2 3 
рз = 1 Ibffin? 

т» = 0.22 тү ху = 0.85 

р» = 160 Ibffin2 У; = 150 ft/s 

Т, = 450°F 

V5 = 10 ft/s 
Figure P5.30 


5.31 Air is compressed at steady state from 1 bar, 300 К, to 
6 bar with a mass flow rate of 4 kg/s. Each unit of mass pass- 
ing from inlet to exit undergoes a process described by ро!27 = 
constant. Heat transfer occurs at a rate of 46.95 kJ per kg of 
air flowing through the compressor to cooling water circulat- 
ing in a water jacket enclosing the compressor. If kinetic and 
potential energy changes of the air from inlet to exit are neg- 
ligible, calculate the compressor power, in kW. 


5.36 Refrigerant 22 enters an air conditioner compressor at 
6 bar, 10°С, and is compressed at steady state to 14 bar, 45°С. 
The volumetric flow rate of refrigerant entering is 2.05 m?/min. 
The power input to the compressor is 20.7 kJ per kg of re- 
frigerant flowing. Neglecting kinetic and potential energy ef- 
fects, determine the heat transfer rate, in kW. 


5.37 А compressor operating at steady state takes in 45 kg/min 
of methane gas (СН,) at 1 bar, 25°С, 15 m/s, and compresses 
it with negligible heat transfer to 2 bar, 90 m/s at the exit. The 
power input to the compressor is 110 kW. Potential energy ef- 
fects are negligible. Using the ideal gas model, determine the 
temperature of the gas at the exit, in K. 


5.38 Ammonia enters a refrigeration system compressor oper- 
ating at steady state at O°F, 20 Ibf/in, and exits at 300°F, 
250 Ibf/in? The magnitude of the power input to the com- 
pressor is 10 hp, and there is heat transfer from the compres- 
sor to the surroundings at a rate of 5000 Btu/h. Kinetic and 
potential energy effects are negligible. Determine the inlet 
volumetric flow rate, in ft?/min. 


5.44 Ammonia enters a condenser operating at steady state at 
225 Ibf/in? and 140°F and is condensed to saturated liquid at 
225 Ibf/in.? on the outside of tubes through which cooling water 
flows. In passing through the tubes, the cooling water increases 
in temperature by 15°F and experiences no significant pressure 
drop. The volumetric flow rate of cooling water is 24 gal/min. 
Neglecting kinetic and potential energy effects, ignoring heat 
transfer from the outside of the condenser, and modeling the cool- 
ing water as incompressible with c = 1 Btu/Ib · ^R, determine 
(a) the mass flow rate of ammonia, in Ib/h. 

(b) the rate of energy transfer, in Btu/h, from the condensing 
ammonia to the cooling water. 


5.45 A steam boiler tube is designed to produce a stream of sat- 
urated vapor at 200 kPa from saturated liquid entering at the 
same pressure. At steady state, the flow rate is 0.25 kg/min. 
The boiler is constructed from a well-insulated stainless steel 
pipe through which the steam flows. Electrodes clamped to the 
pipe at each end cause a 10-V direct current to pass through 
the pipe material. Determine the required size of the power 
supply, in kW, and the expected current draw, in amperes. 


5.49 Тһе cooling coil of an air-conditioning system is a heat 
exchanger in which air passes over tubes through which Re- 
frigerant 22 flows. Air enters with a volumetric flow rate of 
40 m?/min at 27°C, 1.1 bar, and exits at 15°C, 1 bar. Refriger- 
ant enters the tubes at 7 bar with a quality of 16% and exits at 
7 bar, 15°С. Ignoring heat transfer from the outside of the heat 
exchanger and neglecting kinetic and potential energy effects, 
determine at steady state 
(a) the mass flow rate of refrigerant, in kg/min. 

(b) the rate of energy transfer, in kJ/min, from the air to the 
refrigerant. 


5.51 Ав shown in Fig. P5.51, 15 kg/s of steam enters a desu- 
perheater operating at steady state at 30 bar, 320°C, where it 
is mixed with liquid water at 25 bar and temperature Т; to pro- 
duce saturated vapor at 20 bar. Heat transfer between the de- 
vice and its surroundings and kinetic and potential energy ef- 
fects can be neglected. 

(a) If T, = 200°C, determine the mass flow rate of liquid, т», 
in kg/s. 
(b) Plot т, in kg/s, versus Т, ranging from 20 to 220°C. 


3 
рз = 20 bar 
Saturated vapor 
Valve Valve 
HO} а н 
superheater 

Рі = 30 bar р» = 25 bar 

T, = 320°C Т, 

тү= 15 kg/s 


Figure P5.51 


5.55 Cooling water circulates through a water jacket enclosing 
a housing filled with electronic components. At steady state, 
water enters the water jacket at 20°C and exits with a negligi- 
ble change in pressure at a temperature that cannot exceed 
24°C. The electronic components receive 2.5 kW of electric 
power. There is no significant energy transfer by heat from the 
outer surface of the water jacket to the surroundings, and ki- 
netic and potential energy effects can be ignored. Determine 
the minimum mass flow rate of the water, in kg/s, for which 
the limit on the temperature of the exiting water is met. 


5.57 Electronic components are mounted on the inner surface 
of a horizontal cylindrical duct whose inner diameter is 0.2 m, 
as shown in Fig. P5.57. To prevent overheating of the elec- 
tronics, the cylinder is cooled by a stream of air flowing through 
it and by air flowing over its outer surface. Air enters the duct 
at 25°C, 1 bar and a velocity of 0.3 m/s and exits with negli- 
gible changes in kinetic energy and pressure at a temperature 


that cannot exceed 40°C. At steady state the electronic com- 
ponents require 0.20 kW of electric power. Determine the min- 
imum rate of heat transfer from the cylinder’s outer surface, in 
kW, for which the limit on the temperature of the exiting air 
is met. 


Cooling on outer surface 


Air 

----> -----> 
Тү = 25°С Т, < 40°C 
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Figure P5.57 


5.60 Ammonia vapor enters a valve at 10 bar, 40°C, and leaves 
at 6 bar. If the refrigerant undergoes a throttling process, what 
is the temperature of the ammonia leaving the valve, in °C? 


5.61 Refrigerant 22 enters the expansion valve of an air condi- 
tioning unit at 200 Ibf/in.?, 90°F, and exits at 75 Ibf/in.? If the 
refrigerant undergoes a throttling process, what are the tem- 
perature, in °F, and the quality at the exit of the valve? 


5.66 А residential heat pump system operating at steady state 
is shown schematically in Fig. P5.66. Refrigerant 134a circu- 
lates through the components of the system, and property data 
at the numbered locations are given on the figure. The mass 
flow rate of the refrigerant is 4.6 kg/min. Kinetic and poten- 
tial energy effects are negligible. Determine 
(a) rate of heat transfer between the compressor and the sur- 

roundings, in kJ/min. 
(b) the coefficient of performance. 
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Figure P5.66 


5.67 Figure P5.67 shows a simple vapor power plant operating 
at steady state with water circulating through the components. 
Relevant data at key locations are given on the figure. The mass 
flow rate of the water is 109 kg/s. Kinetic and potential energy 
effects are negligible as are all stray heat transfers. Determine 
(a) the thermal efficiency. 

(b) the mass flow rate of the cooling water passing through 
the condenser, in kg/s. 
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a THE SECOND LAW OF 
лә THERMODYNAMICS 


Introduction... 


The presentation to this point has considered thermodynamic analysis using the 

conservation of mass and conservation of energy principles together with property 

relations. In Chaps. 3 through 5 these fundamentals are applied to increasingly 

complex situations. The conservation principles do not always suffice, however, 

and often the second law of thermodynamics is also required for thermodynamic 

analysis. The objective of this chapter is to introduce the second law of chapter objective 
thermodynamics. A number of deductions that may be called corollaries of the 

second law are also considered, including performance limits for thermodynamic 

cycles. The current presentation provides the basis for subsequent developments 

involving the second law in Chap. 7. 


өл Introducing the Second Law 


The objectives of the present section are to (1) motivate the need for and the usefulness of 
the second law, and (2) to introduce statements of the second law that serve as the point of 
departure for its application. 


6.1.1 Motivating the Second Law 


It is a matter of everyday experience that there is a definite direction for spontaneous 
processes. This can be brought out by considering Fig. 6.1. Air held at a high pressure р; in 
a closed tank would flow spontaneously to the lower pressure surroundings at pọ if the in- 
terconnecting valve were opened. Eventually fluid motions would cease and all of the air 


Atmospheric air 
at po 
Valve 


Figure 0.1 Mlustrations of a spontaneous expansion and the eventual 
attainment of equilibrium with the surroundings. 
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would be at the same pressure as the surroundings. Drawing on experience, it should be clear 
that the inverse process would not take place spontaneously, even though energy could be 
conserved: Air would not flow spontaneously from the surroundings at po into the tank, 
returning the pressure to its initial value. The initial condition can be restored, but not in a 
spontaneous process. An auxiliary device such as an air compressor would be required to re- 
turn the air to the tank and restore the initial air pressure. 

This illustration suggests that not every process consistent with the principle of energy 
conservation can occur. Generally, an energy balance alone neither enables the preferred di- 
rection to be predicted nor permits the processes that can occur to be distinguished from 
those that cannot. In elementary cases such as the one considered, experience can be drawn 
upon to deduce whether particular spontaneous processes occur and to deduce their direc- 
tions. For more complex cases, where experience is lacking or uncertain, a guiding princi- 
ple would be helpful. This is provided by the second law. 

The foregoing discussion also indicates that when left to themselves, systems tend to un- 
dergo spontaneous changes until a condition of equilibrium is achieved, both internally and 
with their surroundings. In some cases equilibrium is reached quickly, in others it is achieved 
slowly. For example, some chemical reactions reach equilibrium in fractions of seconds; an 
ice cube requires a few minutes to melt; and it may take years for an iron bar to rust away. 
Whether the process is rapid or slow, it must of course satisfy conservation of energy. How- 
ever, this alone would be insufficient for determining the final equilibrium state. Another gen- 
eral principle is required. This is provided by the second law. 

By exploiting the spontaneous process shown in Fig. 6.1, it is possible for work to be de- 
veloped as equilibrium is attained: Instead of permitting the air to expand aimlessly into the 
lower-pressure surroundings, the stream could be passed through a turbine and work could 
be developed. Accordingly, in this case there is a possibility for developing work that would 
not be exploited in an uncontrolled expansion. Recognizing this possibility for work, we can 
pose two questions: 


* What is the theoretical maximum value for the work that could be obtained? 


* What are the factors that would preclude the realization of the maximum value? 


That there should be a maximum value is fully in accord with experience, for if it were 
possible to develop unlimited work, few concerns would be voiced over our dwindling fuel 
supplies. Also in accord with experience is the idea that even the best devices would be 
subject to factors such as friction that would preclude the attainment of the theoretical max- 
imum work. The second law of thermodynamics provides the means for determining the 
theoretical maximum and evaluating quantitatively the factors that preclude attaining the 
maximum. 


Summary. Тһе preceding discussions can be summarized by noting that the second law 
and deductions from it are useful because they provide means for 


1. predicting the direction of processes. 


ы 


establishing conditions for equilibrium. 


сай 


determining the best theoretical performance of cycles, engines, and other devices. 


> 


evaluating quantitatively the factors that preclude the attainment of the best theoretical 
performance level. 


Additional uses of the second law include its roles in 
5. defining a temperature scale independent of the properties of any thermometric substance. 


6. developing means for evaluating properties such as и and h in terms of properties that are 
more readily obtained experimentally. 
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Scientists and engineers have found many additional applications of the second law and 
deductions from it. It also has been used in economics, philosophy, and other areas far re- 
moved from engineering thermodynamics. 

The six points listed can be thought of as aspects of the second law of thermodynamics 
and not as independent and unrelated ideas. Nonetheless, given the variety of these topic ar- 
eas, it is easy to understand why there is no single statement of the second law that brings 
out each one clearly. There are several alternative, yet equivalent, formulations of the sec- 
ond law. In the next section, two equivalent statements of the second law are introduced as 
a point of departure for our study of the second law and its consequences. Although the exact 
relationship of these particular formulations to each of the second law aspects listed above 
may not be immediately apparent, all aspects listed can be obtained by deduction from these 
formulations or their corollaries. It is important to add that in every instance where a con- 
sequence of the second law has been tested directly or indirectly by experiment, it has been 
unfailingly verified. Accordingly, the basis of the second law of thermodynamics, like every 
other physical law, is experimental evidence. 


6.1.2 Statements of the Second Law 


Among many alternative statements of the second law, two are frequently used in engineer- 
ing thermodynamics. They are the Clausius and Kelvin—Planck statements. The objective of 
this section is to introduce these two equivalent second law statements. The equivalence of 
the Clausius and Kelvin—Planck statements can be demonstrated by showing that the viola- 
tion of each statement implies the violation of the other. 


Clausius Statement of the Second Law 


The Clausius statement of the second law asserts that: It is impossible for any system to op- 
erate in such a way that the sole result would be an energy transfer by heat from a cooler 
to a hotter body. 

The Clausius statement does not rule out the possibility of transferring energy by heat 
from a cooler body to a hotter body, for this is exactly what refrigerators and heat pumps ac- 
complish. However, as the words “sole result" in the statement suggest, when a heat trans- 
fer from a cooler body to a hotter body occurs, there must be some other effect within the 
system accomplishing the heat transfer, its surroundings, or both. If the system operates in 
a thermodynamic cycle, its initial state 18 restored after each cycle, so the only place that 
must be examined for such other effects is its surroundings. For Example... cooling of food 
is accomplished by refrigerators driven by electric motors requiring work from their sur- 
roundings to operate. The Clausius statement implies that it is impossible to construct a re- 
frigeration cycle that operates without an input of work. A 


Kelvin-Planck Statement of the Second Law 


Before giving the Kelvin-Planck statement of the second law, the concept of a thermal reser- 
voir is introduced. A thermal reservoir, or simply a reservoir, is a special kind of system that 
always remains at constant temperature even though energy is added or removed by heat 
transfer. A reservoir is an idealization, of course, but such a system can be approximated in 
a number of ways—by the earth's atmosphere, large bodies of water (lakes, oceans), a large 
block of copper, and so on. Extensive properties of a thermal reservoir such as internal en- 
ergy can change in interactions with other systems even though the reservoir temperature 
remains constant. 

Having introduced the thermal reservoir concept, we give the Kelvin—Planck statement 
of the second law: It is impossible for any system to operate іп a thermodynamic cycle and 
deliver a net amount of energy by work to its surroundings while receiving energy by heat 


Clausius statement 


thermal reservoir 


Kelvin—Planck statement 
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System undergoing a 
thermodynamic cycle 


analytical form: 
Kelvin—Planck statement 


irreversible and 
reversible processes 


transfer from a single thermal reservoir. The Kelvin—Planck statement does not rule out 
the possibility of a system developing a net amount of work from a heat transfer drawn 
from a single reservoir. It only denies this possibility if the system undergoes a thermo- 
dynamic cycle. 

The Kelvin—Planck statement can be expressed analytically. To develop this, let us study 
a system undergoing a cycle while exchanging energy by heat transfer with a single reser- 
voir. The first and second laws each impose constraints: 


e A constraint is imposed by the first law on the net work and heat transfer between 
the system and its surroundings. According to the cycle energy balance, Eq. 3.15 


усе = Q cycle 


In words, the net work done by the system undergoing a cycle equals the net heat 
transfer to the system. Although the cycle energy balance allows the net work Уулс 
to be positive or negative, the second law imposes a constraint on its direction, as 
considered next. 


e According to the Kelvin—Planck statement, a system undergoing a cycle while com- 
municating thermally with a single reservoir cannot deliver a net amount of work to 
its surroundings. That is, the net work of the cycle cannot be positive. However, the 
Kelvin—Planck statement does not rule out the possibility that there is a net work 
transfer of energy to the system during the cycle or that the net work is zero. Thus, 
the analytical form of the Kelvin-Planck statement is 


Woycte = 0 (single reservoir) (6.1) 


The words single reservoir in Eq. 6.1 emphasize that the system communicates thermally 
only with a single reservoir as it executes the cycle. It can be shown that the “less than” and 
“equal to” signs of Eq. 6.1 correspond to the presence and absence of internal irreversibili- 
ties, respectfully. The concept of irreversibilities is considered next. 


ri Identifying Irreversibilities 


One of the important uses of the second law of thermodynamics in engineering is to deter- 
mine the best theoretical performance of systems. By comparing actual performance with the 
best theoretical performance, insights often can be gained into the potential for improvement. 
As might be surmised, the best performance is evaluated in terms of idealized processes. In 
this section such idealized processes are introduced and distinguished from actual processes 
involving irreversibilities. 

A process is called irreversible if the system and all parts of its surroundings cannot be 
exactly restored to their respective initial states after the process has occurred. A process is 
reversible if both the system and surroundings can be returned to their initial states. Irre- 
versible processes are the subject of the present discussion. The reversible process is con- 
sidered again later in the section. 

A system that has undergone an irreversible process is not necessarily precluded from be- 
ing restored to its initial state. However, were the system restored to its initial state, it would 
not be possible also to return the surroundings to the state they were in initially. It might be 
apparent from the discussion of the Clausius statement of the second law that any process 
involving a spontaneous heat transfer from a hotter body to a cooler body is irreversible. Oth- 
erwise, it would be possible to return this energy from the cooler body to the hotter body 
with no other effects within the two bodies or their surroundings. However, this possibility 
is contrary to our experience and is denied by the Clausius statement. Processes involving 


6.2 Identifying Irreversibilities 


other kinds of spontaneous events are irreversible, such as the unrestrained expansion of a 
gas considered in Fig. 6.1. Friction, electrical resistance, hysteresis, and inelastic deforma- 
tion are examples of effects whose presence during a process renders it irreversible. 
In summary, irreversible processes normally include one or more of the following 
irreversibilities: 
1. Heat transfer through a finite temperature difference 
. Unrestrained expansion of a gas or liquid to a lower pressure 
. Spontaneous chemical reaction 
. Spontaneous mixing of matter at different compositions or states 
. Friction—sliding friction as well as friction in the flow of fluids 
. Electric current flow through a resistance 


. Magnetization or polarization with hysteresis 
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. Inelastic deformation 


Although the foregoing list is not exhaustive, it does suggest that all actual processes are 
irreversible. That is, every process involves effects such as those listed, whether it is a nat- 
urally occurring process or one involving a device of our construction, from the simplest 
mechanism to the largest industrial plant. The term “irreversibility” is used to identify any 
of these effects. The list given previously comprises a few of the irreversibilities that are com- 
monly encountered. 

As a system undergoes a process, irreversibilities may be found within the system as well 
as within its surroundings, although in certain instances they may be located predominately 
in one place or the other. For many analyses it is convenient to divide the irreversibilities 
present into two classes. Internal irreversibilities are those that occur within the system. 
External irreversibilities are those that occur within the surroundings, often the immediate 
surroundings. As this distinction depends solely on the location of the boundary, there is 
some arbitrariness in the classification, for by extending the boundary to take in a portion of 
the surroundings, all irreversibilities become "internal." Nonetheless, as shown by subsequent 
developments, this distinction between irreversibilities is often useful. 

Engineers should be able to recognize irreversibilities, evaluate their influence, and de- 
velop practical means for reducing them. However, certain systems, such as brakes, rely on 
the effect of friction or other irreversibilities in their operation. The need to achieve prof- 
itable rates of production, high heat transfer rates, rapid accelerations, and so on invariably 
dictates the presence of significant irreversibilities. Furthermore, irreversibilities are tolerated 
to some degree in every type of system because the changes in design and operation required 
to reduce them would be too costly. Accordingly, although improved thermodynamic per- 
formance can accompany the reduction of irreversibilities, steps taken in this direction are 
constrained by a number of practical factors often related to costs. 


For Example... consider two bodies at different temperatures that are able to commu- 
nicate thermally. With a finite temperature difference between them, a spontaneous heat 
transfer would take place and, as discussed previously, this would be a source of irre- 
versibility. It might be expected that the importance of this irreversibility would diminish 
as the temperature difference narrows, and this is the case. As the difference in tempera- 
ture between the bodies approaches zero, the heat transfer would approach reversibility. 
From the study of heat transfer (Sec. 15.1), it is known that the transfer of a finite amount 
of energy by heat between bodies whose temperatures differ only slightly would require a 
considerable amount of time, a larger (more costly) heat transfer surface area, or both. To 
approach reversibility, therefore, a heat transfer would require an infinite amount of time 
and/or an infinite surface area. Ж 
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Internally Reversible Processes 


In an irreversible process, irreversibilities are present within the system, its surroundings, or 
both. A reversible process is one in which there are no internal or external irreversibilities. 
An internally reversible process is one in which there are no irreversibilities within the sys- 
tem. Irreversibilities may be located within the surroundings, however, as when there is heat 
transfer between a portion of the boundary that is at one temperature and the surroundings 
at another. 

At every intermediate state of an internally reversible process of a closed system, all 
intensive properties are uniform throughout each phase present. That is, the temperature, 
pressure, specific volume, and other intensive properties do not vary with position. If there 
were a spatial variation in temperature, say, there would be a tendency for a spontaneous 
energy transfer to occur within the system in the direction of decreasing temperature. For 
reversibility, however, no spontaneous processes can be present. From these considera- 
tions it can be concluded that the internally reversible process consists of a series of equi- 
librium states: It is a quasiequilibrium process. To avoid having two terms that refer to 
the same thing, in subsequent discussions we will refer to any such process as an internally 
reversible process. 

The use of the internally reversible process concept in thermodynamics is comparable to 
the idealizations made in mechanics: point masses, frictionless pulleys, rigid beams, and so 
on. In much the same way as these are used in mechanics to simplify an analysis and arrive 
at a manageable model, simple thermodynamic models of complex situations can be obtained 
through the use of internally reversible processes. Initial calculations based on internally 
reversible processes would be adjusted with efficiencies or correction factors to obtain 
reasonable estimates of actual performance under various operating conditions. Internally re- 
versible processes are also useful in determining the best thermodynamic performance of 
systems. 

The internally reversible process concept can be employed to refine the definition of the 
thermal reservoir introduced in Sec. 6.1.2. In subsequent discussions we assume that no in- 
ternal irreversibilities are present within a thermal reservoir. Accordingly, every process of a 
thermal reservoir is an internally reversible process. 


Applying the Second Law to Thermodynamic Cycles 


Several important applications of the second law related to power cycles and refrigeration 
and heat pump cycles are presented in this section. These applications further our under- 
standing of the implications of the second law and provide the basis for important deduc- 
tions from the second law introduced in subsequent sections. Familiarity with thermodynamic 
cycles is required, and we recommend that you review Sec. 3.7, where cycles are considered 
from an energy, or first law, perspective and the thermal efficiency of power cycles and co- 
efficients of performance for refrigeration and heat pump cycles are introduced. 


6.3.1 Power Cycles Interacting with Two Reservoirs 


A significant limitation on the performance of systems undergoing power cycles can be 
brought out using the Kelvin—Planck statement of the second law. Consider Fig. 6.2, which 
shows a system that executes a cycle while communicating thermally with two thermal reser- 
voirs, a hot reservoir and a cold reservoir, and developing net work W,,4.. The thermal 
efficiency of the cycle is 


n= — =1-— (6.2) 
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where Он is the amount of energy received by the system from the hot reservoir by heat 
transfer and Ос is the amount of energy discharged from the system to the cold reservoir 
by heat transfer. The energy transfers labeled on Fig. 6.2 are in the directions indicated by 
the arrows. 

If the value of Ос were zero, the system of Fig. 6.2 would withdraw energy Он from the 
hot reservoir and produce an equal amount of work, while undergoing a cycle. The thermal 
efficiency of such a cycle would have a value of unity (100%). However, this method of op- 
eration would violate the Kelvin—Planck statement and thus is not allowed. It follows that 
for any system executing a power cycle while operating between two reservoirs, only a por- 
tion of the heat transfer Оң can be obtained as work, and the remainder, Ос, must be dis- 
charged by heat transfer to the cold reservoir. That is, the thermal efficiency must be less 
than 100%. In arriving at this conclusion it was not necessary to (1) identify the nature of 
the substance contained within the system, (2) specify the exact series of processes making 
up the cycle, or (3) indicate whether the processes are actual processes or somehow ideal- 
ized. The conclusion that the thermal efficiency must be less than 100% applies to all power 
cycles whatever their details of operation. This may be regarded as a corollary of the second 
law. Other corollaries follow. 


Carnot Corollaries. Since no power cycle can have a thermal efficiency of 100%, it is of 
interest to investigate the maximum theoretical efficiency. The maximum theoretical effi- 
ciency for systems undergoing power cycles while communicating thermally with two thermal 
reservoirs at different temperatures is evaluated in Sec. 6.4 with reference to the following 
two corollaries of the second law, called the Carnot corollaries. 


ө The thermal efficiency of an irreversible power cycle is always less than the thermal 
efficiency of a reversible power cycle when each operates between the same two ther- 
mal reservoirs. 


ө All reversible power cycles operating between the same two thermal reservoirs һауе 
the same thermal efficiency. 


A cycle is considered reversible when there are no irreversibilities within the system as it 
undergoes the cycle and heat transfers between the system and reservoirs occur reversibly. 

The idea underlying the first Carnot corollary is in agreement with expectations stemming 
from the discussion of the second law thus far. Namely, the presence of irreversibilities dur- 
ing the execution of a cycle is expected to exact a penalty. If two systems operating between 
the same reservoirs each receive the same amount of energy Оң and one executes a reversible 
cycle while the other executes an irreversible cycle, it is in accord with intuition that the net 
work developed by the irreversible cycle will be less, and it will therefore have the smaller 
thermal efficiency. 

The second Carnot corollary refers only to reversible cycles. All processes of a re- 
versible cycle are perfectly executed. Accordingly, if two reversible cycles operating be- 
tween the same reservoirs each receive the same amount of energy Он but one could 


Carnot corollaries 
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produce more work than the other, it could only be as a result of more advantageous se- 
lections for the substance making up the system (it is conceivable that, say, air might be 
better than water vapor) or the series of processes making up the cycle (nonflow processes 
might be preferable to flow processes). This corollary denies both possibilities and indi- 
cates that the cycles must have the same efficiency whatever the choices for the working 
substance or the series of processes. 

The two Carnot corollaries can be demonstrated using the Kelvin-Planck statement of the 
second law. (CD-ROM) 


6.3.2 Refrigeration and Heat Pump Cycles Interacting with Two Reservoirs 


The second law of thermodynamics places limits on the performance of refrigeration and 
heat pump cycles as it does for power cycles. Consider Fig. 6.4, which shows a system un- 
dergoing a cycle while communicating thermally with two thermal reservoirs, a hot and a 
cold reservoir. The energy transfers labeled on the figure are in the directions indicated by 
the arrows. In accord with the conservation of energy principle, the cycle discharges energy 
Оң by heat transfer to the hot reservoir equal to the sum of the energy Ос received by heat 
transfer from the cold reservoir and the net work input. This cycle might be a refrigeration 
cycle or a heat pump cycle, depending on whether its function is to remove energy Ос from 
the cold reservoir or deliver energy Он to the hot reservoir. 
For a refrigeration cycle the coefficient of performance is 


Ос Ос 


= = (6.3) 

3 усе Он ин Ос 

The coefficient of performance for а heat pump cycle is 
гээ Он Он (6.4) 


Weycte Он m Qc 


As the net work input to the cycle ҮГ, tends to zero, the coefficients of performance given 
by Eqs. 6.3 and 6.4 approach infinity. If У, „л. were identically zero, the system of Fig. 6.4 
would withdraw energy Ос from the cold reservoir and deliver energy Ос to the hot reservoir, 
while undergoing a cycle. However, this method of operation would violate the Clausius 
statement of the second law and thus is not allowed. It follows that these coefficients of per- 
formance must invariably be finite in value. This may be regarded as another corollary of 
the second law. Further corollaries follow. 


Corollaries for Refrigeration and Heat Pump Cycles. Тһе maximum theoretical coeffi- 
cients of performance for systems undergoing refrigeration and heat pump cycles while com- 
municating thermally with two reservoirs at different temperatures are evaluated in Sec. 6.4 
with reference to the following corollaries of the second law: 


| 
Boundary——34 Weycle = Он- Qc 


cycle ^ 


Figure 0.4 System undergoing a refrigeration or 


Ї шэн m N heat pump cycle while exchanging energy by 
СОА heat transfer with two reservoirs. 


6.4 Maximum Performance Measures for Cycles Operating between Two Reservoirs 


ө The coefficient of performance of an irreversible refrigeration cycle is always less 
than the coefficient of performance of a reversible refrigeration cycle when each op- 
erates between the same two thermal reservoirs. 


ө All reversible refrigeration cycles operating between the same two thermal reservoirs 
have the same coefficient of performance. 


By replacing the term refrigeration with heat pump, we obtain counterpart corollaries for 
heat pump cycles. 


Maximum Performance Measures for Cycles Operating between 
Two Reservoirs 


The results of Sec. 6.3 establish theoretical upper limits on the performance of power, re- 
frigeration, and heat pump cycles communicating thermally with two reservoirs. Expressions 
for the maximum theoretical thermal efficiency of power cycles and the maximum theoreti- 
cal coefficients of performance of refrigeration and heat pump cycles are developed in this 
section using the Kelvin temperature scale defined next. 


6.4.1 Defining the Kelvin Temperature Scale 


From the second Carnot corollary we know that all reversible power cycles operating between 
the same two reservoirs have the same thermal efficiency, regardless of the nature of the sub- 
stance making up the system executing the cycle or the series of processes. Since the effi- 
ciency is independent of these factors, its value can depend only on the nature of the reser- 
voirs themselves. Noting that it is the difference in temperature between the two reservoirs 
that provides the impetus for heat transfer between them, and thereby for the production of 
work during the cycle, we reason that the reversible power cycle efficiency depends only on 
the temperatures of the two reservoirs. 

From Eq. 6.2 it also follows that for such reversible power cycles the ratio of the heat trans- 
fers Ос/Он depends only on the reservoir temperatures. This conclusion provides a basis for 
defining a thermodynamic temperature scale independent of the properties of any substance. 

The thermodynamic temperature scale called the Kelvin scale is defined so that two 
temperatures are in the same ratio as the values of the heat transfers absorbed and rejected, 
respectively, by a system undergoing a reversible cycle while communicating thermally with 
reservoirs at these temperatures. That is, the Kelvin scale is based on 


ос) Te 
=] = — 6.5 
2 mu^ Ty ES 


where “теу cycle" emphasizes that the expression applies only to systems undergoing re- 
versible cycles while operating between thermal reservoirs at Тс and Ty. 

If a reversible power cycle were operated in the opposite direction as a refrigeration or 
heat pump cycle, the magnitudes of the energy transfers Qc and Оң would remain the same, 
but the energy transfers would be oppositely directed. Accordingly, Eq. 6.5 applies to each 
type of cycle considered thus far, provided the system undergoing the cycle operates between 
two thermal reservoirs and the cycle is reversible. 


6.4.2 Power Cycles 


Тһе use of Eq. 6.5 in Eq. 6.2 results in an expression for the thermal efficiency of a system 
undergoing a reversible power cycle while operating between thermal reservoirs at temperatures 


Kelvin scale 
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Figure 0.5 Carnot 
efficiency versus Ty, for 
Тс = 298 К. 


Ты апа Тс. That is 


Тых 1-2. (6.6) 


which is known ав the Carnot efficiency. As temperatures on the Rankine scale differ from Kelvin 
temperatures only by the factor 1.8, the 7° in Eq. 6.6 may be on either scale of temperature. 

Recalling the two Carnot corollaries, it should be evident that the efficiency given by 
Eq. 6.6 is the thermal efficiency of all reversible power cycles operating between two reser- 
voirs at temperatures Tj; and Тс, and the maximum efficiency any power cycle can have while 
operating between the two reservoirs. By inspection, the value of the Carnot efficiency in- 
creases as Тн increases and/or Тс decreases. 

Equation 6.6 is presented graphically in Fig. 6.5. The temperature Тс used in constructing 
the figure is 298 K in recognition that actual power cycles ultimately discharge energy by heat 
transfer at about the temperature of the local atmosphere or cooling water drawn from a nearby 
river or lake. Note that the possibility of increasing the thermal efficiency by reducing Тс be- 
low that of the environment is not practical, for maintaining Тс lower than the ambient tem- 
perature would require a refrigerator that would have to be supplied work to operate. 

Figure 6.5 shows that the thermal efficiency increases with Ty. Referring to segment a-b of 
the curve, where Ty and т are relatively low, we can see that тү increases rapidly as Tj; increases, 
showing that in this range even a small increase in 7} can have a large effect on efficiency. 
Though these conclusions, drawn as they аге from Fig. 6.5, apply strictly only to systems un- 
dergoing reversible cycles, they are qualitatively correct for actual power cycles. The thermal ef- 
ficiencies of actual cycles are observed to increase as the average temperature at which energy 
is added by heat transfer increases and/or the average temperature at which energy is discharged 
by heat transfer is reduced. However, maximizing the thermal efficiency of a power cycle may 
not be the only objective. In practice, other considerations such as cost may be overriding. 


Comment. Conventional power-producing cycles have thermal efficiencies ranging up to 
about 40%. This value may seem low, but the comparison should be made with an appro- 
priate limiting value and not 10096. For Example... consider a system executing a power 
cycle for which the average temperature of heat addition is 745 K and the average tempera- 
ture at which heat is discharged is 298 K. For a reversible cycle receiving and discharging 
energy by heat transfer at these temperatures, the thermal efficiency given by Eq. 6.6 is 60%. 
When compared to this value, an actual thermal efficiency of 4096 does not appear to be so 
low. The cycle would be operating at two-thirds of the theoretical maximum. A 


A more complete discussion of power cycles is provided in Chaps. 8 and 9. 


6.4.3 Refrigeration and Heat Pump Cycles 


Equation 6.5 is also applicable to reversible refrigeration and heat pump cycles operating be- 
tween two thermal reservoirs, but for these Qc represents the heat added to the cycle from 
the cold reservoir at temperature Тс on the Kelvin scale and Он is the heat discharged to the 
hot reservoir at temperature Тн. Introducing Eq. 6.5 in Eq. 6.3 results in the following 
expression for the coefficient of performance of any system undergoing a reversible refrig- 
eration cycle while operating between the two reservoirs 


Tc 
Тн T Te 


Bmax = (6.7) 
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Similarly, substituting Eq. 6.5 into Eq. 6.4 gives the following expression for the coefficient 
of performance of any system undergoing a reversible heat pump cycle while operating be- 
tween the two reservoirs 


Т, 
Yma = LL (6.8) 
Ty — Tc 


The development of Eqs. 6.7 and 6.8 is left as an exercise. Note that the temperatures used 
to evaluate Bmax and Ymax must be absolute temperatures on the Kelvin or Rankine scale. 

From the discussion of Sec. 6.3.2, it follows that Eqs. 6.7 and 6.8 are the maximum co- 
efficients of performance that any refrigeration and heat pump cycles can have while oper- 
ating between reservoirs at temperatures Ty and Тс. As for the case of the Carnot efficiency, 
these expressions can be used as standards of comparison for actual refrigerators and heat 
pumps. A more complete discussion of refrigeration and heat pump cycles is provided in 
Chap. 8. 


6.4.4 Applications 


In this section, three examples are provided that illustrate the use of the second law corol- 
laries of Secs. 6.3.1 and 6.3.2 together with Eqs. 6.6, 6.7, and 6.8, as appropriate. 
The first example uses Eq. 6.6 to evaluate an inventor's claim. 


Example 0.1 Evaluating a Power Cycle Performance Claim 
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An inventor claims to have developed a power cycle capable of delivering a net work output of 410 kJ for an energy input by 
heat transfer of 1000 kJ. The system undergoing the cycle receives the heat transfer from hot gases at a temperature of 500 K 


and discharges energy by heat transfer to the atmosphere at 300 K. Evaluate this claim. 


Solution 


Known: ^ system operates in a cycle and produces a net amount of work while receiving and discharging energy by heat 


transfer at fixed temperatures. 


Find: Evaluate the claim that the cycle can develop 410 kJ of work for an energy input by heat of 1000 kJ. 


Schematic and Given Data: 


Q; = 1000 kJ 
500K 
| | Assumptions: 
| эж ==» W = 410 К) 1. Тһе system is shown on the accompanying figure. | | 
| y | 2. The hot gases and the atmosphere play the roles of hot and cold reservoirs, respectively. 
| 
L 300 К 


Figure НО.1 


Analysis: Inserting the values supplied by the inventor in Eq. 6.2, the cycle thermal efficiency is 


410 kJ 
Ve aw DUAE 
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The maximum thermal efficiency any power cycle can have while operating between reservoirs at Tj, = 500 К and 7с = 
300 K is given by Eq. 6.6. That is 


Tc 300 K 
=] = = 0.40 (40% 
(1) max ЇЇ 500 К ( 2 


Since the thermal efficiency of the actual cycle exceeds the maximum theoretical value, the claim cannot be valid. < 


Ө The temperatures used in evaluating Nmax must be in К or ^R. 


In the next example, we evaluate the coefficient of performance of a refrigerator and 
compare it with the maximum theoretical value. 


Example 0.2 Evaluating Refrigerator Performance 


By steadily circulating a refrigerant at low temperature through passages in the walls of the freezer compartment, a refriger- 
ator maintains the freezer compartment at —5°C when the air surrounding the refrigerator is at 22°C. The rate of heat trans- 
fer from the freezer compartment to the refrigerant is 8000 kJ/h and the power input required to operate the refrigerator is 
3200 kJ/h. Determine the coefficient of performance of the refrigerator and compare with the coefficient of performance of a 
reversible refrigeration cycle operating between reservoirs at the same two temperatures. 


Solution 

Known: A refrigerator maintains a freezer compartment at a specified temperature. The rate of heat transfer from the re- 
frigerated space, the power input to operate the refrigerator, and the ambient temperature are known. 

Find: Determine the coefficient of performance and compare with that of a reversible refrigerator operating between reser- 
voirs at the same two temperatures. 


Schematic and Given Data: 


Surroundings at 22°C (295 K) 


Weycte 
= 3200 kJ/h 


1. The system shown on the accompanying figure is at steady state. 
2. The freezer compartment and the surrounding air play the roles of cold 


| 
| 
| 
| 
| Assumptions: 
| 
| 
| 
| 
| and hot reservoirs, respectively. 


г---------- 


-- System 
boundary 


Ос = 8000 kJ/h 


Freezer compartment 
at -5?C (268 K) 
Figure НО.2 


Analysis: Inserting the given operating data in Eq. 6.3, the coefficient of performance of the refrigerator is 


Qc | 8000kJ/h 
Ма. 3200 KJ/h 


B 25 í 
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Substituting values into Eq. 6.7 gives the coefficient of performance of a reversible refrigeration cycle operating between 
reservoirs at Тс = 268 К and Ty = 295 К. That is 


o Tc 268K 


- - - 99 í 
Bmax Та = T. 295K = 268K 


@ The difference between the actual and maximum coefficients of performance suggests that there may be some potential for 
improving the thermodynamic performance. This objective should be approached judiciously, however, for improved per- 
formance may require increases in size, complexity, and cost. 


In Example 6.3, we determine the minimum theoretical work input and cost for one day 
of operation of an electric heat pump. 


Example б.З Evaluating Heat Pump Performance 


A dwelling requires 6 Х 10° Btu per day to maintain its temperature at 70°F when the outside temperature is 32°F. 
(a) If an electric heat pump is used to supply this energy, determine the minimum theoretical work input for one day of op- 


eration, in Btu/day. (b) Evaluating electricity at 8 cents per kW · h, determine the minimum theoretical cost to operate the heat 
pump, in $/day. 


Solution 


Known: A heat pump maintains a dwelling at a specified temperature. The energy supplied to the dwelling, the ambient 
temperature, and the unit cost of electricity are known. 
Find: Determine the minimum theoretical work required by the heat pump and the corresponding electricity cost. 


Schematic and Given Data: 


Dwelling 
at 70°F 
(530°R) 


Heat pump 


Assumptions: 

1. The system is shown on the accompanying figure. 

2. The dwelling and the outside air play the roles of hot and 
cold reservoirs, respectively. 


Qc 
Surroundings at 32°F (492°R) 


Figure E0.3 


Analysis: (а) Using Eq. 6.4, the work for any heat pump cycle can be expressed as W.,4, = Оһ/у. The coefficient of per- 
formance у of an actual heat pump is less than, or equal to, the coefficient of performance Ymax of a reversible heat pump cy- 
cle when each operates between the same two thermal reservoirs: ү = Ymax Accordingly, for a given value of Он, and using 
Eq. 6.8 to evaluate Ymax we get 


On 
Vi esit = 


max 
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Inserting values 


ө 


492° Btu Btu 
Wace |1- 653€ ш |) = 443 & ПО < 
Que ( wx) ( ви) дау 


The minimum theoretical work input is 4.3 х 105 Btu/day. 
(b) Using the result of part (a) together with the given cost data and an appropriate conversion factor 


minimum 
Btu| 1 kW -h 5 5 
theoretical | = | 4.3 х 10' — ——— —— j = 1.01 < 
аш ( ЗО | авт їС 22-13 Оу 
cost per day 


Ө Note that the reservoir temperatures Тс and Ty must be expressed here іп °R. 


Ө Because of irreversibilities, an actual heat pump must be supplied more work than the minimum to provide the same heat- 
ing effect. The actual daily cost could be substantially greater than the minimum theoretical cost. 


Carnot cycle 


nm Carnot Cycle 


The Carnot cycle introduced in this section provides a specific example of a reversible power 
cycle operating between two thermal reservoirs. In a Carnot cycle, the system executing the 
cycle undergoes a series of four internally reversible processes: two adiabatic processes al- 
ternated with two isothermal processes. 

Figure 6.6 shows the schematic and accompanying р-о diagram of a Carnot cycle exe- 
cuted by water steadily circulating through a series of four interconnected components that 
has features in common with the simple vapor power plant shown in Fig. 5.12. As the water 
flows through the boiler, a change of phase from liquid to vapor at constant temperature Тн 
Occurs as a result of heat transfer from the hot reservoir. Since temperature remains constant, 
pressure also remains constant during the phase change. The steam exiting the boiler expands 
adiabatically through the turbine and work is developed. In this process the temperature de- 
creases to the temperature of the cold reservoir, Тс, and there is an accompanying decrease 
in pressure. As the steam passes through the condenser, a heat transfer to the cold reservoir 
occurs and some of the vapor condenses at constant temperature Те. Since temperature re- 
mains constant, pressure also remains constant as the water passes through the condenser. 


Hot reservoir, Tg 
Он 


Work Work 


Condenser 


Ос 


4 Cold reservoir, Тс \ 


Figure 0.0 Carnot vapor power cycle. 


The fourth component is а pump, or compressor, that receives a two-phase liquid—vapor 
mixture from the condenser and returns it adiabatically to the state at the boiler entrance. 
During this process, which requires a work input to increase the pressure, the temperature 
increases from Тс to Ty. 

Carnot cycles also can be devised that are composed of processes in which a gas in a 
piston-cylinder is expanded and compressed, a capacitor is charged and discharged, a para- 
magnetic substance is magnetized and demagnetized, and so on. However, regardless of the 
type of device or the working substance used, the Carnot cycle always has the same four 
internally reversible processes: two adiabatic processes alternated with two isothermal pro- 
cesses. Moreover, the thermal efficiency is always given by Eq. 6.6 in terms of the temper- 
atures of the two reservoirs evaluated on the Kelvin or Rankine scale. 

If a Carnot power cycle is operated in the opposite direction, the magnitudes of all energy 
transfers remain the same but the energy transfers are oppositely directed. Such a cycle may 
be regarded as a reversible refrigeration or heat pump cycle, for which the coefficients of 
performance are given by Eqs. 6.7 and 6.8, respectively. 


m Chapter Summary and Study Guide 


In this chapter, we motivate the need for and usefulness of the second law of thermodynam- 
ics, and provide the basis for subsequent applications involving the second law in Chap. 7. 
Two equivalent statements of the second law, the Clausius and Kelvin-Planck statements, are 
introduced together with several corollaries that establish the best theoretical performance for 
systems undergoing cycles while interacting with thermal reservoirs. The irreversibility con- 
cept is introduced and the related notions of irreversible, reversible, and internally reversible 
processes are discussed. The Kelvin temperature scale is defined and used to obtain expres- 
sions for the maximum performance measures of power, refrigeration, and heat pump cycles 
operating between two thermal reservoirs. Finally, the Carnot cycle is introduced to provide 
a specific example of a reversible cycle operating between two thermal reservoirs. 

The following checklist provides a study guide for this chapter. When your study of the 
text and end-of-chapter exercises has been completed you should be able to 


* write out the meanings of the terms listed in the margins throughout the chapter and 
understand each of the related concepts. The subset of key terms listed here in the 
margin is particularly important in subsequent chapters. 


* give the Kelvin-Planck statement of the second law, correctly interpreting the “less 
than" and "equal to" signs in Eq. 6.1. 


* list several important irreversibilities. 


* apply the corollaries of Secs. 6.3.1 and 6.3.2 together with Eqs. 6.6, 6.7, and 6.8 to 
assess the performance of power cycles and refrigeration and heat pump cycles. 


* describe the Carnot cycle. 


Problems 
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Kelvin-Planck 
statement 

irreversible process 

internal and external 
irreversibilities 

internally reversible 
process 

Carnot corollaries 

Kelvin temperature scale 


Carnot efficiency 


Exploring the Second Law transfer to the air from the surrounding atmosphere, modeled 
6.1 А heat pump receives energy by heat transfer from the out- as a thermal reservoir, and the air does work. Evaluate the 
side air at 0°С and discharges energy by heat transfer to a work and heat transfer for the process, in kJ/kg. Is this process 
dwelling at 20°С. Is this in violation of the Clausius statement in violation of the second law of thermodynamics? Explain. 


of the second law of thermodynamics? Explain. 


6.3 Methane gas within a piston—cylinder assembly is com- 


6.2 Air as an ideal gas expands isothermally at 20°С from a pressed in a quasiequilibrium process. Is this process internally 
volume of 1 m? to 2 m?. During this process there is heat reversible? Is this process reversible? 
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6.4 Water within a piston-cylinder assembly cools isothermally 
at 100°C from saturated vapor to saturated liquid while inter- 
acting thermally with its surroundings at 20°C. Is the process 
an internally reversible process? Is it reversible? Discuss. 


6.5 (CD-ROM) 
6.6 (CD-ROM) 


6.7 То increase the thermal efficiency of a reversible power 
cycle operating between reservoirs at Тң and Tc, would you 
increase Ty while keeping Тс constant, or decrease Тс while 
keeping T4 constant? Are there any natural limits on the in- 
crease in thermal efficiency that might be achieved by such 
means? 


6.8 (CD-ROM) 
6.9 (CD-ROM) 


6.10 The data listed below are claimed for a power cycle oper- 
ating between reservoirs at 727 and 1279С. For each case, de- 
termine if any principles of thermodynamics would be violated. 
(a) Он = 600 kJ, W.4, = 200 kJ, Qc = 400 kJ. 

(b) Он = 400 kJ, Weycie = 240 kJ, Qc = 160 kJ. 
(c) Он = 400 kJ, Weycie = 210 kJ, Qc = 180 kJ. 


6.11 A power cycle operating between two reservoirs receives 
energy Он by heat transfer from а hot reservoir at Tj, = 2000 К 
and rejects energy Ос by heat transfer to a cold reservoir at 
Тс = 400 К. For each of the following cases determine 
whether the cycle operates reversibly, irreversibly, or is im- 
possible: 

(a) Оң = 1200 KJ, Weycie = 1020 KJ. 
(b) Он = 1200 kJ, Qc = 240 kJ. 

(c) Wayce = 1400 kJ, Ос = 600 kJ. 
(d) n = 40%. 


6.12 A refrigeration cycle operating between two reservoirs 
receives energy Ос from a cold reservoir at Тс = 250 К and 
rejects energy Q to a hot reservoir at T, = 300 К. For each 
of the following cases determine whether the cycle operates 
reversibly, irreversibly, or is impossible: 

(a) Ос = 1000 kJ, Weycie = 400 kJ. 
(b) Qc = 1500 kJ, Оң = 1800 kJ. 
(c) Он = 1500 kJ, Weycie = 200 kJ. 
(d) B = 4. 


Power Cycle Applications 


ll 


ll 


6.13 А reversible power cycle receives 1000 Btu of energy by 
heat transfer from a reservoir at 1540°F and discharges energy 
by heat transfer to a reservoir at 40°F. Determine the thermal 
efficiency and the net work developed, in Btu. 


6.14 A power cycle operates between a reservoir at tempera- 
ture Т and a lower-temperature reservoir at 280 К. At steady 
state, the cycle develops 40 kW of power while rejecting 1000 
kJ/min of energy by heat transfer to the cold reservoir. Deter- 
mine the minimum theoretical value for Т, in К. 


6.15 А certain reversible power cycle has the same thermal ef- 
ficiency for hot and cold reservoirs at 1000 and 500 K, re- 
spectively, as for hot and cold reservoirs at temperature Т and 
1000 K. Determine 7, in K. 


6.16 А reversible power cycle whose thermal efficiency is 50% 
operates between a reservoir at 1800 K and a reservoir at a 
lower temperature 7. Determine Т, in К. 


6.17 An inventor claims to have developed a device that exe- 
cutes a power cycle while operating between reservoirs at 900 
and 300 K that has a thermal efficiency of (а) 66%, (b) 50%. 
Evaluate the claim for each case. 


6.18 At steady state, a new power cycle is claimed by its in- 
ventor to develop 6 horsepower for a heat addition rate of 
400 Btu/min. If the cycle operates between reservoirs at 2400 
апа 1000°R, evaluate this claim. 


6.19 (CD-ROM) 


6.20 А proposed power cycle is to have a thermal efficiency of 
40% while receiving energy by heat transfer from steam con- 
densing from saturated vapor to saturated liquid at tempera- 
ture T and discharging energy by heat transfer to a nearby lake 
at 70°F. Determine the /owest possible temperature Т, in °F, 
and the corresponding steam pressure, in Ibf/in.? 


6.21 At steady state, a power cycle having a thermal efficiency 
of 38% generates 100 MW of electricity while discharging en- 
ergy by heat transfer to cooling water at an average tempera- 
ture of 70°F. The average temperature of the steam passing 
through the boiler is 900°F. Determine 
(a) the rate at which energy is discharged to the cooling water, 
in Btu/h. 

(b) the minimum theoretical rate at which energy could be dis- 
charged to the cooling water, in Btu/h. Compare with the 
actual rate and discuss. 


6.22 Ocean temperature energy conversion (OTEC) power 
plants generate power by utilizing the naturally occurring 
decrease with depth of the temperature of ocean water. Near 
Florida, the ocean surface temperature is 27°C, while at a depth 
of 700 m the temperature is 7°C. 

(a) Determine the maximum thermal efficiency for any power 
cycle operating between these temperatures. 

(b) The thermal efficiency of existing OTEC plants is ap- 
proximately 2 percent. Compare this with the result of part 
(a) and comment. 


6.23 Geothermal power plants harness underground sources of 
hot water or steam for the production of electricity. One such 
plant receives a supply of hot water at 167°C and rejects en- 
ergy by heat transfer to the atmosphere, which is at 13°C. 
Determine the maximum possible thermal efficiency for any 
power cycle operating between these temperatures. 


6.24 During January, at a location in Alaska winds at —23°F 
can be observed. Several meters below ground the temperature 
remains at 55°F, however. An inventor claims to have devised 
a power cycle exploiting this situation that has a thermal 
efficiency of 10%. Discuss this claim. 


6.25 Figure P6.25 shows a system for collecting solar radiation 
and utilizing it for the production of electricity by a power 
cycle. The solar collector receives solar radiation at the rate of 
0.315 kW рег m? of area and provides energy to a storage unit 
whose temperature remains constant at 220°C. The power cycle 


Solar radiation 


M collector 
ХҮ Surroundings at 20°C 


Storage 
unit at 
220°C 


Figure РО.25 


receives energy by heat transfer from the storage unit, gener- 
ates electricity at the rate 0.5 MW, and discharges energy by 
heat transfer to the surroundings at 20°C. For operation at 
steady state, determine the minimum theoretical collector area 
required, іп ті. 


Refrigeration and Heat Pump Cycle Applications 


6.26 Ап inventor claims to have developed a refrigeration 
cycle that requires a net power input of 0.7 horsepower to 
remove 12,000 Btu/h of energy by heat transfer from a reser- 
voir at 09Ғ and discharge energy by heat transfer to a reser- 
voir at 70°F. There are no other energy transfers with the 
surroundings and operation is at steady state. Evaluate this 
claim. 


6.27 Determine if a tray of ice cubes could remain frozen 
when placed in a food freezer having a coefficient of per- 
formance of 9 operating in a room where the temperature is 
32°C (90°F). 

6.28 The refrigerator shown in Fig. P6.28 operates at steady 
state with a coefficient of performance of 4.5 and a power in- 
put of 0.8 kW. Energy is rejected from the refrigerator to the 


Refrigerator . 
В-4.5 Surroundings, 20°С 


Coils 
On 


+ 
= <= 0.8 kW Figure РО.28 
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surroundings at 20°C by heat transfer from metal coils attached 

to the back. Determine 

(a) the rate energy is rejected, in kW. 

(b) the lowest theoretical temperature inside the refrigerator, 
in К. 


6.29 Determine the minimum theoretical power, in Btu/s, re- 


quired at steady state by a refrigeration system to maintain a 
cryogenic sample at —195°F in a laboratory at 70°F, if energy 
leaks by heat transfer to the sample from its surroundings at a 
rate of 0.085 Btu/s. 


6.30 (CD-ROM) 
6.31 At steady state, a refrigeration cycle driven by a 


1-horsepower motor removes 200 Btu/min of energy by heat 

transfer from a space maintained at 20°F and discharges energy 

by heat transfer to surroundings at 75°F. Determine 

(a) the coefficient of performance of the refrigerator and the 
rate at which energy is discharged to the surroundings, in 
Btu/min. 

(b) the minimum theoretical net power input, in horsepower, 
for any refrigeration cycle operating between reservoirs at 
these two temperatures. 


6.32 At steady state, a refrigeration cycle removes 150 kJ/min 


of energy by heat transfer from a space maintained at —50°C 
and discharges energy by heat transfer to surroundings at 15°C. 
If the coefficient of performance of the cycle is 30 percent of 
that of a reversible refrigeration cycle operating between ther- 
mal reservoirs at these two temperatures, determine the power 
input to the cycle, in kW. 


6.33 A refrigeration cycle having a coefficient of performance 


of 3 maintains a computer laboratory at 18°C on a day when 
the outside temperature is 30°C. The thermal load at steady 
state consists of energy entering through the walls and win- 
dows at a rate of 30,000 kJ/h and from the occupants, com- 
puters, and lighting at a rate of 6000 kJ/h. Determine the power 
required by this cycle and compare with the minimum theo- 
retical power required for any refrigeration cycle operating un- 
der these conditions, each in kW. 


6.34 If heat transfer through the walls and roof of a dwelling 


is 6.5 X 10° Btu per day, determine the minimum theoretical 
power, in hp, to drive a heat pump operating at steady state be- 
tween the dwelling at 70°F and 

(a) the outdoor air at 32°F. 

(b) a pond at 40°F. 

(c) the ground at 55°F. 


6.35 А heat pump operating at steady state is driven by a 1-KW 


electric motor and provides heating for a building whose inte- 
rior is to be kept at 20°С. On a day when the outside temper- 
ature is 0°С and energy is lost through the walls and roof at a 
rate of 60,000 kJ/h, would the heat pump suffice? 


6.36 A heat pump operating at steady state maintains a dwelling 


at 70°F when the outside temperature is 40°F. The heat transfer 
rate through the walls and roof is 1300 Btu/h per degree tem- 
perature difference between the inside and outside. Determine 
the minimum theoretical power required to drive the heat pump, 
in horsepower. 
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6.37 А building for which the heat transfer rate through the walls 
and roof is 1400 Btu/h per degree temperature difference 
between the inside and outside is to be maintained at 68°F. For 
a day when the outside temperature is 38?F, determine the power 
required at steady state, in hp, to heat the building using electrical 
resistance elements and compare with the minimum theoretical 
power that would be required by a heat pump. 


6.38 (CD-ROM) 


6.39 At steady state, a refrigerator whose coefficient of per- 
formance is 3 removes energy by heat transfer from a freezer 
compartment at 0°C at the rate of 6000 kJ/h and discharges en- 
егеу by heat transfer to the surroundings, which are at 20°С. 
(a) Determine the power input to the refrigerator and com- 
pare with the power input required by a reversible refrig- 
eration cycle operating between reservoirs at these two 
temperatures. 

(b) If electricity costs 8 cents per kW : h, determine the actual 
and minimum theoretical operating costs, each in $/day. 


6.40 At steady state, a heat pump provides 30,000 Btu/h to 
maintain a dwelling at 68°F on a day when the outside tem- 
perature is 35°F. The power input to the heat pump is 5 hp. If 
electricity costs 8 cents per kW : h, compare the actual oper- 
ating cost with the minimum theoretical operating cost for each 
day of operation. 


6.41 Ву supplying energy to a dwelling at a rate of 8 kW, а 
heat pump maintains the temperature of the dwelling at 21°С 


when the outside air is at 0°C. If electricity costs 8 cents per 
kW -h, determine the minimum theoretical operating cost for 
each day of operation at steady state. 


6.42 At steady state, a refrigeration cycle maintains a food 
freezer at O°F by removing energy by heat transfer from the 
inside at a rate of 2000 Btu/h. The cycle discharges energy by 
heat transfer to the surroundings at 72°F. If electricity costs 
8 cents per kW : h, determine the minimum theoretical oper- 
ating cost for each day of operation. 


6.43 Ву supplying energy at an average rate of 21,100 kJ/h, a 
heat pump maintains the temperature of a dwelling at 21?C. If 
electricity costs 8 cents per kW : h, determine the minimum 
theoretical operating cost for each day of operation if the heat 
pump receives energy by heat transfer from 
(a) the outdoor air at —5°C. 

(b) well water at 8°C. 


6.44 А heat pump with a coefficient of performance of 3.8 pro- 
vides energy at an average rate of 75,000 kJ/h to maintain a 
building at 21°С on a day when the outside temperature is 0°C. 
If electricity costs 8 cents per kW -h 
(a) Determine the actual operating cost and the minimum the- 

oretical operating cost, each in $/day. 
(b) Compare the results of part (a) with the cost of electrical- 
resistance heating. 


6.45 (CD-ROM) 
6.46 (CD-ROM) 


6.5 А reversible power cycle К and an irreversible power 
cycle I operate between the same two reservoirs. 

(a) If each cycle receives the same amount of energy Оң from 
the hot reservoir, show that cycle I necessarily discharges 
more energy Ос to the cold reservoir than cycle R. Dis- 
cuss the implications of this for actual power cycles. 

(b) If each cycle develops the same net work, show that cy- 
cle I necessarily receives more energy Qy from the hot 
reservoir than cycle R. Discuss the implications of this for 
actual power cycles. 


6.6 Using the Kelvin—Planck statement of the second law of 
thermodynamics, demonstrate the following corollaries: 

(a) The coefficient of performance of an irreversible refriger- 
ation cycle is always less than the coefficient of perform- 
ance of a reversible refrigeration cycle when both exchange 
energy by heat transfer with the same two reservoirs. 

(b) АП reversible refrigeration cycles operating between the 
same two reservoirs have the same coefficient of per- 
formance. 

(c) The coefficient of performance of an irreversible heat pump 
cycle is always less than the coefficient of performance of 
a reversible heat pump cycle when both exchange energy 
by heat transfer with the same two reservoirs. 

All reversible heat pump cycles operating between the same 
two reservoirs have the same coefficient of performance. 


(d 


м7 


6.8 Two reversible power cycles аге arranged in series. The first 
cycle receives energy by heat transfer from a reservoir at tem- 
perature Ty and rejects energy to a reservoir at an intermedi- 
ate temperature 7. The second cycle receives the energy re- 
jected by the first cycle from the reservoir at temperature T 
and rejects energy to a reservoir at temperature Тс lower than 
T. Derive an expression for the intermediate temperature T in 
terms of Тр and Te when 
(a) the net work of the two power cycles is equal. 

(b) the thermal efficiencies of the two power cycles are equal. 


6.9 If the thermal efficiency of a reversible power cycle operat- 
ing between two reservoirs is denoted by nmax develop an ex- 
pression in terms of Nmax for the coefficient of performance of 
(a) areversible refrigeration cycle operating between the same 

two reservoirs. 


(b) a reversible heat pump operating between the same two 
reservoirs. 


6.19 At steady state, a cycle develops a power output of 10 kW 
for heat addition at a rate of 10 kJ per cycle of operation from 
a source at 1500 K. Energy is rejected by heat transfer to cool- 
ing water at 300 K. Determine the minimum theoretical num- 
ber of cycles required per minute. 


6.30 For each kW of power input to an ice maker at steady state, 
determine the maximum rate that ice can be produced, in kg/h, 
from liquid water at 0°С. Assume that 333 kJ/kg of energy 
must be removed by heat transfer to freeze water at 0°С, and 
that the surroundings are at 20°С. 


6.38 Plot (a) the coefficient of performance ,,, given by 
Eq. 6.7 for Ty = 298 K versus Тс ranging between 235 and 
298 K. Discuss the practical implications of the decrease in 
the coefficient of performance with decreasing temperature То. 
(b) the coefficient of performance Ymax given by Eq. 6.8 for 
Ty = 535°R versus Тс ranging between 425 and 535°R. Discuss 
the practical implications of the decrease in the coefficient of 
performance with decreasing temperature То. 


6.45 А heat pump maintains a dwelling at temperature T when 
the outside temperature averages 5?C. The heat transfer rate 
through the walls and roof is 2000 kJ/h per degree of temper- 
ature difference between the inside and outside. If electricity 
costs 8 cents рег kW : h 
(a) determine the minimum theoretical operating cost for each 

day of operation when T = 20°С. 
(b) plot the minimum theoretical operating cost for each day 
of operation as a function of T ranging from 18 to 23°С. 


6.46 А heat pump maintains a dwelling at temperature Т when 
the outside temperature is 20°F. The heat transfer rate through 
the walls and roof is 1500 Btu/h per degree temperature dif- 
ference between the inside and outside. 

(a) If electricity costs 8 cents per kW : h, plot the minimum 
theoretical operating cost for each day of operation for T 
ranging from 68 to 72°F. 

(b) If T = 70°F, plot the minimum theoretical operating cost 
for each day of operation for a cost of electricity ranging 
from 4 to 12 cents per kW `h. 


Demonstrating the Carnot Corollaries 


The first Carnot corollary can be demonstrated using the arrangement of Fig. 6.3. A reversible 
power cycle R and an irreversible power cycle I operate between the same two reservoirs 
and each receives the same amount of energy Оң from the hot reservoir. The reversible cy- 
cle produces work Wg while the irreversible cycle produces work W;. In accord with the con- 
servation of energy principle, each cycle discharges energy to the cold reservoir equal to the 
difference between Он and the work produced. Let К now operate in the opposite direction 
as a refrigeration (or heat pump) cycle. Since R is reversible, the magnitudes of the energy 
transfers Wp, Оң. and Ос remain the same, but the energy transfers are oppositely directed, 
as shown by the dashed lines on Fig. 6.3. Moreover, with R operating in the opposite direc- 
tion, the hot reservoir would experience no net change in its condition since it would receive 
Оң from R while passing Он to I. 

The demonstration of the first Carnot corollary is completed by considering the combined 
system shown by the dotted line on Fig. 6.3, which consists of the two cycles and the hot 
reservoir. Since its parts execute cycles or experience no net change, the combined system 
operates in a cycle. Moreover, the combined system exchanges energy by heat transfer with 
a single reservoir: the cold reservoir. Accordingly, the combined system must satisfy Eq. 6.1 
expressed as 


Weycte < 0 (single reservoir) 


where the inequality is used because the combined system is irreversible in its operation since 
irreversible cycle I is one of its parts. Evaluating W,ycie for the combined system in terms of 
the work amounts W; and Wp, the above inequality becomes 


W, — We 0 


which shows that W; must be less than Wp. Since each cycle receives the same energy input, 
Он, it follows that тү < mg and this completes the demonstration. 

The second Carnot corollary can be demonstrated in a parallel way by considering any 
two reversible cycles К, and R, operating between the same two reservoirs. Then, letting К, 
play the role of К and К, the role of I in the previous development, a combined system con- 
sisting of the two cycles and the hot reservoir may be formed that must obey Eq. 6.1. How- 
ever, in applying Eq. 6.1 to this combined system, the equality is used because the system 
is reversible in operation. Thus, it can be concluded that Wp; = Ур», and therefore, тірі = 
"ах. The details are left as an exercise. 


Dotted line defines combined syste 
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: i Figure 0.3 Sketch for demonstrating that a 
2 reversible cycle R is more efficient than an 
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Introduction... 


Up to this point, our study of the second law has been concerned primarily 
with what it says about systems undergoing thermodynamic cycles. In this 
chapter means are introduced for analyzing systems from the second law 
perspective as they undergo processes that are not necessarily cycles. The 
property entropy plays a prominent part in these considerations. The objective chapter objective 
of the present chapter is to introduce entropy and show its use for 
thermodynamic analysis. 

The word energy is so much a part of the language that you were undoubtedly 
familiar with the term before encountering it in early science courses. This 
familiarity probably facilitated the study of energy in these courses and in the 
current course. In the present chapter you will see that the analysis of systems 
from a second law perspective is conveniently accomplished in terms of the 
property entropy. Energy and entropy are both abstract concepts. However, unlike 
energy, the word entropy is seldom heard in everyday conversation, and you may 
never have dealt with it quantitatively before. Energy and entropy play important 
roles in thermal systems engineering. 


Introducing Entropy 


Corollaries of the second law are developed in Chap. 6 for systems undergoing cycles while 
communicating thermally with two reservoirs, a hot reservoir and a cold reservoir. In the 
present section a corollary of the second law known as the Clausius inequality is introduced 
that is applicable to any cycle without regard for the body, or bodies, from which the cycle 
receives energy by heat transfer or to which the cycle rejects energy by heat transfer. The 
Clausius inequality provides the basis for introducing the property entropy and means for 
evaluating entropy change. 


7.1.1 Clausius Inequality 
The Clausius inequality states that for any thermodynamic cycle 


6 

$e) -0 (7.1) Clausius inequality 
b 

where 60 represents the heat transfer at a part of the system boundary during a portion of the 

cycle, and T is the absolute temperature at that part of the boundary. The subscript “b” serves 

as a reminder that the integrand is evaluated at the boundary of the system executing the cy- 

cle. The symbol ¢ indicates that the integral is to be performed over all parts of the boundary 
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1 

Figure 7.2 Two 
internally reversible 
cycles. 


and over the entire cycle. The equality and inequality have the same interpretation as in the 
Kelvin—Planck statement: the equality applies when there are no internal irreversibilities as 
the system executes the cycle, and the inequality applies when internal irreversibilities are 
present. The Clausius inequality can be demonstrated using the Kelvin—Planck statement of 
the second law (CD-ROM). 

Equation 7.1 can be expressed equivalently as 


5 
(9. ра 
b 


where суде сап be viewed as representing the "strength" of the inequality. The value of б.е 
is positive when internal irreversibilities are present, zero when no internal irreversibilities are 
present, and can never be negative. In summary, the nature of a cycle executed by a system is 
indicated by the value for суд. as follows: 


Фгуас = 0 no irreversibilities present within the system 
боуы > 0 irreversibilities present within the system 
Teycle < 0 impossible 


Accordingly, суе is a measure of the effect of the irreversibilities present within the system 
executing the cycle. This point is developed further in Sec. 7.4, where бус, is identified as 
the entropy produced (or generated ) by internal irreversibilities during the cycle. 


7.1.2 Defining Entropy Change 


A quantity is a property if, and only if, its change in value between two states is independ- 
ent of the process (Sec. 2.2). This aspect of the property concept is used in the present section 
together with Eq. 7.2 to introduce entropy. 

Two cycles executed by a closed system are represented in Fig. 7.2. One cycle consists 
of an internally reversible process A from state 1 to state 2, followed by internally reversible 
process C from state 2 to state 1. The other cycle consists of an internally reversible process B 
from state 1 to state 2, followed by the same process C from state 2 to state 1 as in the first 
cycle. For the first cycle, Eq. 7.2 takes the form 


5 6 1 ò 0 

(| 2) t (| 2) яа fas (7.3a) 
1 А 2 
25 ls à 

(| 2) | (| 2) = fs. (7.3b) 


In writing Eqs. 7.3, the term буусс has been set to zero since the cycles are composed of in- 
ternally reversible processes. 
When Eq. 7.3b is subtracted from Eq. 7.3a 


(тт), 


This shows that the integral of 60/Т is the same for both processes. Since A and В are ar- 
bitrary, it follows that the integral of 60/Т has the same value for any internally reversible 
process between the two states. In other words, the value of the integral depends on the end 
states only. It can be concluded, therefore, that the integral represents the change in some 
property of the system. 


and for the second cycle 


7.2 Retrieving Entropy Data 


Selecting the symbol S to denote this property, which is called entropy, its change is 
given by 


2 
S — $ = (| 50), (7.4а) 
1 теу 


where the subscript “int геу” is added as a reminder that the integration is carried out for any 
internally reversible process linking the two states. Equation 7.4a is the definition of entropy 
change. On a differential basis, the defining equation for entropy change takes the form 


dS = (22) T (7.4b) 


Entropy is an extensive property. 

The SI unit for entropy is УК. However, in this book it is convenient to work in terms of 
kJ/K. Another commonly employed unit for entropy is Btu/^R. Units in SI for specific en- 
tropy are kJ/kg · К for s and kJ/kmol · К for 5. Other units for specific entropy are Btu/Ib : °R 
and Btu/Ibmol · °R. 

Since entropy is a property, the change in entropy of a system in going from one state 
to another is the same for all processes, both internally reversible and irreversible, between 
these two states. Thus, Eq. 7.4a allows the determination of the change in entropy, and once 
it has been evaluated, this is the magnitude of the entropy change for all processes of the 
system between the two states. The evaluation of entropy change is discussed further in the 
next section. 

It should be clear that entropy is defined and evaluated in terms of a particular integral 
for which no accompanying physical picture is given. We encountered this previously with 
the property enthalpy. Enthalpy is introduced without physical motivation in Sec. 4.3.2. Then, 
in Chap. 5, enthalpy is shown to be useful for thermodynamic analysis. As for the case of 
enthalpy, to gain an appreciation for entropy you need to understand how it is used and what 
it is used for. 


Retrieving Entropy Data 


In Chap. 4, we introduced means for retrieving property data, including tables, graphs, 
equations, and software available with this book. The emphasis there is on evaluating the 
properties p, v, Т, и, and Л required for application of the conservation of mass and energy 
principles. For application of the second law, entropy values are usually required. In this 
section, means for retrieving entropy data are considered. 


7.2.1 General Considerations 


The defining equation for entropy change, Eq. 7.4a, serves as the basis for evaluating entropy 
relative to a reference value at a reference state. Both the reference value and the reference 
state can be selected arbitrarily. The value of the entropy at any state y relative to the value 
at the reference state x is obtained in principle from 


Е ” òQ 


where 5, is the reference value for entropy at the specified reference state. The use of en- 
tropy values determined relative to an arbitrary reference state is unambiguous as long as 
they are used in calculations involving entropy differences, for then the reference value 
cancels. 


definition of entropy 
change 


units for entropy 
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Entropy Data for Water and Refrigerants 


Tables of thermodynamic data are introduced in Sec. 4.3 for water, Refrigerant 134a, and 
other substances. Specific entropy is tabulated in the same way as considered there for the 
properties v, u, and h, and entropy values are retrieved similarly. 


Vapor Data. In the superheat regions of the tables for water and Refrigerant 134a, specific 
entropy is tabulated along with 0, и, and Л versus temperature and pressure. 


For Example... consider two states of water. At state 1, the pressure is 3 MPa and the 
temperature is 500°C. At state 2, the pressure is p; = 0.3 MPa and the specific entropy is the 
same as at state 1, s; = sı. The object is to determine the temperature at state 2. Using T, and ру, 
we find the specific entropy at state 1 from Table T-4 ав s, = 7.2338 kJ/kg · К. State 2 is fixed 
by the pressure, p; = 0.3 MPa, and the specific entropy, s; = 7.2338 kJ/kg · K. Returning to 
Table T-4 at 0.3 MPa and interpolating with s; between 160 and 200°C results in T, = 183°C. A 


Saturation Data. For saturation states, the values of s; and s, are tabulated as a function of 
either saturation pressure or saturation temperature. The specific entropy of a two-phase liq- 
uid—vapor mixture is calculated using the quality 


sp + х(5, — sj) (7.6) 


These relations are identical in form to those for v, u, and h (Sec. 4.3). 


For Example... let us determine the specific entropy of Refrigerant 134a at a state where the 
temperature is 0°С and the specific internal energy is 138.43 kJ/kg. Referring to Table T-6, 
we see that the given value for и falls between иг and и, at 0°C, so the system is a two-phase 
liquid-vapor mixture. The quality of the mixture can be determined from the known specific 
internal energy 

и — ur 138.43 — 49.79 _ 


x= = 0.5 
U, — up 227.06 — 49.79 


Then with values from Table T-6 


s= (1 — x)se + xs, 
= (0.5)(0.1970) + (0.50.9190) = 0.5580 kJ/kg: K А 


Liquid Data. Compressed liquid data are presented for water in Tables T-5. In these tables 
5, U, и, and Л are tabulated versus temperature and pressure as in the superheat tables, and 
the tables are used similarly. In the absence of compressed liquid data, the value of the specific 
entropy can be estimated in the same way as estimates for v and u are obtained for liquid 
states (Sec. 4.3.6), by using the saturated liquid value at the given temperature 


s(T, р) = (Т) (7.7) 


For Example... suppose the value of specific entropy is required for water at 25 bar, 200°C. 
The specific entropy is obtained directly from Table Т-5 as s = 2.3294 kJ/kg · К. Using the sat- 
urated liquid value for specific entropy at 200°C from Table T-2, the specific entropy is ap- 
proximated with Eq. 7.7 as s = 2.3309 kJ/kg : K, which agrees closely with the previous 
value. A 


The specific entropy values for water and the refrigerants given in the tables accompanying 
this book are relative to the following reference states and values. For water, the entropy of 
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saturated liquid at 0.01°C (32.02°F) is set to zero. For the refrigerants, the entropy of the sat- 
urated liquid at —40°C (—40°F) is assigned a value of zero. 


Computer Retrieval of Entropy Data. (CD-ROM) 


Using Graphical Entropy Data 


The use of property diagrams as an adjunct to problem solving is emphasized throughout this 
book. When applying the second law, it is frequently helpful to locate states and plot processes 
on diagrams having entropy as a coordinate. Two commonly used figures having entropy as 
one of the coordinates are the temperature—entropy diagram and the enthalpy—entropy diagram. 


Temperature-Entropy Diagram. Тһе main features of a temperature-entropy diagram аге 
shown in Fig. 7.3. Observe that lines of constant enthalpy are shown on these figures. Also 
note that in the superheated vapor region constant specific volume lines have a steeper slope 
than constant-pressure lines. Lines of constant quality are shown in the two-phase 
liquid—vapor region. On some figures, lines of constant quality are marked as percent moisture 
lines. The percent moisture is defined as the ratio of the mass of liquid to the total mass. 

In the superheated vapor region of the 7—s diagram, constant specific enthalpy lines be- 
come nearly horizontal as pressure is reduced. These states are shown as the shaded area on 
Fig. 7.3. For states in this region of the diagram, the enthalpy is determined primarily by the 
temperature: A(T, p) = h(T). This is the region of the diagram where the ideal gas model 
provides a reasonable approximation. For superheated vapor states outside the shaded area, 
both temperature and pressure are required to evaluate enthalpy, and the ideal gas model is 
not suitable. 


Enthalpy-Enítropy Diagram. Тһе essential features of an enthalpy-entropy diagram, com- 
monly known as a Mollier diagram, are shown in Fig. 7.4. Note the location of the critical Mollier diagram 
point and the appearance of lines of constant temperature and constant pressure. Lines of 


p = constant 


Constant 


constant 


h 


T = constant 


T - constant 


Critical point 


Figure 7.3 Temperature-entropy diagram. Figure 7.4 Enthalpy-entropy diagram. 
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T dS equations 


constant quality are shown in the two-phase liquid—vapor region (some figures give lines of 
constant percent moisture). The figure is intended for evaluating properties at superheated 
vapor states and for two-phase liquid—vapor mixtures. Liquid data are seldom shown. In the 
superheated vapor region, constant-temperature lines become nearly horizontal as pressure 
is reduced. These states are shown, approximately, as the shaded area on Fig. 7.4. This area 
corresponds to the shaded area on the temperature-entropy diagram of Fig. 7.3, where the 
ideal gas model provides a reasonable approximation. 


Using the T dS Equations 


Although the change in entropy between two states can be determined in principle by using 

Eq. 7.4a, such evaluations are generally conducted using the T dS equations introduced in 

this section. The 7 dS equations allow entropy changes to be evaluated from other more 

readily determined property data. The use of the T dS equations to evaluate entropy changes 

for ideal gases is illustrated in Sec. 7.2.2 and for incompressible substances in Sec. 7.2.3. 
The T dS equations can be written on a unit mass basis as 


T ds = du + p dv (7.8a) 

T ds = dh — v dp (7.8b) 
ог on а per mole basis as 

Таз = ай + раз (7.8с) 

Tds = dh — U dp (7.8d) 


To show the use of the T dS equations, consider a change in phase from saturated liquid 
to saturated vapor at constant temperature and pressure. Since pressure is constant, Eq. 7.8b 
reduces to give 


Then, because temperature is also constant during the phase change 


h, — № 
T 


Sg — Sp = (7.9) 


This relationship shows how s, — s; is calculated for tabulation in property tables. 


For Example... consider Refrigerant 134a at 0°C. From Table T-6, h, — hy = 197.21 kJ/kg, 
so with Eq. 7.9 


197.21 kJ/kg 
= = 0.7220 
273.15 K kg: K 


Sg Sf 


which is the value calculated using s; and s, from the table. To give another example, con- 
sider Refrigerant 134a at О°Е. From Table T-6E, hg — h, = 90.12 Btu/lb, so 


90.12 ВшЛЬ _ o 521 Вш 
S, Se = = y; 
8 75 459,.679R Jb- °R 


which agrees with the value calculated using s; and s, from the table. A 
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7.2 Retrieving Entropy Data 


7.2.2 Entropy Change of an Ideal Gas 


For an ideal gas, du = c,(T)dT, dh = c,(T)dT, and pu = RT. With these relations, the T dS 
equations (Eqs. 7.8a and 7.8b) give, respectively, 
aT dv dT dp 


R= and ds = с, (Т 


жат ес К 
s = e) 0 РА) Т р 


On integration, we get (һе following expressions for entropy change of ап ideal gas: 


n dT 0, 

8(Т,, V2) — (Т, vi) = c,(T)— + Rln— (7.12) 
Т; Т 9 
? dT P2 

р) -Tap = | Ту - тт 7.13) 
T; T Р\ 


Using Ideal Gas Tables. Ав for internal energy and enthalpy changes, the evaluation of 
entropy changes for ideal gases can be reduced to a convenient tabular approach. To in- 
troduce this, we begin by selecting a reference state and reference value: The value of the 
specific entropy is set to zero at the state where the temperature is 0 K and the pressure 
is 1 atmosphere. Then, using Eq. 7.13, the specific entropy at a state where the tempera- 
ture is Т and the pressure is 1 atm is determined relative to this reference state and refer- 
ence value as 


Te(T 
s(T) = | oA ) т (7.14) 
0 


The symbol s°(T) denotes the specific entropy at temperature Т and a pressure of 1 ат. 
Because 5° depends only on temperature, it сап be tabulated versus temperature, like 
h and и. For air as an ideal gas, s? with units of kJ/kg-K or Btu/Ib-?^R is given in 
Tables T-9. Values of s? for several other common gases are given in Tables T-11 with 
units of kJ/kmol : К or Btu/Ibmol : °R. Since the integral of Eq. 7.13 сап be expressed in 


terms of s? 
^ ат [^ ат [^ ат 
C = С С 
т °T o ^T o ^T 


= s*(T;) — 5°(Т,) 


it follows that Eq. 7.13 can be written as 


5(Т» ро) = S(T, pi) = (T) - s°(T,) - R In (7.15а) 


or оп а per mole basis as 


_ " " = р 
S(T» pa) = Тыр) = S(T) = (7) — En (715) 
1 


Using Eqs. 7.15 and the tabulated values for s° ог 5°, as appropriate, entropy changes сап 
be determined that account explicitly for the variation of specific heat with temperature. 
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For Example... let us evaluate the change in specific entropy, in kJ/kg: K, of air mod- 
eled as an ideal gas from a state where T, = 300 К and p, = 1 bar toa state where T, = 1000 К 
and p, = 3 bar. Using Eq. 7.15a and data from Table T-9 


P2 
Рі 
kJ 8314 kJ , 3 bar 
kg-K 2897 kg-K 1 bar 


$9 — sı = 5°(Т») — s*(Tj)) — R In 


— (2.96770 — 1.70203) 
= 0.9504 kJ/kg: K А 


Assuming Constant Specific Heats. When the specific heats с, and с, are taken ав соп- 
stants, Eqs. 7.12 and 7.13 reduce, respectively, to 


Т, 22 

8(Т,, V2) — s(T, vj) = c,In + RIn — (7.16) 
Ti U, 
T, P2 

S(T», pj) — s(T), pi) = c, In Rin (7.17) 
Т, Pı 


These equations, along with Eqs. 4.48 and 4.49 giving Au and Ah, respectively, are applica- 
ble when assuming the ideal gas model with constant specific heats. 


For Example... let us determine the change in specific entropy, in kJ/kg К, of air as an 
ideal gas undergoing a process from Т) = 300 K, p, = 1 bar to Т, = 400 K, p, = 5 bar. 
Because of the relatively small temperature range, we assume a constant value of c, evalu- 
ated at 350 K. Using Eq. 7.17 and с, = 1.008 kJ/kg : K from Table T-10 


T, P2 


1 Pı 
k 400 K 314 b 
= (tos : )w( 2 ) Е = ТЕ x) 
kg:K/ A300K/ 2897 kg: K/ VI bar 


= —0.1719 Kkg- K A 


As = cln 
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7.2.3 Entropy Change of an Incompressible Substance 


The incompressible substance model introduced in Sec. 4.3.6 assumes that the specific volume 
(density) is constant and the specific heat depends solely on temperature, c, = с( T). Accordingly, 
the differential change in specific internal energy is du = c(T) dT and Eq. 7.8a reduces to 


c(T) dT pa c(T) dT 
ds — | 
Т Т Т 


On integration, the change in specific entropy is 


1, (Т 
Sy — 8 = | 0D т (incompressible) 
T 


1 


When the specific heat is assumed constant, this becomes 


Т. 
$,—5,—cln т (incompressible, constant с) (7.18) 
1 
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Equation 7.18, along with Eqs. 4.20 апа 4.21 giving Аи апа АЛ, respectively, are applicable 
to liquids and solids modeled as incompressible. Specific heats of some common liquids and 
solids are given in Tables HT-1, 2, 4, and 5. 


Entropy Change in Internally Reversible Processes 


In this section the relationship between entropy change and heat transfer for internally re- 
versible processes is considered. The concepts introduced have important applications in 
subsequent sections of the book. The present discussion is limited to the case of closed sys- 
tems. Similar considerations for control volumes are presented in Sec. 7.8. 

As a closed system undergoes an internally reversible process, its entropy can increase, 
decrease, or remain constant. This can be brought out using Eq. 7.4b 


50 
цаа (22) int 


which indicates that when a closed system undergoing an internally reversible process re- 
ceives energy by heat transfer, the system experiences an increase in entropy. Conversely, 
when energy is removed from the system by heat transfer, the entropy of the system de- 
creases. This can be interpreted to mean that an entropy transfer accompanies heat transfer. 
The direction of the entropy transfer is the same as that of the heat transfer. In an adiabatic 
internally reversible process, the entropy would remain constant. A constant-entropy process 
is called an isentropic process. 
On rearrangement, the above expression gives 
(8Q)im = T dS 


rev 


Integrating from an initial state | to a final state 2 


2 
Om = | rds (7.19) 
1 


rev 


From Eq. 7.19 it can be concluded that an energy transfer by heat to a closed system dur- 
ing an internally reversible process can be represented as an area on a temperature-entropy 
diagram. Figure 7.5 illustrates the area interpretation of heat transfer for an arbitrary inter- 
nally reversible process in which temperature varies. Carefully note that temperature must 
be in kelvins or degrees Rankine, and the area is the entire area under the curve (shown 
shaded). Also note that the area interpretation of heat transfer is not valid for irreversible 
processes, as discussed in Example 7.2. 

To illustrate concepts introduced in this section, the next example considers water under- 
going an internally reversible process while contained in a piston-cylinder assembly. 


Example 7.1 Internally Reversible Process of Water 


isentropic process 


Qin = f T dS 


rev 


(60). = T d$ 


rev 


1 


Рїдите 7.5 Агеа 
representation of heat 
transfer for an internally 
reversible process of a 
closed system. 


Water, initially a saturated liquid at 100°C, is contained in a piston-cylinder assembly. The water undergoes a process to the 
corresponding saturated vapor state, during which the piston moves freely in the cylinder. If the change of state is brought 
about by heating the water as it undergoes an internally reversible process at constant pressure and temperature, determine the 


work and heat transfer per unit of mass, each in kJ/kg. 
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Solution 

Known: Water contained in a piston-cylinder assembly undergoes an internally reversible process at 100°C from saturated 
liquid to saturated vapor. 

Find: Determine the work and heat transfer per unit mass. 


Schematic and Given Data: 


| | 100°С — (с A 
| Water | Q 
ater Ww . Q 
| т- 8 System boundary m 100°C a 
| 
BASS 
0 5 


Assumptions: 
The water in the piston-cylinder assembly is a closed system. 
The process is internally reversible. 
Temperature and pressure are constant during the process. 
There is no change in kinetic or potential energy between the two end states. 


Analysis: At constant pressure the work is 


ү 8 
— = | p du = p(v, — vj) 
f 


With values from Table T-2 
10° N/m? 
1 bar 


3 
W = (1.014 bar)(1.673 — 1.0435 х юэ(7 ) 
т kg 


1 к) | 
10 N:m 
= 170 kJ/kg 


Since the process is internally reversible and at constant temperature, Eq. 7.19 gives 


g 


в Ё 
o= | тат) T ds 
f f 

or 


With values from Table T-2 


» = (373.15 K)(7.3549 — 1.3069) kJ/kg : K = 2257 kJ/kg 


As shown in the accompanying figure, the work and heat transfer can be represented as areas on p—v and 7-5 diagrams, 
respectively. 


The heat transfer can be evaluated alternatively from an energy balance written on a unit mass basis as 
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Introducing W/m = p(v, - v) and solving 


From Table T-2 at 100°C, h, — hy = 2257 kJ/kg, which gives the same value for Q/m as obtained in the solution above. 


Entropy Balance for Closed Systems 


In this section, the Clausius inequality expressed by Eq. 7.2 and the defining equation for 
entropy change are used to develop the entropy balance for closed systems. The entropy bal- 
ance is an expression of the second law that is particularly convenient for thermodynamic 
analysis. The current presentation is limited to closed systems. The entropy balance is ex- 
tended to control volumes in Sec. 7.5. 


7.4.1 Developing the Entropy Balance 


Shown in Fig. 7.6 is a cycle executed by a closed system. The cycle consists of process I, 
during which internal irreversibilities are present, followed by internally reversible process 
R. For this cycle, Eq. 7.2 takes the form 


2/80 17/30 
| ( 2) | | ( 3" siu ae 


where the first integral is for process I and the second is for process R. The subscript b in 
the first integral serves as a reminder that the integrand is evaluated at the system boundary. 
The subscript is not required in the second integral because temperature is uniform through- 
out the system at each intermediate state of an internally reversible process. Since no irre- 
versibilities are associated with process К, the term суи. ОҒ Eq. 7.2, which accounts for the 
effect of irreversibilities during the cycle, refers only to process I and is shown in Eq. 7.20 
simply as o. 

Applying the definition of entropy change, we can express the second integral of Eq. 7.20 as 


ША! 
51 ~ 82 = | (2). 
2/5 
| ( 2) | (5 5) Е x 


Finally, on rearranging the last equation, the closed system entropy balance results 


Figure 7.0 Cycle used to 
develop the entropy 
balance. 


With this, Eq. 7.20 becomes 


2 
8 
S, — $ = | ( 2) Ї с 
1 b (7.21) closed system entropy 


entropy entropy entropy balance 
change transfer production 


If the end states are fixed, the entropy change on the left side of Eq. 7.21 can be evaluated 
independently of the details of the process. However, the two terms on the right side depend 
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entropy transfer 
accompanying heat 
transfer 


entropy production 


explicitly on the nature of the process and cannot be determined solely from knowledge of 
the end states. The first term on the right side of Eq. 7.21 is associated with heat transfer to 
or from the system during the process. This term can be interpreted as the entropy transfer 
accompanying heat transfer. The direction of entropy transfer is the same as the direction of 
the heat transfer, and the same sign convention applies as for heat transfer: A positive value 
means that entropy is transferred into the system, and a negative value means that entropy is 
transferred out. When there is no heat transfer, there is no entropy transfer. 

The entropy change of a system is not accounted for solely by the entropy transfer, but is 
due in part to the second term on the right side of Eq. 7.21 denoted by o. The term o is pos- 
itive when internal irreversibilities are present during the process and vanishes when no in- 
ternal irreversibilities are present. This can be described by saying that entropy is produced 
within the system by the action of irreversibilities. The second law of thermodynamics can 
be interpreted as requiring that entropy is produced by irreversibilities and conserved only 
in the limit as irreversibilities are reduced to zero. Since o measures the effect of irre- 
versibilities present within the system during a process, its value depends on the nature of 
the process and not solely on the end states. It is not a property. 

When applying the entropy balance to a closed system, it is essential to remember the re- 
quirements imposed by the second law on entropy production: The second law requires that 
entropy production be positive, or zero, in value 


>0 irreversibilities present within the system 
о: (7.22) 


= 0 по irreversibilities present within the system 


The value of the entropy production cannot be negative. By contrast, the change in entropy 
of the system may be positive, negative, or zero: 


$,— 5:4 = (7.23) 
< 0 


Like other properties, entropy change can be determined without knowledge of the details 
of the process. 


For Example... to illustrate the entropy transfer and entropy production concepts, as well 
as the accounting nature of entropy balance, consider Fig. 7.7. The figure shows a system 
consisting of a gas or liquid in a rigid container stirred by a paddle wheel while receiving 
a heat transfer Q from a reservoir. The temperature at the portion of the boundary where 
heat transfer occurs is the same as the constant temperature of the reservoir, Ty. By defini- 
tion, the reservoir is free of irreversibilities; however, the system is not without irre- 
versibilities, for fluid friction is evidently present, and there may be other irreversibilities 
within the system. 


This portion of the 
boundary is at temperature Т), 


Reservoir 
at Ty 


Figure 7.7 Illustration of the entropy transfer 
and entropy production concepts. 


7.4 Entropy Balance for Closed Systems 


Let us now apply the entropy balance to the system and to the reservoir. Since T, is constant, 
the integral in Eq. 7.21 is readily evaluated, and the entropy balance for the system reduces to 


9-6 = +o (7.24) 
b 


where Q/T, accounts for entropy transfer into the system accompanying heat transfer О. The 
entropy balance for the reservoir takes the form 


Ош 9 
AS res = + res 
MEET 
where the entropy production term is set equal to zero because the reservoir is without irre- 
versibilities. Since Ос) = — О, the last equation becomes 
Q 
AS а= 
1 Т, 


The minus sign signals that entropy is carried out of the reservoir accompanying heat transfer. 
Hence, the entropy of the reservoir decreases by an amount equal to the entropy transferred 
from it to the system. However, as shown by Eq. 7.24, the entropy change of the system exceeds 
the amount of entropy transferred to it because of entropy production within the system. A 


If the heat transfer were oppositely directed in the above example, passing instead from 
the system to the reservoir, the magnitude of the entropy transfer would remain the same, 
but its direction would be reversed. In such a case, the entropy of the system would decrease 
if the amount of entropy transferred from the system to the reservoir exceeded the amount 
of entropy produced within the system due to irreversibilities. Finally, observe that there is 
no entropy transfer associated with work. 


7.4.22 Other Forms of the Entropy Balance 


The entropy balance can be expressed in various forms convenient for particular analyses. 
For example, if heat transfer takes place at several locations on the boundary of a system 
where the temperatures do not vary with position or time, the entropy transfer term can be 
expressed as a sum, so Eq. 7.21 takes the form 

S-S = xe +o (7.25) 

; 1, 
where Q//T; is the amount of entropy transferred through the portion of the boundary at tem- 
perature T). 
On a time rate basis, the closed system entropy rate balance is 


45 0, : 
= : 
, > Я +o (7.26) 


where dS/dt is the time rate of change of entropy of the system. The term 0/ Т; represents 
the time rate of entropy transfer through the portion of the boundary whose instantaneous 
temperature is Ту. The term с accounts for the time rate of entropy production due to irre- 
versibilities within the system. 


7.4.3 Evaluating Entropy Production and Transfer 


Regardless of the form taken by the entropy balance, the objective in many applications is 
to evaluate the entropy production term. However, the value of the entropy production for a 
given process of a system often does not have much significance by itself. The significance 


closed system entropy 
rate balance 
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is normally determined through comparison. For example, the entropy production within a 
given component might be compared to the entropy production values of the other compo- 
nents included in an overall system formed by these components. By comparing entropy pro- 
duction values, the components where appreciable irreversibilities occur can be identified 
and rank ordered. This allows attention to be focused on the components that contribute most 
to inefficient operation of the overall system. 

To evaluate the entropy transfer term of the entropy balance requires information regard- 
ing both the heat transfer and the temperature on the boundary where the heat transfer occurs. 
The entropy transfer term is not always subject to direct evaluation, however, because the re- 
quired information is either unknown or not defined, such as when the system passes through 
states sufficiently far from equilibrium. In such applications, it may be convenient, therefore, 
to enlarge the system to include enough of the immediate surroundings that the temperature 
on the boundary of the enlarged system corresponds to the temperature of the surroundings 
away from the immediate vicinity of the system, 7;. The entropy transfer term is then simply 
Q/T;. However, as the irreversibilities present would not be just for the system of interest but 
for the enlarged system, the entropy production term would account for the effects of internal 
irreversibilities within the original system and external irreversibilities present within that 
portion of the surroundings included within the enlarged system. 


7.4.4 Illustrations 


The following examples illustrate the use of the energy and entropy balances for the analy- 
sis of closed systems. Property relations and property diagrams also contribute significantly 
in developing solutions. The first example reconsiders the system and end states of Exam- 
ple 7.1 to demonstrate that entropy is produced when internal irreversibilities are present and 
that the amount of entropy production is not a property. 


Water initially a saturated liquid at 100°C is contained within a piston-cylinder assembly. The water undergoes a process to 
the corresponding saturated vapor state, during which the piston moves freely in the cylinder. There is no heat transfer with 
the surroundings. If the change of state is brought about by the action of a paddle wheel, determine the net work per unit 
mass, in kJ/kg, and the amount of entropy produced per unit mass, in kJ/kg ` К. 


Solution 


Known: 


Water contained in a piston-cylinder assembly undergoes an adiabatic process from saturated liquid to saturated 


vapor at 1009С. During the process, the piston moves freely, and the water is rapidly stirred by a paddle wheel. 
Find: Determine the net work per unit mass and the entropy produced per unit mass. 


Schematic and Given Data: 


І 
1 
| 
1 
| 
1 
| 


= System 
boundary 


100°C | жана 


Агеа 18 
not heat 


100°C 


Figure E7.2 
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Assumptions: 

1. The water іп the piston-cylinder assembly is a closed system. 

2. There is no heat transfer with the surroundings. 

3. The system is at an equilibrium state initially and finally. There is no change in kinetic or potential energy between these 
two states. 


Analysis: Ав the volume of the system increases during the process, there is an energy transfer by work from the system 
during the expansion, as well as an energy transfer by work to the system via the paddle wheel. The net work can be evalu- 
ated from an energy balance, which reduces with assumptions 2 and 3 to 


AU + AKÉ 4 АРЕ. @ w 


On a unit mass basis, the energy balance reduces to 


With specific internal energy values from Table T-2 at 100°C 


ШЕ — 2087.56 ыг « 
т kg 


The minus sign indicates that the work input by stirring is greater in magnitude than the work done by the water as it 
expands. 

The amount of entropy produced is evaluated by applying an entropy balance. Since there is no heat transfer, the term 
accounting for entropy transfer vanishes 


AS = Ie a 
= 3! с 
Оп а unit mass basis, this becomes оп rearrangement 
Sass 
m 9 4 
With specific entropy values from Table T-2 at 100°C 
б kJ 
= Е 
ө т kg- K 


69 Although each end state is an equilibrium state at the same pressure and temperature, the pressure and temperature are not 
necessarily uniform throughout the system at intervening states, nor are they necessarily constant in value during the process. 
Accordingly, there is no well-defined “path” for the process. This is emphasized by the use of dashed lines to represent the 
process on these p—v and T—s diagrams. The dashed lines indicate only that a process has taken place, and no “area” 
should be associated with them. In particular, note that the process is adiabatic, so the “area” below the dashed line on the 
T—s diagram can have no significance as heat transfer. Similarly, the work cannot be associated with an area on the p—v 
diagram. 


Ө The change of state is the same in the present example as in Example 7.1. However, in Example 7.1 the change of state is 
brought about by heat transfer while the system undergoes an internally reversible process. Accordingly, the value of en- 
tropy production for the process of Example 7.1 is zero. Here, fluid friction is present during the process and the entropy 
production is positive in value. Accordingly, different values of entropy production are obtained for two processes between 
the same end states. This demonstrates that entropy production is not a property. 


As an illustration of second law reasoning, the next example uses the fact that the entropy 
production term of the entropy balance cannot be negative. 
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Example 7.3 Evaluating Minimum Theoretical Compression Work 


Refrigerant 134a is compressed adiabatically in a piston-cylinder assembly from saturated vapor at 10°F to a final pressure 
of 120 Ibf/in.? Determine the minimum theoretical work input required per unit mass of refrigerant, in Btu/Ib. 


Solution (CD-ROM) 


To pinpoint the relative significance of the internal and external irreversibilities, the next 
example illustrates the application of the entropy rate balance to a system and to an enlarged 
system consisting of the system and a portion of its immediate surroundings. 


Example 7.4 Pinpointing Irreversibilities 


Referring to Example 3.4, evaluate the rate of entropy production с, in kW/K, for (a) the gearbox as the system апа (b) an 
enlarged system consisting of the gearbox and enough of its surroundings that heat transfer occurs at the temperature of the 
surroundings away from the immediate vicinity of the gearbox, T; = 293 К (20°С). 


Solution 

Known: А gearbox operates at steady state with known values for the power input through the high-speed shaft, power output 
through the low-speed shaft, and heat transfer rate. The temperature on the outer surface of the gearbox and the temperature 
of the surroundings away from the gearbox are also known. 

Find: Evaluate the entropy production rate © for each of the two specified systems shown in the schematic. 


Schematic and Given Data: 


At this 
boundary the 
temperature is Temperature 
Т,-293К 
p 

/ 

І 

| х 

160 kW | 

| -4 

| 

| 

І 

І 

SS == х Ч 
— Gearbox 
(a) (5) 


Figure E7.4 


Assumptions: 

1. In part (a), the gearbox is taken as a closed system operating at steady state, as shown on the accompanying sketch labeled 
with data from Example 3.4. 

2. In part (b) the gearbox and a portion of its surroundings are taken as a closed system, as shown on the accompanying 
sketch labeled with data from Example 3.4. 

3. The temperature of the outer surface of the gearbox and the temperature of the surroundings are each uniform. 


Analysis: (a) To obtain an expression for the entropy production rate, begin with the entropy balance for a closed system on a 
time rate basis: Eq. 7.26. Since heat transfer takes place only at temperature Т,, the entropy rate balance reduces at steady state to 


0 2 
4 Q x 
= = + 
2 T. 
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Solving 


Introducing the known values for the heat transfer rate 0 and the surface temperature T, 


2 (-12 kW) 
= -------4х 107° К/К < 
d (300 K) 


(b) Since heat transfer takes place at temperature Т; for the enlarged system, the entropy rate balance reduces at steady state to 


0 4 
d @ o a 
= + 
2 p ^50 


Solving 


Introducing the known values for the heat transfer rate Q and the temperature Т; 


—1.2 kW 
(1) (y — S LEN) = Ж Щй SA xi 
(293 К) 


@ The value of the entropy production rate calculated in part (a) gauges the significance of irreversibilities associated with 
friction and heat transfer within the gearbox. In part (b), an additional source of irreversibility is included in the enlarged 
system, namely the irreversibility associated with the heat transfer from the outer surface of the gearbox at T, to the sur- 
roundings at Т, In this case, the irreversibilities within the gearbox are dominant, accounting for 97.6% of the total rate of 
entropy production. 


Entropy Rate Balance for Control Volumes 


Thus far the discussion of the entropy balance concept has been restricted to the case of 
closed systems. In the present section the entropy balance is extended to control volumes. 
Like mass and energy, entropy is an extensive property, so it too can be transferred into 
or out of a control volume by streams of matter. Since this is the principal difference be- 
tween the closed system and control volume forms, the control volume entropy rate balance 
can be obtained by modifying Eq. 7.26 to account for these entropy transfers. The result is 


45,, ` 0, іы г : control volume entropy 
ЕТ > p 2, й 2 ma, Л (537) Fate balance 

rate of rates of rate of 

entropy entropy entropy 

change transfer production 


where dS.,/dt represents the time rate of change of entropy within the control volume. The 
terms m,s; and m,s, account, respectively, for rates of entropy transfer into and out of the 
control volume accompanying mass flow. In writing Eq. 7.27, one-dimensional flow is as- 
sumed at locations where mass enters and exits. Тһе term О; represents the time rate of heat 
transfer at the location on the boundary where the instantaneous temperature is Т), The ratio 
Q;/T; accounts for the accompanying rate of entropy transfer. The term ог, denotes the time 
rate of entropy production due to irreversibilities within the control volume. 
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steady-state entropy 
rate balance 


7.5.11 Analyzing Control Volumes at Steady State 


Since many engineering analyses involve control volumes at steady state, it is instructive to 
list steady-state forms of the balances developed for mass, energy, and entropy. At steady 
state, the conservation of mass principle takes the form 


Ут = Ут, (5.4) 


The energy rate balance at steady state is 


: : у? . V2 
0-0,-М,- »DC T z + sa) = 20 + гэ + sz) (5.10a) 


Finally, the steady-state form of the entropy rate balance is obtained by reducing Eq. 7.27 
to give 


0 2. Утв — Ds, + Gey (7.28) 
71) і е 


These equations often must be solved simultaneously, together with appropriate property 
relations. 

Mass and energy are conserved quantities, but entropy is not conserved. Equation 5.4 in- 
dicates that at steady state the total rate of mass flow into the control volume equals the total 
rate of mass flow out of the control volume. Similarly, Eq. 5.10a indicates that the total rate 
of energy transfer into the control volume equals the total rate of energy transfer out of the 
control volume. However, Eq. 7.28 requires that the rate at which entropy is transferred out 
must exceed the rate at which entropy enters, the difference being the rate of entropy pro- 
duction within the control volume owing to irreversibilities. 


One-inlet, One-exit Control Volumes 


Since many applications involve one-inlet, one-exit control volumes at steady state, let us 
also list the form of the entropy rate balance for this important case: 


о= > Fm(s, — s2) + Oey 


j 
Or, on dividing by the mass flow rate т and rearranging 


мэн (5 2) Бог (7.29) 


т і j m 


The two terms on the right side of Eq. 7.29 denote, respectively, the rate of entropy transfer 
accompanying heat transfer and the rate of entropy production within the control volume, 
each per unit of mass flowing through the control volume. From Eq. 7.29 it can be concluded 
that the entropy of a unit of mass passing from inlet to exit can increase, decrease, or remain 
the same. Furthermore, because the value of the second term on the right can never be neg- 
ative, a decrease in the specific entropy from inlet to exit can be realized only when more 
entropy is transferred out of the control volume accompanying heat transfer than is produced 
by irreversibilities within the control volume. When the value of this entropy transfer term 
is positive, the specific entropy at the exit is greater than the specific entropy at the inlet, 
whether internal irreversibilities are present or not. In the special case where there is no en- 
tropy transfer accompanying heat transfer, Eq. 7.29 reduces to 
беу 


S = 8 = ES (7.30) 
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Accordingly, when irreversibilities are present within the control volume, the entropy of a 
unit of mass increases as it passes from inlet to exit. In the limiting case in which no irre- 
versibilities are present, the unit mass passes through the control volume with no change in 
its entropy—that is, isentropically. 


7.5.2 Illustrations 


The following examples illustrate the use of the mass, energy, and entropy balances for the 
analysis of control volumes at steady state. Carefully note that property relations and prop- 
erty diagrams also play important roles in arriving at solutions. 

In the first example, we evaluate the rate of entropy production within a turbine operat- 
ing at steady state when there is heat transfer from the turbine. 


Example 7.5 Entropy Production in a Steam Turbine 


Steam enters a turbine with a pressure of 30 bar, a temperature of 400°C, and a velocity of 160 m/s. Saturated vapor at 100°C 
exits with a velocity of 100 m/s. At steady state, the turbine develops work equal to 540 kJ per kg of steam flowing through 
the turbine. Heat transfer between the turbine and its surroundings occurs at an average outer surface temperature of 350 K. 
Determine the rate at which entropy is produced within the turbine per kg of steam flowing, in kJ/kg - К. Neglect the change 
in potential energy between inlet and exit. 


Solution 
Known: Steam expands through a turbine at steady state for which data are provided. 
Find: Determine the rate of entropy production per kg of steam flowing. 


Schematic and Given Data: 


T 
рі = 30 bar Ww 
T, = 400°C ==) —® = 540 KJ/kg 
V, = 160 m/s T 
| 
" 100°C [- 
= T, = 100°C 
T, = 350 Kd Ua Saturated vapor 
У, = 100 m/s 5 
Figure E7.5 
Assumptions: 


1. The control volume shown on the accompanying sketch is at steady state. 
2. Heat transfer from the turbine to the surroundings occurs at a specified average outer surface temperature. 
3. The change in potential energy between inlet and exit can be neglected. 


Analysis: To determine the entropy production per unit mass flowing through the turbine, begin with mass and entropy rate 
balances for the one-inlet, one-exit control volume at steady state: 


( — ih = i 


Qu. Р В 
0 = > T. 12771151 LADO SE Ол 
m 
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Since heat transfer occurs only at Т, = 350 K, the first term on the right side of the entropy rate balance reduces to о ЛЫ 
Combining the mass and entropy rate balances 


0, 
0 IP AG = S) че (0) 
Т ( 1 2) су 
where т is the mass flow rate. Solving for с,,/т 
Ca Onn) о 
т ТО: Ж. 


The heat transfer rate, Q, /m, required by this expression is evaluated next. 
Reduction of the mass and energy rate balances results in 


P v-v 
бө = Me e (m = m) + (МУ) 


m m 


where the potential energy change from inlet to exit is dropped by assumption 3. From Table T-4 at 30 bar, 400°C, h, = 3230.9 kJ/kg, 
and from Table Т-2, h, = h,(100°C) = 2676.1 kJ/kg. Thus 


0.2 ы mo озок) + > шиг 


т p 


IN 
1 kg: m/s? 


1kJ | 
10 N:m 


540 — 554.8 — 7.8 22.6 kJ/kg 


From Table T-2, s; = 7.3549 kJ/kg · К, and from Table T-4, s, = 6.9212 kJ/kg · К. Inserting values into the expression for 
entropy production 


беу —22.6 К/К kJ 

- ( 8) (7.3549 — sena ==) 
о т 350 К kg: K 
= 0.0646 + 0.4337 = 0.4983 kI/kg-K < 


Ө If the boundary were located to include a portion of ће immediate surroundings so heat transfer would take place at the 
temperature of the surroundings, say Т, = 293 К, the entropy production for the enlarged control volume would be 
0.511 kJ/kg: К. It is left as an exercise to verify this value and to explain why the entropy production for the enlarged 
control volume would be greater than for a control volume consisting of the turbine only. 


In Example 7.6, the mass, energy, and entropy rate balances are used to test a perform- 
ance claim for a device to produce hot and cold streams of air from a single stream of air at 
an intermediate temperature. 


Example 7.0 Evaluating a Performance Claim 


An inventor claims to have developed a device requiring no energy transfer by work or heat transfer, yet able to produce hot 
and cold streams of air from a single stream of air at an intermediate temperature. The inventor provides steady-state test data 
indicating that when air enters at a temperature of 70°F and a pressure of 5.1 atm, separate streams of air exit at temperatures 
of 0 and 175°F, respectively, and each at a pressure of 1 atm. Sixty percent of the mass entering the device exits at the lower 
temperature. Evaluate the inventor's claim, employing the ideal gas model for air and ignoring changes in the kinetic and 
potential energies of the streams from inlet to exit. 


Solution 

Known: Data are provided for a device that at steady state produces hot and cold streams of air from a single stream of air 
at an intermediate temperature without energy transfers by work or heat. 

Find: Evaluate whether the device can operate as claimed. 


Schematic and Given Data: 


ees | 


Hot outlet 


^ cold ний =0°Е 


22 1 atm 


Assumptions: 
The control volume shown on the accompanying sketch is a steady state. 
For the control volume, Wa = 0 and Ow =0 
Changes in the kinetic and potential energies from inlet to exit can be ignored. 
The air is modeled as an ideal gas with constant c, = 0.24 Btu/Ib - °R 


Analysis: For the device to operate as claimed, the conservation of mass and energy principles must be satisfied. The second 
law of thermodynamics also must be satisfied; and in particular the rate of entropy production cannot be negative. Accordingly, 
the mass, energy, and entropy rate balances are considered in turn. 

With assumptions 1-3, the mass and energy rate balances reduce, respectively, to 


m, = т + m 
0 = mihi — mh, - mh, 


Since т; = 0.бт\, it follows from (һе mass rate balance that m, = 0.4m,. By combining the mass and energy rate balances 
and evaluating changes in specific enthalpy using constant c,, the energy rate balance is also satisfied. That is 


0 = (т + ту) — mh, — mh 
my(h, — h) + my(h, — hi) 
= 0.4m[c,(T; - T;)] + 0.6т,(с,(Т, - T3)] 
= 0.4(-105) + 0.6(70) 
= 0) 


Accordingly, with the given data the conservation of mass and energy principles are satisfied. 
Since no significant heat transfer occurs, the entropy rate balance at steady state reads 


0 


ШЕ ҒҒ З xm С 
12725272) = Шаба E Oy 
fm i 


Combining the mass and entropy rate balances 


0- (m; + тз) — mos, — mss, + Осү 


ШЫ бп = СЫ] АЕ TAS) = 94) 402 


= 0.4m,(s; — s5) + O.6mi(s, — ss) + Gey 
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Solving for б,,/т, and using Eq. 7.17 to evaluate changes in specific entropy 


22 Т. T 
18 2 п = к! + osle, ee кш” 


m, 1 p 1 рі 
Btu 635 1.986 Btu 1 
= 0.4 | 0.24 1 1 
4 И (9 Ib - =| "530 ine Ib- z Id 
Btu 460 1.986 Btu 1 
se (0), 24 1 Ї 
oe (o on "530 E cxi Id 
Btu 
o = 001 
0.1086 15-98 
Thus, the second law of thermodynamics is also satisfied. 
8 On the basis of this evaluation, the inventor’s claim does not violate principles of thermodynamics. < 


Ө Since the specific heat c, Of air varies little over the temperature interval from 0 to 175°F, c, can be taken as constant. From 
Table T-10, с, = 0.24 Btu/Ib : °R. 


Ө Since temperature differences are involved in this calculation, the temperatures can be either іп °R or °F. 
Ө In this calculation involving temperature ratios, the temperatures must be in °R. 


ӨТ the value of the rate of entropy production had been negative or zero, the claim would be rejected. A negative value is 
impossible by the second law and a zero value would indicate operation without irreversibilities. 


©) Such devices do exist. They are known as vortex tubes and are used in industry for spot cooling. 


In Example 7.7, we evaluate and compare the rates of entropy production for three com- 
ponents of a heat pump system. Heat pumps are studied in Chap. 8. 


Example 7.7 Entropy Production in Heat Pump Components 


Components of a heat pump for supplying heated air to a dwelling are shown in the schematic below. At steady state, Refrig- 
erant 22 enters the compressor at —5°C, 3.5 bar and is compressed adiabatically to 75°C, 14 bar. From the compressor, the 
refrigerant passes through the condenser, where it condenses to liquid at 28°C, 14 bar. The refrigerant then expands through a 
throttling valve to 3.5 bar. The states of the refrigerant are shown on the accompanying 7-5 diagram. Return air from the dwelling 
enters the condenser at 20°C, 1 bar with a volumetric flow rate of 0.42 m/s and exits at 50°C with a negligible change in pres- 
sure. Using the ideal gas model for the air and neglecting kinetic and potential energy effects, (a) determine the rates of entropy 
production, in kW/K, for control volumes enclosing the condenser, compressor, and expansion valve, respectively. (b) Discuss 
the sources of irreversibility in the components considered in part (a). 


Solution (CD-ROM) 


Isentropic Processes 


The term isentropic means constant entropy. Isentropic processes are encountered in many 
subsequent discussions. The object of the present section is to explain how properties are 
related at any two states of a process in which there is no change in specific entropy. 


7.6.1 General Considerations 


The properties at states having the same specific entropy can be related using the graphical and 
tabular property data discussed in Sec. 7.2. For example, as illustrated by Fig. 7.8, 
temperature—entropy and enthalpy-entropy diagrams are particularly convenient for determining 
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Figure 7.8 Т- and h-s diagrams showing states having the same value of specific entropy. 


properties at states having the same value of specific entropy. AII states on a vertical line pass- 
ing through a given state have the same entropy. If state 1 on Fig. 7.8 is fixed by pressure p; and 
temperature T}, states 2 and 3 are readily located once one additional property, such as pressure 
or temperature, is specified. The values of several other properties at states 2 and 3 can then be 
read directly from the figures. 

Tabular data also can be used to relate two states having the same specific entropy. For 
the case shown in Fig. 7.8, the specific entropy at state 1 could be determined from the 
superheated vapor table. Then, with s) = s; and one other property value, such as p; or T», 
state 2 could be located in the superheated vapor table. The values of the properties v, u, and 
h at state 2 can then be read from the table. Note that state 3 falls in the two-phase liquid-vapor 
regions of Fig. 7.8. Since s, = sı, the quality at state 3 could be determined using Eq. 7.6. 
With the quality known, other properties such as v, и, and Л could then be evaluated. Computer 
retrieval of entropy data provides an alternative to tabular data. 


7.6.2 Using the Ideal Gas Model 


Figure 7.9 shows two states of an ideal gas having the same value of specific entropy. Let 


us consider relations among pressure, specific volume, and temperature at these states, first Т о, 
using е ideal gas tables and then assuming specific heats are constant. 5 P2 
T; 
Ideal Gas Tables 
For two states having the same specific entropy, Eq. 7.15a reduces to 
Em. о P2 Uj 
0 = s*(T;)) — s*(Tj)) — Кіп (7.31a) 
Рі Рі 
1 
: : T 
Equation 7.31a involves four property values: ру, Т), р», and 7,. If any three are known, the | 
fourth can be determined. If, for example, the temperature at state 1 and the pressure ratio 
P2/p, are known, the temperature at state 2 can be determined from 
5 
(Т) = s*(T)) + R №22 (7.315) Figure 7.0 Two states 


Pi of an ideal gas where 


Since Т) is known, s°(7,) would be obtained from the appropriate table, the value of 5 (7,) would — s» = si. 
be calculated, and temperature T, would then be determined by interpolation. If p,, Т), and 7, 
are specified and the pressure at state 2 is the unknown, Eq. 7.31a would be solved to obtain 


5°(Т›) - aa 


P2 = рі EI (7.31c) 


Equations 7.31 can be used when s? (or 5°) data are known, as for the gases of Tables T-9 
and T-11. 
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Air. For the special case of air modeled ав an ideal gas, Eq. 7.31с provides the basis for 
an alternative tabular approach for relating the temperatures and pressures at two states һау- 
ing the same specific entropy. To introduce this, rewrite the equation as 


ро _ ехр[5°(Т›)/К 
pi ехр|х(Т,/К| 
The quantity exp[s°(7)/R] appearing in this expression is solely a function of temperature, 


and is given the symbol р,(7). A tabulation of p, versus temperature for air is provided in 
Tables Т-9. In terms of the function p,, the last equation becomes 


Pa _ Pa 
Pı Ри 


(s, = s, air only) (7.32) 


where р = p(T;) and p; = p,(T>). 
A relation between specific volumes and temperatures for two states of air having the 
same specific entropy also can be developed in the form 


о Uy 
2-6 (s; = у, аш only) (7.33) 
01 Ur 

where v,, = v,(T;) and v,; = u,(T>). Values of v, for air are tabulated versus temperature in 


Tables Т-9. Finally, note that p, and v, have no physical significance. 


Assuming Constant Specific Heats 

Let us consider next how properties are related for isentropic processes of an ideal gas 
when the specific heats are constants. For any such case, Eqs. 7.16 and 7.17 reduce to the 
equations 


T. р 
0= c, InZ2 - Rin 
Ti Pı 


2 


Т, U 
0 — c, In + Кіп 
Т, 0] 


Introducing the ideal gas relations, Eqs. 4.45 апа 4.46 


(KR R 
ТЭ. 


с 


these equations can be solved, respectively, to give 


Т, P2 = 

тоо (s, = s2, constant С) (7.34) 
1 pi 

Т. U k-1 

a = (2) (s, = s», constant К) (7.35) 
1 0 


Тһе following relation сап be obtained by eliminating the temperature ratio from Eqs. 
7.34 and 7.35: 


k 

р 

5 - (2) (sı = 52, constant k) (7.36) 
1 2 
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Figure 7.10 Polytropic processes on p-v and Т-5 diagrams. 


From the form of Eq. 7.36, it can be concluded that a polytropic process ри‘ = constant of 
an ideal gas with constant k is an isentropic process. We noted in Sec. 4.8 that a polytropic 
process of an ideal gas for which n — 1 is an isothermal (constant-temperature) process. For 
any fluid, n = 0 corresponds to an isobaric (constant-pressure) process and п = + о corre- 
sponds to an isometric (constant-volume) process. Polytropic processes corresponding to 
these values of n are shown in Fig. 7.10 on р-о and 7-5 diagrams. 

The foregoing means for evaluating data for an isentropic process of air modeled as an 
ideal gas are considered in the next example. 


Example 7.8 \sentropic Process of Air 


Air undergoes an isentropic process from p, = | atm, T, = 540°R to a final state where the temperature is Т, = 1160°R. Em- 
ploying the ideal gas model, determine the final pressure р», in atm. Solve using (a) p, data from Table T-9E, (b) a constant 
specific heat ratio k evaluated at the mean temperature, 850°R, from Table T-10E, (c) Interactive Thermodynamics: IT. 


Solution 

Known: Air undergoes an isentropic process from a state where pressure and temperature are known to a state where the 
temperature is specified. 

Find: Determine the final pressure using (a) p, data, (b) a constant value for the specific heat ratio k, (c) IT. 


Schematic and Given Data: 


T 
pic? 
: T, = 1160°R 
Assumptions: 
1. A quantity of air as the system undergoes an isentropic process. 
i pı = 1 atm 2. The air can be modeled as an ideal gas. 
T, = 540°R 3. In part (b) the specific heat ratio is constant. 
S 
Figure Е7.8 


Analysis: (a) The pressures and temperatures at two states of an ideal gas having the same specific entropy are related by 
Eg 732 

P Pa 

Рі Pr 
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Solving 


With p, values from Table T-9E 


= (528 aim | 
13360 7352 ss 


р = (1 atm) 


(9) When the specific heat ratio k is assumed constant, the temperatures and pressures at two states of an ideal gas having the 
same specific entropy are related by Eq. 7.34. Thus 
B 1) 
Ро = р т. 


From Table Т-10Е at 390°Е (850°), К = 1.39. Inserting values into the above expression 


1160 


1.39/0.39 
— = 15.26 atm «1 
540 ) 5.26 atm 


o DS aum)( 


(c) IT Solution. (CD-ROM) 


@ The close agreement between the answers obtained in parts (a) and (b) is attributable to the use of an appropriate value for 
the specific heat ratio k. 


Isentropic Efficiencies of Turbines, Nozzles, 
Compressors, and Pumps 


Engineers make frequent use of efficiencies and many different efficiency definitions are em- 
ployed. In the present section, isentropic efficiencies for turbines, nozzles, compressors, and 
pumps are introduced. Isentropic efficiencies involve a comparison between the actual per- 
formance of a device and the performance that would be achieved under idealized circum- 
stances for the same inlet state and the same exit pressure. These efficiencies are frequently 
used in subsequent sections of the book. 


Isentropic Turbine Efficiency 


To introduce the isentropic turbine efficiency, refer to Fig. 7.11, which shows a turbine ex- 
pansion on a Mollier diagram. The state of the matter entering the turbine and the exit pres- 
sure are fixed. Heat transfer between the turbine and its surroundings is ignored, as are kinetic 
and potential energy effects. With these assumptions, the mass and energy rate balances re- 
duce, at steady state, to give the work developed per unit of mass flowing through the turbine 

Wey 


—=h-h 
m 


Since state 1 is fixed, the specific enthalpy Л is known. Accordingly, the value of the work 
depends on the specific enthalpy h, only, and increases ав л, is reduced. The maximum value 
for the turbine work corresponds to the smallest allowed value for the specific enthalpy at 
the turbine exit. This can be determined using the second law. 

Since there is no heat transfer, the allowed exit states are constrained by Eq. 7.30 


cv 


= 5) — 5,20 
т 
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Figure 7.11 Comparison of actual and 
8 isentropic expansions through a turbine. 


Because the entropy production б/т cannot be negative, states with s; < s, are not 
accessible in an adiabatic expansion. The only states that can be attained are those with 
52 > sı. The state labeled “2s” on Fig. 7.11 would be attained only in the limit of no internal 
irreversibilities. This corresponds to an isentropic expansion through the turbine. For fixed 
exit pressure, the specific enthalpy h, decreases as the specific entropy 5» decreases. There- 
fore, the smallest allowed value for h, corresponds to state 2s, and the maximum value for 


the turbine work is 
Wey 
: = h = hy, 
m /, 


In an actual expansion through the turbine h, > h, and thus less work than the maximum 
would be developed. This difference can be gauged by the isentropic turbine efficiency 
defined by 


W../m 
(W.,/in), 


тъ = (7.37) 


Both the numerator and denominator of this expression are evaluated for the same inlet state 
and the same exit pressure. The value of m, is typically 0.7 to 0.9 (70-90%). 


Isentropic Nozzle Efficiency 


A similar approach to that for turbines can be used to introduce the isentropic efficiency of 
nozzles operating at steady state. The isentropic nozzle efficiency is defined as the ratio of 
the actual specific kinetic energy of the gas leaving the nozzle, V3/2, to the kinetic energy 
at the exit that would be achieved in an isentropic expansion between the same inlet state 
and the same exhaust pressure, (V3/2), 


= Уу? (7.38) 
Nnozzle (V3/2), 5 


Nozzle efficiencies of 95% ог more аге common, indicating that well-designed nozzles аге 
nearly free of internal irreversibilities. 


isentropic turbine 
efficiency 


isentropic nozzle 
efficiency 
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Figure 7.12 Comparison of actual and isentropic 
s compressions. 


Isentropic Compressor and Pump Efficiencies 


The form of the isentropic efficiency for compressors and pumps is taken up next. Refer to 
Fig. 7.12, which shows a compression process on a Mollier diagram. The state of the mat- 
ter entering the compressor and the exit pressure are fixed. For negligible heat transfer with 
the surroundings and no appreciable kinetic and potential energy effects, the work input per 
unit of mass flowing through the compressor is 


Wey 
(^) —-h-Hh 
m 


Since state 1 is fixed, the specific enthalpy h; is known. Accordingly, the value of the work 
input depends on the specific enthalpy at the exit, h). The above expression shows that the 
magnitude of the work input decreases as h, decreases. The minimum work input corresponds 
to the smallest allowed value for the specific enthalpy at the compressor exit. With similar 
reasoning as for the turbine, the smallest allowed enthalpy at the exit state would be achieved 
in an isentropic compression from the specified inlet state to the specified exit pressure. The 
minimum work input is given, therefore, by 


Wey 
=_=] = А. = 
m Js 


In an actual compression, h) > h, and thus more work than the minimum would be 
required. This difference сап be gauged by the isentropic compressor efficiency defined by 


Ne = уса = (7.39) 


Both the numerator and denominator of this expression are evaluated for the same inlet state 
and the same exit pressure. The value of 1, is typically 75 to 85% for compressors. An 
isentropic pump efficiency, түр, is defined similarly. 

The series of four examples to follow illustrate various aspects of isentropic efficiencies 
of turbines, nozzles, and compressors. Example 7.9 is a direct application of the isentropic 
turbine efficiency m, to a steam turbine. Here, n, is known and the objective is to determine 
the turbine work. 
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Example 7.0 Evaluating Turbine Work Using the Isentropic Efficiency 


A steam turbine operates at steady state with inlet conditions of р = 5 bar, T, = 320°C. Steam leaves the turbine at a pres- 
sure of 1 bar. There is no significant heat transfer between the turbine and its surroundings, and kinetic and potential energy 
changes between inlet and exit are negligible. If the isentropic turbine efficiency is 75%, determine the work developed per 
unit mass of steam flowing through the turbine, in kJ/kg. 


Solution 

Known: Steam expands adiabatically through a turbine operating at steady state from a specified inlet state to a specified 
exit pressure. The turbine efficiency is known. 

Find: Determine the work developed per unit mass of steam flowing through the turbine. 


Schematic and Given Data: 


\ Асша1 


\ expansion 
hy —hy \ | 
һ-һ, | Tsentropic Assumptions: 
nm ! expansion Я О 
\ 1. A control volume enclosing the turbine is at steady state. 
2 2. The expansion is adiabatic and changes in kinetic and potential 
energy between the inlet and exit can be neglected. 

Accessible 


states 


рә = 1 bar 


Figure Е7.0 


Analysis: The work developed can be determined using the isentropic turbine efficiency, Eq. 7.37, which on rearrangement 
gives 


m 


Wey (ШЕ 
т 
т 


= ) mhi №) 
From Table Т-4, Лү = 3105.6 kJ/kg and s, = 7.5308 К/Ке: К. The exit state for an isentropic expansion is fixed by 


р» = 1 bar and в», = sı. Interpolating with specific entropy in Table T-4 at 1 bar gives h, = 2743.0 kJ/kg. Substituting 
values 


Wey 
Өө oe 0.75(3105.6 — 2743.0) = 271.95 kJ/kg < 


@ The effect of irreversibilities is to exact a penalty on the work output of the turbine. The work is only 75% of what it would 
be for an isentropic expansion between the given inlet state and the turbine exhaust pressure. This is clearly illustrated in 
terms of enthalpy differences on the accompanying h-s diagram. 


The next example is similar to Example 7.9, but here the working substance is air as an 
ideal gas. Moreover, in this case the turbine work is known and the objective is to determine 
the isentropic turbine efficiency. 


170 Chapter 7. Using Entropy 


Example 7.10 Evaluating the Isentropic Turbine Efficiency 


A turbine operating at steady state receives air at a pressure of p, = 3.0 bar and a temperature of T, = 390 К. Air exits the tur- 
bine at a pressure of p; = 1.0 bar. The work developed is measured as 74 kJ per kg of air flowing through the turbine. The 
turbine operates adiabatically, and changes in kinetic and potential energy between inlet and exit can be neglected. Using 


the ideal gas model for air, determine the turbine efficiency. 


Solution 


Known: Air expands adiabatically through a turbine at steady state from a specified inlet state to a specified exit pressure. 
The work developed per kg of air flowing through the turbine is known. 


Find: Determine the turbine efficiency. 


Schematic and Given Data: 


Air 
turbine 


Wo 74 kJ/kg 
m 


| 
Т|-390К рә = 1.0 bar 


Assumptions: 


3.0 bar 


T, =390K 


\ Actual 
X expansion 
Isentropic 


expansion 1.0 bar 


1. The control volume shown on the accompanying sketch is at steady state. 
2. The expansion is adiabatic and changes in kinetic and potential energy between inlet and exit can be neglected. 


3. The air is modeled as an ideal gas. 


Figure E7.10 


Analysis: Тһе numerator of the isentropic turbine efficiency, Eq. 7.37, is known. The denominator is evaluated as follows. 
The work developed in an isentropic expansion from the given inlet state to the specified exit pressure is 


) = m= ty 


From Table T-9 at 390 К, Л, = 390.88 kJ/kg. To determine h, use Eq. 7.32 


P2 


1 


22) 


With p, = 3.0 bar, p; = 1.0 bar, апар, = 3.481 from Table Т-9 at 390 К 


pita) = (4 


Interpolation in Table T-9 gives hj, = 285.27 kJ/kg. Thus 


вам) - 1.1603 


Wey 
( ) 390.88 - 285.27 = 105.6 kJ/kg 
т 8 


Substituting values into Eq. 7.37 


127121 


74 KJ/kg 


Wn = 


(Wa Jin, 105.6К/ке 


= 0.70 (70%) < 
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In the next example, the objective is to determine the isentropic efficiency of a steam 
nozzle. 


Example 7.11 Evaluating the Isentropic Nozzle Efficiency 


Steam enters a nozzle operating at steady state at р, = 140 Ibf/in? and Т, = 600°F with a velocity of 100 ft/s. The pressure 
and temperature at the exit are p; = 40 Ibf/in.? and Т, = 350°F. There is no significant heat transfer between the nozzle and 
its surroundings, and changes in potential energy between inlet and exit can be neglected. Determine the nozzle efficiency. 


Solution (CD-ROM) 


In Example 7.12, the isentropic efficiency of a refrigerant compressor is evaluated, first 
using data from property tables and then using /T. 


Example 7.12 Evaluating the Isentropic Compressor Efficiency 


For the compressor of the heat pump system in Example 7.7, determine the power, in kW, and the isentropic efficiency using 
(a) data from property tables, (b) Interactive Thermodynamics: IT. 


Solution (CD-ROM) 


Heat Transfer and Work in Internally Reversible, 
Steady-state Flow Processes 


This section concerns one-inlet, one-exit control volumes at steady state. The objective is to 
derive expressions for the heat transfer and the work in the absence of internal irreversibili- 
ties. The resulting expressions have several important applications. 


Heat Transfer 


For a control volume at steady state in which the flow is both isothermal and internally 
reversible, the appropriate form of the entropy rate balance Eq. 7.28 is 


where 1 and 2 denote the inlet and exit, respectively, and m is the mass flow rate. Solving 
this equation, the heat transfer per unit of mass passing through the control volume is 


More generally, the temperature would vary as the gas or liquid flows through the control 
volume. However, we can consider the temperature variation to consist of a series of infini- 
tesimal steps. Then, the heat transfer per unit of mass would be given as 


: 2 
(%), - | Т ах (7.40) 
т теу 1 


172 Chapter 7. Using Entropy 


(9) = f1T ds 
Th /int 2 
T rev 


- 


Figure 7.13 Area 
representation of heat 
transfer for an internally 
reversible flow process. 


ft оар 


Figure 7.14 Area 
representation of f 1 vdp. 


The subscript “int rev” serves to remind us that the expression applies only to control vol- 
umes in which there are no internal irreversibilities. The integral of Eq. 7.40 is performed 
from inlet to exit. When the states visited by a unit mass as it passes reversibly from inlet to 
exit are described by a curve on a T-s diagram, the magnitude of the heat transfer per unit 
of mass flowing can be represented as the area under the curve, as shown in Fig. 7.13. 


Work 


The work per unit of mass passing through the control volume can be found from an energy 
rate balance, which reduces at steady state to give 


Wa D Vix “) 


т т 2 


+ (hy — hy) 4 ( 


This equation is a statement of the conservation of energy principle that applies when irre- 
versibilities are present within the control volume as well as when they are absent. However, 
if consideration is restricted to the internally reversible case, Eq. 7.40 can be introduced to 


obtain 
Wey 2 у? – V3 
( : j^ -| Tds + (h, = hj) + ( x ) Fg(a — 2) (7.41) 
1 


т / rev 


where the subscript “int геу” has the same significance as before. Since internal irre- 
versibilities are absent, a unit of mass traverses a sequence of equilibrium states as it 
passes from inlet to exit. Entropy, enthalpy, and pressure changes are therefore related by 
Eq. 7.8b 


T ds = dh — v dp 


which on integration gives 


2 2 
| Tds = ( — h) — | оар 
1 1 


Introducing this relation, Eq. 7.41 becomes 


Wos i Vi - v 
— lim = v dp + H glz — 2) (7.42) 
т / геу 1 2 


When the states visited by a unit of mass as it passes reversibly from inlet to exit are de- 
scribed by a curve on a p—v diagram as shown in Fig. 7.14, the magnitude of the integral 
/ © dp is represented by the shaded area behind the curve. 

Equation 7.42 may be applied to devices such as turbines, compressors, and pumps. In 
many of these cases, there is no significant change in kinetic or potential energy from inlet 
to exit, so 


W 2 
( 3" == | udp (Аҝе = Ape = 0) (7.43a) 
1 


This expression shows that the work is related to the magnitude of the specific volume of 
the gas or liquid as it flows from inlet to exit. For Example... consider two devices: a pump 
through which liquid water passes and a compressor through which water vapor passes. For 
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the same pressure rise, the pump would require a much smaller work input per unit of mass 
flowing than would the compressor because the liquid specific volume is much smaller than 
that of vapor. This conclusion is also qualitatively correct for actual pumps and compressors, 
where irreversibilities are present during operation. A 


If the specific volume remains approximately constant, as in many applications with liq- 
uids, Eq. 7.43a becomes 


Wey 
( : Js = —v(p2 — pi) (v — constant, Ake — Ape - 0) (7.43b) 


т / rev 


Work in Polytropic Processes 

When each unit of mass undergoes a polytropic process as it passes through the control vol- 
ume, the relationship between pressure and specific volume is pv" — constant. Introducing 
this into Eq. 7.43a and performing the integration 


Wey : 24 
( : 13 - | v dp = —(constant)'" | - 
т / rev 1 ı P 


n . 
==. |?» = ру) (polytropic, п # 1) (7.44) 


for any value of n except п = 1. When п = 1, ро = constant, and the work is 


(58) | | Ф 
2 hist = о dp = —constant | — 
m rev 1 1 Р 


= —(p,v) (р/р) (polytropic, n — 1) (7.45) 


Equations 7.44 and 7.45 apply generally to polytropic processes of any gas (or liquid). 


Ideal Gas Case. For the special case of an ideal gas, Eq. 7.44 becomes 


Wey nR А 
ш = — (T, - Т.) (ideal gas, n # 1) (7.462) 


For a polytropic process of an ideal gas, Eq. 4.54 applies: 


Т, Ш (р 
Т, рі 


Thus, Eq. 7.46a сап be expressed alternatively as 


Woy nRT, Р» (n — 1)/n | 
= J int 1 1 (ideal gas, n # 1) (7.46b) 
n= 


т / теу Рі 


For the case of an ideal gas, Eq. 7.45 becomes 


Wey 
( : Je = —RT In(p,/p;) (ideal gas, n = 1) (7.47) 


rev 


In the next example, we consider air modeled as an ideal gas undergoing a polytropic 
compression process at steady state. 
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Example 7.13 Polytropic Compression of Air 


An air compressor operates at steady state with air entering аср) = 1 bar, T, = 20°C, and exiting айр, = 5 bar. Determine 
the work and heat transfer per unit of mass passing through the device, in kJ/kg, if the air undergoes a polytropic process with 
n = 1.3. Neglect changes in kinetic and potential energy between the inlet and the exit. Use the ideal gas model for air. 


Solution 
Known: Air is compressed in a polytropic process from a specified inlet state to a specified exit pressure. 


Find: Determine the work and heat transfer per unit of mass passing through the device. 


Schematic and Given Data: 


Ty = 425 К 
— — 5 bar 


Assumptions: 

1. A control volume enclosing the compressor is at steady state. 

2. The air undergoes a polytropic process with n — 1.3. 

3. The air behaves as an ideal gas. 

4. Changes in kinetic and potential energy from inlet to exit can be 
neglected. 


ро! = constant 


1 bar 
— — Shaded area = magnitude of (W,,/m) 


int 
rev 


Figure E7.13 


Analysis: Тһе work is obtained using Eq. 7.46a, which requires the temperature at the exit, Т». The temperature T, can be 


found using Eq. 4.54 
(п- 1)/п 5 (12-11 8) 
T (2) 21 ) = 425K 
pi 1 


Substituting known values into Eq. 7.46а then gives 


Wa nR ШЕ зас к 


Т,- Т 425 — 293)K 
ша 1. ) 


т ue? [9 = 1 
= —164.2 kJ/kg < 


The heat transfer is evaluated by reducing the mass and energy rate balances with the appropriate assumptions to obtain 

Ja W 

X=- t h – h 
m 


m 


Using the temperatures T, and T», the required specific enthalpy values are obtained from Table Т-9 as A; = 293.17 kJ/kg and 
h, = 426.35 kJ/kg. Thus 


Be = —164.15 + (426.35 = 293.17) = —31 kJ/kg < 


@ The states visited in the polytropic compression process are shown by the curve on the accompanying p—v diagram. The 
magnitude of the work per unit of mass passing through the compressor is represented by the shaded area behind the curve. 


Accounting for Mechanical Energy 


The objective of this section is to introduce the mechanical energy and Bernoulli equations. 
These equations have several important applications in thermal systems engineering. 


7.9 Accounting for Mechanical Energy 


As in Sec. 7.8, we begin by considering a one-inlet, one-exit control volume at steady 
state in the absence of internal irreversibilities. When the flowing substance is modeled as 
incompressible (v = constant), Eq. 7.42 becomes 


(%), = —vw(p, — pi) 3 (= 2 5 См. 


т теу 


where 1 and 2 denote the inlet and exit, respectively, and "int rev" indicates that no internal 
irreversibilities are present in the control volume. On rearrangement, we get 


LM V, LZ 
ро + Шан, шаг... ( a )? (7.48) 

As discussed in Sec. 5.2.1, V?/2 and gz account for kinetic and potential energy, respec- 
tively, and ро accounts for flow energy (flow work). Each of these quantities is a form of 
mechanical energy associated with the flowing substance. The term W,, represents work due 
to devices such as rotating shafts that transfer mechanical energy across the control volume 
boundary. In Eq. 7.48, the usual sign convention for work applies: the work term would be pos- 
itive if mechanical energy were transferred from the control volume, as by a turbine, and neg- 
ative if mechanical energy were transferred into the control volume, as by a pump. 

Equation 7.48 states that in the absence of friction and other internal irreversibilities, the total 
mechanical energy entering the control volume equals the total mechanical energy exiting the 
control volume, each expressed per unit of mass flowing through the control volume. Equa- 
tion 7.48 is the point of departure for introducing the mechanical energy and Bernoulli equations. 


Mechanical Energy Equation 


We might expect that the presence of irreversibilities exacts a penalty on mechanical energy, 
and this is the case: an irreversible conversion of mechanical energy into internal energy oc- 
curs. Accordingly, for a one-inlet, one-exit control volume at steady state, the total mechan- 
ical energy entering exceeds the total mechanical energy exiting. That is 


Vi V3 Wee 
ро + ҒА + gz, > pow і 2 + QZ і : (7.49) 
т 


It is convenient to express Eq. 7.49 as an equality rather than an inequality. That is 


vi у; (55) 
py + + gz) = pow d + 225 4 : + loss (7.50a) 
2 m 

where each term in this equation has units of energy per unit of mass flowing through the 
control volume (kJ/kg, Btu/Ib, ft · Ibf/slug). In Eq. 7.50а, the term denoted as Joss accounts 
for the irreversible conversion of mechanical energy to internal energy due to effects such as 
friction. Loss is always a positive number when irreversibilities are present within the con- 
trol volume, zero when the process within the control volume is internally reversible, and 
can never be negative. When irreversibilities are present, the internal energy gain in such a 
conversion is observed as heat transfer from the control volume to the surroundings, a tem- 
perature rise from inlet to exit, or both. 

Equation 7.50a can be placed in an alternative form by dividing each term by g to obtain 
the mechanical energy equation. That is 


Pi Vi P2 i ME А (W../m) 


| ТД, Т r 22 | Ї Л (7.50b) 
ү ж "у 2g g 6 


where y = pg, called the specific weight, represents the weight per unit volume (Ibf/ft, 
N/m?), and Лү, = loss/g. Each term in Eq. 7.50b has units of length. In this form, the terms 


mechanical energy 


mechanical energy 
equation 


specific weight 
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head loss 


Bernoulli equation 


are often referred to as head. That is, p/y, ү?/ 2g, апа 2, are called the pressure head, ve- 
locity head, and elevation head, respectively. The work term denotes the turbine (or pump) 
head, and № is called head loss. 


Bernoulli Equation. Returning to consideration of Eq. 7.50a, in the absence of internal 
irreversibilities and when W,, = 0, the last two terms on the right side drop out and we get 
у? у? 


ро і ^ gz = pu y + 8% (7.51) 


Equation 7.51 shows that in such an idealized case the total mechanical energy values at 
states | and 2 are equal. Since any state downstream of state 1 can be regarded as state 2, 
the following must be satisfied at each state 


2 
ро + E + 92 = constant (7.522) 


Each term of this equation has units of energy per unit of mass flowing (kJ/kg, Btu/Ib, 
ft - Ibf/slug). 

Equation 7.52a can be placed in an alternative form by dividing each term by the specific 
volume and introducing the specific weight to obtain the Bernoulli equation 


2 
pt a + yz = constant (7.52b) 


In this form, each term has units of pressure. 
A second alternative form is obtained by dividing each term of Eq. 7.52b by the specific 
weight to get 
p v 
— + — + z = constant (7.53) 
Y 28 
Each term in this equation represents head and has units of length. 
Applications of the mechanical energy and Bernoulli equations are provided in Chapter 12. 


Accounting for Internal Energy 


The general concept of energy as used in thermal systems engineering is introduced in 
Chaps. 3 and 5. In those chapters, we present various forms of the energy balance to account 
for energy. In Sec. 7.9, we identify mechanical energy as an important special aspect of 
energy and introduce the mechanical energy equation. In the mechanical energy equation, 
we make an interpretation that is particularly important in fluid mechanics: The loss term 
accounts for the irreversible conversion of mechanical energy into internal energy when 
irreversibilities such as friction are present in the control volume. In the present section, we 
focus further on internal energy as another special aspect of energy and show how to account 
for internal energy in systems involving incompressible substances. This aspect of energy is 
important in later discussions of heat transfer. 


Introduction. In Sec. 7.9, the case of ап incompressible substance flowing through a one- 
inlet, one-exit control volume at steady state is considered. The mechanical energy equation 
is given by Eq. 7.506. With у = pg, it can be written as 

Wey Pi = P2 Vi = уз 


0- m t р | 2 + glz — 22) — gh, (7.54) 
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When p is constant, the energy balance, Eq. 5.11b, takes the form 


Dev Wy i — Vi - V3 
0 9 — ctu — ш і cm i B 24 g(z — 2) (7.55) 


m m p 2 


Subtracting the mechanical energy equation, Eq. 7.54, from the energy balance, Eq. 7.55, 
we get 


0 = — + (u — uy) + gh, (7.56) 
m 


Equation 7.56 accounts for internal energy per unit of mass flowing from inlet to exit. 
The first term on the right side represents internal energy transfer into (or out of) the con- 
trol volume due to heat transfer across the boundary. The second term represents the dif- 
ference in specific internal energy of a unit mass flowing between inlet and exit. The third 
term, which cannot be negative, represents the irreversible conversion of mechanical en- 
ergy into internal energy. In subsequent discussions, this effect is referred to as internal 
energy generation. 


Internal Energy Equation. Using the discussion of Eq. 7.56 as a point of departure, we 
now generalize the idea of accounting for internal energy by presenting the internal energy 
equation, which applies to systems involving incompressible substances: 


time rate of change rate at which rate at which rate at which 
of the internal internal energy internal energy internal energy is 
energy contained | — is being Е is being + | being generated (7.57) 
within the system transferred in transferred out within the system 
at time t at time t at time t at time t 


Internal energy can be transferred in or out by heat transfer. For control volumes, inter- 
nal energy also can be transferred in or out with streams of matter. The internal energy 
generation term accounts for irreversible conversion of mechanical energy into internal 
energy, as in the case of fluid friction. It also can account for other irreversible effects 
such as the passage of current through an electric resistance. Spontaneous chemical re- 
actions and the absorption of neutrons liberated in nuclear fission also can be regarded 
as sources of internal energy. It is left as an exercise to show that Eq. 7.56 is a special 
case of 7.57. 

The internal energy equation, which in the field of heat transfer is also referred to as the 
thermal energy equation, provides the basis for applying the conservation of energy princi- 
ple in the heat transfer section of this book. See Sec. 15.2 for further discussion. 


Chapter Summary and Study Guide 


In this chapter, we have introduced the property of entropy and illustrated its use for ther- 
modynamic analysis. Like mass and energy, entropy is an extensive property that can be 
transferred across system boundaries. Entropy transfer accompanies both heat transfer and 
mass flow. Unlike mass and energy, entropy is not conserved but is produced within systems 
whenever internal irreversibilities are present. 

The use of entropy balances is featured in this chapter. Entropy balances are expressions 
of the second law that account for the entropy of systems in terms of entropy transfers and 
entropy production. For processes of closed systems, the entropy balance is Eq. 7.21, and a 
corresponding rate form is Eq. 7.26. For control volumes, rate forms include Eq. 7.27 and 
the companion steady-state expression given by Eq. 7.28. In this chapter, the mechanical 
energy, Bernoulli, and internal energy equations also are developed for later use in fluid 
mechanics and heat transfer. 


internal energy 
generation 


internal energy equation 
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The following checklist provides a study guide for this chapter. When your study of the 
text and end-of-chapter exercises has been completed you should be able to 


9 write out meanings of the terms listed іп the margins throughout the chapter and 
understand each of the related concepts. The subset of key terms listed here in the 
margin is particularly important in subsequent chapters. 


ө apply entropy balances in each of several alternative forms, appropriately modeling 
the case at hand, correctly observing sign conventions, and carefully applying SI and 


other units. 


ө use entropy data appropriately, to include 


—retrieving data from Tables T-2 through 1-8, using Eq. 7.6 to evaluate the specific 


entropy change 


entropy transfer 


entropy production liquids and solids. 


entropy balance 
entropy rate balance 
T ds equations 
T-s, h-s diagrams 
isentropic efficiencies 
mechanical energy specific heats. 
equation ө 
Bernoulli equation 


internal energy equation processes. 


Problems 


Exploring Entropy and the Second Law 


7.1 А system executes a power cycle while receiving 2000 Btu 
by heat transfer at a temperature of 1000°R and discharging 
energy by heat transfer at a temperature of 500°R. There are 
no other heat transfers. Applying Eq. 7.2, determine сс if 
the thermal efficiency is (a) 75%, (b) 50%, (c) 25%. Identify 
the cases (if any) that are internally reversible or impossible. 


7.2 А system executes a power cycle while receiving 750 kJ by 
heat transfer at a temperature of 1500 K and discharging 100 kJ 
by heat transfer at 500 K. A heat transfer from the system also 
occurs at a temperature of 1000 K. There are no other heat 
transfers. If no internal irreversibilities are present, determine 
the thermal efficiency. 
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7.5 Answer the following true or false. If false, explain why. 

(a) The change of entropy of a closed system is the same for 
every process between two specified states. 

(b) The entropy of a fixed amount of an ideal gas increases in 
every isothermal compression. 

(c) The specific internal energy and enthalpy of an ideal gas 
are each functions of temperature alone but its specific en- 
tropy depends on two independent intensive properties. 

(d) One of the T ds equations has the form T ds = du — p dv. 


entropy of two-phase liquid—vapor mixtures, sketching Т- and h-s diagrams and 
locating states on such diagrams, and appropriately using Eqs. 7.7 and 7.18 for 


—determining As of ideal gases using Eq. 7.15 for variable specific heats together 
with Tables Т-9 and Т-11, and using Eqs. 7.16 and 7.17 for constant specific heats. 


—evaluating isentropic efficiencies for turbines, nozzles, compressors, and pumps 
from Eqs. 7.37, 7.38, and 7.39, respectively, including for ideal gases the appropri- 
ate use of Eqs. 7.31—7.33 for variable specific heats and Eqs. 7.34—7.35 for constant 


apply Eq. 7.19 for closed systems and Eqs. 7.40 and 7.42 for one-inlet, one-exit con- 
trol volumes at steady state, correctly observing the restriction to internally reversible 


(e) The entropy of a fixed amount of an incompressible substance 
increases in every process in which temperature decreases. 


7.6 Answer the following true or false. If false, explain why. 

(a) A process that violates the second law of thermodynam- 
ics violates the first law of thermodynamics. 

(b) When a net amount of work is done on a closed system 
undergoing an internally reversible process, a net heat 
transfer of energy from the system also occurs. 

(c) One corollary of the second law of thermodynamics states 
that the change in entropy of a closed system must be 
greater than zero or equal to zero. 

(d) A closed system can experience an increase in entropy only 
when irreversibilities are present within the system during 
the process. 

(e) Entropy is produced in every internally reversible process 
of a closed system. 

(f) In an adiabatic and internally reversible process of a closed 
system, the entropy remains constant. 

(g) The energy of an isolated system must remain constant, 
but the entropy can only decrease. 


7.7 Taken together, a certain closed system and its surround- 
ings make up an isolated system. Answer the following true 
or false. If false, explain why. 

(a) No process is allowed in which the entropies of both the 
system and the surroundings increase. 


(9) During a process, the entropy of the system might de- 
crease, while the entropy of the surroundings increases, 
and conversely. 

(c) No process is allowed in which the entropies of both the 
system and the surroundings remain unchanged. 

(d) A process can occur in which the entropies of both the sys- 
tem and the surroundings decrease. 
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7.9 А quantity of air is shown in Fig. 7.7. Consider a process 
in which the temperature of the air increases by some combi- 
nation of stirring and heating. Assuming the ideal gas model 
for the air, suggest how this might be done with 
(a) minimum entropy production. 

(b) maximum entropy production. 


Using Entropy Data 


7.10 Using the tables for water, determine the specific entropy 
at the indicated states, in kJ/kg : К. In each case, locate the 
state on a sketch of the 7—s diagram. 

(a) p = 5.0 MPa, T = 400°C 

(b) p = 5.0 MPa, T = 100°C 

(c) р- 5.0 MPa, u — 1872.5 kJ/kg 
(d) p — 5.0 MPa, saturated vapor 


7.11 Using the tables for water, determine the specific entropy 
at the indicated states, in Btu/Ib · °R. In each case, locate the 
state on a sketch of the 7—s diagram. 

(a) p = 1000 Ibf/in.?, T = 750°F 

(b) p = 1000 Ibf/in.?, Т = 300°C 

(c) p = 1000 Ibf/in?, h = 932.4 Btu/Ib 
(d) р = 1000 Ibf/in.?, saturated vapor 


7.12 Using the appropriate table, determine the change іп spe- 

cific entropy between the specified states, in kJ/kg · К. 

(a) water, ру = 10 MPa, Т, = 400°С, р = 10 MPa, 
Т, = 100°С. 

(b) Refrigerant 134a, h, = 111.44 kJ/kg, T, = — 40°С, satu- 
rated vapor at p; = 5 bar. 

(c) air as an ideal gas, T, = 7°C, p, = 2 bar, T, = 327°C, 
р» = 1 bar. 


7.13 Using the appropriate table, determine the change in spe- 
cific entropy between the specified states, in Btu/Ib · °R. 

(a) water, p, = 1000 Ibf/in.?, T, = 800°F, p, = 1000 Ibf/in.?, 
Т, = 1009. 

(b) Refrigerant 134a, Л, = 47.91 Btu/lb, T, = —40°F, satu- 
rated vapor at p; = 40 Ibf/in.? 

(c) air as an ideal gas, T, = 40°F, p, = 2 atm, Т, = 420°F, 
р» = 1 atm. 

(d) carbon dioxide as an ideal gas, T, = 820°F, p, = | atm, 
T, = 77°F, p; = 3 atm. 
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7.15 Опе pound mass of water undergoes a process with no 
change in specific entropy from an initial state where p, — 
100 Ibf/in.?, Т, = 650°F to a state where p, = 5 Ibf/in.? De- 
termine the temperature at the final state, if superheated, or the 
quality, if saturated, using steam table data. 
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7.16 Employing the ideal gas model, determine the change in 
specific entropy between the indicated states, in kJ/kg К. 
Solve two ways: Use the appropriate ideal gas table, and a con- 
stant specific heat value from Table T-10. 

(a) air, p, = 100 kPa, T, = 20°C, p, = 100 kPa, T, = 100°C. 

(b) air, ру = 1 bar, T, = 27°C, р, = 3 bar, T; = 377°C. 

(c) carbon dioxide, p, = 150 kPa, T, = 30°C, р, = 300 kPa, 
Т, = 300°C. 

(d) carbon monoxide, Т = 300 К, v, = 1.1 тко, Т, = 
500 К, v, = 0.75 ш/Кв. 

(e) nitrogen, р, = 2 MPa, T, = 800 К, р, = 1 MPa, T, = 300 К. 
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7.18 Using the appropriate table, determine the indicated prop- 
erty for a process in which there is no change in specific en- 
tropy between state | and state 2. 

(a) water, p, = 14.7 Ibf/in?, Т, = 500°F, p, = 100 Ibf/in? 
Find Т» in °F. 

(b) water, T, = 10°C, x, = 0.75, saturated vapor at state 2. 
Find р» in bar. 

(c) air as an ideal gas, T, = 27°С, p, = 1.5 bar, Т, = 127°C. 
Find р» in bar. 

(d) air as an ideal gas, T, = 100°F, p, = 3 atm, p; = 2 atm. 
Find Т, in °F. 

(e) Refrigerant 134a, Т = 20°С, p, = 5 bar, p; = 1 bar. Find 
v, in m*/kg. 

7.19 Two kilograms of water undergo a process from an initial 
state where the pressure is 2.5 MPa and the temperature is 
400°C to a final state of 2.5 MPa, 100°C. Determine the en- 
tropy change of the water, in kJ/K, assuming the process is 
(a) irreversible. 

(b) internally reversible. 


7.20 A quantity of liquid water undergoes a process from 80°C, 
5 MPa to saturated liquid at 40°C. Determine the change in 
specific entropy, in kJ/kg · К, using 
(a) Tables T-2 and T-5. 

(b) saturated liquid data only from Table Т-2. 
(c) the incompressible liquid model with a constant specific 
heat from Table HT-5. 


7.21 One-tenth kmol of carbon monoxide gas (CO) undergoes 
a process from p, = 1.5 bar, T, = 300 К to p, = 5 bar, T; = 
370 K. For the process W — —300 kJ. Employing the ideal gas 
model, determine 
(a) the heat transfer, in kJ. 

(b) the change in entropy, in kJ/K. 
(c) Show the initial and final states on a 7—s diagram. 
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Internally Reversible Processes 

7.23 А quantity of air amounting to 2.42 X 107° kg undergoes 
a thermodynamic cycle consisting of three internally reversible 
processes in series. 


Process 1-2:  constant-volume heating at V = 0.02 m? from 


pı = 0.1 MPa to p, = 0.42 MPa 
Process 2-3: constant-pressure cooling 


Process 3-1: isothermal heating to the initial state 
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Employing the ideal gas model with c, = 1 kJ/kg: К, evalu- 
ate the change in entropy, in kJ/K, for each process. Sketch the 
cycle on р-о and Т- coordinates. 


7.24 One kilogram of water initially at 160°C, 1.5 bar undergoes 
an isothermal, internally reversible compression process to the 
saturated liquid state. Determine the work and heat transfer, each 
in kJ. Sketch the process on р-0 and 7-5 coordinates. Associ- 
ate the work and heat transfer with areas on these diagrams. 
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7.26 А gas initially at 14 bar and 60°C expands to a final pres- 
sure of 2.8 bar in an isothermal, internally reversible process. 
Determine the heat transfer and the work, each in kJ per kg of 
gas, if the gas is (a) Refrigerant 134a, (b) air as an ideal gas. 
Sketch the processes on p—v and 7-5 coordinates. 


727 (CD-ROM) 


7.28 Air initially occupying 1 m? at 1.5 bar, 20°C undergoes ап 
internally reversible compression during which ру! = 
constant to a final state where the temperature is 120°C. 
Determine 
(a) the pressure at the final state, in bar. 

(b) the work and heat transfer, each in kJ. 
(c) the entropy change, in kJ/K. 


7.29 Air initially occupying a volume of 1 m? at 1 bar, 209С 
undergoes two internally reversible processes in series 


Process 1-2: compression to 5 bar, 110°C during which 
pV" — constant 


Process 2-3: adiabatic expansion to 1 bar 


(a) Sketch the two processes on p—v and 7-5 coordinates. 
(b) Determine л. 

(c) Determine the temperature at state 3, in “С. 

(d) Determine the net work, in kJ. 
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Entropy Balance— Closed Systems 


7.32. Aclosed system undergoes a process in which work is done 
on the system and the heat transfer Q occurs only at tempera- 
ture Ту. For each case, determine whether the entropy change 
of the system is positive, negative, zero, or indeterminate. 

(a) internally reversible process, О > 0. 
(b) internally reversible process, О — 0. 
(c) internally reversible process, О < 0. 
(d) internal irreversibilities present, О > 0. 
(e) internal irreversibilities present, О = 0. 
(f) internal irreversibilities present, О < 0. 


7.33 For each of the following systems, specify whether the en- 
tropy change during the indicated process is positive, negative, 
Zero, or indeterminate. 

(a) One kilogram of water vapor undergoing an adiabatic com- 
pression process. 

(b) Two pounds mass of nitrogen heated in an internally re- 
versible process. 


(c) One kilogram of Refrigerant 134a undergoing an adiabatic 
process during which it is stirred by a paddle wheel. 

(d) One pound mass of carbon dioxide cooled isothermally. 

(e) Two pounds mass of oxygen modeled as an ideal gas 
undergoing a constant-pressure process to a higher tem- 
perature. 

(f) Two kilograms of argon modeled as an ideal gas under- 
going an isothermal process to a lower pressure. 


7.34 An insulated piston-cylinder assembly contains Refriger- 
ant 134a, initially occupying 0.6 f at 90 Ibf/in.?, 100°F. The 
refrigerant expands to a final state where the pressure is 
50 Ibf/in.? The work developed by the refrigerant is measured 
as 5.0 Btu. Can this value be correct? 


7.35 Опе pound mass of air is initially at 1 atm and 140°F. Can 
a final state at 2 atm and 60?F be attained in an adiabatic 
process? 


7.36 One kilogram of Refrigerant 134a contained within a 
piston- cylinder assembly undergoes a process from a state where 
the pressure is 7 bar and the quality is 5096 to a state where the 
temperature is 16°С and the refrigerant is saturated liquid. De- 
termine the change in specific entropy of the refrigerant, in 
kJ/kg : К. Can this process be accomplished adiabatically? 


7.37 Аш аз an ideal gas is compressed from a state where the 
pressure is 0.1 MPa and the temperature is 27°С to a state 
where the pressure is 0.5 MPa and the temperature is 207°C. 
Can this process occur adiabatically? If yes, determine the 
work per unit mass of air, in kJ/kg, for an adiabatic process 
between these states. If no, determine the direction of the heat 
transfer. 


7.38 Аш as an ideal gas with c, = 0.241 Btu/Ib : ^R is com- 
pressed from a state where the pressure is 3 atm and the tem- 
perature is 80°F to a state where the pressure is 10 atm and the 
temperature is 240°Е. Can this process occur adiabatically? If 
yes, determine the work per unit mass of air, in Btu/lIb, for an 
adiabatic process between these states. If no, determine the 
direction of the heat transfer. 


7.39 A piston-cylinder assembly contains 1 Ib of Refrigerant 
134a initially as saturated vapor at —10°F. The refrigerant is 
compressed adiabatically to a final volume of 0.8 ft^. Deter- 
mine if it is possible for the pressure of the refrigerant at the 
final state to be 
(a) 60 Ibf/in.? 

(b) 70 Ibf/in.? 
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7.41 A gearbox operating at steady state receives 2 hp along the 
input shaft and delivers 1.89 hp along the output shaft. The outer 
surface of the gearbox is at 110°F and has an area of 1.4 ft? 
The temperature of the surroundings away from the immediate 
vicinity of the gearbox is 70°F. For the gearbox, determine 
(a) the rate of heat transfer, in Btu/s. 

(b) the rate at which entropy is produced, in Btu/?R · s. 


7.42 For the silicon chip of Example 3.5, determine the rate of 
entropy production, in КУУ/К. What is the cause of entropy pro- 
duction in this case? 


7.43 At steady state, a 15-W curling iron has an outer surface 
temperature of 90°С. For the curling iron, determine the rate 
of heat transfer, in kW, and the rate of entropy production, 
in kW/K. 


7.44 (CD-ROM) 
7.45 (CD-ROM) 
7.46 (CD-ROM) 
7.47 Two insulated tanks are connected by a valve. One tank 


initially contains 0.5 kg of air at 80°С, 1 bar, and the other 
contains 1.0 kg of air at 50°С, 2 bar. The valve is opened and 
the two quantities of air are allowed to mix until equilibrium 
is attained. Employing the ideal gas model with c, — 0.72 
kJ/kg : K, determine 

(a) the final temperature, іп °С. 

(b) the final pressure, in bar. 

(c) the amount of entropy produced, in kJ/K. 
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Entropy Balance—Control Volumes 


7.49 A gas flows through a one-inlet, one-exit control volume 
operating at steady state. Heat transfer at the rate Ow takes 
place only at a location on the boundary where the tempera- 
ture is Т,. For each of the following cases, determine whether 
the specific entropy of the gas at the exit is greater than, equal 
to, or less than the specific entropy of the gas at the inlet: 

(a) no internal irreversibilities, О, = 0. 
(б) по internal irreversibilities, Ow < 0. 
(c) no internal irreversibilities, Ow > 0. 
(d) internal irreversibilities, Ow < 0. 
(e) internal irreversibilities, Эл = 0. 


7.50 Steam at 3.0 MPa, 500°C, 70 m/s enters an insulated tur- 
bine operating at steady state and exits at 0.3 MPa, 140 m/s. 
The work developed per kg of steam flowing is claimed to be 
(a) 667 kJ/kg, (b) 619 kJ/kg. Can either claim be correct? 
Explain. 


7.51 Figure 7.51 provides steady-state test data for a steam tur- 
bine operating with negligible heat transfer with its surround- 
ings and negligible changes in kinetic and potential energy. A 
faint photocopy of the data sheet indicates that the power 
developed is either 3080 or 3800 horsepower. Determine if 
either or both of these power values can be correct. 


1 
ру = 100 Ibf/in? 
T, = 500°Е 2 
ту = 30,000 Ib/h 


р» = 2 lbf/in? 
Figure Р7.51 


7.52 Air enters an insulated turbine operating at steady state at 
4.89 bar, 597°C and exits at 1 bar, 297°C. Neglecting kinetic 
and potential energy changes and assuming the ideal gas 
model, determine 
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(a) the work developed, in kJ per kg of air flowing through 
the turbine. 

(b) whether the expansion is internally reversible, irreversible, 
or impossible. 
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7.54 Figure P7.54 provides steady-state operating data for a 
well-insulated device with air entering at one location and ex- 
iting at another with a mass flow rate of 10 kg/s. Assuming 
ideal gas behavior and negligible potential energy effects, de- 
termine (a) the direction of flow and (b) the power, in kW. 


Power shaft 


UNT 


2—— — 


- 


p= 1 bar p= 5 bar 

T=600K Т-900К 
V = 1000 m/s V=5 m/s 
Figure Р7.54 


7.55 Ап inventor claims to have developed a device requiring 
no work input or heat transfer, yet able to produce at steady 
state hot and cold air streams as shown in Fig. P7.55. Em- 
ploying the ideal gas model for air and ignoring kinetic and 
potential energy effects, evaluate this claim. 


Air at 60°C, 
| | 2.7 баг 
Air at 20°C, | —> 
2.74 bar І | 
[> 
[к= == = | — Airat (C, 
2.7 bar 
Figure P7.55 
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7.57 According to test data, a new type of engine takes in 
streams of water at 400°F, 40 Ibf/in.? and 200°F, 40 Ibf/in? 
The mass flow rate of the higher temperature stream is twice 
that of the other. A single stream exits at 40 Ibf/in? with a 
mass flow rate of 90 Ib/min. There is no significant heat trans- 
fer between the engine and its surroundings, and kinetic and 
potential energy effects are negligible. For operation at steady 
state, determine the maximum theoretical rate that power can 
be developed, in horsepower. 


7.58 Figure P7.58 shows a proposed device to develop power 
using energy supplied to the device by heat transfer from a 
high-temperature industrial process together with a steam in- 
put. The figure provides data for steady-state operation. AII 
surfaces are well insulated except for the one at 527°C, through 
which heat transfer occurs at a rate of 4.21 kW. Ignoring 
changes in kinetic and potential energy, evaluate the maximum 
theoretical power that can be developed, in kW. 


500°C, 1.58 kg/min 
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Ї 

Steam at 3 bar | 527°С Wey 
l 
| 


1 ! ! 2 1 Баг 


Figure Р7.58 


7.59 Steam enters a turbine operating at steady state at а pres- 


sure of 3 MPa, a temperature of 400°C, and a velocity of 

160 m/s. Saturated vapor exits at 100°C, with a velocity of 

100 m/s. Heat transfer from the turbine to its surroundings 

takes place at the rate of 30 kJ per kg of steam at a location 

where the average surface temperature is 350 K. 

(a) For a control volume including only the turbine and its 
contents, determine the work developed, in kJ, and the rate 
at which entropy is produced, in kJ/K, each per kg of steam 
flowing. 

(b) The steam turbine of part (a) is located in a factory where 
the ambient temperature is 27°C. Determine the rate of en- 
tropy production, in kJ/K per kg of steam flowing, for an en- 
larged control volume that includes the turbine and enough 
of its immediate surroundings so that heat transfer takes place 
from the control volume at the ambient temperature. 


Explain why the entropy production value of part (b) differs 
from that calculated in part (a). 


7.60 Air enters a turbine operating at steady state with a pres- 


sure of 75 Ibf/in.*, a temperature of 800°R, and a velocity of 

400 ft/s. At the turbine exit, the conditions are 15 Ibf/in.?, 

600°R, and 100 ft/s. Heat transfer from the turbine to its sur- 

roundings takes place at a location where the average surface 
temperature is 620°R. The rate of heat transfer is 10 Btu per 

Ib of air passing through the turbine. 

(a) For a control volume including only the turbine and its 
contents, determine the work developed, in Btu, and the 
rate at which entropy is produced, in Btu/°R, each per Ib 
of air flowing. 

(b) For a control volume including the turbine and a portion 
of its immediate surroundings so that the heat transfer oc- 
curs at the ambient temperature, 40°F, determine the rate 
of entropy production in Btu/°R per lb of air passing 
through the turbine. 


Explain why the entropy production value of part (b) differs 
from that calculated in part (a). 


(a) the temperature of the air at the exit, in ^C. 
(b) the rate at which entropy is produced within the compres- 
sor, in kJ/K per kg of air flowing. 


7.64  Airenters a compressor operating at steady state at 1 bar, 
20°C with a volumetric flow rate of 9 m?/min and exits at 5 bar, 
160°C. Cooling water is circulated through a water jacket en- 
closing the compressor at a rate of 8.6 kg/min, entering at 17°С, 
and exiting at 25°С with a negligible change in pressure. There 
is no significant heat transfer from the outer surface of the 
water jacket, and all kinetic and potential effects are negligible. 
For the water-jacketed compressor as the control volume, 
determine the power required, in kW, and the rate of entropy 
production, in kW/K. 


7.65 (CD-ROM) 


7.66 А counterflow heat exchanger operates at steady state with 
negligible kinetic and potential energy effects. In one stream, 
liquid water enters at 17°С and exits at 25°С with a negligible 
change in pressure. In the other stream, Refrigerant 134a en- 
ters at 14 bar, 809С with a mass flow rate of 5 kg/min and ex- 
its as saturated liquid at 52°С. Heat transfer from the outer 
surface of the heat exchanger can be ignored. Determine 
(a) the mass flow rate of the liquid water stream, in kg/min. 
(b) the rate of entropy production within the heat exchanger, 

in kW/K. 


7.67 (CD-ROM) 


7.68 Air as an ideal gas flows through the compressor and heat 
exchanger shown in Fig. P7.68. A separate liquid water stream 
also flows through the heat exchanger. The data given are for 
operation at steady state. Stray heat transfer to the surround- 
ings can be neglected, as can all kinetic and potential energy 
changes. Determine 
(a) the compressor power, in kW, and the mass flow rate of 

the cooling water, in kg/s. 
(b) the rates of entropy production, each in kW/K, for the com- 
pressor and heat exchanger. 


Ty =25°C Т,-40%С 


Water Water 
bn | ош 
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7.63 Air is compressed in an axial-flow compressor operating 


рә = 230 kPa 
T, = 127°С 


at steady state from 27°C, 1 bar to a pressure of 2.1 bar. The 
work input required is 94.6 kJ per kg of air flowing through 
the compressor. Heat transfer from the compressor occurs at 
the rate of 14 kJ per kg at a location on the compressor’s surface 
where the temperature is 40°C. Kinetic and potential energy 
changes can be ignored. Determine 


Figure P7.08 


Isentropic Processes/Efficiencies 


7.69 А piston—cylinder assembly initially contains 0.1 m? of 
carbon dioxide gas at 0.3 bar and 400 K. The gas is compressed 


isentropically to a state where the temperature is 560 К. Em- 

ploying the ideal gas model and neglecting kinetic and poten- 

tial energy effects, determine the final pressure, in bar, and the 

work in kJ, using 

(a) data from Table T-11. 

(b) a constant specific heat ratio from Table T-10 at the mean 
temperature, 480 K. 

(c) a constant specific heat ratio from Table T-10 at 300 K. 


7.70 Air enters a turbine operating at steady state at 6 bar and 


1100 K and expands isentropically to a state where the 

temperature is 700 K. Employing the ideal gas model and 

ignoring kinetic and potential energy changes, determine the 

pressure at the exit, in bar, and the work, in kJ per kg of air 

flowing, using 

(a) data from Table T-9 

(b) a constant specific heat ratio from Table T-10 at the mean 
temperature, 900 K. 

(c) a constant specific heat ratio from Table T-10 at 300 K. 


771 (CD-ROM) 
7.72 Air enters а 3600-kW turbine operating at steady state with 


a mass flow rate of 18 kg/s at 800°C, 3 bar and a velocity of 

100 m/s. The air expands adiabatically through the turbine and 

exits at a velocity of 150 m/s. The air then enters a diffuser 

where it is decelerated isentropically to a velocity of 10 m/s 

and a pressure of 1 bar. Employing the ideal gas model, 

determine 

(a) the pressure and temperature of the air at the turbine exit, 
in bar and ?C, respectively. 

(b) the rate of entropy production in the turbine, in kW/K. 

(c) Show the processes оп a 7-5 diagram. 


773 Steam at 140 Ibf/in.?, 1000°F enters an insulated turbine 

operating at steady state with a mass flow rate of 3.24 Ib/s and 

exits at 2 lbf/in.? Kinetic and potential energy effects are 
negligible. 

(a) Determine the maximum theoretical power that can be de- 
veloped by the turbine, in hp, and the corresponding exit 
temperature, in ^F. 

(b) If the steam exits the turbine at 200°F, determine the isen- 
tropic turbine efficiency. 


7.74 Steam at 5 MPa and 600°C enters an insulated turbine op- 


erating at steady state and exits as saturated vapor at 50 kPa. 

Kinetic and potential energy effects are negligible. Determine 

(a) the work developed by the turbine, in kJ per kg of steam 
flowing through the turbine. 

(b) the isentropic turbine efficiency. 


7.75 Air at 4.5 bar, 550 K enters an insulated turbine operating 


at steady state and exits at 1.5 bar, 426 K. Kinetic and poten- 
tial energy effects are negligible. Determine 

(a) the work developed, in kJ per kg of air flowing. 

(b) the isentropic turbine efficiency. 


7.76 Water vapor enters an insulated nozzle operating at steady 


state at 60 Ibf/in.?, 350°F, 10 ft/s and exits at 35 Ibf/in.? If the 
isentropic nozzle efficiency is 94%, determine the exit veloc- 
ity, in ft/s. 
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7.7] Water vapor enters an insulated nozzle operating at steady 
state at 100 Ibf/in.?, 500°F, 100 ft/s and expands to 40 Ibf/in.? 
If the isentropic nozzle efficiency is 95%, determine the ve- 
locity at the exit, in ft/s. 


7.78 Air enters an insulated nozzle operating at steady state at 
80 Ibf/in?, 120°F, 10 ft/s with a mass flow rate of 0.4 Ib/s. At 
the exit, the velocity is 914 ft/s and the pressure is 50 Ibf/in.? 
Determine 
(a) the isentropic nozzle efficiency. 

(b) the exit area, in ft’. 


7.79 Refrigerant 134a enters a compressor operating at steady 
state as saturated vapor at —4°C and exits at a pressure of 8 bar. 
There is no significant heat transfer with the surroundings, and 
kinetic and potential energy effects can be ignored. 

(a) Determine the minimum theoretical work input required, 
in kJ per kg of refrigerant flowing through the compres- 
sor, and the corresponding exit temperature, in °C. 

(b) If the refrigerant exits at a temperature of 40°C, determine 
the isentropic compressor efficiency. 


7.80 Air enters an insulated compressor operating at steady 
state at 1.05 bar, 23°C with a mass flow rate of 1.8 kg/s and 
exits at 2.9 bar. Kinetic and potential energy effects are 
negligible. 

(a) Determine the minimum theoretical power input required, 
in kW, and the corresponding exit temperature, in °C. 

(b) If the exit temperature is 147°C, determine the power in- 
put, in kW, and the isentropic compressor efficiency. 


7.81 Refrigerant 134a enters a compressor operating at steady 
state as saturated vapor at —4°C and exits at a pressure of 
14 bar. The isentropic compressor efficiency is 7596. Heat 
transfer between the compressor and its surroundings can be 
ignored. Kinetic and potential energy effects are also negligi- 
ble. Determine 
(a) the exit temperature, in °С. 

(b) the work input, in kJ per kg of refrigerant flowing. 

7.82 (CD-ROM) 

7.83 (CD-ROM) 

7.84 Figure P7.84 shows liquid water at 80 Ibf/in?, 300°F en- 
tering a flash chamber through a valve at the rate of 22 Ib/s. At 
the valve exit, the pressure is 42 Ibf/in.? Saturated liquid at 
40 Ibf/in? exits from the bottom of the flash chamber and 
saturated vapor at 40 Ibf/in.? exits from near the top. The vapor 
stream is fed to a steam turbine having an isentropic efficiency 
of 90% and an exit pressure of 2 Ibf/in. For steady-state 


Liquid Saturated 
water at vapor at W. 
80 Ibf/in.2, 300°F 40 Ibf/in? 


m, =221Ь% 
1 


Saturated liquid 
at 40 Ibf/in.? 


Figure Р7.84 
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operation, negligible heat transfer with the surroundings, and no 

significant kinetic and potential energy effects, determine the 

(a) power developed by the turbine, in Btu/s. 

(b) rates of entropy production, each in Btu/s : °R, for the 
valve, the flash chamber, and the turbine. Compare. 


Internally Reversible Flow Processes 
and Related Applications 


7.85  Airenters a compressor operating at steady state at 17°С, 
1 bar and exits at a pressure of 5 bar. Kinetic and potential en- 
ergy changes can be ignored. If there are no internal irre- 
versibilities, evaluate the work and heat transfer, each in kJ per 
kg of air flowing, for the following cases: 

(a) isothermal compression. 
(b) polytropic compression with n — 1.3. 
(c) adiabatic compression. 


Sketch the processes on p—v and 7-5 coordinates and associ- 
ate areas on the diagrams with the work and heat transfer in 
each case. Referring to your sketches, compare for these cases 
the magnitudes of the work, heat transfer, and final tempera- 
tures, respectively. 


7.86 (CD-ROM) 


7.87 Refrigerant 134a enters a compressor operating at steady 
state as saturated vapor at 2 bar with a volumetric flow rate of 
1.9 x 1077 m/s. The refrigerant is compressed to a pressure 
of 8 bar in an internally reversible process according to pu! = 
constant. Neglecting kinetic and potential energy effects, de- 
termine 
(a) the power required, in kW. 

(b) the rate of heat transfer, in kW. 


7.88 Compare the work required at steady state to compress 
water vapor isentropically to 3 MPa from the saturated vapor 
state at 0.1 MPa to the work required to pump /iquid water 
isentropically to 3 MPa from the saturated liquid state at 
0.1 MPa, each in kJ per kg of water flowing through the device. 
Kinetic and potential energy effects can be ignored. 


7.89 (CD-ROM) 


7.90 As shown in Fig. P7.90, water flows from an elevated reser- 
voir through a hydraulic turbine. The pipe diameter is constant, 
and operation is at steady state. Estimate the minimum mass 
flow rate, in kg/s, that would be required for a turbine power 
output of 1 MW. The local acceleration of gravity is 9.8 m/s?. 


Figure P7.00 


7.91 Liquid water at 70°F, 1 ft/s enters a pipe and flows to а 
location where the pressure is 14.7 Ibf/in?, the velocity is 
20 ft/s, and the elevation is 30 ft above the inlet. The local 
acceleration of gravity is 32 ft/s’. Ignoring internal irre- 
versibilities, determine the pressure, in Ibf/ in, required at the 
pipe inlet. Would the actual pressure required at the pipe inlet 
be greater or less than the calculated value? Explain. 


7.92 A pump operating at steady state draws water at 55?F from 
10 ft underground where the pressure is 15 Ibf/in.? and deliv- 
ers it 12 ft above ground at a pressure of 45 Ibf/in.? and a mass 
flow rate of 30 Ib/s. In the absence of internal irreversibilities, 
determine the power required by the pump, in horsepower, 
ignoring kinetic energy effects. The local acceleration of grav- 
ity is 32.2 ft/s”. Would the actual power required by the pump 
be greater or less than the calculated value? Explain. 


7.93 (CD-ROM) 
7.94 (CD-ROM) 
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system 
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Figure 7.1 Illustration used to develop the 
— System boundary Clausius inequality. 


Developing the Clausius Inequality 


The Clausius inequality can be demonstrated using the arrangement of Fig. 7.1. A system 
receives energy 60 at a location on its boundary where the absolute temperature is Т while 
the system develops work 8W. In keeping with our sign convention for heat transfer, the 
phrase receives energy 5Q includes the possibility of heat transfer from the system. The en- 
ergy 5Q is received from (or absorbed by) a thermal reservoir at T,,,. To ensure that no 
irreversibility is introduced as a result of heat transfer between the reservoir and the system, 
let it be accomplished through an intermediary system that undergoes a cycle without irre- 
versibilities of any kind. The cycle receives energy 8Q' from the reservoir and supplies 0 
to the system while producing work И”. From the definition of the Kelvin scale (Eq. 6.5), 
we have the following relationship between the heat transfers and temperatures: 


807 (50 

= (шет (а) 
Tres T b 
As temperature may vary, a multiplicity of such reversible cycles may be required. 


Consider next the combined system shown by the dotted line on Fig. 7.1. An energy bal- 
ance for the combined system is 


аЕс = 80 — 8W. 


where дўс is the total work of the combined system, the sum of 8W and 8W', and dE, de- 
notes the change in energy of the combined system. Solving the energy balance for ё Ис and 
using Eq. (a) to eliminate 8Q' from the resulting expression yields 


5 
SWe = T. (2) — dE. 
T ль 


Now, let the system undergo a single cycle while the intermediary system undergoes one or 
more cycles. The total work of the combined system is 


50 ий 50 
мрт) ра = tf (FP) р 


Since the reservoir temperature is constant, Т, can be brought outside the integral. The term 
involving the energy of the combined system vanishes because the energy change for any 
cycle is zero. The combined system operates in a cycle because its parts execute cycles. Since 
the combined system undergoes a cycle and exchanges energy by heat transfer with a single 
reservoir, Eq. 6.1 expressing the Kelvin—Planck statement of the second law must be satis- 
fied. Using this, Eq. (b) reduces to give Eq. 7.1, where the equality applies when there are 


по irreversibilities within the system as it executes the cycle and the inequality applies when 
internal irreversibilities are present. This interpretation actually refers to the combination of 
system plus intermediary cycle. However, the intermediary cycle is regarded as free of irre- 
versibilities, so the only possible site of irreversibilities is the system alone. 


Computer Retrieval of Entropy Data. Тһе software available with this book, /nteractive 
Thermodynamics: IT, provides data for several substances. Entropy data are retrieved by sim- 
ple call statements placed in the workspace of the program. 


For Example... consider a two-phase liquid—vapor mixture of H,O at p = 1 bar, v = 
0.8475 m*/kg. The following illustrates how specific entropy and quality x are obtained us- 
ing IT 


р = 1 // bar 

у = 0.8475 // m?/kg 

v = vsat_Px(“Water/Steam”, р,х) 
s = ssat_Px(“Water/Steam”, p,x) 


The software returns values of x = 0.5 and s = 4.331 kJ/kg · К, which can be checked using 
data from Table T-3. Note that quality x is implicit in the list of arguments in the expression 
for specific volume, and it is not necessary to solve explicitly for x. As another example, con- 
sider superheated ammonia vapor at p = 1.5 bar, T = 8°C. Specific entropy is obtained from 
IT as follows: 


p = 1.5 // bar 
T=8//°C 
5-65 PT("Ammonia", p,T) 


The software returns s = 5.981 kJ/kg: К, which agrees closely with the value obtained by 
interpolation in Table T-17. A 


Note that /T does not provide compressed liquid data for апу substance. /T returns liquid 
entropy data using the approximation of Eq. 7.7. Similarly, Eqs. 4.11, 4.12, and 4.14 are used 
to return liquid values for v, и, and Л, respectively. 
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Developing the Т dS Equations. Тһе Т dS equations are developed by considering a pure, 
simple compressible system undergoing an internally reversible process. In the absence of 
overall system motion and the effects of gravity, an energy balance in differential form is 


(80), = 40 + (БУУ), 


геу теу 


By definition of simple compressible system (Sec. 4.1), the work is 


12077 =P dV 


rev 


On rearrangement of Eq. 7.4b, the heat transfer is 


(80), = T d$ 


теу 


Collecting these expressions, the first Т dS equation results 


Tds = dU + p dV (7.10) 


The second T dS equation is obtained from Eq. 7.10 using H = U + pV. Forming the dif- 
ferential 


dH = dU + d(pV) = dU + p dV + V dp 
On rearrangement 
dU + pdV = dH — V dp 


Substituting this into Eq. 7.10 gives the second T dS equation 


T dS = dH — Vdp (7.11) 


Although the Т 45 equations are derived by considering an internally reversible process, 
an entropy change obtained by integrating these equations is the change for any process, re- 
versible or irreversible, between two equilibrium states of a system. Because entropy is a 
property, the change in entropy between two states is independent of the details of the process 
linking the states. 


Using Computer Software to Evaluate Ideal Gas Entropy. For air and other gases mod- 
eled as ideal gases, IT directly returns s(T, p) based upon the following form of Eq. 7.13: 


TT 
5(Т, р) = S(Trets Pret) m | dT Еіп 
Ta 


and the following choice of reference state and reference value: Ты = 0 К (O°R), Pret = 1 atm, 
and (Т.р Pret) = 0, giving 
(T) р 


s(T, p) = dT — Rin 
( ?) | T Piet 


Changes in specific entropy evaluated using /T agree with entropy changes evaluated us- 
ing ideal gas tables. 


For Example... consider a process of air as an ideal gas from T, = 300 К, p, = 1 bar to 
Т, — 1000 K, р, — 3 bar. The change in specific entropy, denoted as dels, is determined in 
SI units using /Т as follows: 


p1 = 1 // bar 
T12300//K 
p2=3 

T2 = 1000 


s1 =s_TP(“Air’,T1,p1) 
52-65 TP("Air",T2,p2) 
dels = s2 - s1 


The software returns values of s, — 1.706, s, — 2.656, and dels — 0.9501, all in units of 
kJ/kg: К. This value for As agrees with the value obtained using Table Т-9 in the example 
following Eqs. 7.15. A 


Note that ГТ returns specific entropy directly and does not use the special function 5°. 


Example 7.3 Evaluating Minimum Theoretical Compression Work 


Known: Refrigerant 134a is compressed without heat transfer from a specified initial state to a specified final pressure. 
Find: Determine the minimum theoretical work input required per unit of mass. 


Schematic and Given Data: 


Accessible 
states 
T Internal 
4 епегеу 
decreases 
1 деш : Insulation 
j compression = 
Internally І ------- 
: 1 
reversible 1 | | 
compression | | 
| R-134a | -“- 
| 
| | 
| | 
(Баса с TREES 1 
s Ё Е 
Figure Е7.3 
Assumptions: 


1. The Refrigerant 134a is a closed system. 
2. There is no heat transfer with the surroundings. 
3. The initial and final states are equilibrium states. There is no change in kinetic or potential energy between these states. 


Analysis: An expression for the work can be obtained from an energy balance. By applying assumptions 2 and 3 


0 0 0 
AU + AKÉ + APH =Ø -W 


When written on a unit mass basis, the work input is then 


The specific internal energy wu, can be obtained from Table T-6E as и, = 94.68 Btu/Ib. Since u, is known, the value for the 
work input depends on the specific internal energy и». Тһе minimum work input corresponds to the smallest allowed value 
for uz, determined using the second law as follows. 

Applying an entropy balance 


Е 0 
А8 je + 
= е с 
(ТЉ 
where the entropy transfer term is set equal to zero because the process is adiabatic. Thus, the allowed final states must satisfy 


с 
о = 2200) 
т 
The restriction indicated by the foregoing equation сап be interpreted using the accompanying 7—5 diagram. Since с cannot 
be negative, states with s, < s; are not accessible adiabatically. When irreversibilities are present during the compression, en- 
tropy is produced, so s; > sı. The state labeled 2s on the diagram would be attained in the limit as irreversibilities are re- 
duced to zero. This state corresponds to an isentropic compression. 
By inspection of Table T-8E, we see that when pressure is fixed, the specific internal energy decreases as temperature 
decreases. Thus, the smallest allowed value for и; corresponds to state 2s. Interpolating in Table T-8E at 120 Ib/in?, with 


Example 7.7 Entropy Production іп Heat Pump Components 


Known: Refrigerant 22 is compressed adiabatically, condensed by heat transfer to air passing through a heat exchanger, and 
then expanded through a throttling valve. Steady-state operating data are known. 

Find: Determine the entropy production rates for control volumes enclosing the condenser, compressor, and expansion valve, 
respectively, and discuss the sources of irreversibility in these components. 


Schematic and Given Data: 


Indoor return air Supply air 
Ts = 20°C 

2 5 
psclba |» 
(АУ); = 0.42 т? 


3 
рз = 14 Баг Condenser Т, = 75°C 
Tg = 28°C 


ху Expansion 


Compressor 


<H— <H Outdoor ait 


Evaporator 


Figure Е7.7 


Assumptions: 

1. Each component is analyzed as a control volume at steady state. 

2. The compressor operates adiabatically, and the expansion across the valve is a throttling process. 
3. For the control volume enclosing the condenser, Wa = 0 and Ox = 0! 

4. Kinetic and potential energy effects can be neglected. 

5. The air is modeled as an ideal gas with constant с, = 1.005 kJ/kg: К. 


Properties: Let us begin by obtaining property data at each of the principal refrigerant states located on the accompanying 
schematic and 7-5 diagram. At the inlet to the compressor, the refrigerant is a superheated vapor at —5°C, 3.5 bar, so from 
Table T-14, s, = 0.9572 kJ/kg - К. Similarly, at state 2, the refrigerant is a superheated vapor at 75°C, 14 bar, so interpolat- 
ing in Table T-14 gives s; = 0.98225 kJ/kg : К and h, = 294.17 kJ/kg. 

State 3 is compressed liquid at 28°C, 14 bar. From Table Т-12, 5; = 5(28°С) = 0.2936 kJ/kg: К and Л; = h,(28°C) = 
79.05 kJ/kg. The expansion through the valve is a throttling process, so h} = h4. Using data from Table Т-13, the quality at 
state 4 is 

(h,— ha) (79.05 — 33.09) 


- - - 0.216 
re (212.91) 


and the specific entropy is 


S4 = 54 + (5ш — Su) = 0.1328 + 0.216(0.9431 — 0.1328) = 0.3078 КУКе: K 


Analysis: (a) Using these property values, let us now analyze the components beginning with the condenser. 


Condenser: Consider the control volume enclosing the condenser. With assumptions 1 and 3, the entropy rate balance reduces 
to 


0 Wess 53) | mass 86) t Cragin 


To evaluate Осолд requires the two mass flow rates, т and Mp and the change in specific entropy for the air. These аге 
obtained next. 


Evaluating the mass flow rate of air using the ideal gas model (assumption 5) 


AV 
таш = Е = (АУ); Е 
Us “КТ, 
? 15 10° N/m? 1k 
(0425) 8.314 PE | den 10? т Е CES 
S 5 ar 3 
CEI : 
28.97 kg: K 


The refrigerant mass flow rate is determined using an energy balance for the control volume enclosing the condenser together 
with assumptions 1, 3, and 4 to obtain 


5 e mas (hg = hs) 
met (n= he) 


With assumption 5, hg — hs = с,(Т6 - Ts). Inserting values 


kg kJ 
S == (9203). — 29 
(os қ Х 005 m Je 3 93) 


(294.17 — 79.05) kJ/kg 


Теғ 


0.07 kg/s 


Using Eq. 7.17, the change in specific entropy of the air is 


Т, 
0 — 85 — 6, lin 3 R In 2 
5 Ps 


0 
kJ 323 îl; 
= (1 )n( ) R ШЕСІ 0.098 kJ/kg - К 
kg:K/ 1293 0 


Finally, solving the entropy balance for б.а and inserting values 


Ocond Meret(S3 $2) | Mair(S6 55) 


1 kW 
1 kJ/s 


kg 
= |(007-- (0.2936 — 0.98225) 


+ (00.058) | | 
kw 
= 7.95 х 107-- 
95 х 10 = 


Compressor: For the control volume enclosing the compressor, the entropy rate balance reduces with assumptions 1 and 3 to 
0 — mas; — 5) + o, 


comp 


or 


Tromp = (52 z; 81) 


К 1kW 
= (007 & fossas - 0952 H ) | 
8 


kg: K/|1 ki/s 


1.75 X 10 ^ kW/K 


Valve: Finally, for the control volume enclosing the throttling valve, the entropy rate balance reduces to 
Ше Meee (83 a 54) лг O valve 


Solving for б, and inserting values 


Jiosors H 02936 kJ ns 


kg: K/|1 kJ/s 


: kg 
O valve mesa 5з) 0.07 $ 


= 9.94 х 1075 kW/K 


(b) The following table summarizes, in rank order, the calculated entropy production rates 


Component Say (KW/K) 
compressor 175) ЖО П 
valve 9.94 х 1074 
condenser TOS 2« 107 


Entropy production іп the compressor is due to fluid friction, mechanical friction of the moving parts, and internal heat trans- 
fer. For the valve, the irreversibility is primarily due to fluid friction accompanying the expansion across the valve. The principal 
source of irreversibility in the condenser is the temperature difference between the air and refrigerant streams. For simplicity 
in this example, there are no pressure drops for either stream passing through the condenser, but slight pressure drops due to 
fluid friction would normally contribute to the irreversibility of condensers. For brevity, the evaporator lightly shown in Fig. E7.7 
has not been analyzed. 


Ө Due to the relatively small temperature change of the air, the specific heat c, can be taken as constant at the average of the 
inlet and exit air temperatures. 


Ө Temperatures in К are used to evaluate т, but since a temperature difference is involved, the same result would be obtained 
if temperatures in °C were used. Temperatures in K must be used when a temperature ratio is involved, as in Eq. 7.17 used 
to evaluate sg — 55. 


©) By focusing attention on reducing irreversibilities at the sites with the highest entropy production rates, thermodynamic 
improvements may be possible. However, costs and other constraints must be considered, and can be overriding. 


Example 7.8 \sentropic Process of Air 


(c) The JT solution follows: 


Wi = 540: 513) 

р1 = 1 // atm 

Т2 = 1160 // °R 

s TP("Air",T1,p1) = s TP("Air",T2,p2) 


// Result: p2 = 15.28 atm < 


IT returns a value for p; even though it is an implicit variable in the argument of the specific entropy function. Also note that 
IT returns values for specific entropy directly and does not employ special functions such as s^, p, and v,. 


Example 7.11 Evaluating the Isentropic Nozzle Efficiency 


Known: Steam expands through a nozzle at steady state from a specified inlet state to a specified exit state. The velocity at 
the inlet is known. 
Find: Determine the nozzle efficiency. 


Schematic and Given Data: 


140 Ibf/in.2 


h Isentropic TE 
: | 
ру = 140 Ibf/in.? expansion 1—— Actual 
T, = 600°F рә = 40 Ibf/in.? \ expansion 
V; = 100 ft/s ^ Т, = 350°F | 40 Ibf/in.? 
B \ 

| 8085 \ 350°F 

! Steam ~~~ | 

| nozzle . | Е 

| 22 I 

І Ж ud 

P 2 ` 2 

1 

5 
Figure Е7.11 
Assumptions: 


1. The control volume shown on the accompanying sketch operates adiabatically at steady state. 
2. For the control volume, W., = 0 and the change in potential energy between inlet and exit can be neglected. 


Analysis: Тһе nozzle efficiency given by Eq. 7.38 requires the actual specific kinetic energy at the nozzle exit and the spe- 
cific kinetic energy that would be achieved at the exit in an isentropic expansion from the given inlet state to the given exit 
pressure. The mass and energy rate balances for the one-inlet, one-exit control volume at steady state reduce to give 


This equation applies for both the actual expansion and the isentropic expansion. 
From Table T-4E at T, = 600°F and p, = 140 lbf/in.’, ^, = 1326.4 Btu/lb, s, = 1.7191 Btu/Ib · ^R. Also, with Т, = 350°F 
and p; = 40 Ibf/in?, hy = 1211.8 Btu/Ib. Thus, the actual specific kinetic energy at the exit in Btu/Ib is 


V3 Btu Btu (100 ft/s) 
1326.4 ПӘЛІ, | 
328 Ib : Ib Ен. тыры 
1 Ibf 1 Btu 
Btu 
= 1148-- 
Ib 


Interpolating in Table T-4E at 40 Ibf/in.2, with s» = s, = 1.7191 Btu/Ib · °R, results in h}, = 1202.3 Btu/Ib. Accordingly, 
the specific kinetic energy at the exit for an isentropic expansion is 
i (100) 


2 
= 1326.4 1202.3 4 124.3 Btu/Ib 
( 2 ) (2)[32.2||778| А 


Substituting values into Eq. 7.38 


(У2/2) 1148 
ши co NIIS 


0.924 (92.4%) < 


Ө The principal irreversibility in nozzles is friction between the flowing gas or liquid and the nozzle wall. The effect of fric- 
tion is that a smaller exit kinetic energy, and thus a smaller exit velocity, is realized than would have been obtained in an 
isentropic expansion to the same pressure. 


ө 


Example 7.12 Evaluating the Isentropic Compressor Efficiency 


Known: Refrigerant 22 is compressed adiabatically at steady state from a specified inlet state to a specified exit state. The 
mass flow rate is known. 


Find: Determine the compressor power and the isentropic efficiency using (a) property tables. (b) /T. 


Schematic and Given Data: 


Assumptions: 
1. A control volume enclosing the compressor is at steady state. 


2. The compression is adiabatic, and changes in kinetic and potential energy 
between the inlet and the exit can be neglected. 


Figure Е7.12 


Analysis: (a) By assumptions | and 2, the mass and energy rate balances reduce to give 


Шоу Е m(h; 35 hy) 
From Table Т-14, Л, = 249.75 kJ/kg and л, = 294.17 kJ/kg. Thus 


: 1kW 
У, = (0.07 kg/s)(249.75 — 294.1 Kg НЫЙ = —3.11 kW < 
The isentropic compressor efficiency is determined using Eq. 7.39 
(—W.,/m), (№, = hy) 
Nec WE 
(-W./m) (= №) 


In this expression, the denominator represents the work input per unit mass of refrigerant flowing for the actual compression 
process, as calculated above. The numerator is the work input for an isentropic compression between the initial state and the 
same exit pressure. The isentropic exit state is denoted as state 2s on the accompanying 7—s diagram. 

From Table T-14, s, = 0.9572 kJ/kg : К. With sə, = sı, interpolation in Table T-14 at 14 bar gives л, = 285.58 kJ/kg. 
Substituting values 


(285.58 — 249.75) 
(294.17 — 249.75) 


Ne = 0.81 (81%) < 


(b) The /T program follows. In the program, Wa is denoted as Wdot, m as mdot, and n, as eta_c. 


//Given Data: 


T] e = 9*6 
рл 3257 рап 
V2 = 75 © 
р2 = 14 // Баг 


mdot = 0.07 // kg/s 


// Determine the specific enthalpies. 
11 єв PIR”, foul) 
NW = IPRA”, роя) 


// Calculate the power. 
Wdot = mdot * (11-12) 


7.3 А reversible power cycle К and ап irreversible power cycle 


I operate between the same two reservoirs. Each receives Он 
from the hot reservoir. The reversible cycle develops work Wa, 
while the irreversible cycle develops work W,. The reversible 
cycle discharges Ос to the cold reservoir, while the irreversible 
cycle discharges Ос. 

(a) Evaluate суи. for cycle I in terms of УЛ, We, and tem- 

perature Тс of the cold reservoir only. 
(b) Demonstrate that W; < Wp and Qc > Ос. 


7.4 А reversible refrigeration cycle К and an irreversible 


refrigeration cycle I operate between the same two reservoirs 
and each removes Qc from the cold reservoir. The net work 
input required by К is Wp, while the net work input for I is 
W,. The reversible cycle discharges Оң to the hot reservoir, 
while the irreversible cycle discharges Оң. Show that W; > Wy 


and Он > Он. 


7.8 А fixed mass of water m, initially a saturated liquid, is 


brought to a saturated vapor condition while its pressure and 

temperature remain constant. 

(a) Develop expressions for the work and heat transfer in terms 
of the mass m and properties that can be obtained directly 
from the steam tables. 

(b) Demonstrate that this process is internally reversible. 


7.14 One kilogram of ammonia undergoes a process from 4 bar, 


100°C to a state where the pressure is 1 bar. During the process 
there is a change in specific entropy, s; — s, — -3.1378 
kJ/kg : К. Determine the temperature at the final state, in °C, 
and the final specific enthalpy, in kJ/kg. 


7.17 Employing the ideal gas model, determine the change in 


specific entropy between the indicated states, іп Btu/Ibmol · °R. 

Solve two ways: Use the appropriate ideal gas table and a 

constant specific heat value from Table T-10E. 

(a) air, p, = 1 atm, T, = 40°F, p, = 1 atm, T; = 400?F. 

(b) air, p, = 20 Ibffin.2, T, = 10096 р = 60 Ibf/in.’, 
Т, = 300°F. 

(с) carbon dioxide, p, = 1 atm, T, = 40°F, p; = 3 atm, 


Т, = 500°Е. 
(d) carbon dioxide, T, = 200°F, v, = 20 ft/lb, Т, = 400°F, 
v, = 15 ft/lb. 


(e) nitrogen, p, = 2 atm, T, = 800°F, p, = | atm, T, = 200°F. 


|Б 7.22 Methane gas (СН,) enters a compressor at 298 К, 1 bar 


and exits at 2 bar and temperature T. Employing the ideal gas 
model, determine T, in K, if there is no change in specific en- 
tropy from inlet to exit. 


7.25 Two kilograms of water initially at 160°C and x = 0.65 


undergo an isothermal, internally reversible compression to 
1 MPa. Determine 

(а) the heat transfer, in К]. 

(b) the work, in К]. 


7.27 Reconsider the data of Problem 7.26, but now suppose 


the gas expands to 2.8 bar isentropically. Determine the 
work, in kJ per kg of gas, if the gas is (a) Refrigerant 134a, 
(b) air as an ideal gas. Sketch the processes on р-0 апа T-s 
coordinates. 


7.30 А quantity of air undergoes a thermodynamic cycle con- 


sisting of three internally reversible processes in series. 


Process 1-2: constant-pressure compression from p, = 
12 Ibf/in?, T, = 80°F 


Process 2-3: constant-volume heat addition to 160°F 


Process 3-1: adiabatic expansion 


Employing the ideal gas model, 

(a) sketch the cycle on p—v and 7-5 coordinates. 

(b) determine T», in °R. 

(c) If the cycle is a power cycle, determine its thermal effi- 
ciency. If the cycle is a refrigeration cycle, determine its 
coefficient of performance. 


7.31 A quantity of air undergoes a thermodynamic cycle con- 


sisting of three internally reversible processes in series. 


Process 1-2: isothermal expansion at 250 K from 4.75 to 


1.0 bar 
Process 2-3: adiabatic compression to 4.75 bar 
Process 3-1: constant-pressure compression 


Employing the ideal gas model, 

(a) sketch the cycle on p—v and T-s coordinates. 

(b) determine 7;, in К 

(c) If the cycle is a power cycle, determine its thermal effi- 
ciency. If the cycle is a refrigeration cycle, determine its 
coefficient of performance. 


7.40 A patent application describes a device that at steady state 


receives a heat transfer at the rate 1 kW at a temperature of 
1679С and generates electricity. There are no other energy 
transfers. Does the claimed performance violate any principles 
of thermodynamics? Explain. 


7.44 Ап electric water heater having a 100 liter capacity em- 


ploys an electric resistor to heat water from 18 to 60°С. The 
outer surface of the resistor remains at an average temperature 
of 97°С. Heat transfer from the outside of the water heater is 
negligible and the states of the resistor and the tank holding 
the water do not change significantly. Modeling the water as 
incompressible, determine the amount of entropy produced, in 
kJ/K, for 

(a) the water as the system. 

(b) the overall water heater including the resistor. 


Compare the results of parts (a) and (b), and discuss. 


7.45 At steady state, an electric motor develops power along its 


output shaft at the rate of 0.5 horsepower while drawing 4 amps 
at 120 V. The outer surface of the motor is at 120°F. For the 
motor, determine the rate of heat transfer, in Btu/h, and the 
rate of entropy production, in Btu/h · °R. 


7.46 At steady state, work at a rate of 5 kW is done by a pad- 


dle wheel on a slurry contained within a closed, rigid tank. 
Heat transfer from the tank occurs at a temperature of 879С 
to surroundings that, away from the immediate vicinity of the 
tank, are at 17°С. Determine the rate of entropy production, 
in kW/K, 


(a) for the tank and its contents as the system. 

(b) for an enlarged system including the tank and enough of 
the nearby surroundings for the heat transfer to occur at 
17°C. 


7.48 Ап insulated cylinder is initially divided into halves by a 


frictionless, thermally conducting piston. On one side of the 
piston is 5 f? of a gas at 500°R and 2 atm. On the other side 
is 5 f) of the same gas at 500°R and 1 atm. The piston is re- 
leased and equilibrium is attained, with the piston experienc- 
ing no change of state. Employing the ideal gas model for the 
gas, determine 

(a) the final temperature, in °R. 

(b) the final pressure, in atm. 

(c) the amount of entropy produced, in Btu/°R. 


7.53 А refrigerator compressor operating at steady state 


receives saturated Refrigerant 134a vapor at 5?F and delivers 
vapor at 140 Ibf/in.?, 110°F. What conclusion, if any, can be 
reached regarding the direction of heat transfer between the 
compressor and its surroundings? 


7.56 Steam at 14.7 Ibf/in?, 250°F enters a compressor operat- 
ing at steady state with a mass flow rate of 1.414 Ib/min and 
exits at 160 Ibf/in?, 400°F. Heat transfer occurs from the com- 
pressor to its surroundings, which are at 70°F. Changes in 
kinetic and potential energy can be ignored. The power input 
is claimed to be 4 horsepower. Determine whether this claim 
can be correct. 


7.61 Steam enters a horizontal 6-in.-diameter pipe as а satu- 


rated vapor at 20 Ibf/in.? with a velocity of 30 ft/s and exits 

at 14.7 Ibf/in? with a quality of 95%. Heat transfer from the 

pipe to the surroundings at 80°F takes place at an average outer 
surface temperature of 220°F. For operation at steady state, 
determine 

(a) the velocity at the exit, in ft/s. 

(b) the rate of heat transfer from the pipe, in Btu/s. 

(с) the rate of entropy production, in Btu/s · ^R, for a control 
volume comprising only the pipe and its contents. 

(d) the rate of entropy production, in Btu/s : ^R, for an en- 
larged control volume that includes the pipe and enough 
of its immediate surroundings so that heat transfer from 
the control volume occurs at 80°Е. 


Why do the answers of parts (c) and (d) differ? 


7.62  Airenters a compressor operating at steady state at 1 bar, 


22°C with a volumetric flow rate of 1 m?/min and is com- 

pressed to 4 bar, 177°C. The power input is 3.5 kW. Employ- 

ing the ideal gas model and ignoring kinetic and potential en- 
ergy effects, obtain the following results: 

(a) For a control volume enclosing the compressor only, de- 
termine the heat transfer rate, in kW, and the change in 
specific entropy from inlet to exit, in kJ/kg : K. What ad- 
ditional information would be required to evaluate the rate 
of entropy production? 

(b) Calculate the rate of entropy production, in kW/K, for an 
enlarged control volume enclosing the compressor and a 
portion of its immediate surroundings so that heat transfer 
occurs at the ambient temperature, 22°С. 


7.71 


7.65 Ammonia enters а counterflow heat exchanger at —20°С, 


with a quality of 35%, and leaves as saturated vapor at —20°C. 
Air at 300 K, 1 atm enters the heat exchanger in a separate 
stream with a flow rate of 4 kg/s and exits at 285 K, 0.98 atm. 
The heat exchanger is at steady state, and there is no appre- 
ciable heat transfer from its outer surface. Neglecting kinetic 
and potential energy effects, determine the mass flow rate of 
the ammonia, in kg/s, and the rate of entropy production within 
the heat exchanger, in kW/K. 


7.67 At steady state, steam with a mass flow rate of 10 Ib/s еп- 


ters a turbine at 800°F and 600 Ibf/in.* and expands to 60 Ibf/in.? 
The power developed by the turbine is 2852 horsepower. The 
steam then passes through a counterflow heat exchanger with a 
negligible change in pressure, exiting at 800°F. Air enters the 
heat exchanger in a separate stream at 1.1 atm, 1020°F and ex- 
its at 1 atm, 620°F. Kinetic and potential energy changes can be 
ignored and there is no significant heat transfer between either 
component and its surroundings. Determine 

(a) the mass flow rate of air, in 16/5. 

(b) the rate of entropy production in the turbine, in Btu/s · °R. 
(c) the rate of entropy production in the heat exchanger, in 

Btu/s : ^R. 


Methane (СН) undergoes an isentropic expansion from 
an initial state where the temperature is 1000 K and the pres- 
sure is 5 bar to a final state where the temperature is T and the 
pressure is p. Using the ideal gas model, determine 

(a) p when T = 500K 

(b) T when p = 1 bar. 


7.82 Air at 40°F, 1 atm enters a compressor operating at steady 


state and exits at 8.6 atm. The isentropic compressor efficiency 
is 71.9%. Heat transfer with the surroundings is negligible, and 
kinetic and potential energy effects can be ignored. Determine 
(a) the temperature at the exit, in °F. 

(b) the rate of entropy production, in Btu/^R per Ib of air flowing. 


7.83 Air enters an insulated compressor operating at steady 


state at 1 bar, 350 K with a mass flow rate of 1 kg/s and ex- 
its at 4 bar. The isentropic compressor efficiency is 8296. De- 
termine the power input, in kW, and the rate of entropy pro- 
duction, in КУУ/К, using the ideal gas model with 

(a) data from Table T-9. 

(b) a constant specific heat ratio, k — 1.39. 

(c) IT. 


7.86 Air enters a compressor operating at steady state at 


15 Ibf/in.?, 60°F and exits at 75 Ibf/in.? Kinetic and potential 
energy changes can be ignored. If there are no internal irre- 
versibilities, evaluate the work and heat transfer, each in Btu 
per Ib of air flowing, for the following cases: 

(a) isothermal compression. 

(b) polytropic compression with n — 1.3. 

(c) adiabatic compression. 


Sketch the processes on р-0 and 7-5 coordinates and associ- 
ate areas on the diagrams with the work and heat transfer of 
each case. Referring to your sketches, compare for these cases 
the magnitudes of the work, heat transfer, and final tempera- 
tures, respectively. 


7.89 Figure Р7.89 shows three devices operating at steady state: 7.93 А 3-horsepower pump operating at steady state draws іп 


a pump, a boiler, and a turbine. The turbine provides the power liquid water at 1 atm, 60°F and delivers it at 5 atm at an ele- 
required to drive the pump and also supplies power to other vation 20 ft above the inlet. There is no significant change in 
devices. For adiabatic operation of the pump and turbine, and velocity between the inlet and exit, and the local acceleration 
ignoring kinetic and potential energy effects, determine, in kJ of gravity is 32.2 ft/s?. Would it be possible to pump 1000 gal 


per kg of steam flowing 

(a) the work required by the pump. 

(b) the net work developed by the turbine. 
(c) the heat transfer to the boiler. 


Qi, 


8 bar, 
saturated vapor 


Feedwater Steam 
1 bar, 309С 1 баг 


іп 10 min or less? 


7.94 А 4-kW pump operating at steady state draws in liquid 
water at | bar, 16°C with a mass flow rate of 4.5 kg/s. There 
are no significant kinetic and potential energy changes from 
inlet to exit and the local acceleration of gravity is 9.81 m/s’. 
Would it be possible for the pump to deliver water at a pres- 
sure of 10 bar? 


Figure Р7.80 


VAPOR POWER AND 
REFRIGERATION SYSTEMS 
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Introduction... 


An important engineering goal is to devise systems that accomplish desired types of energy 

conversion. The objective of the present chapter is to study vapor power and refrigeration chapter objective 
systems in which the working fluid is alternatively vaporized and condensed. In the first part 

of the chapter vapor power systems are considered. Vapor refrigeration systems, including 

heat pump systems, are discussed in the second part of the chapter. 


Vapor Power Systems 


This part of the chapter is concerned with vapor power-generating systems that produce a 
net power output from a fossil fuel, solar, or nuclear input. We describe some of the practical 
arrangements employed for power production and illustrate how such power plants can be 
modeled as thermal systems. In Chapter 9, we study internal combustion engines and gas 
turbines in which the working fluid remains a gas. 


EX] Modeling Vapor Power Systems 


The processes taking place in power-generating systems are sufficiently complicated that 
idealizations are required to develop thermodynamic models. Such modeling is an important 
initial step in engineering design. Although the study of simplified models generally leads 
only to qualitative conclusions about the performance of the corresponding actual devices, 
models often allow deductions about how changes in major operating parameters affect ac- 
tual performance. They also provide relatively simple settings in which to discuss the func- 
tions and benefits of features intended to improve overall performance. 

The vast majority of electrical generating plants are variations of vapor power plants in 
which water is the working fluid. The basic components of a simplified fossil-fuel vapor 
power plant are shown schematically in Fig. 8.1. To facilitate thermodynamic analysis, the 
overall plant can be broken down into the four major subsystems identified by the letters A 
through D on the diagram. The focus of our considerations in this part of the chapter is sub- 
system A, where the important energy conversion from heat to work occurs. But first, let us 
briefly consider the other subsystems. 

The function of subsystem B is to supply the energy required to vaporize the water passing 
through the boiler. In fossil-fuel plants, this is accomplished by heat transfer to the work- 
ing fluid passing through tubes and drums in the boiler from the hot gases produced by the 
combustion of a fossil fuel. In nuclear plants, the origin of the energy is a controlled nu- 
clear reaction taking place in an isolated reactor building. Pressurized water, a liquid metal, 
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Combustion gases 
to stack 


— Pump Cooled water — 


Feedwater pump Makeup water 


Figure 8.1 Components of a simple vapor power plant. 


or a gas such as helium can be used to transfer energy released in the nuclear reaction to 
the working fluid in specially designed heat exchangers. Solar power plants have receivers 
for concentrating and collecting solar radiation to vaporize the working fluid. Regardless of 
the energy source, the vapor produced in the boiler passes through a turbine, where it ex- 
pands to a lower pressure. The shaft of the turbine is connected to an electric generator (sub- 
system D). The vapor leaving the turbine passes through the condenser, where it condenses 
on the outside of tubes carrying cooling water. The cooling water circuit comprises sub- 
system C. For the plant shown, the cooling water is sent to a cooling tower, where energy 
taken up in the condenser is rejected to the atmosphere. The cooling water is then recirculated 
through the condenser. 

Concern for the environment and safety considerations govern what is allowable in the 
interactions between subsystems B and C and their surroundings. One of the major difficul- 
ties in finding a site for a vapor power plant is access to sufficient quantities of cooling water. 
For this reason and to minimize thermal pollution effects, most power plants now employ 
cooling towers. In addition to the question of cooling water, the safe processing and deliv- 
ery of fuel, the control of pollutant discharges, and the disposal of wastes are issues that must 
be dealt with in both fossil-fueled and nuclear-fueled plants to ensure safety and operation 
with an acceptable level of environmental impact. Solar power plants are generally regarded 
as nonpolluting and safe but as yet are not widely used. 

Returning now to subsystem A of Fig. 8.1, observe that each unit of mass periodically un- 
dergoes a thermodynamic cycle as the working fluid circulates through the series of four 
interconnected components. Accordingly, several concepts related to thermodynamic power 
cycles introduced in previous chapters are important for the present discussions. You will re- 
call that the conservation of energy principle requires that the net work developed by a power 
cycle equals the net heat added. An important deduction from the second law is that the 
thermal efficiency, which indicates the extent to which the heat added is converted to a net 
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work output, must be less than 100%. Previous discussions also have indicated that improved 
thermodynamic performance accompanies the reduction of irreversibilities. The extent to 
which irreversibilities can be reduced in power-generating systems depends on thermody- 
namic, economic, and other factors, however. 


ЕЙ Analyzing Vapor Power Systems—Rankine Cycle 


All of the fundamentals required for the thermodynamic analysis of power-generating sys- 
tems already have been introduced. They include the conservation of mass and conservation 
of energy principles, the second law of thermodynamics, and thermodynamic data. These 
principles apply to individual plant components such as turbines, pumps, and heat exchang- 
ers as well as to the most complicated overall power plants. The object of this section is to 
introduce the Rankine cycle, which is a thermodynamic cycle that models the subsystem 
labeled A on Fig. 8.1. The presentation begins by considering the thermodynamic analysis 
of this subsystem. 


8.2.1 Evaluating Principal Work and Heat Transfers 


The principal work and heat transfers of subsystem A are illustrated in Fig. 8.2. In subse- 
quent discussions, these energy transfers are taken to be positive in the directions of the ar- 
rows. The unavoidable stray heat transfer that takes place between the plant components and 
their surroundings is neglected here for simplicity. Kinetic and potential energy changes are 
also ignored. Each component is regarded as operating at steady state. Using the conserva- 
tion of mass and conservation of energy principles together with these idealizations, we 
develop expressions for the energy transfers shown on Fig. 8.2 beginning at state 1 and pro- 
ceeding through each component in turn. 


Turbine. Vapor from the boiler at state 1, having an elevated temperature and pressure, 
expands through the turbine to produce work and then is discharged to the condenser at 
state 2 with relatively low pressure. Neglecting heat transfer with the surroundings, the 
mass and energy rate balances for a control volume around the turbine reduce at steady 
state to give 


---- Condenser 


| 3 Figure 8.2 Principal work and heat 
P transfers of subsystem A. 


Rankine cycle 
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feedwater 


thermal efficiency 


which reduces to 


W, 

—-h-—h (8.1) 
m 

where т denotes the mass flow rate of the working fluid, and 127 т is the rate at which work 

is developed per unit of mass of steam passing through the turbine. As noted above, kinetic 


and potential energy changes are ignored. 


Condenser. In the condenser there is heat transfer from the vapor to cooling water flow- 
ing in a separate stream. The vapor condenses and the temperature of the cooling water in- 
creases. At steady state, mass and energy rate balances for a control volume enclosing the 
condensing side of the heat exchanger give 


=h — h (8.2) 


where О,4/т is the rate at which energy is transferred by heat from the working fluid to the 
cooling water per unit mass of working fluid passing through the condenser. This energy 
transfer is positive in the direction of the arrow on Fig. 8.2. 


Pump. Тһе liquid condensate leaving the condenser at 3 is pumped from the condenser into 
the higher pressure boiler. Taking a control volume around the pump and assuming no heat 
transfer with the surroundings, mass and energy rate balances give 
р 

= — h (8.3) 

m 
where W, /m is the rate of power input per unit of mass passing through the pump. This en- 
ergy transfer is positive in the direction of the arrow on Fig. 8.2. 


Boiler. The working fluid completes a cycle as the liquid leaving the pump at 4, called the 
boiler feedwater, is heated to saturation and evaporated in the boiler. Taking a control vol- 
ume enclosing the boiler tubes and drums carrying the feedwater from state 4 to state 1, mass 
and energy rate balances give 


a р №, (8.4) 


m 


where 0,/т is the rate of heat transfer from the energy source into the working fluid per 
unit mass passing through the boiler. 


Performance Parameters. The thermal efficiency gauges the extent to which the energy in- 
put to the working fluid passing through the boiler is converted to the net work output. Us- 
ing the quantities and expressions just introduced, the thermal efficiency of the power cycle 
of Fig. 8.2 is 

Wm — W,/m (h — h) — (hy — h) 


- —— - (8.54) 
" 0,/т hy I hy 


The net work output equals the net heat input. Thus, the thermal efficiency can be expressed 
alternatively as 
_ б/т — Qu/m | _ б/т 
Q;,/m Q;,/m 
( = hs) 


= 1 – (s = ha) Thy) (8.5b) 


8.2 Analyzing Vapor Power Systems—Rankine Cycle 


The heat rate is the amount of energy added by heat transfer to the cycle, usually in Btu, to 
produce a unit of net work output, usually in kW · h. Accordingly, the heat rate, which is in- 
versely proportional to the thermal efficiency, has units of Btu/kW : h. 

Another parameter used to describe power plant performance is the back work ratio, or 
bwr, defined as the ratio of the pump work input to the work developed by the turbine. With 
Eqs. 8.1 and 8.3, the back work ratio for the power cycle of Fig. 8.2 is 


W./. т (= №) 
bwr = — = 8.6 
iE Wm (= hy) mi 


Examples to follow illustrate that the change in specific enthalpy for the expansion of vapor 
through the turbine is normally many times greater than the increase in enthalpy for the liq- 
uid passing through the pump. Hence, the back work ratio is characteristically quite low for 
vapor power plants. 

Provided states 1 through 4 are fixed, Eqs. 8.1 through 8.6 can be applied to determine 
the thermodynamic performance of a simple vapor power plant. Since these equations have 
been developed from mass and energy rate balances, they apply equally for actual perform- 
ance when irreversibilities are present and for idealized performance in the absence of such 
effects. It might be surmised that the irreversibilities of the various power plant components 
can affect overall performance, and this is the case. Even so, it is instructive to consider an 
idealized cycle in which irreversibilities are assumed absent, for such a cycle establishes an 
upper limit on the performance of the Rankine cycle. The ideal cycle also provides a simple 
setting in which to study various aspects of vapor power plant performance. 


8.2.2 Ideal Rankine Cycle 


If the working fluid passes through the various components of the simple vapor power cy- 
cle without irreversibilities, frictional pressure drops would be absent from the boiler and 
condenser, and the working fluid would flow through these components at constant pressure. 
Also, in the absence of irreversibilities and heat transfer with the surroundings, the processes 
through the turbine and pump would be isentropic. A cycle adhering to these idealizations is 
the ideal Rankine cycle shown in Fig. 8.3. 

Referring to Fig. 8.3, we see that the working fluid undergoes the following series of in- 
ternally reversible processes: 


Process 1-2: Isentropic expansion of the working fluid through the turbine from saturated 
vapor at state | to the condenser pressure. 


Process 2-3: Heat transfer from the working fluid as it flows at constant pressure through 
the condenser with saturated liquid at state 3. 


Process 3-4: Іѕепігоріс compression in the pump to state 4 in the compressed liquid 
region. 

Process 4-1: Heat transfer to the working fluid as it flows at constant pressure through the 
boiler to complete the cycle. 


The ideal Rankine cycle also includes the possibility of superheating the vapor, as in cycle 
1'—2'—3—4—1'. The importance of superheating is discussed in Sec. 8.3. 

Since the ideal Rankine cycle consists of internally reversible processes, areas under the 
process lines of Fig. 8.3 can be interpreted as heat transfers per unit of mass flowing. Ap- 
plying Eq. 7.40, area 1-b-c-4-a-1 represents the heat transfer to the working fluid passing 
through the boiler and area 2-b-c-3-2 is the heat transfer from the working fluid passing 
through the condenser, each per unit of mass flowing. The enclosed area 1-2-3-4-a-1 can be 
interpreted as the net heat input or, equivalently, the net work output, each per unit of mass 
flowing. 


heat rate 


back work ratio 


ideal Rankine cycle 
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UPDATE 


| | Figure 8.3 Temperature—entropy diagram of the 
с р 5 ideal Rankine cycle. 


Because the pump is idealized as operating without irreversibilities, Eq. 7.43a can be in- 
voked as an alternative to Eq. 8.3 for evaluating the pump work. That is, 


үу 4 
(6). = | о ар (8.7a) 
т / теу 2 


where the minus sign has been dropped for consistency with the positive value for pump 
work in Eq. 8.3. The subscript “int геу” has been retained as a reminder that this expression 
is restricted to an internally reversible process through the pump. No such designation is re- 
quired by Eq. 8.3, however, because it expresses the conservation of mass and energy prin- 
ciples and thus is not restricted to processes that are internally reversible. 

Evaluation of the integral of Eq. 8.7a requires a relationship between the specific volume 
and pressure for the process. Because the specific volume of the liquid normally varies only 
slightly as the liquid flows from the inlet to the exit of the pump, a plausible approximation 
to the value of the integral can be had by taking the specific volume at the pump inlet, рз, 
as constant for the process. Then 


ej int = оз(ра — рз) (8.7b) 

The next example illustrates the analysis of an ideal Rankine cycle. Note that a minor departure 
from our usual problem-solving methodology is used in this example and examples to follow. 
In the Properties portion of the solution, attention is focused on the systematic evaluation of 
specific enthalpies and other required property values at each numbered state in the cycle. This 
eliminates the need to interrupt the solution repeatedly with property determinations and 
reinforces what is known about the processes in each component, since given information and 
assumptions are normally required to fix each of the numbered states. 


Example 8.1 Ideal Rankine Cycle 


Steam is the working fluid in an ideal Rankine cycle. Saturated vapor enters the turbine at 8.0 MPa and saturated liquid ex- 
its the condenser at a pressure of 0.008 MPa. The net power output of the cycle is 100 MW. Determine for the cycle (a) the 
thermal efficiency, (b) the back work ratio, (c) the mass flow rate of the steam, in kg/h, (d) the rate of heat transfer, Qin, into 
the working fluid as it passes through the boiler, in MW, (e) the rate of heat transfer, Qw from the condensing steam as it 
passes through the condenser, in MW, (f) the mass flow rate of the condenser cooling water, in kg/h, if cooling water enters 
the condenser at 15°С and exits at 35°С. 


Solution 

Known: Ап ideal Rankine cycle operates with steam as the working fluid. The boiler and condenser pressures are specified, 
and the net power output is given. 

Find: Determine the thermal efficiency, the back work ratio, the mass flow rate of the steam, in kg/h, the rate of heat trans- 
fer to the working fluid as it passes through the boiler, in MW, the rate of heat transfer from the condensing steam as it passes 
through the condenser, in MW, the mass flow rate of the condenser cooling water, which enters at 15°С and exits at 35°С. 
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Schematic and Given Data: 


Saturated 
vapor 


Condenser ——H 


| 
! 

! 

| Ен 0.008 MPa 


Pump 
water 


BS 


T 3 
Ї i Saturated 
P liquid at 0.008 MPa 


Figure Е8.1 


Assumptions: 

1. Each component of the cycle is analyzed as a control volume at steady state. The control volumes are shown on the ac- 
companying sketch by dashed lines. 

2. All processes of the working fluid are internally reversible. 

3. The turbine and pump operate adiabatically. 

4. Kinetic and potential energy effects are negligible. 

5. Saturated vapor enters the turbine. Condensate exits the condenser as saturated liquid. 


Properties: We begin by fixing each of the principal states located on the accompanying schematic and T-s diagrams. Start- 
ing at the inlet to the turbine, the pressure is 8.0 MPa and the steam is a saturated vapor, so from Table T-3, Л = 2758.0 kJ/kg 
and s, = 5.7432 kJ/kg: К. 

State 2 is fixed by р, = 0.008 MPa and the fact that the specific entropy is constant for the adiabatic, internally reversible 
expansion through the turbine. Using saturated liquid and saturated vapor data from Table T-3, we find that the quality at state 
2is 
2 кор К 5 492 15926 
Sg = б; 7.6361 


0.6745 


Хэ 


The enthalpy is then 


h, = hy + хь = 173.88 + (0.6745) 2403.1 


= 1794.8 kJ/kg 
State 3 is saturated liquid at 0.008 MPa, so Л; = 173.88 kJ/kg. 
State 4 is fixed by the boiler pressure рд and the specific entropy s, = 54. The specific enthalpy h4 can be found by interpo- 


lation in the compressed liquid tables. However, because compressed liquid data are relatively sparse, it is more convenient 
to solve Eq. 8.3 for h4, using Eq. 8.7b to approximate the pump work. With this approach 


hy = hj 3 W,/m Рз + оз(ра — ps) 


By inserting property values from Table T-3 


106 N/m? 
1 MPa 


hy 


1К7 | 
10 N:m 


173.88 kJ/kg + (1.0084 х 107° m*/kg)(8.0 — 0.008)MPa 


173.88 + 8.06 = 181.94 kJ/kg 
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Analysis: The net power developed by the cycle is 
V scat = W, Эс W, 
Mass and energy rate balances for control volumes around the turbine and pump give, respectively 


W, W, 
=h h and = h h 


m m 


where m is the mass flow rate of the steam. The rate of heat transfer to the working fluid as it passes through the boiler is de- 
termined using mass and energy rate balances as 


2 Z h — №, 


m 


The thermal efficiency is then 


W.-W, (hy — h) — (h, — hj) 
Orn hy — hy 
[(2758.0 — 1794.8) - (181.94 — 173.88) ] kJ/kg 
ч (2758.0 — 181.94) kJ/kg 
= 0.371 (37.1%) 


The back work ratio is 


pur = Pe _ Paz _ (181.94 — 173.88) kJ/kg 
WU Ww, h-h, (2758.0 — 1794.8) kJ/kg 


= 806 o (0.8490) 
963.2 


The mass flow rate of the steam can be obtained from the expression for the net power given in part (a). Thus 


Wore 

(hy — hy) — (hg №) 

(100 МҰ) |10° kW/MW]|3600 s/h| 
(963.2 — 8.06) kJ/kg 

= 3.77 х 10? kg/h 


i = 


With the expression for om from part (a) and previously determined specific enthalpy values 


0, -т(һ- №) 
(3.77 х 105 kg/h)(2758.0 — 181.94) К/Ке 
i |3600 s/h||l0? kW/MW| 
- 269.77 MW 


Mass and energy rate balances applied to a control volume enclosing the steam side of the condenser give 


On = m(h; — №) 
(3.77 х 105 kg/h)(1794.8 — 173.88) kJ/kg 
Е |3600 s/h] |10? kW/MW| 
= 169.75 MW 


Note that the ratio of Q,,, to Qin is 0.629 (62.9%). 
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Alternatively, Ox, can be determined from an energy rate balance on the overall vapor power plant. At steady state, the net 
power developed equals the net rate of heat transfer to the plant 


Ж, ае = Ок XE D 
Rearranging this expression and inserting values 
Qu. = Qin — Wa, = 269.77 MW - 100 MW = 169.77 MW 


The slight difference from the above value is due to round-off. 
(f) Taking a control volume around the condenser, the mass and energy rate balances give at steady state 


a 20 
0 = Øo ix cv aF 215227 іп ho 21) H m(h, ЛА) 
where rn, is the mass flow rate of the cooling water. Solving for т, 
m(h; — hs) 
(229 out — D in) 


The numerator in this expression is evaluated in part (e). For the cooling water, h = А; (T), so with saturated liquid enthalpy 
values from Table T-2 at the entering and exiting temperatures of the cooling water 


(169.75 MW)|10* kW/MW |[3600 s/h| 
(146.68 — 62.99) kJ/kg 


Moy = 


= 7.3 х 10°kg/h < 


Moy = 


@ Note that a slightly revised problem-solving methodology is used in this example problem: We begin with a systematic 
evaluation of the specific enthalpy at each numbered state. 

Ө Note that the back work ratio is relatively low for the Rankine cycle. In the present case, the work required to operate the 
pump is less than 1% of the turbine output. 

Ө In this example, 62.9% of the energy added to the working fluid by heat transfer is subsequently discharged to the cool- 
ing water. Although considerable energy is carried away by the cooling water, its usefulness is very limited because the 
water exits at a temperature only a few degrees greater than that of the surroundings. 


8.2.3 Effects of Boiler and Condenser Pressures on the Rankine Cycle 


In Sec. 6.4.2 we observed that the thermal efficiency of power cycles tends to increase as 
the average temperature at which energy is added by heat transfer increases and/or the av- 
erage temperature at which energy is rejected decreases. Let us apply this idea to study the 
effects on performance of the ideal Rankine cycle of changes in the boiler and condenser 
pressures. Although these findings are obtained with reference to the ideal Rankine cycle, 
they also hold qualitatively for actual vapor power plants. 

Figure 8.4a shows two ideal cycles having the same condenser pressure but different boiler 
pressures. By inspection, the average temperature of heat addition is seen to be greater for 
the higher-pressure cycle 1'—2'—3'—4'—1' than for cycle 1-2-3-4-1. It follows that increas- 
ing the boiler pressure of the ideal Rankine cycle tends to increase the thermal efficiency. 

Figure 8.4b shows two cycles with the same boiler pressure but two different condenser 
pressures. One condenser operates at atmospheric pressure and the other at less than at- 
mospheric pressure. The temperature of heat rejection for cycle 1-2-3-4-1 condensing 
at atmospheric pressure is 100°C (212°F). The temperature of heat rejection for the lower- 
pressure cycle 1-2”-3”-47-1 is corresponding lower, so this cycle has the greater thermal 
efficiency. It follows that decreasing the condenser pressure tends to increase the thermal 
efficiency. 
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Increased Fixed boiler pressure 
| boiler pressure 


Decreased 
condenser pressure 
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condenser pressure 100°C 


(212° F)| P < Pam 


Ambient temperature 


(а) (5) 


Figure 8.4 Effects of varying operating pressures on the ideal Rankine cycle. (a) Effect of boiler 
pressure. (b) Effect of condenser pressure. 


The lowest feasible condenser pressure is the saturation pressure corresponding to the 
ambient temperature, for this is the lowest possible temperature for heat rejection to the 
surroundings. The goal of maintaining the lowest practical turbine exhaust (condenser) pressure 
is a primary reason for including the condenser in a power plant. Liquid water at atmospheric 
pressure could be drawn into the boiler by a pump, and steam could be discharged directly to 
the atmosphere at the turbine exit. However, by including a condenser in which the steam side 
is operated at a pressure below atmospheric, the turbine has a lower-pressure region in which 
to discharge, resulting in a significant increase in net work and thermal efficiency. The addi- 
tion of a condenser also allows the working fluid to flow in a closed loop. This arrangement 
permits continual circulation of the working fluid, so purified water that is less corrosive than 
tap water can be used. 


8.2.4 Principal Irreversibilities and Losses 


Irreversibilities and losses are associated with each of the four subsystems shown in Fig. 8.1. 
Some of these effects have a more pronounced influence on performance than others. Let us 
consider the irreversibilities and losses associated with the Rankine cycle. 


Turbine. The principal irreversibility experienced by the working fluid is associated with 
the expansion through the turbine. Heat transfer from the turbine to the surroundings repre- 
sents a loss, but since it is usually of secondary importance, this loss is ignored in subse- 
quent discussions. As illustrated by Process 1-2 of Fig. 8.5, an actual adiabatic expansion 


Figure 8.5 Temperature—entropy diagram 
showing the effects of turbine and pump 
5 irreversibilities. 
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through the turbine is accompanied by an increase in entropy. The work developed per unit 
of mass in this process is less than for the corresponding isentropic expansion 1-28. The isen- 
tropic turbine efficiency тү introduced in Sec. 7.7 allows the effect of irreversibilities within 
the turbine to be accounted for in terms of the actual and isentropic work amounts. Desig- 
nating the states as in Fig. 8.5, the isentropic turbine efficiency is 


W, 
ШӘ m (8.8) 


where the numerator is the actual work developed per unit of mass passing through the tur- 
bine and the denominator is the work for an isentropic expansion from the turbine inlet state 
to the turbine exhaust pressure. Irreversibilities within the turbine significantly reduce the net 
power output of the plant. 


Pump. The work input to the pump required to overcome frictional effects also reduces the 
net power output of the plant. In the absence of heat transfer to the surroundings, there would 
be an increase in entropy across the pump. Process 3-4 of Fig. 8.5 illustrates the actual pump- 
ing process. The work input for this process is greater than for the corresponding isentropic 
process 3-48. The isentropic pump efficiency т, introduced in Sec. 7.7 allows the effect of 
irreversibilities within the pump to be accounted for in terms of the actual and isentropic work 
amounts. Designating the states as in Fig. 8.5, the isentropic pump efficiency is 


(М,/т), hu — hs 
De = - 8.9 
"p (W,/m) "4 — hs ын 


In this expression, the pump work for the isentropic process appears іп the numerator. The 
actual pump work, being the larger quantity, is the denominator. Because the pump work is 
so much less than the turbine work, irreversibilities in the pump have a much smaller impact 
on the net work of the cycle than do irreversibilities in the turbine. 


Other Nonidealities. The turbine and pump irreversibilities mentioned above are internal 
irreversibilities experienced by the working fluid as it flows around the closed loop of the 
Rankine cycle. In addition, there are other sources of nonideality. For example, frictional effects 
resulting in pressure drops are sources of internal irreversibility as the working fluid flows 
through the boiler, condenser, and piping connecting the various components. However, for 
simplicity such effects are ignored in the subsequent discussions. Thus, Fig. 8.5 shows no 
pressure drops for flow through the boiler and condenser or between plant components. 

The most significant sources of irreversibility for a fossil-fueled vapor power plant are 
associated with the combustion of the fuel and the subsequent heat transfer from the hot 
combustion products to the cycle working fluid. These effects occur in the surroundings of the 
subsystem labeled A on Fig. 8.1 and thus are external irreversibilities for the Rankine cycle. 

Another effect that occurs in the surroundings is the energy discharge to the cooling water 
as the working fluid condenses. Although considerable energy is carried away by the cooling 
water, its usefulness is severely limited. For condensers in which steam condenses near the 
ambient temperature, the cooling water experiences a temperature rise of only a few degrees 
over the temperature of the surroundings in passing through the condenser and thus has limited 
usefulness. Accordingly, the significance of the cooling water loss is far 1655 than suggested 
by the magnitude of the energy transferred to the cooling water. 

In the next example, the ideal Rankine cycle of Example 8.1 is modified to include the 
effects of irreversibilities in the turbine and pump. 
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Example 8.2 Rankine Cycle with Irreversibilities 


Reconsider the vapor power cycle of Example 8.1, but include in the analysis that the turbine and the pump each have an isen- 
tropic efficiency of 85%. Determine for the modified cycle (a) the thermal efficiency, (b) the mass flow rate of steam, in kg/h, 
for a net power output of 100 MW, (c) the rate of heat transfer Qu into the working fluid as it passes through the boiler, in 
MW, (d) the rate of heat transfer On from the condensing steam as it passes through the condenser, in MW, (e) the mass flow 
rate of the condenser cooling water, in kg/h, if cooling water enters the condenser at 15°C and exits as 35°C. Discuss the ef- 
fects on the vapor cycle of irreversibilities within the turbine and pump. 


Solution 

Known: А vapor power cycle operates with steam as the working fluid. The turbine and pump both have efficiencies of 85%. 
Find: Determine the thermal efficiency, the mass flow rate, in kg/h, the rate of heat transfer to the working fluid as it passes 
through the boiler, in MW, the heat transfer rate from the condensing steam as it passes through the condenser, in MW, and 
the mass flow rate of the condenser cooling water, in kg/h. Discuss. 


Schematic and Given Data: 


à Assumptions: 


1. Each component of the cycle is analyzed as a control volume at 
steady state. 

2. The working fluid passes through the boiler and condenser at con- 
stant pressure. Saturated vapor enters the turbine. The condensate 15 sat- 
urated at the condenser exit. 

3. The turbine and pump each operate adiabatically with an efficiency 
of 8596. 

4. Kinetic and potential energy effects are negligible. 


0.008 MPa 


5 Figure E8.2 
Properties: Owing to the presence of irreversibilities during the expansion of the steam through the turbine, there is an in- 
crease in specific entropy from turbine inlet to exit, as shown on the accompanying 7-5 diagram. Similarly, there is an in- 
crease in specific entropy from pump inlet to exit. Let us begin by fixing each of the principal states. State 1 is the same as 
in Example 8.1, so Лү = 2758.0 kJ/kg and s, = 5.7432 kJ/kg · К. 
The specific enthalpy at the turbine exit, state 2, can be determined using the turbine efficiency. 
W/m Һ-% 


Т (уа, = 


where h» is the specific enthalpy at state 2s on the accompanying 7-5 diagram. From the solution to Example 8.1, 
hy, = 1794.8 kJ/kg. Solving for h, and inserting known values 


hy = hy — ШШ — ha) 
= 2758 — 0.85(2758 — 1794.8) = 1939.3 kJ/kg 


State 3 is the same as in Example 8.1, so h; = 173.88 kJ/kg. 
To determine the specific enthalpy at the pump exit, state 4, reduce mass and energy rate balances for a control volume 
around the pump to obtain W,/m = h4 — hy. On rearrangement, the specific enthalpy at state 4 is 


һ = hy + W,/m 


To determine h4 from this expression requires the pump work, which can be evaluated using the pump efficiency np, as fol- 
lows. By definition 


(W, /in), 
(W,/m) 
The term (У,/т), can be evaluated using Eq. 8.70. Then solving for W,/m results in 


ib = 


Wp оз(ра — Ps) 


m Np 
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The numerator of this expression was determined in the solution to Example 8.1. Accordingly, 


W, 8.06 kI/kg 
m 0.85 


9.48 kJ/kg 


The specific enthalpy at the pump exit is then 
hy = hy + W,/m = 173.88 + 9.48 = 183.36 kJ/kg 


Analysis: (a) The net power developed by the cycle is 


Wass W, W, ШИГ hj) (h4 hs) | 
The rate of heat transfer to the working fluid as it passes through the boiler is 
Qin = (h — ha) 
Thus, the thermal efficiency is 


(hy — hy) — (hy — №) 
Ip = ds 


Inserting values 


(2758 — 1939.3) — 9.48 
ІЗ = |92229 


п = = 0.314 (314%) < 


(9) With the net power expression of part (а), the mass flow rate of the steam is 
Wast 
(hi — h) — (h, — №) 
(100 MW)|3600 s/h||10* kW/MW| 
(818.7 — 9.48) kJ/kg 


m 


4.449 х 10° kg/h < 


(c) With the expression for On from part (a) and previously determined specific enthalpy values 


Qi, = т( = №) 
(4.449 X 10: kg/h)(2758 - 183.36) kJ/kg 


|3600 s/h||I0* КУУ/МУУ | ом: 
(4) The rate of heat transfer from the condensing steam to the cooling water is 
On = т(һ, — №) 
(4.449 х 10° kg/h)(1939.3 - 173.88) kJ/kg 2 Í 


[3600 s/h||LO? KW/MW| 
(e) The mass flow rate of the cooling water can be determined from 
m(h, — 1) 
(225808 БЕ ШО 
(216,2 МУУ)|107 kW/MW ||3600 s/h| 


- = 9.39 х 106 kg/h «1 
(146.68 — 62.99) kJ/kg : 


Mew 5 
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The effect of irreversibilities within the turbine and pump сап be gauged by comparing the present values with their coun- 
terparts in Example 8.1. In this example, the turbine work per unit of mass is less and the pump work per unit of mass is 
greater than in Example 8.1. The thermal efficiency in the present case is less than in the ideal case of the previous example. 
For a fixed net power output (100 MW), the smaller net work output per unit mass in the present case dictates a greater mass 
flow rate of steam. The magnitude of the heat transfer to the cooling water is greater in this example than in Example 8.1; 


consequently, a greater mass flow rate of cooling water would be required. 
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Improving Performance—Superheat and Reheat 


The representations of the vapor power cycle considered thus far do not depict actual vapor 
power plants faithfully, for various modifications are usually incorporated to improve over- 
all performance. In this section we consider two cycle modifications known as superheat and 
reheat. Both features are normally incorporated into vapor power plants. 

Let us begin the discussion by noting that an increase in the boiler pressure or a decrease 
in the condenser pressure may result in a reduction of the steam quality at the exit of the 
turbine. This сап be seen by comparing states 2’ and 2" of Figs. 8.4a and 8.4b (p.194) to 
the corresponding state 2 of each diagram. If the quality of the mixture passing through the 
turbine becomes too low, the impact of liquid droplets in the flowing liquid—vapor mixture 
can erode the turbine blades, causing a decrease in the turbine efficiency and an increased 
need for maintenance. Accordingly, common practice is to maintain at least 90% quality 
(x = 0.9) at the turbine exit. The cycle modifications known as superheat and reheat per- 
mit advantageous operating pressures in the boiler and condenser and yet offset the prob- 


lem of low quality of the turbine exhaust. 


superheat Superheat. First, let us consider superheat. As we are not limited to having saturated 
vapor at the turbine inlet, further energy can be added by heat transfer to the steam, bring- 
ing it to a superheated vapor condition at the turbine inlet. This is accomplished in a sep- 
arate heat exchanger called a superheater. The combination of boiler and superheater is 
referred to as a steam generator. Figure 8.3 (p. 190) shows an ideal Rankine cycle with 
superheated vapor at the turbine inlet: cycle 1'-2'-3-4-1'. The cycle with superheat has 
a higher average temperature of heat addition than the cycle without superheating (cycle 
1-2-3-4-41), so the thermal efficiency is higher. Moreover, the quality at turbine exhaust 
state 2' is greater than at state 2, which would be the turbine exhaust state without super- 
heating. Accordingly, superheating also tends to alleviate the problem of low steam qual- 
ity at the turbine exhaust. With sufficient superheating, the turbine exhaust state may even 


fall in the superheated vapor region. 


r- Reheat section 


Steam 


Figure 8.0 Ideal reheat cycle. 
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8.3 Improving Performance—Superheat and Reheat 


Reheat. A further modification normally employed in vapor power plants is reheat. With 
reheat, a power plant can take advantage of the increased efficiency that results with higher 
boiler pressures and yet avoid low-quality steam at the turbine exhaust. In the ideal reheat 
cycle shown in Fig. 8.6, the steam does not expand to the condenser pressure in a single 
stage. The steam expands through a first-stage turbine (Process 1-2) to some pressure be- 
tween the steam generator and condenser pressures. The steam is then reheated in the steam 
generator (Process 2-3). Ideally, there would be no pressure drop as the steam is reheated. 
After reheating, the steam expands in a second-stage turbine to the condenser pressure 
(Process 3-4). The principal advantage of reheat is to increase the quality of the steam at 
the turbine exhaust. This can be seen from the 7-5 diagram of Fig. 8.6 by comparing state 
4 with state 4’, the turbine exhaust state without reheating. When computing the thermal ef- 
ficiency of a reheat cycle, it is necessary to account for the work output of both turbine stages 
as well as the total heat addition occurring in the vaporization/superheating and reheating 
processes. This calculation is illustrated in Example 8.3, where the ideal Rankine of Exam- 
ple 8.1 is modified to include superheat, reheat, and the effect of turbine irreversibilities. 


Example 8.3 Reheat Cycle 


reheat 
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Steam is the working fluid in a Rankine cycle with superheat and reheat. Steam enters the first-stage turbine at 8.0 MPa, 
480°C, and expands to 0.7 MPa. It is then reheated to 440°C before entering the second-stage turbine, where it expands to the 
condenser pressure of 0.008 MPa. The net power output is 100 MW. If the turbine stages and pump are isentropic, determine 
(a) the thermal efficiency of the cycle, (b) the mass flow rate of steam, in kg/h, (c) the rate of heat transfer (ue from the 
condensing steam as it passes through the condenser, in MW. Discuss the effects of reheat on the vapor power cycle. (d) If 
each turbine stage has an isentropic efficiency of 8596, determine the thermal efficiency. (e) Plot the thermal efficiency versus 
the turbine stage efficiency ranging from 85 to 100%. 


Solution 

Known: А reheat cycle operates with steam as the working fluid. Operating pressures and temperatures are specified, and 
the net power output is given. 

Find: If the turbine stages and pump are isentropic, determine the thermal efficiency, the mass flow rate of the steam, in 
kg/h, and the heat transfer rate from the condensing steam as it passes through the condenser, in MW. Discuss. If each tur- 
bine stage has a specified isentropic efficiency, determine the thermal efficiency. Plot. 


Schematic and Given Data: 


“НЫ ыы 
ІР -8. а 
generator І : .. 


8.0 МРа 


5 0.008 МРа 4 


Figure Е8.За 
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Assumptions: 

1. Each component in the cycle is analyzed as a control volume at steady state. The control volumes are shown on the 
accompanying sketch by dashed lines. 

2. In parts (a)-(c), all processes of the working fluid are internally reversible. In parts (d) апа (e), isentropic efficiencies are 
specified for the turbine stages. 

3. The turbine and pump operate adiabatically. 

4. Condensate exits the condenser as saturated liquid. 

5. Kinetic and potential energy effects are negligible. 


Properties: То begin, let us fix each of the principal states of the ideal cycle shown in Fig. E8.3a. Starting at the inlet to the 
first turbine stage, the pressure is 8.0 MPa and the temperature is 480°C, so the steam is a superheated vapor. From Table T-4, 
Лү = 3348.4 kJ/kg and s, = 6.6586 kJ/kg : К. 

State 2 is fixed by p; = 0.7 MPa and s; = s, for the isentropic expansion through the first-stage turbine. Using saturated 
liquid and saturated vapor data from Table T-3, the quality at state 2 is 


O5 = Op Coote — ew 
0.9895 
СБ ЕЕ 


The specific enthalpy is then 


hy = he ха), 
= 697.22 + (0.9895)2066.3 = 2741.8 kI/kg 


State 3 is superheated vapor with p, = 0.7 MPa and Т; = 440°C, so from Table T-4, h, = 3353.3 kJ/kg and s, = 


7.7571 kJ/kg К. 
To fix state 4, use p, = 0.008 MPa and s4 = 5; for the isentropic expansion through the second-stage turbine. With data 
from Table T-3, the quality at state 4 is 


Sa= Sp LIST 54175020 
5 = Sp ОЛЫ 405926 


= 0.9382 


The specific enthalpy is 


hy = 173.88 + (0.9382)2403.1 = 2428.5 kJ/kg 


State 5 is saturated liquid at 0.008 MPa, so л; = 173.88 kJ/kg. Finally, the state at the pump exit is the same as in Example 
8.1, so he = 181.94 kJ/kg. 


Analysis: (a) The net power developed by the cycle is 


И, е = Wa ar Wo = Wh 

Mass and energy rate balances for the two turbine stages and the pump reduce to give, respectively 
Turbine 1: W/m = hy — № 
Turbine 2: Wa/m = h, — hy 
Pump: W,/m = hg — hs 


where m is the mass flow rate of the steam. 
Тһе total rate of heat transfer to the working fluid as it passes through the boiler-superheater and reheater is 
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Using these expressions, the thermal efficiency is 
(hy — №) + (5 — №) — (№ — hs) 
(hi — he) + (h3 — №) 
(3348.4 — 2741.8) + (3353.3 — 2428.5) — (181.94 — 173.88) 
(3348.4 — 181.94) + (3353.3 — 2741.8) 
606.6 + 924.8 - 8.06 1523.3 kJ/kg 
| 81665-6115 3778 kJ/kg 


= 0.403 (40.3%) < 


(b) The mass flow rate of the steam can be obtained with the expression for net power given in part (a). 
Were 
(= hy) + (S — №) — (hs — hs) 
(100 МҰ) |3600 s/h|| L0? kW/MW| 
(606.6 -- 924.8 - 8.06) kJ/kg 


m 


2.363 х 10 kg/h < 


(c) The rate of heat transfer from the condensing steam to the cooling water is 
Di = mh, n hs) 
2.363 X 10° kg/h (2428.5 — 173.88) kJ/kg 
[3600 s/h||10° kW/MW| 


148 MW < 
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To see the effects of reheat, we compare the present values with their counterparts in Example 8.1. With superheat and re- 
heat, the thermal efficiency is increased over that of the cycle of Example 8.1. For a specified net power output (100 MW), a 
larger thermal efficiency means that a smaller mass flow rate of steam is required. Moreover, with a greater thermal efficiency 
the rate of heat transfer to the cooling water is also less, resulting in a reduced demand for cooling water. With reheating, the 


steam quality at the turbine exhaust is substantially increased over the value for the cycle of Example 8.1. 


(d) The T-s diagram for the reheat cycle with irreversible expansions through the turbine stages is shown in Fig. E8.3b. The 
following specific enthalpy values are known from part (a), in kJ/kg: Л, = 3348.4, ho, = 2741.8, №; = 3353.3, hy, = 2428.5, 


hs = 173.88, hg = 181.94. 


The specific enthalpy at the exit of the first-stage turbine, hj, can be determined by solving the expression for the turbine 


efficiency to obtain 
№ = hy — (№, — Р) 
= 3348.4 - 0.85(3348.4 — 2741.8) = 2832.8 kJ/kg 
The specific enthalpy at the exit of the second-stage turbine can be found similarly: 
hg = hy — (hs — ha) 
— 3353.3 — 0.85(3353.3 — 2428.5) — 2567.2 kJ/kg 


5 0.008 MPa 4s 4 


Figure E8.3b 
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The thermal efficiency is then 


(e) (CD-ROM) 


(A, = R2) (Rs. = Ra) = (Rs = h5) 
(а= hg) + (5 — №) 
(3348.4 — 2832.8) + (3353.3 — 2567.2) — (181.94 — 173.88) 
(3348.4 — 181.94) + (3353.3 — 2832.8) 
1293.6 kJ/kg 
7 3687.0 kJ/kg 


= 0.351 (35.1%) < 


@ Owing to the irreversibilities present in the turbine stages, the net work per unit of mass developed in the present case is 
significantly less than in part (a). The thermal efficiency is also considerably less. 


regeneration 


open feedwater heater 


ЕЙ Improving Performance—Regenerative Vapor Power Cycle 


Another commonly used method for increasing the thermal efficiency of vapor power plants 
is regenerative feedwater heating, or simply regeneration. This is the subject of the present 
section. 

To introduce the principle underlying regenerative feedwater heating, consider Fig. 8.3 
(p.190) once again. In cycle 1-2-3-4-а-41, the working fluid would enter the boiler as a 
compressed liquid at state 4 and be heated while in the liquid phase to state a. With regen- 
erative feedwater heating, the working fluid would enter the boiler at a state between 4 and 
a. As a result, the average temperature of heat addition would be increased, thereby tending 
to increase the thermal efficiency. 


8.4.1 Open Feedwater Heaters 


Let us consider how regeneration can be accomplished using an open feedwater heater, a di- 
rect contact-type heat exchanger in which streams at different temperatures mix to form a 
stream at an intermediate temperature. Shown in Fig. 8.7 are the schematic diagram and the 
associated 7—s diagram for a regenerative vapor power cycle having one open feedwater 
heater. For this cycle, the working fluid passes isentropically through the turbine stages and 
pumps, and the flow through the steam generator, condenser, and feedwater heater takes place 
with no pressure drop in any or these components. Steam enters the first-stage turbine at 
state 1 and expands to state 2, where a fraction of the total flow is extracted, or bled, into 
an open feedwater heater operating at the extraction pressure, p>. The rest of the steam ex- 
pands through the second-stage turbine to state 3. This portion of the total flow is condensed 
to saturated liquid, state 4, and then pumped to the extraction pressure and introduced into 
the feedwater heater at state 5. A single mixed stream exits the feedwater heater at state 6. 
For the case shown in Fig. 8.7, the mass flow rates of the streams entering the feedwater 
heater are chosen so that the stream exiting the feedwater heater is a saturated liquid at the 
extraction pressure. The liquid at state 6 is then pumped to the steam generator pressure and 
enters the steam generator at state 7. Finally, the working fluid is heated from state 7 to state 
1 in the steam generator. 

Referring to the 7—s diagram of the cycle, note that the heat addition would take place 
from state 7 to state 1, rather than from state a to state 1, as would be the case without 
regeneration. Accordingly, the amount of energy that must be supplied from the combus- 
tion of a fossil fuel, or another source, to vaporize and superheat the steam would be re- 
duced. This is the desired outcome. Only a portion of the total flow expands through the 


8.4 Improving Performance—Regenerative Vapor Power Cycle 203 


Steam 
generator 


Open 
feedwater 
heater 


Figure 8.7 Regenerative vapor power cycle with one open feedwater heater. 


second-stage turbine (Process 2—3), however, so less work would be developed as well. In 
practice, operating conditions are chosen so that the reduction in heat added more than 
offsets the decrease in net work developed, resulting in an increased thermal efficiency in 
regenerative power plants. 


Cycle Analysis. Consider next the thermodynamic analysis of the regenerative cycle il- 
lustrated in Fig. 8.7. An important initial step in analyzing any regenerative vapor cycle 
is the evaluation of the mass flow rates through each of the components. Taking a sin- 
gle control volume enclosing both turbine stages, the mass rate balance reduces at steady 
state to 


m + m = m, (8.10a) 


where тү is the rate at which mass enters the first-stage turbine at state 1, m, is the rate at 
which mass is extracted and exits at state 2, and m; is the rate at which mass exits the second- 
stage turbine at state 3. Dividing by т, places this on the basis of a unit of mass passing 
through the first-stage turbine 


— + — =] (8.10b) 


Denoting the fraction of the total flow extracted at state 2 by y (y = m,/m,), the fraction of 
the total flow passing through the second-stage turbine is 
ту 
-031-үу (8.11) 
ті 
The fractions of the total flow at various locations are indicated оп Fig. 8.7. 

The fraction y can be determined by applying the conservation of mass and conservation 
of energy principles to a control volume around the feedwater heater. Assuming no heat trans- 
fer between the feedwater heater and its surroundings and ignoring kinetic and potential 
energy effects, the mass and energy rate balances reduce at steady state to give 


0 = yh; + (1 — y)hs — hg 
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Solving for y 


_ is — hs 
= h; 


y (8.12) 


Equation 8.12 allows the fraction y to be determined when states 2, 5, and 6 are fixed. 

Expressions for the principal work and heat transfers of the regenerative cycle can be de- 
termined by applying mass and energy rate balances to control volumes around the individ- 
ual components. Beginning with the turbine, the total work is the sum of the work developed 
by each turbine stage. Neglecting kinetic and potential energy effects and assuming no heat 
transfer with the surroundings, we can express the total turbine work on the basis of a unit 
of mass passing through the first-stage turbine as 


= (hy — h) + (1 — y)(h, — №) (8.13) 


m, 


The total pump work is the sum of the work required to operate each pump individually. On 
the basis of a unit of mass passing through the first-stage turbine, the total pump work is 


= (h, — hj) + (1 — yas — h4) (8.14) 


m, 


The energy added by heat transfer to the working fluid passing through the steam generator, 
per unit of mass expanding through the first-stage turbine, is 


=h -h (8.15) 


and the energy rejected by heat transfer to the cooling water is 


Qo 


m, 


= (1 — yh — №) (8.16) 


The following example illustrates the analysis of a regenerative cycle with one open feed- 
water heater, including the evaluation of properties at state points around the cycle and the 
determination of the fractions of the total flow at various locations. 


Example 8.4 Regenerative Cycle with Open Feedwater Heater 


Consider a regenerative vapor power cycle with one open feedwater heater. Steam enters the turbine at 8.0 MPa, 480°C and 
expands to 0.7 MPa, where some of the steam is extracted and diverted to the open feedwater heater operating at 0.7 MPa. 
The remaining steam expands through the second-stage turbine to the condenser pressure of 0.008 MPa. Saturated liquid exits 
the open feedwater heater at 0.7 MPa. The isentropic efficiency of each turbine stage is 85% and each pump operates isen- 
tropically. If the net power output of the cycle is 100 MW, determine (a) the thermal efficiency and (b) the mass flow rate of 
steam entering the first turbine stage, in kg/h. 


Solution 

Known: A regenerative vapor power cycle operates with steam as the working fluid. Operating pressures and temperatures 
are specified; the efficiency of each turbine stage and the net power output are also given. 

Find: Determine the thermal efficiency and the mass flow rate into the turbine, in kg/h. 


Schematic and Given Data: 
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Figure E8.4 


Assumptions: 

1. Each component in the cycle is analyzed as a steady-state control volume. The control volumes are shown in the accom- 
panying sketch by dashed lines. 

2. All processes of the working fluid are internally reversible, except for the expansions through the two turbine stages and 
mixing in the open feedwater heater. 

3. The turbines, pumps, and feedwater heater operate adiabatically. 

4. Kinetic and potential energy effects are negligible. 

5. Saturated liquid exits the open feedwater heater, and saturated liquid exits the condenser. 


Properties: The specific enthalpy at states 1 and 4 can be read from the steam tables. The specific enthalpy at state 2 is 
evaluated in part (d) of the solution to Example 8.3. The specific entropy at state 2 can be obtained from the steam tables 
using the known values of enthalpy and pressure at this state. In summary, h, = 3348.4 kJ/kg, h, = 2832.8 kJ/kg, s; = 6.8606 
kJ/kg : K, hy = 173.88 kJ/kg. 

The specific enthalpy at state 3 can be determined using the efficiency of the second-stage turbine 


h; = hy — (hh — hy) 
With 5з, = s2, the quality at state 3s is x4, = 0.8208; using this, we get лз, = 2146.3 kJ/kg. Hence 
h, = 2832.8 — 0.85(2832.8 - 2146.3) = 2249.3 kJ/kg 


State 6 is saturated liquid at 0.7 MPa. Thus, /6 = 697.22 kJ/kg. 
Since the pumps are assumed to operate with no irreversibilities, the specific enthalpy values at states 5 and 7 can be de- 
termined as 


hs = hg + va(ps — ра) 


10° N/m? 
1 MPa 


= 173.88 + (1.0084 х 10~3)(m3/kg)(0.7 — 0.008) 22 


1kJ 
10 N- = 
= 174.6 kJ/kg 
hı = he + v6(P7 — Po) 
= 697.22 + (1.1080 х 1073)(8.0 – 0.7)|10°| 
= 705.3 kJ/kg 
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Analysis: Applying mass and energy rate balances to a control volume enclosing the open heater, we find the fraction у of 
the flow extracted at state 2 from 


hg — hs 697.22 — 174.6 
‚= 5- = 0.1966 
25112170. 116 


On the basis of a unit of mass passing through the first-stage turbine, the total turbine work output is 


W, 


(hy = hy) + (1 — yh; = №) 


= (3348.4 — 2832.8) + (0.8034)(2832.8 — 2249.3) 
= 9844 kJ/kg 


The total pump work per unit of mass passing through the first-stage turbine is 


W, 
= (h; — he) + (1 = y)Rs — №) 


m, 


(705.3 - 697.22) + (0.8034)(174.6 — 173.88) 
= 8.7 kJ/kg 


The heat added іп the steam generator per unit of mass passing through the first-stage turbine is 
On 


a 


= h, — № = 3348.4 — 705.3 = 2643.1 kI/kg 


The thermal efficiency is then 


_ Win, = W,/im 9844— 8.7 
О,/тц 2643.1 


m = 0.369 (36.9%) 


The mass flow rate of the steam entering the turbine, 7, сап be determined using the given value for the net power out- 
put, 100 MW. Since 


and 


W, W, 
— = 984.4 kJ/kg and — = 8.7 kJ/kg 


mı m, 
it follows that 


(100 MW)|3600 s/h] | 10? kJ/s 


(984.4 — 8.7) kJ/kg | 1 MW 


ті 


= 3.69 х 10° kg/h 


Note that the fractions of the total flow at various locations are labeled on the figure. 
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Vapor Refrigeration and Heat Pump Systems 


In this part of the chapter, we consider vapor refrigeration and heat pump systems. Refrig- 
eration systems for food preservation and air conditioning play prominent roles in our 
everyday lives. Heat pumps also are used for heating buildings and for producing industrial 
process heat. There are many other examples of commercial and industrial uses of 


8.5 Vapor Refrigeration Systems 


refrigeration, including air separation to obtain liquid oxygen and liquid nitrogen, lique- 
faction of natural gas, and production of ice. In this part of the chapter we describe the most 
common type of vapor refrigeration and heat pump systems presently in use and illustrate 
how such systems can be modeled thermodynamically. 


8.5 Vapor Refrigeration Systems 


The purpose of a refrigeration system is to maintain a cold region at a temperature below 
the temperature of its surroundings. This is commonly achieved using the vapor refrigera- 
tion systems that are the subject of the present section. 


Carnot Refrigeration Cycle 


To introduce some important aspects of vapor refrigeration, let us begin by considering a 
Carnot vapor refrigeration cycle. This cycle is obtained by reversing the Carnot vapor power 
cycle introduced in Sec. 6.5. Figure 8.10 shows the schematic and accompanying 7—s dia- 
gram of a Carnot refrigeration cycle operating between a region at temperature Тс and another 
region at a higher temperature Тн. The cycle is executed by a refrigerant circulating steadily 
through a series of components. АП processes are internally reversible. Also, since heat trans- 
fers between the refrigerant and each region occur with no temperature differences, there are 
no external irreversibilities. The energy transfers shown on the diagram are positive in the 
directions indicated by the arrows. 

Let us follow the refrigerant as it passes steadily through each of the components in the 
cycle, beginning at the inlet to the evaporator. The refrigerant enters the evaporator as a two- 
phase liquid—vapor mixture at state 4. In the evaporator, some of the refrigerant changes phase 
from liquid to vapor as a result of heat transfer from the region at temperature Тс to the re- 
frigerant. The temperature and pressure of the refrigerant remain constant during the process 
from state 4 to state 1. The refrigerant is then compressed adiabatically from state 1, where 
it is a two-phase liquid-vapor mixture, to state 2, where it is a saturated vapor. During this 
process, the temperature of the refrigerant increases from Тс to Ty, and the pressure also in- 
creases. The refrigerant passes from the compressor into the condenser, where it changes 
phase from saturated vapor to saturated liquid as a result of heat transfer to the region at tem- 
perature Т}. The temperature and pressure remain constant in the process from state 2 to 
state 3. The refrigerant returns to the state at the inlet of the evaporator by expanding adia- 
batically through a turbine. In this process, from state 3 to state 4, the temperature decreases 
from Ты to Тс, and there is a decrease in pressure. 


Condenser T 
Л Тигыпе W, 
— -— Ty 
Compressor 
Evaporator 
Тс 


Cold 
region at Тс 


Figure 8.10 Carnot vapor refrigeration cycle. 
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Since the Carnot vapor refrigeration cycle is made up of internally reversible processes, 
areas on the 7-5 diagram can be interpreted as heat transfers. Applying Eq. 7.40, area 
]1-a-b-4-1 is the heat added to the refrigerant from the cold region per unit mass of refrig- 
erant flowing. Area 2—a—b—3-2 is the heat rejected from the refrigerant to the warm region 
per unit mass of refrigerant flowing. The enclosed area 1-2-3-4-1 is the net heat transfer 
from the refrigerant. The net heat transfer from the refrigerant equals the net work done on 
the refrigerant. The net work is the difference between the compressor work input and the tur- 
bine work output. 

The coefficient of performance B of any refrigeration cycle is the ratio of the refrigera- 
tion effect to the net work input required to achieve that effect. For the Carnot vapor refrig- 
eration cycle shown in Fig. 8.10, the coefficient of performance is 


B 2 0,/” 
шах ТА /т = W, /m 
_ areal-a-b-4-1 | Telsa — s) 
areal-2-3-4-1 (Ta — Tos, — 5p) 
Tc 
------ 8.18 
ял (8.18) 


This equation, which corresponds to Eq. 6.7, represents the maximum theoretical coefficient 
of performance of any refrigeration cycle operating between regions at Тс and Ty. 


Departures from the Carnot Cycle 


Actual vapor refrigeration systems depart significantly from the Carnot cycle considered 
above and have coefficients of performance lower than would be calculated from Eq. 8.18. 
Three ways actual systems depart from the Carnot cycle are considered next. 


ө One of the most significant departures is related to the heat transfers between the 
refrigerant and the two regions. In actual systems, these heat transfers are not 
accomplished reversibly as presumed above. In particular, to achieve a rate of heat 
transfer sufficient to maintain the temperature of the cold region at Тс with a 
practical-sized evaporator requires the temperature of the refrigerant in the 
evaporator, То, to be several degrees below Тс. This is illustrated by the placement 
of the temperature Тс on the 7-5 diagram of Fig. 8.11. Similarly, to obtain а 
sufficient heat transfer rate from the refrigerant to the warm region requires that 
the refrigerant temperature in the condenser, Ty, be several degrees above Ty. 
This is illustrated by the placement of the temperature Т} on the 7—s diagram 
of Fig. 8.11. 

Maintaining the refrigerant temperatures in the heat exchangers at Tc and Ty, 
rather than at Тс and Ty, respectively, has the effect of reducing the coefficient of 
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. Figure 8.12 Components of а уарог- 
Qin compression refrigeration system. 


performance. This can be seen by expressing the coefficient of performance of the 
refrigeration cycle designated by 1/-2-3-4-1” оп Fig. 8.11 as 
area 1'-a-b-4'-1 Tc 


‘= = 8.19 
area 17-27-37-4-1: T4 — Te (8.19) 


Comparing the areas underlying the expressions for B,,,, and B’ given above, we 
conclude that the value of B’ is less than Bmax: This conclusion about the effect of 
refrigerant temperature on the coefficient of performance also applies to the vapor- 
compression systems considered in Sec. 8.6. 


9 Even when the temperature differences between the refrigerant and warm and cold 
regions are taken into consideration, there are other features that make the vapor 
refrigeration cycle of Fig. 8.11 impractical as a prototype. Referring again to the 
figure, note that the compression process from state 1” to state 2' occurs with the 
refrigerant as a two-phase liquid—vapor mixture. This is commonly referred to as wet 
compression. Wet compression is normally avoided because the presence of liquid 
droplets in the flowing liquid—vapor mixture can damage the compressor. In actual 
systems, the compressor handles vapor only. This is known as dry compression. 


e Another feature that makes the cycle of Fig. 8.11 impractical is the expansion process 
from the saturated liquid state 3’ to the low-quality, two-phase liquid-vapor mixture 
state 4’. This expansion produces a relatively small amount of work compared to the 
work input in the compression process. The work output achieved by an actual turbine 
would be smaller yet because turbines operating under these conditions typically have 
low efficiencies. Accordingly, the work output of the turbine is normally sacrificed by 
substituting a simple throttling valve for the expansion turbine, with consequent 
savings in initial and maintenance costs. The components of the resulting cycle are 
illustrated in Fig. 8.12, where dry compression is presumed. This cycle, known as the 
vapor-compression refrigeration cycle, is the subject of the section to follow. 


8.6 Analyzing Vapor-Compression Refrigeration Systems 


Vapor-compression refrigeration systems are the most common refrigeration systems in use 
today. The object of this section is to introduce some important features of systems of this 
type and to illustrate how they are modeled thermodynamically. 


vapor-compression 
refrigeration 
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refrigeration capacity 


ton of refrigeration 


8.6.1 Evaluating Principal Work and Heat Transfers 


Let us consider the steady-state operation of the vapor-compression system illustrated in 
Fig. 8.12. Shown on the figure are the principal work and heat transfers, which are positive 
in the directions of the arrows. Kinetic and potential energy changes are neglected in the fol- 
lowing analyses of the components. We begin with the evaporator, where the desired refrig- 
eration effect is achieved. 


* As the refrigerant passes through the evaporator, heat transfer from the refrigerated 
space results in the vaporization of the refrigerant. For a control volume enclosing 
the refrigerant side of the evaporator, the mass and energy rate balances reduce to 
give the rate of heat transfer per unit mass of refrigerant flowing. 

Duk, =й, (8.20) 


m 


where m is the mass flow rate of the refrigerant. The heat transfer rate 0, is referred 
to as the refrigeration capacity. In the SI unit system, the capacity is normally 
expressed in kW. The refrigeration capacity also may be expressed in Btu/h. Another 
commonly used unit for the refrigeration capacity is the ton of refrigeration, which 
is equal to 200 Btu/min or about 211 kJ/min. 


ө The refrigerant leaving the evaporator is compressed to a relatively high pressure and 
temperature by the compressor. Assuming no heat transfer to or from the compressor, 
the mass and energy rate balances for a control volume enclosing the compressor give 


—_—=h-h (8.21) 
m 


where W./ m is the rate of power input per unit mass of refrigerant flowing. 


* Next, the refrigerant passes through the condenser, where the refrigerant condenses 
and there is heat transfer from the refrigerant to the cooler surroundings. For a 
control volume enclosing the refrigerant side of the condenser, the rate of heat 
transfer from the refrigerant per unit mass of refrigerant flowing is 

Qo 


m 


= h — hs (8.22) 


* Finally, the refrigerant at state 3 enters the expansion valve and expands to the 
evaporator pressure. This process is usually modeled as a throttling process (р. 115) 
for which 


h, = hy (8.23) 


The refrigerant pressure decreases in the irreversible adiabatic expansion, and there is 
an accompanying increase in specific entropy. The refrigerant exits the valve at state 4 
as a two-phase liquid—vapor mixture. 


In the vapor-compression system, the net power input is equal to the compressor power, 
since the expansion valve involves no power input or output. Using the quantities and ex- 
pressions introduced above, the coefficient of performance of the vapor-compression refrig- 
eration system of Fig. 8.12 is 


2 О„һ/т _ hy = h, 
W/m о № 


В (8.24) 

Provided states 1 through 4 are fixed, Eqs. 8.20 through 8.24 сап be used to evaluate the 
principal work and heat transfers and the coefficient of performance of the vapor-compression 
system shown in Fig. 8.12. Since these equations have been developed by reducing mass and 
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Figure 8.13 T-s diagram of an ideal vapor- 
s compression cycle. 


energy rate balances, they apply equally for actual performance when irreversibilities are pres- 
ent in the evaporator, compressor, and condenser and for idealized performance in the absence 
of such effects. Although irreversibilities in the evaporator, compressor, and condenser can have 
a pronounced effect on overall performance, it is instructive to consider an idealized cycle in 
which they are assumed absent. Such a cycle establishes an upper limit on the performance of 
the vapor-compression refrigeration cycle. It is considered next. 


8.6.2 Performance of Vapor-Compression Systems 


If irreversibilities within the evaporator and condenser are ignored, there are no frictional 
pressure drops, and the refrigerant flows at constant pressure through the two heat exchang- 
ers. If compression occurs without irreversibilities, and stray heat transfer to the surround- 
ings is also ignored, the compression process is isentropic. With these considerations, the 
vapor-compression refrigeration cycle labeled 1-28-3-4-1 on the 7—s diagram of Fig. 8.13 
results. The cycle consists of the following series of processes: 


Process 1-28: Іѕепігоріс compression of the refrigerant from state 1 to the condenser pres- 
sure at state 2s. 


Process 2$-3: Heat transfer from the refrigerant as it flows at constant pressure through the 
condenser. The refrigerant exits as a liquid at state 3. 


Process 3-4: Throttling process from state 3 to a two-phase liquid—vapor mixture at 4. 


Process 4-1: Heat transfer to the refrigerant as it flows at constant pressure through the 
evaporator to complete the cycle. 


АП of the processes in the above cycle are internally reversible except for the throttling 
process. Despite the inclusion of this irreversible process, the cycle is commonly referred to 
as the ideal vapor-compression cycle. 

The following example illustrates the application of the first and second laws of thermo- 
dynamics along with property data to analyze an ideal vapor-compression cycle. 


Example 8.5 Ideal Vapor-Compression Refrigeration Cycle 


ideal vapor- 
compression cycle 
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Refrigerant 134a is the working fluid in an ideal vapor-compression refrigeration cycle that communicates thermally with a 
cold region at 0°C and a warm region at 26°C. Saturated vapor enters the compressor at 0°C and saturated liquid leaves the 
condenser at 26°С. The mass flow rate of the refrigerant is 0.08 kg/s. Determine (a) the compressor power, in kW, (b) the 
refrigeration capacity, in tons, (c) the coefficient of performance, and (d) the coefficient of performance of a Carnot refriger- 


ation cycle operating between warm and cold regions at 26 and 0°С, respectively. 
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Solution 

Known: Ап ideal vapor-compression refrigeration cycle operates with Refrigerant 134a. The states of the refrigerant enter- 
ing the compressor and leaving the condenser are specified, and the mass flow rate is given. 

Find: Determine the compressor power, in kW, the refrigeration capacity, in tons, the coefficient of performance, and the 
coefficient of performance of a Carnot vapor refrigeration cycle operating between warm and cold regions at the specified 
temperatures. 


Schematic and Given Data: 


Warm region Ty = 26°C = 299 К 


Condenser 


х 


ү? Ехрапѕіоп 


Сотргеѕѕог 
AN valve р 


Temperature of 
warm region 


ee Temperature of 
cold region 


Cold region Тс = 0°C = 273 К 


Figure E8.5 


Assumptions: 

1. Each component of the cycle is analyzed as a control volume at steady state. The control volumes are indicated by dashed 
lines on the accompanying sketch. 

2. Except for the expansion through the valve, which is a throttling process, all processes of the refrigerant are internally re- 
versible. 

3. The compressor and expansion valve operate adiabatically. 

4. Kinetic and potential energy effects are negligible. 

5. Saturated vapor enters the compressor, and saturated liquid leaves the condenser. 


Properties: Let us begin by fixing each of the principal states located on the accompanying schematic and 7-5 diagrams. At 
the inlet to the compressor, the refrigerant is a saturated vapor at 0°C, so from Table T-6, №, = 247.23 kJ/kg and s, = 0.9190 
kJ/kg : К. 

The pressure at state 2s is the saturation pressure corresponding to 26°C, or p; = 6.853 bar. State 2s is fixed by p; and the 
fact that the specific entropy is constant for the adiabatic, internally reversible compression process. The refrigerant at state 

@ 25 15 a superheated vapor with /,, = 264.7 kJ/kg. 

State 3 is saturated liquid at 26°C, so h, = 85.75 kJ/kg. The expansion through the valve is a throttling process (assump- 

Поп 2), so hy = Л. 


Analysis: (a) The compressor work input is 


үү, > mh», > hi) 
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where m is the mass flow rate of refrigerant. Inserting values 


: 1 kW 
= (0.08 k 264.7 - 2472. igo |= 
W, = (0.08 kg/s)(26 3) КЈ/ sj 
= L4kW < 
(b) The refrigeration capacity is the heat transfer rate to the refrigerant passing through the evaporator. This is given by 
О = т(һ, EX hy) 
= (0.08 kg/s)|60 s/min|(247.23 — 85.75) КК, ШТ 
шыты 5 рт кутп 
= 3.67 ton < 
(c) The coefficient of performance ф is 
да = № 247.23 — 85.75 
В- Q === = 924 < 


222 27% 


(d) For a Carnot vapor refrigeration cycle operating at Т = 299 К and Тс = 273 К, the coefficient of performance deter- 
mined from Eq. 8.18 is 


Тс 


= ——— = 105 < 
2) Bras = 227105 


Ө The value for Л, can be obtained by double interpolation in Table T-8 or by using the Interactive Thermodynamics: IT 
software that accompanies this book. 

Ө As expected, the ideal vapor-compression cycle has a lower coefficient of performance than a Carnot cycle operating between 
the temperatures of the warm and cold regions. The smaller value can be attributed to the effects of the external irreversibility 
associated with desuperheating the refrigerant in the condenser (Process 25-а on the 7-5 diagram) and the internal 
irreversibility of the throttling process. 


Figure 8.14 illustrates several features exhibited by actual vapor-compression systems. As 
shown in the figure, the heat transfers between the refrigerant and the warm and cold regions 
are not accomplished reversibly: the refrigerant temperature in the evaporator is less than the 
cold region temperature, Тс, and the refrigerant temperature in the condenser is greater than 
the warm region temperature, T. Such irreversible heat transfers have a significant effect on 
performance. In particular, the coefficient of performance decreases as the average temperature 
of the refrigerant in the evaporator decreases and as the average temperature of the refriger- 
ant in the condenser increases. Example 8.6 provides an illustration. 


Temperature of 
warm region, T 


Temperature of 
cold region, Тс 


Figure 8.14 T-s diagram of an actual 
8 vapor-compression cycle. 
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Example 8.Ó Effect of Irreversible Heat Transfer on Performance 


Modify Example 8.5 to allow for temperature differences between the refrigerant and the warm and cold regions as follows. 
Saturated vapor enters the compressor at — 10°C. Saturated liquid leaves the condenser at a pressure of 9 bar. Determine 
for the modified vapor-compression refrigeration cycle (a) the compressor power, in kW, (b) the refrigeration capacity, in 
tons, (c) the coefficient of performance. Compare results with those of Example 8.5. 


Solution 

Known: Ап ideal vapor-compression refrigeration cycle operates with Refrigerant 134a as the working fluid. The evapora- 
tor temperature and condenser pressure are specified, and the mass flow rate is given. 

Find: Determine the compressor power, in kW, the refrigeration capacity, in tons, and the coefficient of performance. Compare 
results with those of Example 8.5. 


Schematic and Given Data: 


T 

Assumptions: 
1. Each component of the cycle is analyzed as a control volume at steady 
state. The control volumes are indicated by dashed lines on the sketch 
accompanying Example 8.5. 

26°С 2. Except for the process through the expansion valve, which is а throt- 
tling process, all processes of the refrigerant are internally reversible. 
3. The compressor and expansion valve operate adiabatically. 

0°C ЖӘ Я 23 

-109c - 4. Kinetic and potential energy effects are negligible. 
5. Saturated vapor enters the compressor, and saturated liquid exits the 
condenser. 
5 

Бідиғе Н8.0 


Properties: Let us begin by fixing each of the principal states located on the accompanying 7—s diagram. Starting at the in- 
let to the compressor, the refrigerant is a saturated vapor at — 10°С, so from Table T-6, Л, = 241.35 kJ/kg and s, = 0.9253 
kJ/kg: К. 

The superheated vapor at state 2s is fixed by р, = 9 bar and the fact that the specific entropy is constant for the adiabatic, 
internally reversible compression process. Interpolating in Table T-8 gives hj, = 272.39 kJ/kg. 

State 3 is a saturated liquid at 9 bar, so h; = 99.56 kJ/kg. The expansion through the valve is a throttling process; thus, 
hy = ha. 


Analysis: (a) The compressor power input is 
ГА = т(Ль, E hi) 


where т is the mass flow rate of refrigerant. Inserting values 


: 1 КУУ 

= (0.08 k 27239 AA Ко 

W, = (0.08 kg/s)(272.39 35) kJ/ [H 

= 2.48 kW <1 
(b) The refrigeration capacity is 
Ora = т(һ, = hy) 

= (0.08 kg/s)|60 s/min|(241.35 — 99.56) К/К аса 
qui “рт kI/min 


= 3.23 ton < 
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(с) The coefficient of performance В is 


Qu  h —h, 241.35 — 99.56 


= 4.57 < 
W, А = 27239 — 241.35 
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Comparing the results of the present example with those of Example 8.5, we see that the power input required by the com- 
pressor is greater in the present case. Furthermore, the refrigeration capacity and coefficient of performance are smaller in this 
example than in Example 8.5. This illustrates the considerable influence on performance of irreversible heat transfer between 


the refrigerant and the cold and warm regions. 


Referring again to Fig. 8.14, we can identify another key feature of actual vapor- 
compression system performance. This is the effect of irreversibilities during compression, 
suggested by the use of a dashed line for the compression process from state 1 to state 2. 
The dashed line is drawn to show the increase in specific entropy that would accompany an 
adiabatic irreversible compression. Comparing cycle 1-2-3-4-1 with cycle 1-28-3-4-1, the 
refrigeration capacity would be the same for each, but the work input would be greater in 
the case of irreversible compression than in the ideal cycle. Accordingly, the coefficient of 
performance of cycle 1—2—3—4—1 is less than that of cycle 1-28-3-4-1. The effect of irre- 
versible compression can be accounted for by using the isentropic compressor efficiency, 
which for states designated as in Fig. 8.14 is given by 


(И.т), — hy = №, 
(W./m) = h 


Additional departures from ideality stem from frictional effects that result in pressure drops 
as the refrigerant flows through the evaporator, condenser, and piping connecting the vari- 
ous components. These pressure drops are not shown on the 7-5 diagram of Fig. 8.14 and 
are ignored in subsequent discussions for simplicity. 

Finally, two additional features exhibited by actual vapor-compression systems are shown 
in Fig. 8.14. One is the superheated vapor condition at the evaporator exit (state 1), which 
differs from the saturated vapor condition shown in Fig. 8.13. Another is the subcooling of 
the condenser exit state (state 3), which differs from the saturated liquid condition shown in 
Fig. 8.13. 

Example 8.7 illustrates the effects of irreversible compression and condenser exit sub- 
cooling on the performance of the vapor-compression refrigeration system. 


(8.25) 


c 


Example 8.7 Actual Vapor-Compression Refrigeration Cycle 


Reconsider the vapor-compression refrigeration cycle of Example 8.6, but include in the analysis that the compressor 
has an efficiency of 8096. Also, let the temperature of the liquid leaving the condenser be 30°С. Determine for the 
modified cycle (a) the compressor power, in kW, (b) the refrigeration capacity, in tons, and (c) the coefficient of 


performance. 


Solution 
Known: А vapor-compression refrigeration cycle has a compressor efficiency of 80%. 


Find: Determine the compressor power, in kW, the refrigeration capacity, in tons, and the coefficient of performance. 
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ө 


Schematic and Given Data: 


Assumptions: 

1. Each component of the cycle is analyzed as a control volume at 
steady state. 

2. There are no pressure drops through the evaporator and condenser. 
3. The compressor operates adiabatically with an efficiency of 80%. 
The expansion through the valve is a throttling process. 

4. Kinetic and potential energy effects are negligible. 

5. Saturated vapor enters the compressor, and liquid at 30°C leaves 
the condenser. 


30°C 


-10?C 


Figure E8.7 


Properties: Let us begin by fixing the principal states. State 1 is the same as in Example 8.6, so № = 241.35 kJ/kg. Owing 
to the presence of irreversibilities during the adiabatic compression process, there is an increase in specific entropy from com- 
pressor inlet to exit. The state at the compressor exit, state 2, can be fixed using the compressor efficiency 
(W./m), (hy. БЕ hi) 

W, /m (hy — hi) 


Ne = 


where h, is the specific enthalpy at state 2s, as indicated on the accompanying 7-5 diagram. From the solution to Exam- 
ple 8.6, ha = 272.39 kJ/kg. Solving for h, and inserting known values 
Ша, = fig (272.39 — 241.35) 


h Fh + 241.35 = 280.15 kJ/k: 
мг. (0.80) 3 


The state at the condenser exit, state 3, is in the liquid region. The specific enthalpy is approximated using Eq. 4.14, together 
with saturated liquid data at 30°C, as follows: h, = A; = 91.49 kJ/kg. 


Analysis: (a) The compressor power is 
үү, im m(h, = hi) 
1 kW 
— (0.08 kg/s)(280.15 — 241.35) куші E = 3. kW < 
8 


(9) Тһе refrigeration capacity is 


Qin = m(h, - №) 
= (0.08 kg/s)|60 s/min|(241.35 - 91.49) kJ/k bns 
қала та Ё [211 KJ/min 
= 3.41 ton «1 
(c) The coefficient of performance is 
ПЛ 241.35 — 91.49 
8 (m = 1 ) 2 


(hy — hy) (280.15 – 241.35) 


Ө Irreversibilities in the compressor result in an increased compressor power requirement compared to the isentropic com- 
pression of Example 8.6. As a consequence, the coefficient of performance is lower. 


8.7 Vapor-Compression Heat Pump Systems 


Vapor-Compression Heat Pump Systems 


The objective of a heat pump is to maintain the temperature within a dwelling or other build- 
ing above the temperature of the surroundings or to provide a heat transfer for certain industrial 
processes that occur at elevated temperatures. Vapor-compression heat pump systems have 
many features in common with the refrigeration systems considered thus far. 

In particular, the method of analysis of vapor-compression heat pumps is the same as that 
of vapor-compression refrigeration cycles considered previously. Also, the previous discus- 
sions concerning the departure of actual systems from ideality apply for vapor-compression 
heat pump systems as for vapor-compression refrigeration cycles. 

As illustrated by Fig. 8.15, a typical vapor-compression heat pump for space heating 
has the same basic components as the vapor-compression refrigeration system: compres- 
sor, condenser, expansion valve, and evaporator. The objective of the system is different, 
however. In a heat pump system, Qj, comes from the surroundings, and Q,,, is directed 
to the dwelling as the desired effect. A net work input is required to accomplish this 
effect. 

The coefficient of performance of a simple vapor-compression heat pump with states as 
designated on Fig. 8.15 is 


2 О,,/т 2 hy — hg 
W/m = h 


(8.26) 


The value of y can never be less than unity. 

Many possible sources are available for heat transfer to the refrigerant passing through 
the evaporator. These include the outside air, the ground, and water in lakes, rivers, or wells. 
Liquid circulated through a solar collector and stored in an insulated tank also can be used 
as a source for a heat pump. Industrial heat pumps employ waste heat or warm liquid or gas 
streams as the low-temperature source and are capable of achieving relatively high condenser 
temperatures. 

In the most common type of vapor-compression heat pump for space heating, the evapo- 
rator communicates thermally with the outside air. Such air-source heat pumps also can be 
used to provide cooling in the summer with the use of a reversing valve, as illustrated in 


| 
Inside Outside 
air air 
Condenser 3 4 Evaporator 


Expansion 
valve 


Qout 


Compressor 


Figure 8.15 Air-source vapor-compression heat pump system. 


vapor-compression 
heat pump 


air-source heat pump 
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Expansion 
valve 


Inside Outside 
heat exchanger heat exchanger 
Reversing | 


valve 1 
І 
1 


-4——— Heating mode 


-= – 9» Cooling mode 


Compressor a : : : 
P Figure 8.10 Example of an air-to-air reversing 


heat pump. 


Fig. 8.16. The solid lines show the flow path of the refrigerant in the heating mode, as de- 
scribed previously. To use the same components as an air conditioner, the valve is actuated, 
and the refrigerant follows the path indicated by the dashed line. In the cooling mode, the 
outside heat exchanger becomes the condenser, and the inside heat exchanger becomes the 
evaporator. Although heat pumps can be more costly to install and operate than other direct 
heating systems, they can be competitive when the potential for dual use is considered. 


Working Fluids for Vapor Power and Refrigeration Systems 


Water is used as the working fluid in the vast majority of vapor power systems because it is 
plentiful, low in cost, nontoxic, chemically stable, and relatively noncorrosive. Vapor power 
systems for special uses may employ other working fluids that have better characteristics 
than water for the particular applications. For example, vapor power systems for use in arctic 
regions might use propane, which at 1 atm condenses at about —40°C. Still, no other single 
working fluid has been found that is more satisfactory overall for large electrical generating 
plants than water. 

For vapor refrigeration and heat pump applications, classes of chlorine-containing CFCs 
(chlorofluorocarbons), such as Refrigerant 12 (CCL,F,), commonly known as Freon, were 
believed to be suitable working fluids up to the early 1990’s. However, owing to concern 
about the effects of such chlorine-containing refrigerants on the earth’s protective ozone layer, 
international agreements now have been implemented that have phased out the use of CFCs. 
One class of refrigerants in which hydrogen atoms replace the chlorine atoms, called HFCs, 
contains no chlorine and is considered to be an environmentally acceptable substitute for 
CFCs. The HFC Refrigerant 134a (CF;CH,F) featured in this book has replaced Refriger- 
ant 12 in many refrigeration and heat pump applications. 


8.9 Chapter Summary and Study Guide 


In this chapter we have studied vapor power systems and vapor refrigeration and heat pump 
systems. We have considered practical arrangements for such systems, illustrated how they 
are modeled, and discussed the principal irreversibilities and losses associated with their 
operation. 


Тһе шаш components of simple vapor power plants are modeled by the Rankine cycle. 
We also have introduced modifications to the simple vapor power cycle aimed at improv- 
ing overall performance. These include superheat, reheat, and regeneration. We have eval- 
uated the principal work and heat transfers along with the thermal efficiency. We also have 
considered the effects of irreversibilities on performance. The principal internal irre- 
versibility is associated with turbine expansions, and is accounted for using the isentropic 
turbine efficiency. 

The performance of simple vapor refrigeration and heat pump systems is described in 
terms of the vapor-compression cycle. For this cycle, we have evaluated the principal work 
and heat transfers along with two important performance parameters: the coefficient of per- 
formance and the refrigeration capacity. We have considered the effects on performance of 
irreversibilities during the compression process and in the expansion across the valve, as 
well as the effects of irreversible heat transfer between the refrigerant and the warm and 
cold regions. 

The following checklist provides a study guide for this chapter. When your study of the 
text and end-of-chapter exercises has been completed you should be able to 


* write out the meanings of the terms listed in the margin throughout the chapter and 
understand each of the related concepts. The subset of key terms listed here in the 
margin is particularly important. 


ө sketch schematic diagrams and accompanying 7-5 diagrams of Rankine, reheat, and 
regenerative vapor power cycles. 


* apply conservation of mass and energy, the second law, and property data to 
determine power cycle performance, including thermal efficiency, net power output, 
and mass flow rates. 


* discuss the effects on Rankine cycle performance of varying steam generator 
pressure, condenser pressure, and turbine inlet temperature. 


* sketch the 7—s diagrams of vapor-compression refrigeration and heat pump cycles, 
correctly showing the relationship of the refrigerant temperature to the temperatures 
of the warm and cold regions. 


* apply conservation of mass and energy, the second law, and property data to determine 
the performance of vapor-compression refrigeration and heat pump cycles, including 
evaluation of the power required, the coefficient of performance, and the capacity. 


Problems 


Rankine Cycle 


81 Water is the working fluid in an ideal Rankine cycle. The 
condenser pressure is 8 kPa, and saturated vapor enters the tur- 
bine at (a) 18 MPa and (b) 4 MPa. The net power output of 
the cycle is 100 MW. Determine for each case the mass flow 
rate of steam, in kg/h, the heat transfer rates for the working 
fluid passing through the boiler and condenser, each in kW, 
and the thermal efficiency. 


8.3 (CD-ROM) 
84 (CD-ROM) 


8.2 Water is the working fluid in an ideal Rankine cycle. Su- sure is 6 kPa. Determine 

perheated vapor enters the turbine at 8 MPa, 480°C. The con- 

denser pressure is 8 kPa. The net power output of the cycle is 

100 MW. Determine for the cycle 

(a) the rate of heat transfer to the working fluid passing 
through the steam generator, in kW. 


(b) the thermal efficiency. 


(c) the thermal efficiency. 
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Rankine cycle 
thermal efficiency 
back work ratio 
superheat 

reheat 
regeneration 


vapor-compression 
refrigeration cycle 


coefficient of 


performance 
refrigeration capacity 
ton of refrigeration 


vapor-compression 
heat pump 


(c) the mass flow rate of condenser cooling water, in kg/h, if 
the cooling water enters the condenser at 15?C and exits 
at 35°С with negligible pressure change. 


8.5 Water is the working fluid in an ideal Rankine cycle. Sat- 
urated vapor enters the turbine at 18 MPa. The condenser pres- 


(a) the net work per unit mass of steam flow, in kJ/kg. 
(b) the heat transfer to the steam passing through the boiler, 
in kJ per kg of steam flowing. 


(d) the heat transfer to cooling water passing through the con- 
denser, in kJ per kg of steam condensed. 
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8.6 (CD-ROM) 


8.7 Water is the working fluid in an ideal Rankine cycle. The 
pressure and temperature at the turbine inlet are 1200 Ibf/in.? 
and 1000°F, respectively, and the condenser pressure is 
1 Ibf/in.* The mass flow rate of steam entering the turbine is 
1.4 х 10° Ib/h. The cooling water experiences a temperature 
increase from 60 to 80°F, with negligible pressure drop, as it 
passes through the condenser. Determine for the cycle 
(a) the net power developed, in Btu/h. 

(b) the thermal efficiency. 
(c) the mass flow rate of cooling water, in Ib/h. 


88 (CD-ROM) 
8.9 (CD-ROM) 


8.10 Refrigerant 134a is the working fluid in a solar power plant 
operating on an ideal Rankine cycle. Saturated vapor at 60°С 
enters the turbine, and the condenser operates at a pressure of 
6 bar. The rate of energy input to the collectors from solar ra- 
diation is 0.4 kW per m? of collector surface area. Determine 
the solar collector surface area, in m°, per kW of power de- 
veloped by the plant. 


8.11 Reconsider the analysis of Problem 8.2, but include in the 
analysis that the turbine and pump have isentropic efficiencies 
of 85 and 70%, respectively. Determine for the modified cycle 
(a) the thermal efficiency. 

(b) the mass flow rate of steam, in kg/h, for a net power out- 
put of 100 MW. 

(c) the mass flow rate of condenser cooling water, in kg/h, if 
the cooling water enters the condenser at 15?C and exits 
at 35°С with negligible pressure change. 


812 (CD-ROM) 


8.13 Reconsider the cycle of Problem 8.7, but include in the 
analysis that the turbine and pump have isentropic efficiencies 
of 88%. The mass flow rate is unchanged. Determine for the 
modified cycle 
(a) the net power developed, in Btu/h. 

(b) the rate of heat transfer to the working fluid passing 
through the steam generator, in Btu/h. 

(c) the thermal efficiency. 

(d) the volumetric flow rate of cooling water entering the con- 
denser, in ft?/min. 


814 (CD-ROM) 
815 (CD-ROM) 


8.16 Superheated steam at 8 MPa and 480°C leaves the steam 
generator of a vapor power plant. Heat transfer and frictional 
effects in the line connecting the steam generator and the tur- 
bine reduce the pressure and temperature at the turbine inlet 
to 7.6 MPa and 440°C, respectively. The pressure at the exit 
of the turbine is 10 kPa, and the turbine operates adiabatically. 
Liquid leaves the condenser at 8 kPa, 36°C. The pressure is in- 
creased to 8.6 MPa across the pump. The turbine and pump 
isentropic efficiencies are 88%. The mass flow rate of steam 
is 79.53 kg/s. Determine 
(a) the net power output, in kW. 

(b) the thermal efficiency. 


(c) the rate of heat transfer from the line connecting the steam 
generator and the turbine, in kW. 

(d) the mass flow rate of condenser cooling water, in kg/s, if 
the cooling water enters at 15°C and exits at 35°C with 
negligible pressure change. 


8.17 Modify Problem 8.7 as follows. Steam leaves the steam 


generator at 1200 Ibf/in.?, 1000°F, but due to heat transfer and 
frictional effects in the line connecting the steam generator and 
the turbine, the pressure and temperature at the turbine inlet 
are reduced to 1100 Ibf/in.? and 900°F, respectively. Also, con- 
densate leaves the condenser at 0.8 Ibf/in.?, 90°F and is pumped 
to 1250 Ibf/in.? before entering the steam generator. Determine 
for the cycle 

(a) the net power developed, in Btu/h. 

(b) the thermal efficiency. 

(c) the heat rate, in Btu/kW : h. 

(d) the mass flow rate of cooling water, in Ib/h. 


8.18 Superheated steam at 18 MPa, 560°C, enters the turbine 


of a vapor power plant. The pressure at the exit of the turbine 

is 0.06 bar, and liquid leaves the condenser at 0.045 bar, 26°C. 

The pressure is increased to 18.2 MPa across the pump. The 

turbine and pump have isentropic efficiencies of 82 and 77%, 

respectively. For the cycle, determine 

(a) the net work per unit mass of steam flow, in kJ/kg. 

(b) the heat transfer to steam passing through the boiler, in kJ 
per kg of steam flowing. 

(c) the thermal efficiency. 

(d) the heat transfer to cooling water passing through the con- 
denser, in kJ per kg of steam condensed. 


Reheat Cycle 
8.19 Steam at 10 MPa, 600°C enters the first-stage turbine of 


an ideal Rankine cycle with reheat. The steam leaving the 
reheat section of the steam generator is at 500°C, and the con- 
denser pressure is 6 kPa. If the quality at the exit of the second- 
stage turbine is 90%, determine the cycle thermal efficiency. 


8.20 The ideal Rankine cycle of Problem 8.7 is modified to in- 


clude reheat. In the modified cycle, steam expands through the 
first-stage turbine to saturated vapor and then is reheated to 
900°F. If the mass flow rate of steam in the modified cycle is 
the same as in Problem 8.7, determine for the modified cycle 
(a) the net power developed, in Btu/h. 

(b) the rate of heat transfer to the working fluid in the reheat 

process, in Btu/h. 
(c) the thermal efficiency. 


8.21 The ideal Rankine cycle of Problem 8.2 is modified to in- 


clude reheat. In the modified cycle, steam expands though the 

first-stage turbine to 0.7 MPa and then is reheated to 480°C. 

If the net power output of the modified cycle is 100 MW, 

determine for the modified cycle 

(a) the rate of heat transfer to the working fluid passing 
through the steam generator, in MW. 

(b) the thermal efficiency. 

(c) the rate of heat transfer to cooling water passing through 
the condenser, in MW. 


8.22 (CD-ROM) 
8.23 (СП-КОМ) 
8.24 (CD-ROM) 


Regenerative Cycle 


8.25 Modify the ideal Rankine cycle of Problem 8.2 to include 
one open feedwater heater operating at 0.7 MPa. Saturated liq- 
uid exits the feedwater heater at 0.7 MPa. Answer the same 
questions about the modified cycle as in Problem 8.2 and dis- 
cuss the results. 


8.26 A power plant operates on a regenerative vapor power cycle 
with one open feedwater heater. Steam enters the first turbine 
stage at 12 MPa, 520°C and expands to 1 MPa, where some of 
the steam is extracted and diverted to the open feedwater heater 
operating at 1 MPa. The remaining steam expands through the 
second turbine stage to the condenser pressure of 6 kPa. Satu- 
rated liquid exits the open feedwater heater at 1 MPa. For isen- 
tropic processes in the turbines and pumps, determine for the 
cycle (a) the thermal efficiency and (b) the mass flow rate into 
the first turbine stage, in kg/h, for a net power output of 330 MW. 


8.27 Compare the results of Problem 8.26 with those for an 
ideal Rankine cycle having the same turbine inlet conditions 
and condenser pressure, but no regenerator. 


8.28 Modify the ideal Rankine cycle of Problem 8.7 to include 
one open feedwater heater operating at 100 Ibf/in.? Saturated 
liquid exits the open feedwater heater at 100 Ibf/in.? The mass 
flow rate of steam into the first turbine stage is the same as the 
mass flow rate of steam in Problem 8.7. Answer the same ques- 
tions about the modified cycle as in Problem 8.7 and discuss 
the results. 


8.29 Reconsider the cycle of Problem 8.28, but include in the 
analysis that the isentropic efficiency of each turbine stage is 
88% and of each pump is 80%. 


8.30 Modify the ideal Rankine cycle of Problem 8.5 to include 
superheated vapor entering the first turbine stage at 18 MPa, 
560*C, and one open feedwater heater operating at 1 MPa. Sat- 
urated liquid exits the open feedwater heater at 1 MPa. Deter- 
mine for the modified cycle 
(a) the net work, in kJ per kg of steam entering the first tur- 
bine stage. 

(b) the thermal efficiency. 

(c) the heat transfer to cooling water passing through the 
condenser, in kJ per kg of steam entering the first turbine 
stage. 


8.31 Reconsider the cycle of Problem 8.30, but include in the 
analysis that each turbine stage and pump has an isentropic ef- 
ficiency of 85%. 


8.32 (CD-ROM) 
8.33 (CD-ROM) 
8.34 (CD-ROM) 
8.35 (CD-ROM) 
8.36 (CD-ROM) 


Problems 221 


Vapor Refrigeration Systems 


8.37 А Carnot vapor refrigeration cycle uses Refrigerant 134a 
as the working fluid. The refrigerant enters the condenser as 
saturated vapor at 28°С and leaves as saturated liquid. The 
evaporator operates at a temperature of — 10°С. Determine, in 
kJ per kg of refrigerant flow, 

(a) the work input to the compressor. 

(b) the work developed by the turbine. 

(c) the heat transfer to the refrigerant passing through the 
evaporator. 


What is the coefficient of performance of the cycle? 


8.38 A Carnot vapor refrigeration cycle is used to maintain a 
cold region at O?F when the ambient temperature is 70°F. 
Refrigerant 134a enters the condenser as saturated vapor at 
100 Ibf/in.? and leaves as saturated liquid at the same pressure. 
The evaporator pressure is 20 Ibf/in.? The mass flow rate of 
refrigerant is 12 Ib/min. Calculate 
(a) the compressor and turbine power, each in Btu/min. 

(b) the coefficient of performance. 


8.39 An ideal vapor-compression refrigeration cycle operates at 
steady state with Refrigerant 134a as the working fluid. Satu- 
rated vapor enters the compressor at — 10?C, and saturated liq- 
uid leaves the condenser at 28°С. The mass flow rate of re- 
frigerant is 5 kg/min. Determine 
(a) the compressor power, in kW. 

(b) the refrigerating capacity, in tons. 
(c) the coefficient of performance. 


8.40 Modify the cycle in Problem 8.39 to have saturated vapor 
entering the compressor at 1.6 bar and saturated liquid leav- 
ing the condenser at 9 bar. Answer the same questions for the 
modified cycle as in Problem 8.39. 


8.44 (CD-ROM) 


8.42 An ideal vapor-compression refrigeration system operates 
at steady state with Refrigerant 134a as the working fluid. Su- 
perheated vapor enters the compressor at 30 Ibf/in.?, 20°F, and 
saturated liquid leaves the condenser at 140 Ibf/in.? The re- 
frigeration capacity is 5 tons. Determine 
(a) the compressor power, in horsepower. 

(b) the rate of heat transfer from the working fluid passing 
through the condenser, in Btu/min. 
(c) the coefficient of performance. 


8.43 Refrigerant 134a enters the compressor of an ideal vapor- 
compression refrigeration system as saturated vapor at — 16°С 
with a volumetric flow rate of 1 т?/тіп. The refrigerant leaves 
the condenser at 36°С, 10 bar. Determine 
(a) the compressor power, in kW. 

(b) the refrigerating capacity, in tons. 
(c) the coefficient of performance. 


8.44 (CD-ROM) 
8.45 (CD-ROM) 
8.46 (CD-ROM) 
8.47 (CD-ROM) 
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8.48 Modify the cycle in Problem 8.40 to have an isentropic com- 
pressor efficiency of 8096 and let the temperature of the liquid 
leaving the condenser be 32°С. Determine, for the modified cycle, 
(a) the compressor power, in kW. 

(b) the refrigerating capacity, in tons. 
(c) the coefficient of performance. 


8.49 Modify the cycle in Problem 8.42 to have an isentropic 
compressor efficiency of 85% and let the temperature of the 
liquid leaving the condenser be 95?F. Determine, for the mod- 
ified cycle, 

(a) the compressor power, in horsepower. 

(b) the rate of heat transfer from the working fluid passing 
through the condenser, in Btu/min. 

(c) the coefficient of performance. 


8.50 A vapor-compression refrigeration system circulates 
Refrigerant 134a at a rate of 6 kg/min. The refrigerant enters 
the compressor at — 10°С, 1.4 bar, and exits at 7 bar. The isen- 
tropic compressor efficiency is 67%. There are по appreciable 
pressure drops as the refrigerant flows through the condenser 
and evaporator. The refrigerant leaves the condenser at 7 bar, 
24°С. Ignoring heat transfer between the compressor and its 
surroundings, determine 
(a) the coefficient of performance. 

(b) the refrigerating capacity, in tons. 


8.51 (CD-ROM) 
8.52 (CD-ROM) 
8.53 (CD-ROM) 
8.54 (CD-ROM) 


Vapor-Compression Heat Pump Systems 


8.55 Ап ideal vapor-compression heat pump cycle with Refrig- 
erant 134a as the working fluid provides heating at a rate of 15 kW 
to maintain a building at 20°С when the outside temperature is 
5?C. Saturated vapor at 2.4 bar leaves the evaporator, and satu- 
rated liquid at 8 bar leaves the condenser. Calculate 
(a) the power input to the compressor, in kW. 

(b) the coefficient of performance. 
(c) the coefficient of performance of a Carnot heat pump cy- 
cle operating between thermal reservoirs at 20 and 5°С. 


8.56 А vapor-compression heat pump system uses Refrigerant 
134a as the working fluid. The refrigerant enters the compres- 
sor at 2.4 bar, 0°C, with a volumetric flow rate of 0.6 m?/min. 
Compression is adiabatic to 9 bar, 60°С, and saturated liquid 
exits the condenser at 9 bar. Determine 
(a) the power input to the compressor, in kW. 

(b) the heating capacity of the system, in kW and tons. 
(c) the coefficient of performance. 
(d) the isentropic compressor efficiency. 


8.57 (CD-ROM) 


8.58 Refrigerant 134a enters the compressor of a vapor- 
compression heat pump at 30 Ibf/in.?, 20°F and is compressed 
adiabatically to 200 Ibf/in.?, 160°F. Liquid enters the expan- 
sion valve at 200 Ibf/in.?, 120°F. At the valve exit, the pres- 
sure is 30 Ibf/in.? Determine 
(a) the isentropic compressor efficiency. 

(b) the coefficient of performance. 


8.59 (CD-ROM) 
8.60 (CD-ROM) 


Example 8.3 Reheat Cycle 


(e) The /T code for the solution follows, where etatl is түү, etat2 is ng, eta is ті, Wnet = к/т, апа Ош = О,/т. 
// Fix the states 


1 es eso) JI 46 
p1 = 80 // bar 
h1 = h PT("Water/Steam", р1, T1) 
51-65 PT("Water/Steam", р1, T1) 


p2 = 7 // bar 

h2s -һ Ps("Water/Steam", p2, s1) 
etat1 - 0.85 

h2 = h1 - etat1 * (h1 – h2s) 

ТЕ) = 440 86 

p3 = p2 


h3 = h PT("Water/Steam", p3, T3) 
53-6 PT("Water/Steam", p3, T3) 


p4 - 0.08 // bar 

h4s = h Ps("Water/Steam", p4, s3) 
etat2 - etat1 

h4 - h3 - etat2 * (h3 - h4s) 


р5 = p4 
h5 = hsat Px("Water/Steam", p5, 0) // kJ/kg 
v5 = vsat_Px(“Water/Steam”, p5, 0) // m?/kg 


рб = p1 
h6 = h5 + v5 * (p6 – p5) * 100 // The 100 in this expression is a unit conversion factor. 


// Calculate thermal efficiency 

Wnet = (h1 – h2) + (h3 – h4) - (h6 – Һ5) 
Qin = (h1 — h6) + (h3 - h2) 

eta = Wnet/Oin 


Using the Explore button, sweep eta from 0.85 to 1.0 in steps of 0.01. Then, using the Graph button, obtain the following plot: 
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Cycle thermal efficiency 


0.32 | | 
0.85 0.90 0.95 1.00 


Isentropic turbine efficiency 


Figure E8.3c 


From the plot, we see that the cycle thermal efficiency increases from 0.351 to 0.403 as turbine stage efficiency increases 
from 0.85 to 1.00, as expected based on the results of parts (a) and (d). Turbine isentropic efficiency is seen to have a signif- 
icant effect on cycle thermal efficiency. 


closed feedwater heater 


8.4.2 Closed Feedwater Heaters 


Regenerative feedwater heating also can be accomplished with closed feedwater heaters. 
Closed heaters are shell-and-tube-type recuperators in which the feedwater temperature in- 
creases as the extracted steam condenses on the outside of the tubes carrying the feedwater. 
Since the two streams do not mix, they can be at different pressures. The diagrams of Fig. 8.8 
show two different schemes for removing the condensate from closed feedwater heaters. In 
Fig. 8.8а, this is accomplished by means of a pump whose function is to pump the conden- 
sate forward to a higher-pressure point in the cycle. In Fig. 8.8b, the condensate is allowed 
to pass through a trap into a feedwater heater operating at a lower pressure or into the con- 
denser. A trap is a type of valve that permits only liquid to pass through to a region of lower 
pressure. 

A regenerative vapor power cycle having one closed feedwater heater with the con- 
densate trapped into the condenser is shown schematically in Fig. 8.9. For this cycle, the 
working fluid passes isentropically through the turbine stages and pumps, and there are 
no pressure drops accompanying the flow through the other components. The 7-5 dia- 
gram shows the principal states of the cycle. The total steam flow expands through the 
first-stage turbine from state 1 to state 2. At this location, a fraction of the flow is bled 
into the closed feedwater heater, where it condenses. Saturated liquid at the extraction 
pressure exits the feedwater heater at state 7. The condensate is then trapped into the con- 
denser, where it is reunited with the portion of the total flow passing through the second- 
stage turbine. The expansion from state 7 to state 8 through the trap is irreversible, so it 
is shown by a dashed line on the 7-5 diagram. The total flow exiting the condenser as 
saturated liquid at state 4 is pumped to the steam generator pressure and enters the feed- 
water heater at state 5. The temperature of the feedwater is increased in passing through 
the feedwater heater. The feedwater then exits at state 6. The cycle is completed as the 
working fluid is heated in the steam generator at constant pressure from state 6 to state 1. 
Although the closed heater shown on the figure operates with no pressure drop in either 
stream, there is a source of irreversibility due to the stream-to-stream temperature 
differences. 


Cycle Analysis. Тһе schematic diagram of the cycle shown in Fig. 8.9 is labeled with the 
fractions of the total flow at various locations. This is usually helpful in analyzing such cy- 
cles. The fraction of the total flow extracted, y, can be determined by applying the conser- 
vation of mass and conservation of energy principles to a control volume around the closed 
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Figure 8.8 Examples of closed feedwater heaters. 
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Figure 8.0 Regenerative vapor power cycle with one closed feedwater heater. 


heater. Assuming no heat transfer between the feedwater heater and its surroundings and ne- 
glecting kinetic and potential energy effects, the mass and energy rate balances reduce at 
steady state to give 


0 = y(h; — hy) + (hs — he) 
Solving for y 


_ hę— hs 
= 


y (8.17) 


The principal work and heat transfers are evaluated as discussed previously. 


8.3 Plot each of the quantities calculated in Problem 8.2 versus 
condenser pressure ranging from 6 kPa to 0.1 MPa. Discuss. 


8.4 Plot each of the quantities calculated in Problem 8.2 versus 
steam generator pressure ranging from 4 MPa to 24 MPa. 
Maintain the turbine inlet temperature at 480°C. Discuss. 


8.6 Plot each of the quantities calculated in Problem 8.5 versus 
turbine inlet temperature ranging from the saturation temper- 
ature at 18 MPa to 560°C. Discuss. 


8.8 Plot each of the quantities calculated in Problem 8.7 versus 
condenser pressure ranging from 0.4 Ibf/in.? to 14.7 Ibf/in.? 
Maintain a constant mass flow rate of steam. Discuss. 


8.9 Plot each of the quantities calculated in Problem 8.7 versus 
steam generator pressure ranging from 600 to 3500 Ibf/in? 
Maintain the turbine inlet temperature at 1000°F and a con- 
stant mass flow rate of steam. Discuss. 


8.12 Reconsider Problem 8.6, but include іп the analysis that 
the turbine and pump each have isentropic efficiencies of 
(a) 9096, (b) 8096, (c) 7096. Answer the same questions for the 
modified cycle as in Problem 8.6. 


8.14 Reconsider the cycle of Problem 8.13, but insert a throt- 
tling valve between the steam generator and the turbine that 
reduces the turbine inlet pressure to 1000 Ibf/in.? but does not 
change the mass flow rate. Answer the same questions about 
the modified cycle as in Problem 8.13. 


8.15 Steam enters the turbine of a simple vapor power plant 
with a pressure of 10 MPa and temperature Т, and expands 
adiabatically to 6 kPa. The isentropic turbine efficiency is 8596. 
Saturated liquid exits the condenser at 6 kPa and the isentropic 
pump efficiency is 82%. 

(a) For T = 580°C, determine the turbine exit quality and the 
cycle thermal efficiency. 

(b) Plot the quantities of part (a) versus T ranging from 580 
to 700°C. 


8.22 An ideal Rankine cycle with reheat uses water as the work- 
ing fluid. The conditions at the inlet to the first-stage turbine 
are p, = 2500 Ibf/in.?, T, = 1000°F. The steam is reheated at 
constant pressure p between the turbine stages to 1000°F. The 
condenser pressure is 1 Ibf/in.? 

(a) If p/p, = 0.2, determine the cycle thermal efficiency and 
the steam quality at the exit of the second-stage turbine. 

(b) Plot the quantities of part (a) versus the pressure ratio 
p/p, ranging from 0.05 to 1.0. 


8.23 An ideal Rankine cycle with reheat uses water as the work- 
ing fluid. The conditions at the inlet to the first-stage turbine 
are 14 MPa, 600°C and the steam is reheated between the tur- 
bine stages to 600°C. For a condenser pressure of 6 kPa, plot 
the cycle thermal efficiency versus reheat pressure for pres- 
sures ranging from 2 to 12 MPa. 


8.24 An ideal Rankine cycle with reheat uses water as the work- 
ing fluid. The conditions at the inlet to the first turbine stage 
аге 1600 Ibf/in?, 1200°F and the steam is reheated between 
the turbine stages to 1200°F. For a condenser pressure of 
1 Ibf/in.?, plot the cycle thermal efficiency versus reheat pres- 
sure for pressures ranging from 60 to 1200 Ibf/in.? 


8.32 Modify the ideal Rankine cycle of Problem 8.2 to include 
one closed feedwater heater using extracted steam at 0.7 MPa. 
Condensate drains from the feedwater heater as saturated liquid 
at 0.7 MPa and is trapped into the condenser. The feedwater 
leaves the heater at 8 MPa and a temperature equal to the satu- 
ration temperature at 0.7 MPa. Answer the same questions about 
the modified cycle as in Problem 8.2 and discuss the results. 


8.33 A power plant operates оп а regenerative vapor power cycle 
with one closed feedwater heater. Steam enters the first turbine 
stage at 120 bar, 520°C and expands to 10 bar, where some of 
the steam is extracted and diverted to a closed feedwater heater. 
Condensate exiting the feedwater heater as saturated liquid at 
10 bar passes through a trap into the condenser. The feedwater 
exits the heater at 120 bar with a temperature of 170°C. The con- 
denser pressure is 0.06 bar. For isentropic processes in each tur- 
bine stage and the pump, determine for the cycle (a) the thermal 
efficiency and (b) the mass flow rate into the first-stage turbine, 
in kg/h, if the net power developed is 320 MW. 


8.34 Reconsider the cycle of Problem 8.33, but include in the 
analysis that each turbine stage has an isentropic efficiency of 
82%. The pump efficiency remains 100%. 


8.35 Modify the ideal Rankine cycle of Problem 8.7 to include 
one closed feedwater heater using extracted steam at 100 Ibf/in.? 
Condensate exiting the heater as saturated liquid at 100 Ibf/in? 
passes through a trap into the condenser. The feedwater leaves 
the heater at 1200 Ibf/in.? and a temperature equal to the satu- 
ration temperature at 100 Ibf/in.? The mass flow rate of steam 
entering the first-stage turbine is the same as the steam flow 
rate in Problem 8.7. Answer the same questions about the mod- 
ified cycle as in Problem 8.7 and discuss the results. 


8.36 Reconsider the cycle of Problem 8.35, but include in the 
analysis that each turbine stage has an isentropic efficiency of 
88% and the pump efficiency is 80%. 


8.41 Plot each of the quantities calculated in Problem 8.40 ver- 
sus evaporator pressure ranging from 0.6 to 4 bar, while the 
condenser pressure remains fixed at 6, 9, and 12 bar. 


8.44 An ideal vapor-compression refrigeration cycle, with am- 
monia as the working fluid, has an evaporator temperature of 
-209С and a condenser pressure of 12 bar. Saturated vapor 
enters the compressor, and saturated liquid exits the condenser. 
The mass flow rate of the refrigerant is 3 kg/min. Determine 
(a) the coefficient of performance. 

(b) the refrigerating capacity, in tons. 


8.45 Refrigerant 134a enters the compressor of an ideal vapor-com- 
pression refrigeration cycle as saturated vapor at — 10°F. The соп- 
denser pressure is 160 Ibf/in.* The mass flow rate of refrigerant 
is 6 Ib/min. Plot the coefficient of performance and the refriger- 
ating capacity, in tons, versus the condenser exit temperature rang- 
ing from the saturation temperature at 160 Ibf/in.? to 90°F. 


8.46 То determine the effect of changing the evaporator tem- 
perature on the performance of an ideal vapor-compression re- 
frigeration cycle, plot the coefficient of performance and the 
refrigerating capacity, in tons, for the cycle in Problem 8.44 
for saturated vapor entering the compressor at temperatures 


ranging from —40 to — 10°С. АП other conditions аге the same 
as in Problem 8.44. 


ЇЕ | 3.47 To determine the effect of changing condenser pressure on 


the performance of an ideal vapor-compression refrigeration 
cycle, plot the coefficient of performance and the refrigerating 
capacity, in tons, for the cycle in Problem 8.44 for condenser 
pressures ranging from 8 to 16 bar. All other conditions are the 
same as in Problem 8.44. 


8.51 А vapor-compression refrigeration system, using ammo- 


nia as the working fluid, has evaporator and condenser pres- 
sures of 2 and 12 bar, respectively. The refrigerant passes 
through each heat exchanger with a negligible pressure drop. 
At the inlet and exit of the compressor, the temperatures are 
— 10°C and 140°C, respectively. The heat transfer rate from the 
working fluid passing through the condenser is 15 kW, and 
liquid exits at 12 bar, 28°C. If the compressor operates 
adiabatically, determine 

(a) the compressor power input, in kW. 

(b) the coefficient of performance. 


8.52 In a vapor-compression refrigeration cycle, ammonia ex- 


its the evaporator as saturated vapor at 25 Ibf/in.? The refrig- 
erant enters the condenser at 250 Ibf/in.? and 350°F, and satu- 
rated liquid exits at 250 Ibf/in.? There is no significant heat 
transfer between the compressor and its surroundings, and the 
refrigerant passes through the evaporator with a negligible 
change in pressure. If the refrigerating capacity is 50 tons, de- 
termine 

(а) the mass flow rate of refrigerant, in Ib/min. 

(b) the power input to the compressor, in Btu/min. 

(c) the coefficient of performance. 

(d) the isentropic compressor efficiency. 


8.53 Тһе capacity of a propane vapor-compression refrigera- 


tion system is 10 tons. Saturated vapor at 40 Ibf/in.* enters the 

compressor, and superheated vapor leaves at 1 10?F, 160 Ibf/in.? 

Heat transfer from the compressor to its surroundings occurs 

at a rate of 3.3 Btu per lb of refrigerant passing through the 

compressor. Liquid refrigerant enters the expansion valve at 

80°F, 160 lbf/in.* The condenser is water-cooled, with water 

entering at 60°F and leaving at 75°F with a negligible change 

in pressure. Determine 

(a) the compressor power input, in Btu/min. 

(b) the mass flow rate of cooling water through the condenser, 
in lb/min. 

(c) the coefficient of performance. 


8.54 А vapor-compression refrigeration system for a household 


refrigerator has a refrigerating capacity of 1000 Btu/h. Re- 
frigerant enters the evaporator at — 10°F and exits at 0°F. The 
isentropic compressor efficiency is 8096. The refrigerant con- 
denses at 95°F and exits the condenser subcooled at 90°F. There 
are no significant pressure drops in the flows through the evap- 
orator and condenser. Determine the evaporator and condenser 
pressures, each in lbf/in.?, the mass flow rate of refrigerant, in 
Ib/min, the compressor power input, in horsepower, and the 
coefficient of performance for (a) Refrigerant 134a and 
(b) propane as the working fluid. 


(AV); = 0.42 m?/s 


8.57 Ammonia is the working fluid іп a vapor-compression heat 


pump system with a heating capacity of 24,000 Btu/h. The 
condenser operates at 250 Ibf/in.?, and the evaporator temper- 
ature is — 10°F. The refrigerant is a saturated vapor at the evap- 
orator exit and a liquid at 105°F at the condenser exit. Pres- 
sure drops in the flows through the evaporator and condenser 
are negligible. The compression process is adiabatic, and the 
temperature at the compressor exit is 360°Е. Determine 

(a) the mass flow rate of refrigerant, in Ib/min. 

(b) the compressor power input, in horsepower. 

(c) the isentropic compressor efficiency. 

(d) the coefficient of performance. 


8.59 А vapor-compression heat pump with a heating capacity of 


500 kJ/min is driven by a power cycle with a thermal efficiency 
of 2596. For the heat pump, Refrigerant 134a is compressed 
from saturated vapor at — 10°С to the condenser pressure of 
10 bar. The isentropic compressor efficiency is 8096. Liquid 
enters the expansion valve at 9.6 bar, 34°С. For the power cy- 
cle, 80% of the heat rejected is transferred to the heated space. 
(a) Determine the power input to the heat pump compressor, 
in kW. 
(b) Evaluate the ratio of the total rate that heat is delivered to 
the heated space to the rate of heat input to the power cy- 
cle. Discuss. 


8.60 A residential heat pump system operating at steady state 


is shown schematically in Fig. P8.60. Refrigerant 22 circulates 
through the components of the system, and property data at 
the numbered states are given on the figure. The compressor 
operates adiabatically. Kinetic and potential energy changes 
are negligible as are changes in pressure of the streams pass- 
ing through the condenser and evaporator. Determine 

(a) the power required by the compressor, in kW, and the isen- 

tropic compressor efficiency. 
(b) the coefficient of performance. 
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Introduction... 


The vapor power systems studied in Chap. 8 use working fluids that are alternately 
vaporized and condensed. The objective of the present chapter is to study power 
systems utilizing working fluids that are always a gas. Included in this group are gas 
turbines and internal combustion engines of the spark-ignition and compression- 
ignition types. In the first part of the chapter, internal combustion engines are 
considered. Gas turbine power plants are discussed in the second part of the chapter. 


Internal Combustion Engines 


This part of the chapter deals with internal combustion engines. Although most gas turbines are 
also internal combustion engines, the name is usually applied to reciprocating internal combus- 
tion engines of the type commonly used in automobiles, trucks, and buses. These engines also 
differ from the power plants considered thus far because the processes occur within reciprocat- 
ing piston—cylinder arrangements and not in interconnected series of different components. 

Two principal types of reciprocating internal combustion engines are the spark-ignition 
engine and the compression-ignition engine. In a spark-ignition engine, a mixture of fuel 
and air is ignited by a spark plug. In a compression-ignition engine, air is compressed to a 
high enough pressure and temperature that combustion occurs spontaneously when fuel is 
injected. Spark-ignition engines have advantages for applications requiring power up to about 
225 kW (300 horsepower). Because they are relatively light and lower in cost, spark-ignition 
engines are particularly suited for use in automobiles. Compression-ignition engines are 
normally preferred for applications when fuel economy and relatively large amounts of power 
are required (heavy trucks and buses, locomotives and ships, auxiliary power units). In the 
middle range, spark-ignition and compression-ignition engines are used. 


EA] Engine Terminology 


Figure 9.1 is a sketch of a reciprocating internal combustion engine consisting of a piston that 
moves within a cylinder fitted with two valves. The sketch is labeled with some special terms. 
Тһе bore of the cylinder is its diameter. The stroke is the distance the piston moves in one di- 
rection. The piston is said to be at top dead center when it has moved to a position where the 
cylinder volume is a minimum. This minimum volume is known as the clearance volume. When 
the piston has moved to the position of maximum cylinder volume, the piston is at bottom dead 
center. The volume swept out by the piston as it moves from the top dead center to the bot- 
tom dead center position is called the displacement volume. The compression ratio r is defined 
as the volume at bottom dead center divided by the volume at top dead center. The recipro- 
cating motion of the piston is converted to rotary motion by a crank mechanism. 
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Figure 9.1 Nomenclature for reciprocating Figure 0.2 Pressure-volume diagram for a 
piston-cylinder engines. reciprocating internal combustion engine. 


In a four-stroke internal combustion engine, the piston executes four distinct strokes within 
the cylinder for every two revolutions of the crankshaft. Figure 9.2 gives a pressure—volume 
diagram such as might be displayed electronically. With the intake valve open, the piston 
makes an intake stroke to draw a fresh charge into the cylinder. For spark-ignition engines, 
the charge is a combustible mixture of fuel and air. Air alone is the charge in compression- 
ignition engines. Next, with both valves closed, the piston undergoes a compression stroke, 
raising the temperature and pressure of the charge. This requires work input from the piston 
to the cylinder contents. A combustion process is then initiated (both valves closed), result- 
ing in a high-pressure, high-temperature gas mixture. Combustion is induced near the end of 
the compression stroke in spark-ignition engines by the spark plug. In compression-ignition 
engines, combustion is initiated by injecting fuel into the hot compressed air, beginning near 
the end of the compression stroke and continuing through the first part of the expansion. A 
power stroke follows the compression stroke, during which the gas mixture expands and work 
is done on the piston as it returns to bottom dead center. The piston then executes an exhaust 
stroke in which the burned gases are purged from the cylinder through the open exhaust valve. 
Smaller engines operate on two-stroke cycles. In two-stroke engines, the intake, compres- 
sion, expansion, and exhaust operations are accomplished in one revolution of the crankshaft. 
Although internal combustion engines undergo mechanical cycles, the cylinder contents do 
not execute a thermodynamic cycle, for matter is introduced with one composition and is 
later discharged at a different composition. 

A parameter used to describe the performance of reciprocating piston engines is the mean 
effective pressure, or mep. The mean effective pressure is the theoretical constant pressure 
that, if it acted on the piston during the power stroke, would produce the same net work as 
actually developed in one cycle. That is 


_ net work for one cycle bd 
mep displacement volume ол) 


9.2 Air-Standard Otto Cycle 


For two engines of equal displacement volume, the one with a higher mean effective 
pressure would produce the greater net work and, if the engines run at the same speed, 
greater power. 


Air-Standard Analysis. А detailed study of the performance of a reciprocating internal com- 
bustion engine would take into account many features. These would include the combustion 
process occurring within the cylinder and the effects of irreversibilities associated with friction 
and with pressure and temperature gradients. Heat transfer between the gases in the cylinder 
and the cylinder walls and the work required to charge the cylinder and exhaust the products 
of combustion also would be considered. Owing to these complexities, accurate modeling of 
reciprocating internal combustion engines normally involves computer simulation. To conduct 
elementary thermodynamic analyses of internal combustion engines, considerable simplifi- 
cation is required. One procedure is to employ an air-standard analysis having the following 
elements: (1) A fixed amount of air modeled as an ideal gas is the working fluid. (2) The 
combustion process is replaced by a heat transfer from an external source. (3) There are no 
exhaust and intake processes as in an actual engine. The cycle is completed by a constant- 
volume heat transfer process taking place while the piston is at the bottom dead center po- 
sition. (4) All processes are internally reversible. In addition, in a cold air-standard analysis, 
the specific heats are assumed constant at their ambient temperature values. With an air- 
standard analysis, we avoid dealing with the complexities of the combustion process and the 
change of composition during combustion. A comprehensive analysis requires that such 
complexities be considered, however. 

Although an air-standard analysis simplifies the study of internal combustion engines con- 
siderably, values for the mean effective pressure and operating temperatures and pressures 
calculated on this basis may depart significantly from those of actual engines. Accordingly, 
air-standard analysis allows internal combustion engines to be examined only qualitatively. 
Still, insights concerning actual performance can result with such an approach. 

In the remainder of this part of the chapter, we consider two cycles that adhere to air-standard 
cycle idealizations: the Otto and Diesel cycles. These cycles differ from each other only in the 
way the heat addition process that replaces combustion in the actual cycle is modeled. 


92 Air-Standard Otto Cycle 


The air-standard Otto cycle is an ideal cycle that assumes the heat addition occurs instanta- 
neously while the piston is at top dead center. The Otto cycle is shown on the p-v and 7-5 
diagrams of Fig. 9.3. The cycle consists of four internally reversible processes in series. 
Process 1-2 is an isentropic compression of the air as the piston moves from bottom dead 
center to top dead center. Process 2-3 is a constant-volume heat transfer to the air from an 
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external source while the piston is at top dead center. This process is intended to represent 
the ignition of the fuel—air mixture and the subsequent rapid burning. Process 3-4 is an 
isentropic expansion (power stroke). The cycle is completed by the constant-volume 
Process 4-І in which heat is rejected from the air while the piston is at bottom dead center. 

Since the air-standard Otto cycle is composed of internally reversible processes, areas on 
е 7—s and р-о diagrams of Fig. 9.3 can be interpreted as heat and work, respectively. On 
the 7-5 diagram, area 2-3-а-0-2 represents the heat added per unit of mass and area 
1—4-—a-b-1 the heat rejected per unit of mass. On the p—v diagram, area 1-2-а-0-1 repre- 
sents the work input per unit of mass during the compression process and area 3-4-һ-а-3 
is the work done per unit of mass in the expansion process. The enclosed area of each fig- 
ure can be interpreted as the net work output or, equivalently, the net heat added. 


Cycle Analysis. The air-standard Otto cycle consists of two processes in which there is 
work but no heat transfer, Processes 1-2 and 3-4, and two processes in which there is heat 
transfer but no work, Processes 2-3 and 4-1. Expressions for these energy transfers are 
obtained by reducing the closed system energy balance assuming that changes in kinetic and 
potential energy can be ignored. The results are 


Wi W34 
Uy — Uy, Из — Ш 
т т 
(9.2) 
Оз Qu 
= из - Uy, H4 — Uy 
m m 


Carefully note that in writing Eqs. 9.2, we have departed from our usual sign convention for 
heat and work. When analyzing cycles, it is frequently convenient to regard all work and heat 
transfers as positive quantities. Thus, W,,/m is a positive number representing the work input 
during compression and Q,,/m is a positive number representing the heat rejected in 
Process 4—1. The net work of the cycle is expressed ав 


усе W34 Wi, 
nC Wi (из — ша) — (u — ш) 


Alternatively, the net work can be evaluated as the net heat added 


Wycie 2 Оз Од 


т т т 


= (us — ш) — (u4 — ш) 


which, on rearrangement, can be placed in the same form as the previous expression for 
net work. 
The thermal efficiency is the ratio of the net work of the cycle to the heat added. 
(из — ш) — (u4 — ш) Ug — Uy 


n= =1 (9.3) 


из — Uy из — И 


When аш table data are used to conduct ап analysis involving ап air-standard Otto cycle, 
the specific internal energy values required by Eq. 9.3 can be obtained from Tables T-9 or 
T-9E as appropriate. The following relationships introduced in Sec. 7.6.2 apply for the 


isentropic processes 1-2 and 3-4 
V2 Uri 
= = 9.4 
02 Он (%) ғ ( ) 


Ү, 
Ur = Оз (s) = FUg (9.5) 
3 


where ғ denotes the compression ratio. Note that since V; = У, and V, = Vi, r = Vi/V; 
V4/V4. The parameter v, is tabulated versus temperature for air in Tables T-9. 
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When the Otto cycle is analyzed оп a cold air-standard basis, the following expressions 
introduced in Sec. 7.6.2 would be used for the isentropic processes in place of Eqs. 9.4 and 
9.5, respectively 


T. ү к= 1 

- = (=) = prk! (constant k) (9.6) 
1 2 

T. үү! 1 

» - (2) = (constant k) (9.7) 
3 4 4 


where К is the specific heat ratio, k = с„/с,. 


Effect of Compression Ratio on Performance. Ву referring to the T-s diagram of Fig. 9.3, 
we can conclude that the Otto cycle thermal efficiency increases as the compression ratio in- 
creases. An increase in the compression ratio changes the cycle from 1—2-3—-4-1 to 1—2'—3'—4—1. 
Since the average temperature of heat addition is greater in the latter cycle and both cycles have 
the same heat rejection process, cycle 1-27-3”-4-1 would have the greater thermal efficiency. 
The increase in thermal efficiency with compression ratio is also brought out simply by the 
following development on a cold air-standard basis. For constant c,, Eq. 9.3 becomes 


с.(Т, = Т) 
с.(Т; - T) 


йы (ту - 1) 
ҮЛТ 


From Eqs. 9.6 and 9.7 above, Т,/Т| = Т;/Т,, so 


== 


Finally, introducing Eq. 9.6 


1 
1=1= = (constant К) (9.8) 
ғ 


Equation 9.8 indicates that the cold air-standard Otto cycle thermal efficiency is a func- 
tion of compression ratio and specific heat ratio. This relationship is shown in Fig. 9.4 
for k = 1.4. 

The foregoing discussion suggests that it is advantageous for internal combustion engines 
to have high compression ratios, and this is the case. The possibility of autoignition, or 
“knock,” places an upper limit on the compression ratio of spark-ignition engines, how- 
ever. After the spark has ignited a portion of the fuel-air mixture, the rise in pressure 
accompanying combustion compresses the remaining charge. Autoignition can occur if the 
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temperature of the unburned mixture becomes too high before the mixture is consumed by 
the flame front. Since the temperature attained by the air—fuel mixture during the com- 
pression stroke increases as the compression ratio increases, the likelihood of autoignition 
occurring increases with the compression ratio. Autoignition may result in high-pressure 
waves in the cylinder (manifested by a knocking or pinging sound) that can lead to loss 
of power as well as engine damage. Fuels formulated with tetraethyl lead are resistant to 
autoignition and thus allow relatively high compression ratios. The unleaded gasoline in 
common use today because of environmental concerns over air pollution limits the com- 
pression ratios of spark-ignition engines to approximately 9. Higher compression ratios 
can be achieved in compression-ignition engines because air alone is compressed. Com- 
pression ratios in the range of 12 to 20 are typical. Compression-ignition engines also can 
use less refined fuels having higher ignition temperatures than the volatile fuels required 
by spark-ignition engines. 

In the next example, we illustrate the analysis of the air-standard Otto cycle. Results are 
compared with those obtained on a cold air-standard basis. 


Example 9.1 Analyzing the Otto Cycle 


The temperature at the beginning of the compression process of an air-standard Otto cycle with a compression ratio of 8 is 
540°R, the pressure is 1 atm, and the cylinder volume is 0.02 f£. The maximum temperature during the cycle is 3600°R. De- 
termine (a) the temperature and pressure at the end of each process of the cycle, (b) the thermal efficiency, and (с) the mean 


effective pressure, in atm. 


Solution 


Known: 


An air-standard Otto cycle with a given value of compression ratio is executed with specified conditions at the 


beginning of the compression stroke and a specified maximum temperature during the cycle. 
Find: Determine the temperature and pressure at the end of each process, the thermal efficiency, and mean effective 


pressure, in atm. 


Schematic and Given Data: 


Assumptions: 

. The air in the piston-cylinder assembly is the closed system. 
. The compression and expansion processes are adiabatic. 

. All processes are internally reversible. 

. The air is modeled as an ideal gas. 

. Kinetic and potential energy effects are negligible. 


л & шо гә = 


3 
—} — T; = 3600°R 


1 — {ý T, = 540° 


Figure EQ.1 
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Analysis: The analysis begins by determining the temperature, pressure, and specific internal energy at each principal 
state of the cycle. At T, = 540°R, Table T-9E gives и = 92.04 Btu/lb and v,, = 144.32. 
For the isentropic compression Process 1-2 


T ү, Од 144,32 18.04 
12 Ur B 
ТЕТЕ 8 


Interpolating with v, in Table T-9E, we get T; = 1212°R and и, = 211.3 Btu/Ib. With the ideal gas equation of state 


n (1 at (228) 17.96 at 
ге I rmm = S айт = 5 айт 
шаа 540°R 


The pressure at state 2 can be evaluated alternatively by using the isentropic relationship, p; = p,(P,o/P,1)- 
Since Process 2-3 occurs at constant volume, the ideal gas equation of state gives 


Т. 3600°R 
рз = Paz = (17.96 21 


у = 53.3 айп 


At T; = 3600°R, Table T-9E gives из = 721.44 Btu/Ib and v, = 0.6449. 
For the isentropic expansion Process 3-4 
V, Vi 
Ом = Оза = Ug — = 0.6449(8) = 5.16 

Уз V; 
Interpolating in Table T-9E with v, gives Т; = 1878°R, и, = 342.2 Btu/Ib. The pressure at state 4 can be found using the 
isentropic relationship p4 = рз(р.4/р,з) or the ideal gas equation of state applied at states 1 and 4. With V4 = Vj, the ideal gas 
equation of state gives 


T, 1878°R 
pa = РТ, zi 21 uu — 3.48 atm 


The thermal efficiency is 


Qaı/m 1-0 
тү = 1 1 
О»/т Из — и) 
342.2 — 92.04 
- 1 0.51(5196) 
721.44 — 211.3 


То evaluate the mean effective pressure requires the net work per cycle. That is 


ШЕ == m| (из ш) (и uy) | 


where m is the mass of the air, evaluated from the ideal gas equation of state as follows: 


piVi 
(R/M)T, 
(14.696 Ibf/in.?)|144 in.?/ft?|(0.02 ft?) 
( 1545 ft- ы) (540°R) 
28.97 1b: °R 
= 149) 55 fiy ib 


m= 


Inserting values into the expression for Wycie 


Weyete = (1.47 х 107° Ib) (721.44 — 342.2) — (211.3 — 92.04)] Btu/Ib 
— 0.382 Btu 
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The displacement volume is V, — V5, so the mean effective pressure is given by 


Waage оо Weycte 
\й = 1% Уй Яс V,/Vi) 
0.382 Btu 778 ft-Ibf|| 1 ft? 
(0.02 ft*)(1 — 1/8) | 1 Btu ЇЕ in? 
= 118 lbffin.? = 8.03 atm < 


mep = 


@ This solution utilizes Table T-9E for air, which accounts explicitly for the variation of the specific heats with temperature. 
A solution also can be developed on a cold air-standard basis in which constant specific heats are assumed. This solution 
is left as an exercise, but for comparison the results are presented in the following table for the case k = 1.4, representing 


atmospheric air: 


Cold Air-Standard Analysis, 


Parameter Air-Standard Analysis k = 1. 

T, IDI 1241°R 

T; 3600°R 3600°R 

Te 1878°R 1567°R 

т 0.51 (51%) 0.565 (56.5%) 

тер 8.03 айп 7.05 айт 
Air-Standard Diesel Cycle 
The air-standard Diesel cycle is an ideal cycle that assumes the heat addition occurs during a 
Diesel cycle constant-pressure process that starts with the piston at top dead center. The Diesel cycle is shown 


on р-о and 7—s diagrams in Fig. 9.5. The cycle consists of four internally reversible processes 
in series. The first process from state 1 to state 2 is the same as in the Otto cycle: an isentropic 
compression. Heat is not transferred to the working fluid at constant volume as in the Otto cy- 
cle, however. In the Diesel cycle, heat is transferred to the working fluid at constant pressure. 
Process 2-3 also makes up the first part of the power stroke. The isentropic expansion from state 
3 to state 4 is the remainder of the power stroke. As in the Otto cycle, the cycle is completed 
Бу constant-volume Process 4-1 in which heat is rejected from the air while the piston is at bot- 
tom dead center. This process replaces the exhaust and intake processes of the actual engine. 
Since the air-standard Diesel cycle is composed of internally reversible processes, areas 
on the 7—5 and р-о diagrams of Fig. 9.5 can be interpreted as heat and work, respectively. 


ГД 


Figure 9.5 p-v and Т-8 
diagrams of the air-standard 
a b V b a 5 Diesel cycle. 


9.3 Air-Standard Diesel Cycle 


On the 7—s diagram, area 2-3-а-0-2 represents the heat added per unit of mass and area 
1-4-а-0-1 is the heat rejected per unit of mass. On the p—v diagram, area 1-2-4-0-1 is the 
work input per unit of mass during the compression process. Area 2-3-4-Һ-а-2 is the work 
done per unit of mass as the piston moves from top dead center to bottom dead center. The 
enclosed area of each figure is the net work output, which equals the net heat added. 


Cycle Analysis. In the Diesel cycle the heat addition takes place at constant pressure. 
Accordingly, Process 2-3 involves both work and heat. The work is given by 


Wo; 
m 


3 

-Í p dv = px(v3 — 9) (9.9) 
2 

The heat added in Process 2-3 сап be found by applying the closed system energy balance 


т(из — Uz) = Оз — Wo; 


Introducing Eq. 9.9 and solving for the heat transfer 


= (из — ш)  p(vs — v;) = (из + роз) — (u, + pvr) 
=h – h, (9.10) 


where the specific enthalpy is introduced to simplify the expression. As in the Otto cycle, 
the heat rejected in Process 4-1 is given by 
Qu 


= шщ — щ 
т 


The thermal efficiency is the ratio of the net work of the cycle to the heat added 


Weycte/m Оц/т Ид — Uy 
О-з/т О-з/т h; = hy 


As for the Otto cycle, the thermal efficiency of the Diesel cycle increases with the com- 
pression ratio. 

To evaluate the thermal efficiency from Eq. 9.11 requires values for и, u4, /;, and Л; or 
equivalently the temperatures at the principal states of the cycle. Let us consider next how 
these temperatures are evaluated. For a given initial temperature T, and compression ratio r, 
the temperature at state 2 can be found using the following isentropic relationship and v, data 


т = (9.11) 


у, 1 


where ғ, = V;/V,, called the cutoff ratio, has been introduced. 
Since V, = Vj, the volume ratio for the isentropic process 3-4 can be expressed as 
V WV Vi Vo r 
V3 У, V3 У, V3 Fe 


(9.12) 


where the compression ratio r and cutoff ratio r, have been introduced for conciseness. 
Using Eq. 9.12 together with v,4 at Т, the temperature T, can be determined by interpo- 
lation once v,, is found from the isentropic relationship 


cutoff ratio 
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In a cold air-standard analysis, the appropriate expression for evaluating 7; is provided by 


Т. ү. к-1 
- - (%) Ag (constant K) 
1 2 


Тһе temperature 7, is found similarly from 


T ү. К-1 A К-1 
2 - (%) = ( ) (constant К) 
3 4 r 


where Eq. 9.12 has been used to replace the volume ratio. 


Effect of Compression Ratio on Performance. As for the Otto cycle, the thermal efficiency 
of the Diesel cycle increases with increasing compression ratio. This can be brought out sim- 
ply using a cold air-standard analysis. On a cold air-standard basis, the thermal efficiency of 
the Diesel cycle can be expressed as 


1 rk—1 
т| = 1 EM - | (constant K) (9.13) 
where r is the compression ratio and r, the cutoff ratio. The derivation is left as an exercise. 
This relationship is shown in Fig. 9.6 for k — 1.4. Equation 9.13 for the Diesel cycle differs 
from Eq. 9.8 for the Otto cycle only by the term in brackets, which for ғ, >> 1 is greater than 
unity. Thus, when the compression ratio is the same, the thermal efficiency of the cold air- 
standard Diesel cycle would be less than that of the cold air-standard Otto cycle. 

In the next example, we illustrate the analysis of the air-standard Diesel cycle. 


Example 9.2 Analyzing the Diesel Cycle 


At the beginning of the compression process of an air-standard Diesel cycle operating with a compression ratio of 18, the tem- 
perature is 300 K and the pressure is 0.1 MPa. The cutoff ratio for the cycle is 2. Determine (a) the temperature and pressure 
at the end of each process of the cycle, (b) the thermal efficiency, (с) the mean effective pressure, in MPa. 


Solution 
Known: Ап air-standard Diesel cycle is executed with specified conditions at the beginning of the compression stroke. The 
compression and cutoff ratios are given. 


Find: Determine the temperature and pressure at the end of each process, the thermal efficiency, and mean effective 
pressure. 


Schematic and Given Data: 


ә о 
Ф ә 


Ф-- 


--үс т=зок 


ә uU 
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Assumptions: 


The air in the piston—cylinder assembly is the closed system. 
The compression and expansion processes are adiabatic. 


All processes are internally reversible. 


The air is modeled as an ideal gas. 


Kinetic and potential energy effects are negligible. 
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Analysis: The analysis begins by determining properties at each principal state of the cycle. With Т, = 300 К, 


Table T-9 gives и, = 214.07 kJ/kg and о, = 621.2. For the isentropic compression process 1-2 


Interpolating in Table T-9, we get T, = 898.3 К and h, = 930.98 kJ/kg. With the ideal gas equation of state 


The pressure at state 2 can be evaluated alternatively using the isentropic relationship, pọ = pi(pi/pa). 
Since Process 2-3 occurs at constant pressure, the ideal gas equation of state gives 


Introducing the cutoff ratio, r, = V3/V> 


From Table T-9, h, = 1999.1 kJ/kg and v = 3.97. 
For the isentropic expansion process 3-4 


Introducing У, = Vj, the compression ratio ғ, and the cutoff ratio r,, we have 


By interpolating in Table T-9 with v,4, ид = 664.3 kJ/kg and Т, = 887.7 К. The pressure at state 4 can be found using the 
isentropic relationship р; = p3(P,4/p,3) or the ideal gas equation of state applied at states 1 and 4. With У, = Vj, the ideal 


gas equation of state gives 


Ру == 


D 
= p,— = (0.1 MP 
Ра Pi Т, ( Л 300 К 


Oe _ (522 


= 
V3 2 


r 18 


300 


= 2(898.3) = 1796.6 K 


V4 V4 ү, 


9 


887.7 K 


= керелу {Г 
wi = 


18 
оо 


34.51 


= ЕЭ = 5.39 МРа 


) = 0.3 МРа 
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(b) The thermal efficiency is found using 


im 1 Од/т u4 — Uy 
Q»/m hy = hy 
664535 1709) 
1 0.578 (57.8%) < 


1,000418. 93098 


(c) The mean effective pressure written in terms of specific volumes is 


Weoycte/m уде /т 
21-0: 9(1- l/r) 


тер 


The net work of the cycle equals the net heat added 


усе Оз Qu 
h h 
m ян P (^5 2) = (us = ш) 


= (1999.1 — 930.98) — (664.3 - 214.07) 


The specific volume at state 1 is 


Inserting values 


= 617.9 kJ/kg 
Ge 5-7 300K) 
(R/M)T, (2897 kg: К : 
DE = 2 5 = 0.861 m"/kg 
pi 10° N/m? 
617.9 kJ/kg үст! 1 MPa 
іпе 
Р 0.86101 — 1/18)ш/кв| 1К] 11105 N/m? 
= 0.76 MPa < 


@ This solution uses the air tables, which account explicitly for the variation of the specific heats with temperature. Note that 
Eq. 9.13 based on the assumption of constant specific heats has not been used to determine the thermal efficiency. The cold 
air-standard solution of this example is left as an exercise. 


Gas Turbine Power Plants 


This part of the chapter deals with gas turbine power plants. Gas turbines tend to be lighter 
and more compact than the vapor power plants studied in Chap. 8. The favorable power- 
output-to-weight ratio of gas turbines makes them well suited for transportation applications 
(aircraft propulsion, marine power plants, and so on). Gas turbines are also commonly used 
for stationary power generation. 


9.4 | Modeling Gas Turbine Power Plants 


Gas turbine power plants may operate on either an open or closed basis. The open mode 
pictured in Fig. 9.7a is more common. This is an engine in which atmospheric air is con- 
tinuously drawn into the compressor, where it is compressed to a high pressure. The air then 
enters a combustion chamber, or combustor, where it is mixed with fuel and combustion oc- 
curs, resulting in combustion products at an elevated temperature. The combustion products 
expand through the turbine and are subsequently discharged to the surroundings. Part of the 
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Figure 0.7 Simple gas turbine. (а) Open to the atmosphere. (b) Closed. 


turbine work developed is used to drive the compressor; the remainder is available to gen- 
erate electricity, to propel a vehicle, or for other purposes. In the system pictured in Fig. 9.79, 
the working fluid receives an energy input by heat transfer from an external source, for 
example a gas-cooled nuclear reactor. The gas exiting the turbine is passed through a heat 
exchanger, where it is cooled prior to reentering the compressor. 

An idealization often used in the study of open gas turbine power plants is that of an 
air-standard analysis. In an air-standard analysis, two assumptions are always made: (1) The 
working fluid is air, which behaves as an ideal gas, and (2) the temperature rise that would 
be brought about by combustion is accomplished by a heat transfer from an external source. 
With an air-standard analysis, we avoid dealing with the complexities of the combustion 
process and the change of composition during combustion. An air-standard analysis simpli- 
fies the study of gas turbine power plants considerably. However, numerical values calculated 
on this basis may provide only qualitative indications of power plant performance. Sufficient 
information about combustion and the properties of products of combustion is known that 
the study of gas turbines can be conducted without the foregoing assumptions. Nevertheless, 
in the interest of simplicity the current presentation proceeds on the basis of an air-standard 
analysis. 


9.5 | Air-Standard Brayton Cycle 


A schematic diagram of an air-standard gas turbine is shown in Fig. 9.8. The directions 
of the principal energy transfers are indicated on this figure by arrows. In accordance with 
the assumptions of an air-standard analysis, the temperature rise that would be achieved 
in the combustion process is brought about by a heat transfer to the working fluid from 
an external source and the working fluid is considered to be air as an ideal gas. With the 
air-standard idealizations, air would be drawn into the compressor at state | from the sur- 
roundings and later returned to the surroundings at state 4 with a temperature greater than 
the ambient temperature. After interacting with the surroundings, each unit mass of dis- 
charged air would eventually return to the same state as the air entering the compressor, 
so we may think of the air passing through the components of the gas turbine as under- 
going a thermodynamic cycle. A simplified representation of the states visited by the air 
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Brayton cycle 
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Qout Figure 0.8 Air-standard gas turbine 
cycle. 


in such a cycle can be devised by regarding the turbine exhaust air as restored to the com- 
pressor inlet state by passing through a heat exchanger where heat rejection to the 
surroundings occurs. The cycle that results with this further idealization is called the air- 
standard Brayton cycle. 


9.5.1 Evaluating Principal Work and Heat Transfers 


The following expressions for the work and heat transfers of energy that occur at steady state 
are readily derived by reduction of the control volume mass and energy rate balances. These 
energy transfers are positive in the directions of the arrows in Fig. 9.8. Assuming the turbine 
operates adiabatically and with negligible effects of kinetic and potential energy, the work 
developed per unit of mass is 

W, 

— = h; — h, (9.14) 

m 
where m denotes the mass flow rate. With the same assumptions, the compressor work per 
unit of mass is 


W. 
= – (9.15) 
т 
The symbol W, denotes work input and takes on a positive value. The heat added to the cycle 
per unit of mass is 


2 = hy — In (9.16) 
m 
The heat rejected per unit of mass is 
Ом = h, — h, (9.17) 
m 


where Qu 18 positive in value. 
The thermal efficiency of the cycle in Fig. 9.8 is 


_ W/m — Wm (а — hj) – (hm — №) 
0,,/т Лу — hy 


(9.18) 
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The back work ratio for the cycle is 


bwr = — = (9.19) 


For the same pressure rise, a gas turbine compressor would require a much greater work in- 
put per unit of mass flow than the pump of a vapor power plant because the average specific 
volume of the gas flowing through the compressor would be many times greater than that of 
the liquid passing through the pump (see discussion of Eq. 7.43a in Sec. 7.8). Hence, a rel- 
atively large portion of the work developed by the turbine is required to drive the compres- 
sor. Typical back work ratios of gas turbines range from 40 to 80%. In comparison, the back 
work ratios of vapor power plants are normally only 1 or 2%. 

If the temperatures at the numbered states of the cycle are known, the specific enthalpies 
required by the foregoing equations are readily obtained from the ideal gas table for air, Table 
T-9 or Table T-9E. Alternatively, with the sacrifice of some accuracy, the variation of the 
specific heats with temperature can be ignored and the specific heats taken as constant. The 
air-standard analysis is then referred to as a cold air-standard analysis. As illustrated by 
the discussion of internal combustion engines given previously, the chief advantage of the 
assumption of constant specific heats is that simple expressions for quantities such as ther- 
mal efficiency can be derived, and these can be used to deduce qualitative indications of cycle 
performance without involving tabular data. 

Since Eqs. 9.14 through 9.19 have been developed from mass and energy rate balances, 
they apply equally when irreversibilities are present and in the absence of irreversibilities. 
Although irreversibilities and losses associated with the various power plant components have 
a pronounced effect on overall performance, it is instructive to consider an idealized cycle 
in which they are assumed absent. Such a cycle establishes an upper limit on the perform- 
ance of the air-standard Brayton cycle. This is considered next. 


9.5.2 Ideal Air-Standard Brayton Cycle 


Ignoring irreversibilities as the air circulates through the various components of the Brayton 
cycle, there are no frictional pressure drops, and the air flows at constant pressure through 
the heat exchangers. If stray heat transfers to the surroundings are also ignored, the processes 
through the turbine and compressor are isentropic. The ideal cycle shown on the p—v and 
T—s diagrams іп Fig. 9.9 adheres to these idealizations. 

Areas on the 7—s and p-v diagrams of Fig. 9.9 can be interpreted as heat and work, re- 
spectively, per unit of mass flowing. On ће 7-5 diagram, area 2-3-а-0-2 represents the heat 
added рег unit of mass and area 1—4—a-b- 1 is the heat rejected per unit of mass. On the p-v 
diagram, area 1—2-a—-b-1 represents the compressor work input per unit of mass and area 
3—4—b-a-3 is the turbine work output per unit of mass (Sec. 7.8). The enclosed area on each 
figure can be interpreted as the net work output or, equivalently, the net heat added. 


Figure 0.0 Air- 
| | standard ideal Brayton 
0 b a 5 cycle. 
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When air table data are used to conduct an analysis involving the ideal Brayton cycle, the 
following relationships, introduced in Sec. 7.6.2, apply for the isentropic processes 1-2 and 3-4 


P2 


ро = Pr (9.20) 
рі 
р. р 

ра = Pa— = Pa— (9.21) 
P3 P2 


Recall that p, is tabulated versus temperature in Table T-9. Since the air flows through the 
heat exchangers of the ideal cycle at constant pressure, it follows that р/р; = р/р. This 
relationship has been used in writing Eq. 9.21. 

When an ideal Brayton cycle is analyzed on a cold air-standard basis, the specific heats 
are taken as constant. Equations 9.20 and 9.21 are then replaced, respectively, by the following 
expressions, introduced in Sec. 7.6.2 


2277 

Т,- (2 2) (9.22) 
Pi 
p, NEC у 27 

Т,- Zu 3 - т? ) (9.23) 
Рз P2 


where k is the specific heat ratio, k = č. бі 
In the next example, we illustrate the analysis of ап ideal air-standard Brayton cycle and 
compare results with those obtained on a cold air-standard basis. 


Example 9.3 Analyzing the Ideal Brayton Cycle 


Air enters the compressor of an ideal air-standard Brayton cycle at 100 kPa, 300 К, with a volumetric flow rate of 5 m/s. 
The compressor pressure ratio is 10. The turbine inlet temperature is 1400 K. Determine (a) the thermal efficiency of the 
cycle, (b) the back work ratio, (с) the net power developed, in kW. 


Solution 

Known: An ideal air-standard Brayton cycle operates with given compressor inlet conditions, given turbine inlet tempera- 
ture, and a known compressor pressure ratio. 

Find: Determine the thermal efficiency, the back work ratio, and the net power developed, in kW. 


Schematic and Given Data: 


Qin Т 3/ 
T; = 1400 K —4— 


2.10 ИНЖ ==== ^ T,-1400K 


Figure EQ.3 
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Assumptions: 

1. Each component is analyzed as a control volume at steady state. The control volumes are shown on the accompanying 
sketch by dashed lines. 

2. The turbine and compressor processes are isentropic. 

3. There are no pressure drops for flow through the heat exchangers. 

4. Kinetic and potential energy effects are negligible. 

5. The working fluid is air modeled as an ideal gas. 


Properties: The analysis begins by determining the specific enthalpy at each numbered state of the cycle. At state 1, the 
temperature is 300 К. From Table Т-9, Л, = 300.19 kJ/kg апар, = 1.386. 
Since the compressor process is isentropic, the following relationship can be used to determine h, 


ро = Pal = (10)(1.386) = 13.86 
1 


Then, interpolating in Table T-9, we obtain h, = 579.9 kJ/kg. 

The temperature at state 3 is given as Т, = 1400 К. With this temperature, the specific enthalpy at state 3 from 
Table T-9 is Л = 1515.4 kJ/kg. Also, рз = 450.5. 

The specific enthalpy at state 4 is found by using the isentropic relation 


in ра? = (450.5)(1/10) = 45.05 


2) 


Interpolating in Table Т-9, we get hy = 808.5 kJ/kg. 


Analysis: (a) The thermal efficiency is 


(W,/m) — (W./m) 


0,/т 
(hy — h) — (h; — hy) (1515.4 — 808.5) = (579.9 = 300.19) 
CREE 15154 — 579.9 
MED = VE 
.457 (45.7 < 
935.5 о 


(Б) Тһе back work ratio is 


W.m !,-! 279.7 
b 0.396 (39.6%) < 
WU Wm і-і, 706.9 252 


(с) Тһе net power developed is 


Wee m{(h3 h4) (hy hi)] 


To evaluate the net power requires the mass flow rate т, which сап be determined from the volumetric flow rate and specific 
volume at the compressor inlet as follows 


Since v, = (R/M)T,/p,, this becomes 


(AV)p,  (5m?s)100 x 10° N/m?) 


(R/M)T, ЕЕ xm) 
EEE K 
28.97 kg: K шив 


5.807 kg/s 
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Finally, 


2481 kW < 


KJ\| 1 kW 
УУ ас = (5.807 kg/s)(706.9 тол) ) 


kg/|1kI/s 


@ The use of the ideal gas table for air is featured in this solution. A solution also can be developed on a cold air-standard 
basis in which constant specific heats are assumed. The details are left as an exercise, but for comparison the results are 
presented in the following table for the case k = 1.4, representing atmospheric air: 


Cold Air-Standard Analysis, 


Parameter Air-Standard Analysis k = 1.4 
T, 574.1 K SIIR 
T 7877 К 725.1 K 
т 0.457 0.482 
Бууг 0.396 0.414 
Wod 2481 kW 2308 kW 


Ө The value of the back work ratio in the present gas turbine case is significantly greater than the back work ratio of the sim- 
ple vapor power cycle of Example 8.1. 


Effect of Pressure Ratio on Performance. Conclusions that are qualitatively correct for actual 
gas turbines can be drawn from a study of the ideal Brayton cycle. The first of these conclusions 
is that the thermal efficiency increases with increasing pressure ratio across the compressor. 


6) Е For Example... referring again to the T—s diagram of Fig. 9.9, we see that ап increase in the 
g F pressure ratio changes the cycle from 1-2-3-4-1 to 1—2'-3'-4-1. Since the average tem- 
= | 


perature of heat addition is greater in the latter cycle and both cycles һауе the same heat ге- 


- jection process, cycle 1-27-3”-4-1 would have the greater thermal efficiency. A 
oL- 1 | d 
0 2 4 6 8 10 


Compressor pressure ratio 


Figure 0.10 Ideal 


The increase in thermal efficiency with the compressor pressure ratio is shown in Fig. 9.10. 
There is a limit of about 1700 K (3060°R) imposed by metallurgical considerations on the 
: maximum allowed temperature at the turbine inlet. It is instructive, therefore, to consider the 
Brayton cycle thermal . . балан 
efficiency versus effect of compressor pressure ratio on thermal efficiency when the turbine inlet temperature 
compressor pressure ratio. is restricted to the maximum allowable temperature. The 7—s diagrams of two ideal Brayton 
cycles having the same turbine inlet temperature but different compressor pressure ratios are 
shown in Fig. 9.11. Cycle A has a greater pressure ratio than cycle B and thus the greater 


Cycle A: 1-2’-3’-4’-1 
larger thermal efficiency 


ge CMT eee Turbine inlet 
3 temperature 


4 Cycle В: 1-2-3-4-1 
амалы Figure 0.11 \deal Brayton cycles with 
different pressure ratios and the same turbine 


s inlet temperature. 
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thermal efficiency. However, cycle B has a larger enclosed area and thus the greater net work 
developed per unit of mass flow. Accordingly, for cycle A to develop the same net power 
output as cycle B, a larger mass flow rate would be required, and this might dictate a larger 
system. These considerations are important for gas turbines intended for use in vehicles where 
engine weight must be kept small. For such applications, it is desirable to operate near the 
compressor pressure ratio that yields the most work per unit of mass flow and not the pres- 
sure ratio for the greatest thermal efficiency. 


9.5.3 Gas Turbine Irreversibilities and Losses 


The principal state points of an air-standard gas turbine might be shown more realistically 
as in Fig. 9.12a. Because of frictional effects within the compressor and turbine, the work- 
ing fluid would experience increases in specific entropy across these components. Owing 
to friction, there also would be pressure drops as the working fluid passes through the heat 
exchangers. However, because frictional pressure drops are less significant sources of irre- 
versibility, we ignore them in subsequent discussions and for simplicity show the flow 
through the heat exchangers as occurring at constant pressure. This is illustrated by 
Fig. 9.12b. Stray heat transfers from the power plant components to the surroundings rep- 
resent losses, but these effects are usually of secondary importance and are also ignored in 
subsequent discussions. 

As the effect of irreversibilities in the turbine and compressor becomes more pronounced, 
the work developed by the turbine decreases and the work input to the compressor increases, 
resulting in a marked decrease in the net work of the power plant. Accordingly, if an appre- 
ciable amount of net work is to be developed by the plant, relatively high turbine and com- 
pressor efficiencies are required. After decades of developmental effort, efficiencies of 80 to 
90% can now be achieved for the turbines and compressors in gas turbine power plants. Des- 
ignating the states as in Fig. 9.12b, the isentropic turbine and compressor efficiencies are 
given by 


W/m) 74-01, 

т, ш =з М (9.24) 
(W,/m), йз — ha, 
W./m), In, —h 

as ( ) LA 1 (9.25) 


The effect of irreversibilities in the turbine and compressor is important. Still, among the 
irreversibilities of actual gas turbine power plants, combustion irreversibility is the most sig- 
nificant by far. The simplified air-standard analysis does not allow this irreversibility to be 
evaluated, however. 


(a) (b) 


Figure 0.12 Effects of irreversibilities on the air-standard gas turbine. 
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Example 9.4 brings out the effect of turbine and compressor irreversibilities on plant 
performance. 


Example 9.4 Brayton Cycle with Irreversibilities 


Reconsider Example 9.3, but include in the analysis that the turbine and compressor each have an isentropic efficiency of 


80%. Determine for the modified cycle (a) the thermal efficiency of the cycle, (b) the back work ratio, (с) the net power de- 
veloped, in kW. 


Solution 

Known: Ап air-standard Brayton cycle operates with given compressor inlet conditions, given turbine inlet temperature, and 
known compressor pressure ratio. The compressor and turbine each have an isentropic efficiency of 80%. 

Find: Determine the thermal efficiency, the back work ratio, and the net power developed, in kW. 


Schematic and Given Data: 


3/ 


T,-1400K —1— 


Assumptions: 

. Each component is analyzed as a control volume at steady state. 

. The compressor and turbine are adiabatic. 

. There are no pressure drops for flow through the heat exchangers. 
. Kinetic and potential energy effects are negligible. 

. The working fluid is air modeled as an ideal gas. 


о ы іа 


Figure Е0.4 
Analysis: (а) The thermal efficiency is given by 
(W/m) - (W./in) 
o m 


The work terms in the numerator of this expression are evaluated using the given values of the compressor and turbine isen- 
tropic efficiencies as follows: 


The turbine work per unit of mass is 


where тү, is the turbine efficiency. The value of (Wm), is determined in the solution to Example 9.3 as 706.9 kJ/kg. Thus 
W, 
жаа 0.8(706.9) = 565.5 kJ/kg 


For the compressor, the work per unit of mass is 


where тү. is the compressor efficiency. The value of (W./m), is determined in the solution to Example 9.3 as 279.7 kJ/kg, so 


М, 2797 
—— = —— = 349.6 kJ/kg 
т 0.8 
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The specific enthalpy at the compressor exit, /,, is required to evaluate the denominator of the thermal efficiency expres- 
sion. This enthalpy can be determined by solving 


W. 
TES са hy = Л, 
т 
to obtain 

hy = h, + W./m 


Inserting known values 


h, = 300.19 + 349.6 = 649.8 kJ/kg 
The heat transfer to the working fluid per unit of mass flow is then 
Oin 


m 


h; — hy = 1515.4 — 649.8 = 865.6 kJ/kg 


where h; is from the solution to Example 9.3. 
Finally, the thermal efficiency is 


565.5 — 349.6 
.249 (24. < 
Ч 865.6 р 
(b) Тһе back work ratio is 
W./m 349.6 
з. 0.618 (61.8%) < 
W/m 565.5 


(c) The mass flow rate is the same as in Example 9.3. The net power developed by the cycle is then 


kg kJ | 1 kW 
807 5345) 1254 kW. < 
© 1277 (s 807 — Jess 3 228 ТЕПЕ 54 kW 


@ The solution to this example on а cold air-standard basis is left as an exercise. 


@ Irreversibilities within the turbine and compressor have a significant impact on the performance of gas turbines. This is 
brought out by comparing the results of the present example with those of Example 9.3. Irreversibilities result in an in- 
crease in the work of compression and a reduction in work output of the turbine. The back work ratio is greatly increased 
and the thermal efficiency significantly decreased. 


9.6 | Regenerative Gas Turbines 


The turbine exhaust temperature of a gas turbine is normally well above the ambient tem- 

perature. Accordingly, the hot turbine exhaust gas has a potential for use that would be 

irrevocably lost were the gas discarded directly to the surroundings. One way of utilizing this 

potential is by means of a heat exchanger called a regenerator, which allows the air exiting regenerator 
the compressor to be preheated before entering the combustor, thereby reducing the amount 

of fuel that must be burned in the combustor. 

An air-standard Brayton cycle modified to include a regenerator is illustrated in Fig. 9.13. 
The regenerator shown is a counterflow heat exchanger through which the hot turbine ex- 
haust gas and the cooler air leaving the compressor pass in opposite directions. Ideally, no 
frictional pressure drop occurs in either stream. The turbine exhaust gas is cooled from state 
4 to state y, while the air exiting the compressor is heated from state 2 to state x. Hence, a 
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Regenerator 


Qi, 


Combustor 


Figure 0.13 Regenerative air-standard gas turbine cycle. 


heat transfer from a source external to the cycle is required only to increase the air temper- 
ature from state x to state 3, rather than from state 2 to state 3, as would be the case with- 
out regeneration. The heat added per unit of mass is then given by 


2 = hj = h, (9.26) 
m 


The net work developed per unit of mass flow is not altered by the addition of a regenera- 
tor. Thus, since the heat added is reduced, the thermal efficiency increases. 


Regenerator Effectiveness. From Eq. 9.26 it can be concluded that the external heat trans- 
fer required by a gas turbine power plant decreases as the specific enthalpy h, increases and 
thus as the temperature Т, increases. Evidently, there is an incentive in terms of fuel saved 
for selecting a regenerator that provides the greatest practical value for this temperature. To 
consider the maximum theoretical value for Т,, refer to Fig. 9.14a, which shows typical tem- 
perature variations of the hot and cold streams of a counterflow heat exchanger. Since a fi- 
nite temperature difference between the streams is required for heat transfer to occur, the 
temperature of the cold stream at each location, denoted by the coordinate z, is less than that 
of the hot stream. In particular, the temperature of the cold stream as it exits the heat ex- 
changer is less than the temperature of the incoming hot stream. If the heat transfer area were 
increased, providing more opportunity for heat transfer between the two streams, there would 
be a smaller temperature difference at each location. In the limiting case of infinite heat trans- 
fer area, the temperature difference would approach zero at all locations, as illustrated in 
Fig. 9.14b, and the heat transfer would approach reversibility. In this limit, the exit temper- 
ature of the cold stream would approach the temperature of the incoming hot stream. Thus, 
the highest possible temperature that could be achieved by the cold stream is the tempera- 
ture of the incoming hot gas. 

Referring again to the regenerator of Fig. 9.13, we can conclude from the discussion of 
Fig. 9.14 that the maximum theoretical value for the temperature T, is the turbine exhaust 
temperature Т, obtained if the regenerator were operating reversibly. The regenerator effec- 
tiveness, Neg» is a parameter that gauges the departure of an actual regenerator from such an 
ideal regenerator. It is defined as the ratio of the actual enthalpy increase of the air flowing 
through the compressor side of the regenerator to the maximum theoretical enthalpy increase. 
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Lz Hot z Hot 
stream in |l stream in 
Cold Cold / / 
stream іп stream іп 
ot Thot, in ya Thot, in 
Tota, out 
Thot, out cod соз 
Тео, їп Тео, їп 
АТ АТ- 0 
Ж. 
z А 2 
(а) (5) 


Figure 0.14 Temperature distributions іп counterflow heat exchangers. (a) Actual. (b) Reversible. 


That is, the regenerator effectiveness is 


h, —h 
Meeg = : (9.27) 
8 hy — hy 


As heat transfer approaches reversibility, л, approaches hy and ту. tends to unity (100%). 

In practice, regenerator effectiveness values typically range from 60 to 80%, and thus the 
temperature Т, of the air exiting on the compressor side of the regenerator is normally well 
below the turbine exhaust temperature. To increase the effectiveness above this range would 
require greater heat transfer area, resulting in equipment costs that cancel any advantage due 
to fuel savings. Moreover, the greater heat transfer area that would be required for a larger 
effectiveness can result in a significant frictional pressure drop for flow through the regen- 
erator, thereby affecting overall performance. The decision to add a regenerator is influenced 
by considerations such as these, and the final decision is primarily an economic one. For fur- 
ther discussion of heat exchangers see Sec. 17.5. 

In Example 9.5, we analyze an air-standard Brayton cycle with regeneration and explore 
the effect on thermal efficiency as the regenerator effectiveness varies. 


Example 9.5 Brayton Cycle with Regeneration 


regenerator effectiveness 


A regenerator is incorporated in the cycle of Example 9.3. (a) Determine the thermal efficiency for a regenerator effective- 


ness of 80%. (b) Plot the thermal efficiency versus regenerator effectiveness ranging from 0 to 80%. 


Solution 


Known: A regenerative gas turbine operates with air as the working fluid. The compressor inlet state, turbine inlet temper- 


ature, and compressor pressure ratio are known. 


Find: For a regenerator effectiveness of 80%, determine the thermal efficiency. Also plot the thermal efficiency versus the 


regenerator effectiveness ranging from 0 to 80%. 
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Schematic and Given Data: 


Газ л 
ЛИН 


Т 3/ 


Ту = 1400 K —$— 


r= г ———- 


Combustor 


Figure EQ.5 


Assumptions: 

1. Each component is analyzed as a control volume at steady state. The control volumes are shown on the accompanying 
sketch by dashed lines. 

. The compressor and turbine processes are isentropic. 

. There are no pressure drops for flow through the heat exchangers. 

. The regenerator effectiveness is 80% in part (a). 

. Kinetic and potential energy effects are negligible. 

. The working fluid is air modeled as an ideal gas. 


© ч & WN 


Properties: Тһе specific enthalpy values at the numbered states on the 7—s diagram аге the same as those in Example 9.3: 
h; = 300.19 kJ/kg, hy = 579.9 kJ/kg, h, = 1515.4 kJ/kg, hy = 808.5 kJ/kg. 
To find the specific enthalpy h,, the regenerator effectiveness is used as follows: By definition 
hy us h, 
а = 105 


Nreg z 

Solving for hy 
һ, = ШЕТІ БЕ h) 18 hy 
= (0.8)(808.5 — 579.9) + 579.9 = 762.8 kJ/kg 


Analysis: (a) With the specific enthalpy values determined above, the thermal efficiency is 
(М.т) — (W./in) _ (hs — hy) = (ha — hi) 
(д,/т) (hs — hy) 
(1515.4 — 808.5) — (579.9 — 300.19) 
(1515.4 — 762.8) 


ө = 0.568 (56.8%) < 
(5) Plot. (CD-ROM) 


@ The values for work per unit of mass flow of the compressor and turbine are unchanged by the addition of the regenera- 
tor. Thus, the back work ratio and net work output are not affected by this modification. 


Ө Comparing the present thermal efficiency value with the one determined in Example 9.3, it should be evident that the ther- 
mal efficiency can be increased significantly by means of regeneration. 
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In this chapter, we have studied the thermodynamic modeling of internal combustion engines 
and gas turbine power plants. The modeling of cycles is based on the use of air-standard 
analysis, where the working fluid is considered to be air as an ideal gas. 

The processes in internal combustion engines are described in terms of two air-standard cy- 
cles: the Otto and Diesel cycles, which differ from each other only in the way the heat addition 
process is modeled. For these cycles, we have evaluated the principal work and heat transfers 
along with two important performance parameters: the mean effective pressure and the thermal 
efficiency. The effect of varying compression ratio on cycle performance is also investigated. 

The performance of simple gas turbine power plants is described in terms of the air- 
standard Brayton cycle. For this cycle, we evaluate the principal work and heat transfers 
along with two important performance parameters: the back-work ratio and the thermal 
efficiency. We also consider the effects on performance of irreversibilities and of varying 
compressor pressure ratio. The regenerative gas turbine also is discussed. 

The following list provides a study guide for this chapter. When your study of the text 
and end-of-chapter exercises has been completed, you should be able to 


ө write out the meanings of the terms listed in the margin throughout the chapter and 
understand each of the related concepts. The subset of key terms listed here in the 
margin is particularly important. 


* sketch p-v and 7—s diagrams of the Otto and Diesel cycles. Apply the closed system 
energy balance and the second law along with property data to determine the per- 
formance of these cycles, including mean effective pressure, thermal efficiency, and 
the effects of varying compression ratio. 

* sketch schematic diagrams and accompanying 7—s diagrams of the Brayton cycle and 
the regenerative gas turbine. In each case, be able to apply mass and energy balances, 
the second law, and property data to determine gas turbine power cycle performance, 
including thermal efficiency, back work ratio, net power output, and the effects of 
varying compressor pressure ratio. 


Problems 


Otto Cycle 


9.1 Ап air-standard Otto cycle has a compression ratio of 8.5. At 
the beginning of compression, p, = 100 kPa and T, = 300 К. 94 


(c) the thermal efficiency. 


(CD-ROM) 
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mean effective pressure 
air-standard analysis 
Otto cycle 

Diesel cycle 

Brayton cycle 
regenerator effectiveness 


(d) the mean effective pressure, in bar. 


The heat addition per unit mass of air is 1400 kJ/kg. Determine 
(a) the net work, in kJ per kg of air. 

(b) the thermal efficiency of the cycle. 

(c) the mean effective pressure, in kPa. 

(d) the maximum temperature in the cycle, in K. 


9.2 Solve Problem 9.1 on a cold air-standard basis with spe- 
cific heats evaluated at 300 K. 


9.3 At the beginning of the compression process of an air- 
standard Otto cycle, p, = 1 bar, T, = 290 К, V, = 400 ст. 
The maximum temperature in the cycle is 2200 K and the com- 
pression ratio is 8. Determine 
(a) the heat addition, in kJ. 

(b) the net work, in kJ. 


9.5 Solve Problem 9.3 on a cold air-standard basis with spe- 
cific heats evaluated at 300 K. 


9.6 Consider the cycle in Problem 9.3 as a model of the processes 
in each cylinder of a spark-ignition engine. If the engine has 
four cylinders and the cycle is repeated 1200 times per min in 
each cylinder, determine the net power output, in kW. 


9.7 Anair-standard Otto cycle has a compression ratio of 6 and 
the temperature and pressure at the beginning of the compres- 
sion process are 520°R and 14.2 Ibf/in.?, respectively. The heat 
addition per unit mass of air is 600 Btu/Ib. Determine 
(a) the maximum temperature, in ^R. 

(b) the maximum pressure, in Ibf/in.? 
(c) the thermal efficiency. 
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9.8 | Solve Problem 9.7 оп a cold air-standard basis with spe- 
cific heats evaluated at 520°R. 


9.9 (CD-ROM) 
910 (CD-ROM) 


9.11 Ап air-standard Otto cycle has a compression ratio of 9. 
At the beginning of compression, p, = 95 kPa and T, = 37°С. 
The mass of air is 3 g, and the maximum temperature in the 
cycle is 1020 K. Determine 
(a) the heat rejection, in kJ. 

(b) the net work, in kJ. 
(c) the thermal efficiency. 
(d) the mean effective pressure, in kPa. 


9.12 The compression ratio of a cold air-standard Otto cycle 
is 8. At the end of the expansion process, the pressure is 
90 Ibf/in.? and the temperature is 900°R. The heat rejection 
from the cycle is 70 Btu per Ib of air. Assuming k = 1.4, 
determine 
(a) the net work, in Btu per Ib of air. 

(b) the thermal efficiency. 
(c) the mean effective pressure, in Ibf/in.? 


9.13 (CD-ROM) 


9.14 A four-cylinder, four-stroke internal combustion engine 
has a bore of 3.75 in. and a stroke of 3.45 in. The clearance 
volume is 17% of the cylinder volume at bottom dead center 
and the crankshaft rotates at 2600 RPM. The processes within 
each cylinder are modeled as an air-standard Otto cycle with 
a pressure of 14.6 Ibf/in.? and a temperature of 60°F at the 
beginning of compression. The maximum temperature in the 
cycle is 5200°R. Based on this model, calculate the net work 
per cycle, in Btu, and the power developed by the engine, in 
horsepower. 


9.15 (CD-ROM) 
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Diesel Cycle 


9.17 The pressure and temperature at the beginning of com- 
pression of an air-standard Diesel cycle are 95 kPa and 290 K, 
respectively. At the end of the heat addition, the pressure is 
6.5 MPa and the temperature is 2000 K. Determine 
(a) the compression ratio. 

(b) the cutoff ratio. 
(c) the thermal efficiency of the cycle. 
(d) the mean effective pressure, in kPa. 


9.18 Solve Problem 9.17 on a cold air-standard basis with spe- 
cific heats evaluated at 300 K. 


9.19 Тһе compression ratio of an air-standard Diesel cycle is 
17 and the conditions at the beginning of compression are 
p; = 14.0 Ibf/in?, V, = 2 ft, and T, = 5209. The maxi- 
mum temperature in the cycle is 4000°R. Calculate 
(a) the net work for the cycle, in Btu. 

(b) the thermal efficiency. 
(c) the mean effective pressure, in Ibf/in.? 
(d) the cutoff ratio. 


9.20 Solve Problem 9.19 on a cold air-standard basis with spe- 


cific heats evaluated at 520°R. 


9.21 Тһе conditions at the beginning of compression in an air- 


standard Diesel cycle are fixed by p, — 200 kPa, T, — 380 K. 
The compression ratio is 20 and the heat addition per unit mass 
is 900 kJ/kg. Determine 

(a) the maximum temperature, in K. 

(b) the cutoff ratio. 

(c) the net work per unit mass of air, in kJ/kg. 

(d) the thermal efficiency. 

(e) the mean effective pressure, in kPa. 


9.22 Anair-standard Diesel cycle has a compression ratio of 16 


and a cutoff ratio of 2. At the beginning of compression, p, — 
14.2 Ibf/in?, У, = 0.5 ft’, and T, = 52098. Calculate 

(a) the heat added, in Btu. 

(b) the maximum temperature in the cycle, in °R. 

(c) the thermal efficiency. 

(d) the mean effective pressure, in Ibf/in.? 


9.23 Тһе displacement volume of an internal combustion en- 


gine is 3 liters. The processes within each cylinder of the en- 
gine are modeled as an air-standard Diesel cycle with a cutoff 
ratio of 2.5. The state of the air at the beginning of compres- 
sion is fixed by p, — 95 kPa, T, — 229С, and V, - 3.2 liters. 
Determine the net work per cycle, in kJ, the power developed 
by the engine, in kW, and the thermal efficiency, if the cycle 
is executed 2000 times per min. 


9.24 Тһе state at the beginning of compression of an air- 


standard Diesel cycle is fixed by p, — 100 kPa and T, — 310 K. 
The compression ratio is 15. For a cutoff ratio of 1.5 find 
(a) the maximum temperature, in K. 

(b) the pressure at the end of the expansion, in kPa. 

(c) the net work per unit mass of air, in kJ/kg. 

(d) the thermal efficiency. 


9.25 An air-standard Diesel cycle has a maximum temperature 


of 1800 K. At the beginning of compression, p, — 95 kPa and 
T, — 300 K. The mass of air is 12 g. For a compression ratio 
of 15, determine 

(a) the net work of the cycle, in kJ. 

(b) the thermal efficiency. 

(c) the mean effective pressure, in kPa. 


9.26 At the beginning of compression in an air-standard Diesel 


cycle, p, = 96 kPa, V, = 0.016 т”, and T, = 290 К. The com- 
pression ratio is 15 and the maximum cycle temperature is 
1290 K. Determine 

(a) the mass of air, in kg. 

(b) the heat addition and heat rejection per cycle, each in kJ. 
(c) the net work, in kJ, and the thermal efficiency. 


9.27 (CD-ROM) 


Brayton Cycle 


9.28 Air enters the compressor of an ideal air-standard Bray- 


ton cycle at 100 kPa, 300 K, with a volumetric flow rate of 
5 m/s. The compressor pressure ratio is 10. For a turbine in- 
let temperature of 1000 K, find 


(a) the thermal efficiency of the cycle. 
(b) the back work ratio. 
(c) the net power developed, in kW. 


9.29 Air enters the compressor of an ideal air-standard Bray- 
ton cycle at 100 kPa, 300 K, with a volumetric flow rate of 5 
m/s. The turbine inlet temperature is 1400 К. For a compres- 
sor pressure ratio of 8, determine 
(a) the thermal efficiency of the cycle. 

(b) the back work ratio. 
(c) the net power developed, in kW. 


9.30 The rate of heat addition to an air-standard Brayton cycle 
is 5.2 X 107 Btu/h. The pressure ratio for the cycle is 12 and 
the minimum and maximum temperatures are 520°R and 
2800°R, respectively. Determine 
(a) the thermal efficiency of the cycle. 

(b) the mass flow rate of air, in Ib/h. 
(c) the net power developed by the cycle, in Btu/h. 


9.31 Solve Problem 9.30 on a cold air-standard basis with spe- 
cific heats evaluated at 520°R. 


9.32 (CD-ROM) 
9.33 (CD-ROM) 


9.34 Тһе compressor and turbine of a simple gas turbine each 
have isentropic efficiencies of 90%. The compressor pressure 
ratio is 12. The minimum and maximum temperatures are 
290 K and 1400 K, respectively. On the basis of an air-standard 
analysis, compare the values of (a) the net work per unit mass 
of air flowing, in kJ/kg, (b) the heat rejected per unit mass of 
air flowing, in kJ/kg, and (c) the thermal efficiency to the same 
quantities evaluated for an ideal cycle. 


9.35  Airenters the compressor of a simple gas turbine at p, — 
14 Ibf/in.?, T, = 52098. The isentropic efficiencies of the com- 
pressor and turbine are 83 and 87%, respectively. The com- 
pressor pressure ratio is 14 and the temperature at the turbine 
inlet is 2500°R. The net power developed is 5 Х 10° Btu/h. 
On the basis of an air-standard analysis, calculate 
(a) the volumetric flow rate of the air entering the compres- 
sor, in ft?/min. 

(b) the temperatures at the compressor and turbine exits, each 
in °R. 

(c) the thermal efficiency of the cycle. 

9.36 Solve Problem 9.35 on a cold air-standard basis with 
specific heats evaluated at 520°R. 
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Regenerative Gas Turbines 


9.37 Reconsider Problem 9.34, but include a regenerator in the 
cycle. For a regenerator effectiveness of 80%, determine 
(a) the heat addition per unit mass of air flowing, in kJ/kg. 
(b) the thermal efficiency. 


9.38 Reconsider Problem 9.35, but include a regenerator in the 
cycle. For a regenerator effectiveness of 78% determine 
(a) the thermal efficiency. 
(b) the percent decrease in heat addition to the air. 


9.39 Ап air-standard Brayton cycle has a compressor pressure 
ratio of 10. Air enters the compressor at p, = 14.7 Ibf/in.?, 
Т, = 70°F, with a mass flow rate of 90,000 Ib/h. The turbine 
inlet temperature is 220098. Calculate the thermal efficiency 
and the net power developed, in horsepower, if 
(a) the turbine and compressor isentropic efficiencies are each 
100%. 

(9) the turbine and compressor isentropic efficiencies are 88 
and 84%, respectively. 

(c) the turbine and compressor isentropic efficiencies are 88 
and 84%, respectively, and a regenerator with an effec- 
tiveness of 80% is incorporated. 


9.40 Air enters the compressor of a regenerative gas turbine 
with a volumetric flow rate of 1.4 X 10° ft/min at 14 Ibf/in.?, 
540°R, and is compressed to 70 Ibf/in.? The air then passes 
through the regenerator and exits at 1060°R. The temperature 
at the turbine inlet is 1540°R. The compressor and turbine each 
have an isentropic efficiency of 80%. Using an air-standard 
analysis, calculate 
(a) the thermal efficiency of the cycle. 

(b) the regenerator effectiveness. 
(c) the net power output, in Btu/h. 
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Gas Turbines for Aircraft Propulsion 
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(b) The /T code for the solution follows, where т], is denoted as etareg, n is eta, Weomp /m is Wcomp, and so on. 


// Fix the states 

ТІГІ = S00) I< 

p1 = 100 // kPa 

[== y ARN" Ы) 

Si exe WIPUZNIE Wil, р) 


p2 - 1000 // kPa 

GP exe WIPE UZ, 2) 
52551451 

[n2 x m T АТТЫ VA) 


ТЗ = 1400 // К 

p3 = p2 

es = TAN, ЇЗ) 

ЄЗ = БАР А ТОЗ DS) 


p4 = p1 
54 = s TP("Air", TA, р4) 
54 = 53 


h4 = h_T(“Air”, Т4) 


etareg = 0.8 
hx = etareg * (h4 — h2) + h2 


/[ Thermal efficiency 
Wcomp - h2 - h1 

Wturb - h3 - h4 

Qin = h3 - hx 

eta = (Wturb - Wcomp)/Qin 


Using the Explore button, sweep etareg from 0 to 0.8 in steps of 0.01. Then, using the Graph button, obtain the following plot: 
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Regenerator effectiveness 


From the computer data, we see that the cycle thermal efficiency increases from 0.456, which agrees closely with the result 
of Example 9.3 (no regenerator), to 0.567 for a regenerator effectiveness of 80%, which agrees closely with the result of 
part (a). This trend is also seen in the accompanying graph. Regenerator effectiveness is seen to have a significant effect on 
cycle thermal efficiency. 


Gas Turbines for Aircraft Propulsion 


Gas turbines are particularly suited for aircraft propulsion because of their favorable power- 
to-weight ratios. The turbojet engine is commonly used for this purpose. As illustrated in 
Fig. 9.15, this type of engine consists of three main sections: the diffuser, the gas generator, 
and the nozzle. The diffuser placed before the compressor decelerates the incoming air rel- 
ative to the engine. A pressure rise known as the ram effect is associated with this deceler- 
ation. The gas generator section consists of a compressor, combustor, and turbine, with the 
same functions as the corresponding components of a stationary gas turbine power plant. In 
a turbojet engine, the turbine power output need only be sufficient to drive the compressor 
and auxiliary equipment, however. The gases leave the turbine at a pressure significantly 
greater than atmospheric and expand through the nozzle to a high velocity before being dis- 
charged to the surroundings. The overall change in the velocity of the gases relative to the 
engine gives rise to the propulsive force, or thrust. Some turbojets are equipped with an 
afterburner, as shown in Fig. 9.16. This is essentially a reheat device in which additional 
fuel is injected into the gas exiting the turbine and burned, producing a higher temperature 
at the nozzle inlet than would be achieved otherwise. As a consequence, a greater nozzle exit 
velocity is attained, resulting in increased thrust. 


Turbojet Analysis. Тһе T—s diagram of the processes in an ideal turbojet engine is shown 
іп Fig. 9.155. In accordance with the assumptions of an air-standard analysis, the working 
fluid is air modeled as an ideal gas. The diffuser, compressor, turbine, and nozzle processes 
are isentropic, and the combustor operates at constant pressure. Isentropic process a-1 shows 
the pressure rise that occurs in the diffuser as the air decelerates in passing through this com- 
ponent. Process 1-2 is an isentropic compression. Process 2-3 is a constant-pressure heat 
addition. Process 3-4 is an isentropic expansion through the turbine during which work is 
developed. Process 4—5 is an isentropic expansion through the nozzle in which the air ac- 
celerates and the pressure decreases. Owing to irreversibilities in an actual engine, there 
would be increases in specific entropy across the diffuser, compressor, turbine, and nozzle. 
In addition, there would be a pressure drop through the combustor of the actual engine. Fur- 
ther details regarding flow through nozzles and diffusers are provided in Secs. 12.8-12.10. 

In a typical thermodynamic analysis of a turbojet on an air-standard basis, the following 
quantities might be known: the velocity at the diffuser inlet, the compressor pressure ratio, 
and the turbine inlet temperature. The objective of the analysis would be to determine the 
velocity at the nozzle exit. Once the nozzle exit velocity is determined, the thrust is deter- 
mined by applying Newton's second law of motion in a form suitable for a control volume 
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Figure 0.15 Turbojet engine schematic and accompanying ideal Т-ө diagram. 
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Figure 0.10 Schematic of a turbojet engine with afterburner. 


(Sec. 12.2). All principles required for the thermodynamic analysis of turbojet engines on an 
air-standard basis have been introduced. Example 9.6 provides an illustration. 


Example 9.6 Analyzing a Turbojet Engine 


Air enters a turbojet engine at 11.8 Ibf/in.?, 430°R, and ап inlet velocity of 620 miles/h (909.3 ft/s). The pressure ratio across 
the compressor is 8. The turbine inlet temperature is 2150°R and the pressure at the nozzle exit is 11.8 Ibf/in.? The work de- 
veloped by the turbine equals the compressor work input. The diffuser, compressor, turbine, and nozzle processes are isen- 
tropic, and there is no pressure drop for flow through the combustor. For operation at steady state, determine the velocity at 
the nozzle exit and the pressure at each principal state. Neglect kinetic energy at the exit of all components except the noz- 
zle and neglect potential energy throughout. 


Solution 
Known: An ideal turbojet engine operates at steady state. Key operating conditions are specified. 


Find: Determine the velocity at the nozzle exit, in ft/s, and the pressure, in Ibf/in.”, at each principal state. 


Schematic and Given Data: 


T; = 2150°R — 


= а, 
Т, = 430°R | 5 Ps= 11.8 160. 


Pq = 11.8 Ibf/in? 
V, = 620 mi/hr 
Figure EQ.Ó 


Assumptions: 

1. Each component is analyzed as a control volume at steady state. The control volumes are shown on the accompanying 
sketch by dashed lines. 

2. The diffuser, compressor, turbine, and nozzle processes are isentropic. 

3. There is no pressure drop for flow through the combustor. 

4. The turbine work output equals the work required to drive the compressor. 

5. Except at the inlet and exit of the engine, kinetic energy effects can be ignored. Potential energy effects are negligible 
throughout. 

6. The working fluid is air modeled as an ideal gas. 


Analysis: To determine the velocity at the exit to the nozzle, the mass and energy rate balances for a control volume enclosing 
this component reduce at steady state to give 


0 ГА yi. | Д hs) 4 (4- “) | сн) 


where т is the mass flow rate. The inlet kinetic energy is dropped by assumption 5. Solving for V; 
У; = V2(hy — hs) 


This expression requires values for the specific enthalpies h4 and л; at the nozzle inlet and exit, respectively. With the oper- 
ating parameters specified, the determination of these enthalpy values is accomplished by analyzing each component in turn, 
beginning with the diffuser. The pressure at each principal state can be evaluated as a part of the analyses required to find the 
enthalpies h, and hs. 
Mass and energy rate balances for a control volume enclosing the diffuser reduce to give 
у? 


Ii = iiy 1 == 
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With h, from Table T-9E and the given value of V, 


(909.3) ]/ 82 
102.7 Btu/Ib 4 2 5 
5 


1 lbf 
32.2 Ib - ft/s? 


1 Btu | 


E 778 ft: lbf 


119.2 Btu/Ib 


Interpolating in Table T-9E gives p,, — 1.051. The flow through the diffuser is isentropic, so pressure p, is 


р = Pp 
А. 


With р, data from Table Т-9Е and the known value of p, 


Ши! 
0.6268 


Pi (11.8 Ibf/in.?) = 19.79 Ibf/in? < 


Using the given compressor pressure ratio, the pressure at state 2 is p; = 8(19.79 Ibf/in.?) = 158.3 Ibf/in.? < 
The flow through the compressor is also isentropic. Thus 


pe = pa = 10515 4185 


1 


Interpolating in Table T-9E, we get л, = 216.2 Btu/Ib. 
At state 3 the temperature is given as Т; = 2150°R. From Table T-9E, h, = 546.54 Btu/lb. By assumption 3, p, = p>. The 
work developed by the turbine is just sufficient to drive the compressor (assumption 4). That is 
W, e W, 


m m 


ог 
һ,— hy = h, — hy 


Solving for h4 


hy = h, + hy — h, = 546.54 + 1192 — 216.2 
= 449.5 Btu/Ib 


Interpolating in Table T-9E with hy, gives рд = 113.8 
The expansion through the turbine is isentropic, so 
Ри 


шини 
ы 77 


With р; = р» and p, data from Table T-9E 


113.8 
= (П D = Oba <I 
pa — (158.3 Ibf/in 7533 5 bf/in 


The expansion through the nozzle is isentropic to р; = 11.8 Ibf/in.* Thus 


1.8 


Ps ШЕ 
VD 


Ps = Pra = (113.8 
=, (113.8) 


= S 


From Table T-9E, Л = 265.8 Btu/lb, which is the remaining specific enthalpy value required to determine the velocity at the 
nozzle exit. 
Using the values for h4 and л; determined above, the velocity at the nozzle exit is 


У; = V2(h4 — hs) 
Btu 


- as 265.8) -5 


= 3034 ft/s (2069 mi/h) < 


32.2 15: ft/s? 
1 lbf 


778 ft - ы 
1 Btu 


@ Note the unit conversions required here and іп the calculation of V; below. 
Ө The increase in the velocity of the air as it passes through the engine gives rise to the thrust produced by the engine. A de- 


tailed analysis of the forces acting on the engine requires Newton’s second law of motion in a form suitable for control 
volumes (see Sec. 12.2). 


Other Applications. Other related applications of the gas turbine include turboprop and turb- 
ofan engines. The turboprop engine shown in Fig. 9.17a consists of a gas turbine in which 
the gases are allowed to expand through the turbine to atmospheric pressure. The net power 
developed is directed to a propeller, which provides thrust to the aircraft. Turboprops are ef- 
ficient propulsion devices for speeds of up to about 600 km/h (400 miles/h). In the turbofan 
shown in Fig. 9.17b, the core of the engine is much like a turbojet, and some thrust is ob- 
tained from expansion through the nozzle. However, a set of large-diameter blades attached 
to the front of the engine accelerates air around the core. This bypass flow provides additional 
thrust for takeoff, whereas the core of the engine provides the primary thrust for cruising. Tur- 
bofan engines are commonly used for commercial aircraft with flight speeds of up to about 
1000 km/h (600 miles/h). A particularly simple type of engine known as a ramjet is shown in 
Fig. 9.17c. This engine requires neither a compressor nor a turbine. A sufficient pressure rise 
is obtained by decelerating the high-speed incoming air in the diffuser (ram effect). For the 
ramjet to operate, therefore, the aircraft must already be in flight at high speed. The combus- 
tion products exiting the combustor are expanded through the nozzle to produce the thrust. 


Іп each of the engines mentioned thus far, combustion of the fuel is supported by air 
brought into the engines from the atmosphere. For very high-altitude flight and space travel, 
where this is no longer possible, rockets may be employed. In these applications, both fuel 
and an oxidizer (such as liquid oxygen) are carried on board the craft. Thrust is developed 
when the high-pressure gases obtained on combustion are expanded through a nozzle and 
discharged from the rocket. 
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Figure 9.17 Other examples of aircraft engines. (a) Turboprop. (b) Turbofan. (c) Ramjet. 


ЇЕ 9.4 Plot each of the quantities specified іп parts (a) through (d) of 


Problem 9.3 versus the compression ratio ranging from 2 to 12. 


99 At the beginning of the compression process in an air- 


standard Otto cycle, p, = 14.7 Ibf/in.? and T, = 530% . Plot 
the thermal efficiency and mean effective pressure, in Ibf/in.,? 
for maximum cycle temperatures ranging from 2000 to 5000°R 
and compression ratios of 6, 8, and 10. 


9.10 Solve Problem 9.9 on a cold air-standard basis using 


k — 14. 


9.13 Consider a modification of the air-standard Otto cycle in 


which the isentropic compression and expansion processes are 

each replaced with polytropic processes having n — 1.3. The 

compression ratio is 9 for the modified cycle. At the beginning 

of compression, p, — 1 bar and T, — 300 K. The maximum 

temperature during the cycle is 2000 K. Determine 

(a) the heat transfer and work per unit mass of air, in kJ/kg, 
for each process in the modified cycle. 

(b) the thermal efficiency. 

(c) the mean effective pressure, in bar. 


ШЕ 915 At the beginning of the compression process in an air- 


standard Otto cycle, p, — 1 bar and 7, - 300 K. The maximum 
cycle temperature is 2000 K. Plot the net work per unit of mass, 
in kJ/kg, the thermal efficiency, and the mean effective pressure, 
in bar, versus the compression ratio ranging from 2 to 14. 


9.16 Investigate the effect of maximum cycle temperature on 


the net work per unit mass of air for air-standard Otto cycles 
with compression ratios of 5, 8, and 11. At the beginning of 
the compression process, p, — 1 bar and T, — 295 K. Let the 
maximum temperature in each case vary from 1000 to 2200 K. 


9.27 At the beginning of the compression process in an air- 


standard Diesel cycle, p, — 1 bar and T, — 300 K. For maxi- 
mum cycle temperatures of 1200, 1500, 1800, and 2100 K, 
plot the heat addition per unit of mass, in kJ/kg, the net work 
per unit of mass, in kJ/kg, the mean effective pressure, in bar, 
and the thermal efficiency, each versus compression ratio rang- 
ing from 5 to 20. 


9.32 The compressor inlet temperature of an ideal air-standard 


Brayton cycle is 520°R and the maximum allowable turbine in- 
let temperature is 2600°К. Plot the net work developed per unit 
mass of air flow, in Btu/Ib, and the thermal efficiency versus 
compressor pressure ratio for pressure ratios ranging from 12 to 
24. Using your plots, estimate the pressure ratio for maximum 
net work and the corresponding value of thermal efficiency. 


9.33 Reconsider Problem 9.29, but include in the analysis that 


the turbine and compressor each have isentropic efficiencies 
of 90, 80, and 7096. For compressor pressure ratios ranging 
from 2 to 20, plot for each value of isentropic efficiency 

(a) the thermal efficiency. 

(b) the back work ratio. 

(c) the net power developed, in kW. 


9.41 A regenerative gas turbine power plant is shown in 


Fig. P9.41. Air enters the compressor at 1 bar, 279С with a 
mass flow rate of 0.562 kg/s and is compressed to 4 bar. The 
isentropic efficiency of the compressor is 8096, and the 


Waet = 


regenerator effectiveness is 90%. АП the power developed by 
the high-pressure turbine is used to run the compressor. The 
low-pressure turbine provides the net power output. Each tur- 
bine has an isentropic efficiency of 87% and the temperature 
at the inlet to the high-pressure turbine is 1200 K. Determine 
(a) the net power output, in kW. 

(b) the thermal efficiency. 

(c) the temperature of the air at states 2, 3, 5, 6, and 7, in K. 
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Figure РО.41 


9.42 Air at 22 kPa, 220 К, and 250 m/s enters a turbojet en- 


gine in flight at an altitude of 10,000 m. The pressure ratio 
across the compressor is 12. The turbine inlet temperature is 
1400 K, and the pressure at the nozzle exit is 22 kPa. The dif- 
fuser and nozzle processes are isentropic, the compressor and 
turbine have isentropic efficiencies of 85 and 88%, respec- 
tively, and there is no pressure drop for flow through the com- 
bustor. On the basis of an air-standard analysis, determine 
(a) the pressures and temperatures at each principal state, in 
kPa and K, respectively. 
(b) the velocity at the nozzle exit, in m/s. 


Neglect kinetic energy except at the diffuser inlet and the noz- 
zle exit. 


9.43 Air enters the diffuser of a turbojet engine with a mass 


flow rate of 150 Ib/s at 12 Ibf/in2, 420°R, and a velocity of 
800 ft/s. The pressure ratio for the compressor is 10, and its 
isentropic efficiency is 87%. Air enters the turbine at 225098 
with the same pressure as at the exit of the compressor. Air ex- 
its the nozzle at 12 Ibf/in.? The diffuser operates isentropically 
and the nozzle and turbine each have isentropic efficiencies of 
90%. On the basis of an air-standard analysis, calculate 


(а) the rate of heat addition, іп Btu/h. (a) the pressure at the diffuser exit, in kPa. 


(b) the pressure at the turbine exit, in Ibf/in.? (b) the velocity at the nozzle exit, in m/s. 

(c) the compressor power input, in Btu/h. Neglect kinetic energy except at the diffuser inlet and the noz- 

(d) the velocity at the nozzle exit, in ft/s. е exit. 

Neglect kinetic energy except at the diffuser inlet and the noz- 947 A turboprop engine consists of a diffuser, compressor, 

zle exit. combustor, turbine, and nozzle. The turbine drives a propeller 
9.44 Consider the addition of an afterburner to the turbojet in as well as the compressor. Air enters the diffuser with a volu- 

Problem 9.42 that raises the temperature at the inlet of the noz- metric flow rate of 83.7 m/s at 40 kPa, 240 К, and a velocity 

zle to 1300 K. Determine the velocity at the nozzle exit in m/s. of 180 m/s, and decelerates essentially to zero velocity. The 


9.45 Consider the addition of an afterburner to the turbojet compressor pressure ratio is 10 and the compressor has an isen- 


in Problem 9.43 that raises the temperature at the inlet of the tropic efficiency of 85%. The turbine inlet temperature is 


nozzle to 2000°R. Determine the velocity at the nozzle exit, 1140 K, and its isentropic efficiency is 85%. The turbine exit 
in ft/s. pressure is 50 kPa. Flow through the diffuser and nozzle is 


isentropic. Using an air-standard analysis, determine 
(a) the power delivered to the propeller, in MW. 
(b) the velocity at the nozzle exit, in m/s. 


9.46  Airenters the diffuser of a ramjet engine at 25 kPa, 220 K, 
with a velocity of 3080 km/h and decelerates to negligible 
velocity. On the basis of an air-standard analysis, the heat ad- 
dition is 900 kJ per kg of air passing through the engine. Air 
exits the nozzle at 25 kPa. Determine 


Neglect kinetic energy except at the diffuser inlet and the noz- 
zle exit. 
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1 t PSYCHROMETRIC 
чә APPLICATIONS 


Introduction... 


The objective of this chapter is to study systems involving mixtures of dry air and chapter objective 
water vapor. A liquid water phase also may be present. Knowledge of the behavior 

of such systems is essential for the analysis and design of air-conditioning devices, 

cooling towers, and industrial processes requiring close control of the vapor content 

in air. The study of systems involving dry air and water is known as psychrometrics. — psychrometrics 


10.1| Introducing Psychrometric Principles 


The object of the present section is to introduce some important definitions and principles 
used in the study of systems involving dry air and water. 


10.1.1 Moist Air 


The term moist air refers to a mixture of dry air and water vapor in which the dry air is moist air 
treated as if it were a pure component. As can be verified by reference to appropriate prop- 
erty data, the overall mixture and each mixture component behave as ideal gases at the states 
under present consideration. 

Shown in Fig. 10.1 is a system consisting of moist air occupying a volume V at mixture 
pressure p and mixture temperature 7. The overall mixture is assumed to obey the ideal gas 
equation of state. Thus 
nRT | m(R/M)T 

V V 

where n, m, and M denote the moles, mass, and molecular weight of the mixture, respectively, 
and n — m/M (Eq. 2.10) has been used to relate molar and mass amounts. Each mixture 
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component is considered to act as if it existed alone in the volume V at the mixture temperature 
T while exerting a part of the pressure. This is known as the Dalton model. 

It follows that the mixture pressure is the sum of the partial pressures of the dry air and 
the water vapor: р = p, + py. Using the ideal gas equation of state, the partial pressures р, 
and p, of the dry air and water vapor are, respectively 


nRT m,(R/M,)T nRT т(К/М,)Т 
Vo v oco суу 


Pa = (10.2) 
where п, and n, denote the moles of dry air and water vapor, respectively; m,, ту, M,, and 
M, are the respective masses and molecular weights. The amount of water vapor present is 
normally much less than the amount of dry air. Accordingly, the values of n,, m,, and p, are 
small relative to the corresponding values of n, m, and p,. 

The partial pressures can be evaluated alternatively as follows: Using Eqs. 10.1 and 10.2 
to form the ratio p,/p 


р, nyRT/V п, 
р  nRT/V n 


= Ny 


we get 
Py = Уур (10.3) 


where y, (= n,/n) is the mole fraction of water vapor in the mixture of dry air and water va- 
por. Similarly, p, = y,p, where y, is the mole fraction of the dry air in the mixture. 

A typical state of water vapor in moist air is shown in Fig. 10.2. At this state, fixed by the 
partial pressure p, and the mixture temperature 7, the vapor is superheated. When the partial 
pressure of the water vapor corresponds to the saturation pressure of water at the mixture tem- 
perature, p, of Fig. 10.2, the mixture is said to be saturated. Saturated air is a mixture of dry 
air and saturated water vapor. The amount of water vapor in moist air varies from zero in dry 
air to a maximum, depending on the pressure and temperature, when the mixture is saturated. 


10.1.2 Humidity Ratio, Relative Humidity, and Mixture Enthalpy 


A given moist air sample can be described in a number of ways. An important one for sub- 
sequent applications is the humidity ratio w, defined as the ratio of the mass of the water 
vapor to the mass of dry air 


o=— (10.4) 
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Figure 10.2 T-v diagram for water vapor in 
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The humidity ratio can be expressed in terms of partial pressures and molecular weights 
by solving Eqs. 10.2 for m, and m,, respectively, and substituting the resulting expressions 
into Eq. 10.4 to obtain 


т,  M,p,V/RT Мр, 
a М,р,У/КТ Мур, 


т 


Introducing р„ = р — р, and noting that the ratio of the molecular weight of water to that 
of dry air is approximately 0.622, this expression can be written as 


o = 0.622 —— (10.5) 
р = ру 
Moist air also сап be described in terms of the relative humidity ф, given by 
ф = A) (10.6) 
Pg T.p 


Тһе pressures in this expression for the relative humidity are labeled on Fig. 10.2. 

The humidity ratio and relative humidity can be measured. For laboratory measurements 
of humidity ratio, а hygrometer can be used in which a moist air sample is exposed to suit- 
able chemicals until the moisture present is absorbed. The amount of water vapor is deter- 
mined by weighing the chemicals. Continuous recording of the relative humidity can be 
accomplished by means of transducers consisting of resistance- or capacitance-type sensors 
whose electrical characteristics change with relative humidity. 


Evaluating H and U. The values of H and U for moist air modeled as an ideal gas mixture 
can be found by adding the contribution of each component at the condition at which the 
component exists in the mixture. For example, the enthalpy H of a given moist air sample is 


Н = Н, + H, = тһ, + mh, 


Dividing Бу т, and introducing the humidity ratio gives the mixture enthalpy per unit mass 
of dry air 


= h, + —h, = h, + oh, (10.7) 


The enthalpies of the dry air and water vapor appearing in Eq. 10.7 are evaluated at the mix- 
ture temperature. An approach similar to that for enthalpy also applies to the evaluation of 
the internal energy of moist air. 

Reference to steam table data or a Mollier diagram for water shows that the enthalpy of 
superheated water vapor at low vapor pressures is very closely given by the saturated vapor 
value corresponding to the given temperature. Hence, the enthalpy of the water vapor Л, in 
Eq. 10.7 can be taken as h, at the mixture temperature. That is 


h, = (Т) (10.8) 


This approach is used in the remainder of the chapter. Enthalpy data for water vapor as an 
ideal gas from Table T-11 are not used for h, because the enthalpy datum of the ideal gas 
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tables differs from that of the steam tables. These different datums can lead to error when 
studying systems that contain both water vapor and a liquid or solid phase of water. The 
enthalpy of dry air, h, сап be obtained from the appropriate ideal gas table, Table T-9 or 
Table T-9E, however, because air is a gas at all states under present consideration and is 
closely modeled as an ideal gas at these states. 


Using Computer Software. Property functions for moist air are listed under the Properties 
menu of Interactive Thermodynamics: IT. Functions are included for humidity ratio, relative 
humidity, specific enthalpy and entropy as well as other psychrometric properties introduced 
later. The methods used for evaluating these functions correspond to the methods discussed 
in this chapter, and the values returned by the computer software agree closely with those 
obtained by hand calculations with table data. The use of /T for psychrometric evaluations 
is illustrated later in the chapter. 


10.1.3 Modeling Moist Air in Equilibrium with Liquid Water 


Thus far, our study of psychrometrics has considered moist air only. However, many systems 
of interest are composed of a mixture of dry air and water vapor in contact with a liquid 
water phase. To study these systems requires additional considerations. 

Shown in Fig. 10.3 is a vessel containing liquid water, above which is a mixture of water 
vapor and dry air. If no interactions with the surroundings are allowed, liquid will evaporate 
until eventually the gas phase becomes saturated and the system attains an equilibrium state. 
For many engineering applications, systems consisting of moist air in equilibrium with a liq- 
uid water phase can be described simply and accurately with the following idealizations: (1) 
The dry air and water vapor behave as independent ideal gases. (2) The equilibrium between 
the liquid phase and the water vapor is not significantly disturbed by the presence of the air. 
Accordingly, the partial pressure of the water vapor equals the saturation pressure of water 
corresponding to the temperature of the mixture: p, = p(T). 


10.2] Evaluating the Dew Point Temperature 


A significant aspect of the behavior of moist air is that partial condensation of the water 
vapor can occur when the temperature is reduced. This type of phenomenon is commonly 
encountered in the condensation of vapor on windowpanes and on pipes carrying cold water. 
The formation of dew on grass is another familiar example. To study this, consider a system 
consisting of a sample of moist air that is cooled at constant pressure, as shown in Fig. 10.4. 
The property diagram given on this figure locates states of the water vapor. Initially, the water 
vapor is superheated at state 1. In the first part of the cooling process, both the system pressure 
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and the composition of the moist air would remain constant. Accordingly, since рұ = ур, 
the partial pressure of the water vapor would remain constant, and the water vapor would 
cool at constant p, from state 1 to state d, called the dew point. The saturation temperature 
corresponding to p, is called the dew point temperature. This temperature is labeled on 
Fig. 10.4. 

In the next part of the cooling process, the system would be cooled below the dew point 
temperature and some of the water vapor initially present would condense. At the final state, 
the system would consist of a gas phase of dry air and water vapor in equilibrium with a 
liquid water phase. The vapor that remains can be regarded as saturated at the final temper- 
ature, state 2 of Fig. 10.4, with a partial pressure equal to the saturation pressure p,» corre- 
sponding to this temperature. The condensate would be a saturated liquid at the final tem- 
perature, state 3 of Fig. 10.4. Note that the partial pressure of the water vapor at the final 
state, p», is less than the initial value, p,,. The partial pressure decreases because the amount 
of water vapor present at the final state is less than at the initial state since condensation 
occurs. 

In the next example, we illustrate the use of psychrometric properties introduced thus far. 
The example considers cooling moist air at constant pressure. 


Example 10.1 Cooling Moist Air at Constant Pressure 


dew point temperature 


A 1-Ib sample of moist air initially at 70°F, 14.7 Ibf/in.?, and 70% relative humidity is cooled to 40°F while keeping the pres- 
sure constant. Determine (a) the initial humidity ratio, (b) the dew point temperature, in °F, and (c) the amount of water vapor 


that condenses, in lb. 


Solution 
Known: А 1-1b sample of moist air is cooled at a constant mixture pressure of 14.7 Ibf/in.? from 70 to 40°F. The initial 


relative humidity is 7096. 
Find: Determine the initial humidity ratio, the dew point temperature in ^F, and the amount of water vapor that condenses, 


in Ib. 
Schematic and Given Data: 


T Pg 0.3632 Ibf/in.? 
руу = 0.2542 Ibffin. 
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Assumptions: 


1. The І-ІҺ sample of moist air is taken as the closed system. The system pressure remains constant at 14.7 Ibf/in.? 

2. Тһе gas phase сап be treated as an ideal gas mixture. Each mixture component acts as an ideal gas existing alone in the 
volume occupied by the gas phase at the mixture temperature. 

3. When a liquid water phase is present, the water vapor exists as a saturated vapor at the system temperature. The liquid 
present is a saturated liquid at the system temperature. 


Analysis: (a) The initial humidity ratio can be evaluated from Eq. 10.5. This requires the partial pressure of the water va- 
por, рүү, which can be found from the given relative humidity and p, from Table T-2E at 70°F as follows 


Ibf Ibf 
rez 0.2542 КЕР. 
m 1n. 


ID = Cy = (0.( 0.3632 


Inserting values in Eq. 10.5 


11 
14.7 — 0.2542 о 


0.2542 ) Ib(vapor) 
` lb(dry air) 


@ = 0.622( 


(b) The dew point temperature is the saturation temperature corresponding to the partial pressure, p,,. Interpolation in 
Table T-2E gives Т = 60°F. The dew point temperature is labeled оп the accompanying property diagram. «1 


(c) The amount of condensate, m,,, equals the difference between the initial amount of water vapor in the sample, m,,, and 


the final amount of water vapor, ту). That is 
My = Тур — ту 


To evaluate ту, note that the system initially consists or | Ib of dry air and water vapor, so 1 lb = т, + ту, where т, is 
the mass of dry air present in the sample. Since о) = m,,/m,, m, = m,,/«. With this we get 


Solving for т, 


11 
т. EU CERTI I 
"C (170) + 1 


Inserting the value of w, determined in part (a) 


110 
Se = MODI 
Шы (1/0011) + I 0.0109 Ib(vapor) 


@ The mass of dry air present is then m, = 1 — 0.0109 = 0.9891 Ib(dry air). 


Next, let us evaluate т,›. With assumption 3, the partial pressure of the water vapor remaining in the system at the final 
state is the saturation pressure corresponding to 40°F: р, = 0.1217 Ibf/in.? Accordingly, the humidity ratio after cooling is 


found from Eq. 10.5 as 


Ib(vapor) 
Ib(dry air) 


0.1217 
14.7 — 0.1217 


оз = 0623( ) - 0.0052 


The mass of the water vapor present at the final state is then 
ту) = wm, = (0.0052)(0.9891) = 0.0051 Ib(vapor) 


Finally, the amount of water vapor that condenses is 


@ My = My, = m, = 0.0109 — 0.0051 = 0.0058 Ib(condensate) < 


@ The amount of water vapor present in a typical moist air mixture is considerably less than the amount of dry air present. 
O At the final state, the quality of the two-phase liquid-vapor mixture of water is x = 0.0051/0.0109 = 0.47 (47%). The rel- 


ative humidity of the gas phase is 100%. 


Psychrometers: Measuring the Wet-Bulb 
and Dry-Bulb Temperatures 


For air-water vapor mixtures in the normal pressure and temperature range of atmospheric 
air, the wet-bulb temperature is an important psychrometric parameter that can be related to 
the humidity ratio, the relative humidity, and other psychrometric parameters (Sec. 10.4). As 
considered next, the wet-bulb temperature is measurable. 

The wet-bulb temperature is read from a wet-bulb thermometer, which is an ordinary 
liquid-in-glass thermometer whose bulb is enclosed by a wick moistened with water. The 
term dry-bulb temperature refers simply to the temperature that would be measured by a 
thermometer placed in the mixture. Often a wet-bulb thermometer is mounted together with 
a dry-bulb thermometer to form an instrument called a psychrometer. The psychrometer of 
Fig. 10.5a is whirled in the air whose wet- and dry-bulb temperatures аге to be determined. 
This induces air to flow over the two thermometers. For the psychrometer of Fig. 10.55, the 
air flow is induced by a battery-operated fan. If the surrounding air is not saturated, water 
in the wick of the wet-bulb thermometer evaporates and the temperature of the remaining 
water falls below the dry-bulb temperature. Eventually a steady-state condition is attained 
by the wet-bulb thermometer. The wet- and dry-bulb temperatures are then read from the 
respective thermometers. 
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Figure 10.5 Psychrometers. (a) Sling psychrometer. (b) Aspirating psychrometer. 


10.4 Psychrometric Charts 


Graphical representations of several important properties of moist air are provided by 
psychrometric charts. The main features of one form of chart are shown in Fig. 10.6. Com- 
plete charts are given in Figs. T-4 and T-4E. These charts are constructed for a mixture 
pressure of | atm, but charts for other mixture pressures are also available. When the mix- 
ture pressure differs only slightly from 1 atm, Figs. T-4 remain sufficiently accurate for 
engineering analyses. In this text, such differences are ignored. 

Let us consider several features of the psychrometric chart: 


e Referring to Fig. 10.6, note that the abscissa gives the dry-bulb temperature and the 
ordinate provides the humidity ratio. For charts in SI, the temperature is in °C and w 
is expressed in kg, or g, of water vapor per kg of dry air. Other charts give tempera- 
ture in °F and о in 16, or grains, of water vapor per Ib of dry air, where 1 Ib = 7000 
grains. 
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Figure 10.0 Psychrometric chart. 


е Equation 10.5 shows that for fixed mixture pressure there is а direct correspon- 
dence between the partial pressure of the water vapor and the humidity ratio. 
Accordingly, the vapor pressure also can be shown on the ordinate, as illustrated 
on Fig. 10.6. 


е Curves of constant relative humidity are shown on psychrometric charts. On Fig. 10.6, 
curves labeled ф = 100, 50, and 10% are indicated. Since the dew point is the state 
where the mixture becomes saturated when cooled at constant vapor pressure, the dew 
point temperature corresponding to a given moist air state can be determined by 
following a line of constant w (constant p,) to the saturation line, ф = 100%. Тһе dew 
point temperature and dry-bulb temperature are identical for states on the saturation 
curve. 


ө Psychrometric charts also give values of the mixture enthalpy per unit mass of dry 
air in the mixture: A, + wh,. In Fig. T-4 and T-4E, the mixture enthalpy has units 
of kJ per kg of dry air and Btu per Їр of dry air, respectively. The numerical 
values provided on these charts are determined relative to the following special 
reference states and reference values. In Fig. T-4, the enthalpy of the dry air Л, is 
determined relative to a zero value at 0°C, and not 0 K as in Table Т-9. Accord- 
ingly, in place of Eq. 4.47 used to develop the enthalpy data of Table T-9, the 
following expression is employed to evaluate the enthalpy of the dry air for use 
on the psychrometric chart: 


Т. 
h = | са dT = сыТ(°С) (10.9) 
273.15 K 


where c,, is a constant value for the specific heat c, of dry air and T(°C) denotes 
the temperature in °C. In Fig. T-4E, Л, is determined relative to a datum of ОТ, 
using h, = с,,Т(?Е), where T(°F) denotes the temperature in ^F. In the tempera- 
ture ranges of Figs. T-4 and T-4E, с,, сап be taken as 1.005 kJ/kg - К and 0.24 
Btu/lb : °R, respectively. On Figs. T-4 the enthalpy of the water vapor Л, is evalu- 
ated as h, at the dry-bulb temperature of the mixture from Table T-2 or T-2E, as 
appropriate. 

* Another important parameter on psychrometer charts is the wet-bulb temperature, 
which is readily measured (Sec. 10.3). As illustrated by Fig. 10.6, constant 7,,, lines 
run from the upper left to the lower right of the chart. Lines of constant wet-bulb 
temperature are approximately lines of constant mixture enthalpy per unit mass of 
dry air. 

* As shown on Fig. 10.6, psychrometric charts also provide lines representing volume 
per unit mass of dry air, V/m,. Figures T-4 and T-4E give this quantity in units of 
m*/kg and ft*/Ib, respectively. These specific volume lines can be interpreted as giv- 
ing the volume of dry air or of water vapor, per unit mass of dry air, since each mix- 
ture component is considered to fill the entire volume. 


10.5) Analyzing Air-Conditioning Processes 


The purpose of the present section is to study typical air-conditioning processes using the 
psychrometric principles developed in this chapter. Specific illustrations are provided in the 
form of solved examples involving control volumes at steady state. In each case, the method- 
ology introduced in Sec. 10.5.1 is employed to arrive at the solution. To reinforce the psy- 
chrometric principles developed in the present chapter, the required psychrometric parameters 
are determined in most cases using tabular data provided in the appendix. It is left as an 
exercise to check these values by means of a psychrometric chart. 


ЇЇЇєтноөрогосү 


UPDATE 


10.5.1 Applying Mass and Energy Balances to Air-Conditioning Systems 


The object of this section is to illustrate the use of the conservation of mass and conserva- 
tion of energy principles in analyzing systems involving mixtures of dry air and water vapor 
in which a condensed water phase may be present. The same basic solution approach that 
has been used in thermodynamic analyses considered thus far is applicable. The only new 
aspect is the use of the special vocabulary and parameters of psychrometrics. 

Systems that accomplish air-conditioning processes such as heating, cooling, humidifica- 
tion, or dehumidification are normally analyzed on a control volume basis. To consider a typ- 
ical analysis, refer to Fig. 10.7, which shows a two-inlet, single-exit control volume at steady 
state. A moist air stream enters at 1, a moist air stream exits at 2, and a water-only stream 
enters at 3. The water-only stream may be a liquid or a vapor. Heat transfer at the rate Ow 
can occur between the control volume and its surroundings. Depending on the application, 
the value of Ox might be positive, negative, or zero. 


Mass Balance. Ас steady state, the amounts of dry air and water vapor contained within 
the control volume cannot vary. Thus, for each component individually it is necessary for the 
total incoming and outgoing mass flow rates to be equal. That is 


My, = т, (dry air) 
та +m, = тү (water) 


For simplicity, the constant mass flow rate of the dry air is denoted by m,. The mass flow 
rates of the water vapor can be expressed conveniently in terms of humidity ratios as 
my = om, and my, = wm. With these expressions, the mass balance for water becomes 


My = mo; — o) (water) (10.10) 
When water is added at 3, о; would be greater than о). 


Energy Balance. Assuming Woy = 0 and ignoring all kinetic and potential energy effects, 
the energy rate balance reduces at steady state to 


0- Ox H (тай H түһ) H Myhy, (mha H ШЭНЭ) 


In this equation, the entering and exiting moist air streams are regarded as ideal gas mixtures 
of dry air and water vapor. 

The energy rate balance can be cast into a form that is particularly convenient for the 
analysis of air-conditioning systems. First, with Eq. 10.8 the enthalpies of the entering and 
exiting water vapor can be evaluated as the saturated vapor enthalpies corresponding to the 
temperatures T, and 7», respectively, giving 


0- Ox H (Maha | mh) Myhy, (mha түз Лә) 


Then, with m,, = «m, and my, = wM, the equation can be expressed as 


= д | mh al | wh, 1) Myhy, mhi» why) 


Qu. — Boundary 


Moist air 


Liquid or vapor, т, Figure 10.7 System for conditioning moist air. 


Finally, introducing Eq. 10.10, the energy rate balance becomes 


0 = Qu + m — ha) + өй, + (9; — @y)hy — oh] (10.11) 


The first underlined term of Eq. 10.11 can be evaluated from Tables T-9 giving the ideal 
gas properties of air. Alternatively, since relatively small temperature differences are nor- 
mally encountered in the class of systems under present consideration, this term can be eval- 
uated as ha — hy = с,(Т) — Т), where с. is a constant value for the specific heat of dry 
air. The second underlined term of Eq. 10.11 can be evaluated using steam table data together 
with known values for о and о». 


Modeling Summary. As suggested by the foregoing development, several simplifying 
assumptions are commonly used when analyzing the class of systems under present consid- 
eration. In addition to the assumption of steady-state operation, one-dimensional flow is 
assumed to apply at locations where matter crosses the boundary of the control volume, and 
the effects of kinetic and potential energy at these locations are neglected. In most cases there 
is no work, except for flow work where matter crosses the boundary. Further simplifications 
also may be required in particular cases. 


10.5.2 Conditioning Moist Air at Constant Composition 


Building air-conditioning systems frequently heat or cool a moist air stream with no change 
in the amount of water vapor present. In such cases the humidity ratio w remains constant, 
while relative humidity and other moist air parameters vary. Example 10.2 gives an elemen- 
tary illustration using the methodology of Sec. 10.5.1. 


Example 10.2 Heating Moist Air in a Duct 


Moist air enters a duct at 10°C, 80% relative humidity, and a volumetric flow rate of 150 m?/min. The mixture is heated as it 
flows through the duct and exits at 30°C. No moisture is added or removed, and the mixture pressure remains approximately 
constant at 1 bar. For steady-state operation, determine (a) the rate of heat transfer, in kJ/min, and (b) the relative humidity 
at the exit. Changes in kinetic and potential energy can be ignored. 


Solution 

Known: Moist air that enters a duct at 10°C and ф = 80% with a volumetric flow rate of 150 m?/min is heated at constant 
pressure and exits at 30°C. No moisture is added or removed. 

Find: Determine the rate of heat transfer, in kJ/min, and the relative humidity at the exit. 


Schematic and Given Data: 


T 

р, (15) Py 
Т, — 5 
Tı H Wi 


Figure E10.2a 


Assumptions: 

1. The control volume shown in the accompanying figure operates at steady state. 

2. The changes in kinetic and potential energy between inlet and exit can be ignored and Wey = (0), 
3. The entering and exiting moist air streams can be regarded as ideal gas mixtures. 


Analysis: (a) The heat transfer rate On can be determined from the mass and energy rate balances. At steady state, the 
amounts of dry air and water vapor contained within the control volume cannot vary. Thus, for each component individually 
it is necessary for the incoming and outgoing mass flow rates to be equal. That is 


My, = My (dry air) 
My, = ту (water) 
For simplicity, the constant mass flow rates of the dry air and water vapor are denoted, respectively, by m, and m,. From these 


considerations, it can be concluded that the humidity ratio is the same at the inlet and exit: о) = о). 
The steady-state form of the energy rate balance reduces with assumption 2 to 


. . 0 
0 OF Wey H (mha | mh) (mha | myhy) 


In writing this equation, the incoming and outgoing moist air streams are regarded as ideal gas mixtures of dry air and 
water vapor. 
Solving for О;, 


OM m (ha ha) ! my (hy hy) 


Noting that m, = wm,, where о is the humidity ratio, the expression for On can be written in the form 


Qu mal (ha ha) | whys hy) | (1) 


To evaluate On from this expression requires the specific enthalpies of the dry air and water vapor at the inlet and exit, the 
mass flow rate of the dry air, and the humidity ratio. 

The specific enthalpies of the dry air are obtained from Table T-9 at the inlet and exit temperatures Т) and Т», respectively: 
hy = 283.1 kJ/kg, ha = 303.2 kJ/kg. The specific enthalpies of the water vapor are found using h, = h, and data from 
Table T-2 at T, and T», respectively: hg; = 2519.8 kJ/kg, hg. = 2556.3 kJ/kg. 

The mass flow rate of the dry air can be determined from the volumetric flow rate at the inlet (AV), 


(АУ), 


ба 


In this equation, v, is the specific volume of the dry air evaluated at T, and the partial pressure of the dry air p,,. Using the 
ideal gas equation of state 


(R/M)T, 
Ра 


Vai = 
The partial pressure р, сап be determined from the mixture pressure р and the partial pressure of the water vapor рү: Pa = 
р — руу. To find p,,, use the given inlet relative humidity and the saturation pressure at 10°C from Table T-2 
Ра = Фіра = (0.8)(0.01228 bar) = 0.0098 bar 


Since the mixture pressure is 1 bar, it follows that p, = 0.9902 bar. The specific volume of the dry air is then 


Ge №: "(вз K) 
х 28.97 kg: К 
а (0.9902 x 10° N/m?) 


0.82 m*/kg 


Using this value, the mass flow rate of the dry air is 


. 150 m?/min 


m= 5 = 182.9 kg/min 
0.82 m"/kg 


The humidity ratio w can be found from 


Ра 0.0098 
= 01022) = 101622) 
ж (5 = me (; = ша) 


kg(vapor 
— 0.00616 п 
kg(dry air) 


Finally, substituting values into Eq. (1) gives 


Ò., = 182.9[(303.2 — 283.1) + (0.00616)(2556.3 — 2519.8)] 
3717 kJ/min < 


ll 


(b) The states of the water vapor at the duct inlet and exit are located on the accompanying 7—v diagram. Both the com- 
position of the moist air and the mixture pressure remain constant, so the partial pressure of the water vapor at the exit 
equals the partial pressure of the water vapor at the inlet: p, = p,, = 0.0098 bar. The relative humidity at the exit is 
then 


Py2 0.0098 
e dy ж 
Ро 0.04246 


0.231 (231%) < 


where p,» is from Table Т-2 at 30°С. 


Alternative Solution: Let us consider an alternative solution using the psychrometric chart. As shown on the sketch of 
the psychrometric chart, Fig. E10.2b, the state of the moist air at the inlet is defined by ф = 80% and a dry-bulb temperature 
of 10°C. From the solution to part (a), we know that the humidity ratio has the same value at the exit as at the inlet. 
Accordingly, the state of the moist air at the exit is fixed by о; = w; and a dry-bulb temperature of 30°C. By inspection 
Ө of Fig. T-4, the relative humidity at the duct exit is about 23%, and thus in agreement with the result of part (b). 
The rate of heat transfer can be evaluated from the psychrometric chart using the following expression obtained by rear- 
ranging Eq. (1) of part (a) to read 


On m| (ha у оһ,); (л, у ©һ.,)\] (2) 


To evaluate Oe from this expression requires values for the mixture enthalpy per unit mass of dry air (h, + wh,) at the in- 
let and exit. These can be determined by inspection of the psychrometric chart, Fig. T-4, as (л, + why), = 25.7 kJ/kg (dry 
аш), (л, + wh,) = 45.9 kJ/kg (dry air). 

Using the specific volume value v,, from the chart at the inlet state together with the given volumetric flow rate at the in- 
let, the mass flow rate of the dry air is found as 


150 m/min 1 kg(dry air) 


О m/kg(dry аш) тіп 


та 


Substituting values into the energy rate balance, Eq.(2), we get 


: k air kJ 
О. = 185 т ) (459 25.7) 
min kg(dry air) 
= 3737 4 
min 


which agrees closely with the result obtained in part(a), as expected. 


10°С 30°С 
Dry-bulb temperature 


Figure E10.2b 


@ The first underlined term in this equation for О, is evaluated with specific enthalpies from the ideal gas table for air, 
Table T-9. Steam table data are used to evaluate the second underlined term. Note that the different datums for enthalpy 
underlying these tables cancel because each of the two terms involves enthalpy differences only. Since the specific heat су, 
for dry air varies only slightly over the interval from 10 to 30°C (Table T-10), the specific enthalpy change of the dry air 
could be evaluated alternatively with c,, = 1.005 kJ/kg - К. 

Ө No water is added or removed as the moist air passes through the duct at constant pressure; accordingly, the humidity ratio 
w and the partial pressures p, and p, remain constant. However, because the saturation pressure increases as the tempera- 
ture increases from inlet to exit, the relative humidity decreases: ф, < фі. 


Ө The mixture pressure, 1 bar, differs slightly from the pressure used to construct the psychrometric chart, 1 atm. This dif- 
ference is ignored. 


10.5.3 Dehumidification 


When a moist air stream is cooled at constant mixture pressure to a temperature below its dew 
point temperature, some condensation of the water vapor initially present would occur. Fig- 
ure 10.8 shows the schematic of a dehumidifier using this principle. Moist air enters at state 1 
and flows across a cooling coil through which a refrigerant or chilled water circulates. Some 
of the water vapor initially present in the moist air condenses, and a saturated moist air mix- 
ture exits the dehumidifier section at state 2. Although water would condense at various tem- 
peratures, the condensed water is assumed to be cooled to 75 before it exits the dehumidifier. 
Since the moist air leaving the humidifier is saturated at a temperature lower than the tem- 
perature of the moist air entering, the moist air stream might be unsuitable for direct use in 
occupied spaces. However, by passing the stream through a following heating section, it can 
be brought to a condition most occupants would regard as comfortable. Let us sketch the pro- 
cedure for evaluating the rates at which condensate exits and refrigerant circulates. 


Mass Balance. Тһе mass flow rate of the condensate m, сап be related to the mass flow 
rate of the dry air т, by applying conservation of mass separately for the dry air and water 
passing through the dehumidifier section. At steady state 


My, = т, (dry air) 
ma = My Шү (water) 


The common mass flow rate of the dry air is denoted as m,. Solving for the mass flow rate 
of the condensate 


My = Ту = ту 


Heating 
тү. сой 


ын D D Initial dew 


point 


Condensate — | | | 
saturated at T; T, T4 T, 


(Dehumidifier section) (Heating section) Dry-bulb temperature 


(a) (b) 


Figure 10.8 Dehumidification. (a) Equipment schematic. (b) Psychrometric chart representation. 


Introducing түү = @,m, апа m, = wM, the amount of water condensed per unit mass of 
dry air passing through the device is 


This expression requires the humidity ratios œw; and о». Because no moisture is added or re- 
moved in the heating section, it can be concluded from conservation of mass that w, = оз, 
SO оз сап be used in the above equation in place of о». 


Energy Balance. Тһе mass flow rate of the refrigerant through the cooling coil т, can be 
related to the mass flow rate of the dry air т, by means of an energy rate balance applied to 
the dehumidifier section. With W,, = 0, negligible heat transfer with the surroundings, and 
no significant kinetic and potential energy changes, the energy rate balance reduces at steady 
state to 


0 = m(h; — А) + (mha + Maha) — mh, — (Mha + mohn) 


where Л, and Л, denote the specific enthalpy values of the refrigerant entering and exiting the 
dehumidifier section, respectively. Introducing т, = «m, т, = «ym, and m, = 
(o, - өз), 


0 = m(h; — he) + m| (rar = ha) 3 2147 who (e, — @»)hp] 


where the specific enthalpies of the water vapor at 1 and 2 are evaluated at the saturated va- 
por values corresponding to Т) and 75, respectively. Since the condensate is assumed to exit 
as a saturated liquid at 75, hy = hp. Solving for the refrigerant mass flow rate per unit mass 
of dry air flowing through the device 


m (ш- ha) + өш — ohp — (о — озу! 


а һ, нШ h; 


m 
The accompanying psychrometric chart, Fig. 10.85, illustrates important features of the 
processes involved. As indicated by the chart, the moist air first cools from state 1, where 


the temperature is 7, and the humidity ratio is w,, to state 2, where the mixture is saturated 
(ф» = 100%), the temperature is Т, < T,, and the humidity ratio is о, < о. During the sub- 
sequent heating process, the humidity ratio would remain constant, w, = оз, апа the tem- 
perature would increase to Т;. Since the states visited would not be equilibrium states, these 
processes are indicated on the psychrometric chart by dashed lines. The example to follow 
provides a specific illustration. 


Example 10.3 Dehumidifier 


Moist air at 30°C and 50% relative humidity enters a dehumidifier operating at steady state with a volumetric flow rate of 
280 m?/min. The moist air passes over a cooling coil and water vapor condenses. Condensate exits the dehumidifier satu- 
rated at 10°C. Saturated moist air exits in a separate stream at the same temperature. There is no significant loss of energy 
by heat transfer to the surroundings and pressure remains constant at 1.013 bar. Determine (a) the mass flow rate of the dry 
air, in kg/min, (b) the rate at which water is condensed, in kg per kg of dry air flowing through the control volume, and 
(c) the required refrigerating capacity, in tons. 


Solution 

Known: Moist air enters a dehumidifier at 30°C and 50% relative humidity with a volumetric flow rate of 280 m/min. Con- 
densate and moist air exit in separate streams at 10°C. 

Determine: Find the mass flow rate of the dry air, in kg/min, the rate at which water is condensed, in kg per kg of dry air, 
and the required refrigerating capacity, in tons. 


Schematic and Given Data: 


Cooling coil Heating coil 
| | ШЕ 
i | | Assumptions: | | 
| | | pne 1. The control volume shown in the accompanying 
(AV), = 280 m?/min | | | E c figure operates at steady state. Changes in kinetic and 
T, = 30°С | | —> —L potential energy can. be neglected, апа W., = 0. 
ф = 50% | | | 1 2. There is по significant heat transfer to the sur- 
Шаа || roundings. 
| | 3. Тһе pressure remains constant throughout at 
| — | 1.013 bar. 
1 3 2 4. At location 2, the moist air is saturated. The con- 
Control volume densate exits at location 3 as a saturated liquid at 
temperature Т». 
Condensate, 
saturated at 
T, = 10°С 


Figure E10.3 


Analysis: (a) At steady state, the mass flow rates of the dry air entering and exiting are equal. The common mass flow rate 
of the dry air can be determined from the volumetric flow rate at the inlet 
(АУ), 


ба 


а 


The specific volume of the dry air at inlet 1, 0,1, can be evaluated using the ideal gas equation of state, so 
NEN 
“| (R/Mj(Ti/pa) 


The partial pressure of the dry air р, сап be determined from р, = p, - p,,. Using the relative humidity at the inlet ф, and 
the saturation pressure at 30°C from Table T-2 


Ра = Фры = (0.5)(0.04246) = 0.02123 bar 
Thus, p,; = 1.013 — 0.02123 = 0.99177 bar. Inserting values into the expression for m, gives 


(280 m?/min)(0.99177 х 10° N/m’) 
Ma — (8314/28.97 №: m/kg ` K)(303 K) 


319.35 kg/min <1 


(b) Conservation of mass for the water requires т, = my,» + my. With тұ) = алт, and m,» = а»т,, the rate at which water 
is condensed per unit mass of dry air is 


The humidity ratios w and w, can be evaluated using Eq. 10.5. Thus, œw; is 


v 0.02123 kg(vapor 
о. = 0.622( En ) 0.622( ) 0.0133 ЕЁ Уарог) 
Pi Ра 0.99177 kg(dry аш) 


Since the moist air is saturated at 10°C, py, equals the saturation pressure at 10°C: р, = 0.01228 bar from Table Т-2. Equation 
10.5 then gives w = 0.0076 kg(vapor)/kg(dry air). With these values for дү and w, 


0.0133 — 0.0076 = 0.0057 5 Condensate) 
Е os ботоат 


(с) The rate of heat transfer On between the moist air stream and the refrigerant coil can be determined using an energy rate 
balance. With assumptions 1 and 2, the steady-state form of the energy rate balance reduces to 


e 0 05, | (mh; | mahy) mh (mha H mahy) 


ту 


With тұ) = wM, тұ) = wM, and т, = (о) — оо)т,, this becomes 
OF mal (ha hj) oils у why у (о «)һ] 


where the specific enthalpies of the water vapor at 1 and 2 are evaluated at the saturated vapor values corresponding to 7, and 
T», respectively, and the specific enthalpy of the exiting condensate is evaluated as л; at Т. Selecting enthalpies from Tables 
T-2 and T-9, as appropriate 


ll 


О, = (319.35)[(283.1 — 303.2) — 0.0133(2556.3) 
+ 0.0076(2519.8) + 0.0057(42.01)] 


— 11,084 kJ/min 


ll 


Since | ton of refrigeration equals a heat transfer rate of 211 kJ/min (Sec. 8.6), the required refrigerating capacity is 52.5 tons. <1 


Ө If a psychrometric chart were used to obtain data, this expression for Ox would be rearranged to read 
OF m| (ha | why)> (hà | why) H (wi wz)hy] 


The underlined terms and humidity ratios w; and œw, would be read directly from the chart; the specific enthalpy h,, would 
be obtained from Table T-2 as hy, at Т. 


10.5.4 Humidification 


It is often necessary to increase the moisture content of the air circulated through occupied 
spaces. One way to accomplish this is to inject steam. Alternatively, liquid water can be 
sprayed into the air. Both cases are shown schematically in Fig. 10.9a. The temperature of 


Moist air 
Ty, Фу» 0, 


Moist air 
Ту, 91 


Water injected 
(vapor or liquid) 


Dry-bulb temperature Dry-bulb temperature 
(a) (р) (с) 


Figure 10.0 Humidification. (а) Control volume. (Р) Steam injected. (с) Liquid injected. 


the moist air as it exits the humidifier depends on the condition of the water introduced. 
When relatively high-temperature steam is injected, both the humidity ratio and the dry-bulb 
temperature would be increased. This is illustrated by the accompanying psychrometric chart 
of Fig. 10.9b. If liquid water was injected instead of steam, the moist air may exit the 
humidifier with a lower temperature than at the inlet. This is illustrated in Fig. 10.9c. The 
example to follow illustrates the case of steam injection. The case of liquid water injection 
is considered further in the next section. 


Example 10.4 Steam-Spray Humidifier 


Moist air with a temperature of 22°С and a wet-bulb temperature of 9°C enters a steam-spray humidifier. The mass flow rate 
of the dry air is 90 kg/min. Saturated water vapor at 110°C is injected into the mixture at a rate of 52 kg/h. There is no heat 
transfer with the surroundings, and the pressure is constant throughout at 1 bar. Using the psychrometric chart, determine at 
the exit (a) the humidity ratio and (b) the temperature, in °С. 


Solution 

Known: Moist air enters a humidifier at a temperature of 22°С and a wet-bulb temperature of 9°C. The mass flow rate of 
the dry air is 90 kg/min. Saturated water vapor at 110°C is injected into the mixture at a rate of 52 kg/h. 

Find: Using the psychrometric chart, determine at the exit the humidity ratio and the temperature, in °С. 


Schematic and Given Data: 


Assumptions: 

1. The control volume shown in the accompanying figure operates 
at steady state. Changes in kinetic and potential energy can be neg- 
lected and Wey = 0. 

2. There is no heat transfer with the surroundings. 

3. The pressure remains constant throughout at 1 bar. Figure T-4 
remains valid at this pressure. 


3 р 


Saturated water vapor 
at 110°C, rmi = 52 kg/h 


Boundary 


Figure Е10.4 


Analysis: (а) The humidity ratio at the exit w, can be found from mass rate balances on the dry air and water individ- 
ually. Thus 


ти me (dry air) 


Ma + My = то (water) 


With m, = cm, апа m, = Фот,, where m, is the mass flow rate of the air, the second of these becomes 
m 
@) = 09, + =e 
a 
Using the inlet dry-bulb temperature, 22°C, and the inlet wet-bulb temperature, 9°C, the value of the humidity ratio w, can be 


found by inspection of the psychrometric chart, Fig. T-4. The result is w, = 0.002 kg(vapor)/kg(dry air). This value should 
be verified as an exercise. Inserting values into the expression for œw, 


(52 kg/h)|1 h/60 min| kg(vapor) 


— 0.002 4 = 0.0116 
ve 90 kg/min kg(dry air) 


(b) The temperature at the exit can be determined using an energy rate balance. With assumptions 1 and 2, the steady-state 
form of the energy rate balance reduces to a special case of Eq. 10.11. Namely 


0 hay hy | 21 | (а» 20175 (222125 (1) 


In writing this, the specific enthalpies of (һе water vapor at 1 and 2 аге evaluated ав the respective saturated vapor values, and 
һьз denotes the enthalpy of the saturated vapor injected into the moist air. 
Equation (1) can be rearranged in the following form suitable for use with the psychrometric chart. 


(1) (h у ол), (ha | oh), (о 2017 (2) 


The first term on the right can be obtained from Fig. T-4 at the state defined by the intersection of the inlet dry-bulb temper- 
ature, 22°C, and the inlet wet-bulb temperature, 9°C: 27.2 kJ/kg(dry air). The second term on the right can be evaluated with 
the known humidity ratios а), and c; and the value of h,; from Table T-2: 2691.5 kJ/kg(vapor). The state at the exit is fixed 
by в» апа (h, + оћ,) = 53 kJ/kg(dry air). The temperature at the exit can then be read directly from the chart. The result is 
70 e OBC, 4 


Ө А solution of Eq. (2) using data from Tables T-2 and Т-9 requires an iterative (trial) procedure. The result is Т, = 24°C, as 
can be verified. 


10.5.5 Evaporative Cooling 


Cooling in hot, relatively dry climates can be accomplished by evaporative cooling. This 
involves either spraying liquid water into air or forcing air through a soaked pad that is 
kept replenished with water, as shown in Fig. 10.10. Owing to the low humidity of the 


Water at Ty Mixture enthalpy 
2 per unit mass 
cec of dry air 
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ХХ 


Moist air 
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(b) 


Figure 10.10 Evaporative cooling. (а) Equipment schematic. (b) Psychrometric chart representation. 


moist air entering at state 1, part of the injected water evaporates. The energy for еуар- 
oration is provided by the air stream, which is reduced in temperature and exits at state 2 
with a lower temperature than the entering stream. Because the incoming air is relatively 
dry, the additional moisture carried by the exiting moist air stream is normally beneficial. 

For negligible heat transfer with the surroundings, no work W,,, and no significant changes 
in kinetic and potential energy, the steady-state forms of the mass and energy rate balances 
reduce for the control volume of Fig. 10.10а to 


(ha + ол) = (о — о) + (ha + өд) 


where hę denotes the specific enthalpy of the liquid stream entering the control volume. АП 
the injected water is assumed to evaporate into the moist air stream. The underlined term ac- 
counts for the energy carried in with the injected liquid water. This term is normally much 
smaller in magnitude than either of the two moist air enthalpy terms. Accordingly, the en- 
thalpy of the moist air varies only slightly, as illustrated on the psychrometric chart of Fig. 
10.10b. Recalling that lines of constant mixture enthalpy are closely lines of constant wet- 
bulb temperature (Sec. 10.4), it follows that evaporative cooling takes place at a nearly con- 
stant wet-bulb temperature. 
In the next example, we consider the analysis of an evaporative cooler. 


Example 10.5 Evaporative Cooler 


Air at 100°F and 10% relative humidity enters an evaporative cooler with a volumetric flow rate of 5000 ft?/min. Moist air 
exits the cooler at 70°F. Water is added to the soaked pad of the cooler as a liquid at 70°F and evaporates fully into the moist 
air. There is no heat transfer with the surroundings and the pressure is constant throughout at 1 atm. Determine (a) the mass 
flow rate of the water to the soaked pad, in Ib/h, and (b) the relative humidity of the moist air at the exit to the evaporative 
cooler. 


Solution 

Known: Air at 100°F and $ = 10% enters an evaporative cooler with a volumetric flow rate of 5000 ft?/min. Moist air exits 
the cooler at 70°F. Water is added to the soaked pad of the cooler at 70°F. 

Find: Determine the mass flow rate of the water to the soaked pad, in lb/h, and the relative humidity of the moist air at the 
exit of the cooler. 


Schematic and Given Data: 


Water at 70°C 


Assumptions: 
| 1. The control volume shown in the accompanying figure op- 
| erates at steady state. Changes in kinetic and potential energy 


SH 


СХХ, 
оос 
Sa 

2550 


es 


29929; 


5% 


T, = 100°F | БОСС: T, = 70°С : 
а БОС n сап be neglected апа W,, = 0. 
$,- 10% fe ----- Коо 4--1- : Ч | 
2 іс % 20 2. There is no heat transfer with the surroundings. 
(АУ), =5000 л | БЭ? | ге 
| ОУ | 3. The water added to the soaked pad enters as а Паша and 
RLS 
| дэс | evaporates fully into the moist air. 
| [доо А 3 
Ї 2 4. The pressure remains constant throughout at 1 atm. 
Soaked pad — Boundary 


Figure E10.5 


Analysis: (а) Applying conservation of mass to the dry аш and water individually as in previous examples gives 
у т,.(о» F о) 


where my is the mass flow rate of the water to the soaked pad. To find m, requires w,, Ma and о». These will now be evaluated 
in turn. 

The humidity ratio о) can be found from Eq. 10.5, which requires p,,, the partial pressure of the moist air entering the 
control volume. Using the given relative humidity Фф, and p, at T, from Table T-2E, we have p,, = фур. = 0.095 Ibf/in.? With 
this, оу = 0.00405 lb(vapor)/Ib(dry air). 

Тһе mass flow rate of the dry air т, can be found as in previous examples using the volumetric flow rate and specific vol- 
ume of the dry air. Thus 


(АУ), 


ба 


ne 


The specific volume of the dry air can be evaluated from the ideal gas equation of state. The result is 0, = 14.2 ft*/Ib(dry 
air). Inserting values, the mass flow rate of the dry air is 


5000 ft?/min Ib(dry air) 
m, = 3 E = 39281 5 
14.2 ЇСЛЬ(4гу аш) тіп 


To find the humidity ratio в», reduce the steady-state forms of the mass and energy rate balances using assumption 1 to 
obtain 


0 (тай, | туйл) | mh, (mha | той) 


With the same reasoning as in previous examples, this can be expressed as 


0 = (h, + why), + (0 — оу) — (h, + оһ,)» 
where Л, denotes the specific enthalpy of the water entering the control volume at 70°F. Solving for œw, 


Pa = io tola = 0) СЕ) о) 
ho d ћо = Ng 


22 


where c, = 0.24 Btu/lb : ^R. With Aj, л, and /, from Table T-2E 


81? 


0.24(100 - 70) + 0.00405(1105 - 38.1) 
122 (1092 — 38.1) 
Ib(vapor) 


= 0:01 
шиг Ib(dry аш) 


Substituting values for m, ду, and c; into the expression for my 


: Ib(dry air) |60 min | Ib(water) 
- I (01100) = (01004105) =F 
ту, Е ES mE (0.0109 — 0.00405) 11577) 
lb( water 
= yg <] 


(9) The relative humidity of the moist air at the exit can be determined using Eq. 10.6. The partial pressure of the water va- 
por required by this expression can be found by solving Eq. 10.5 to obtain 


p 


PaT 210062 


Inserting values 


(0.0109)(14.696 Ibf/in.2) 


= 0.253 Ibf/in.? 
(0.0109 + 0.622) р 


Duos 


At 70°Е, the saturation pressure is 0.3632 Ibf/in.? Thus, the relative humidity at the exit is 


210253 
2 0.3632 


= 0.697(69.7%) < 


@ Since the underlined term in this equation is much smaller than either of the moist air enthalpies, the enthalpy of the moist 


air remains nearly constant, and thus evaporative cooling takes place at nearly constant wet-bulb temperature. This can be 
verified by locating the incoming and outgoing moist air states on the psychrometric chart. 


© А constant value of the specific heat Cpa has been used here to evaluate the term (Л, — Л). As shown in previous examples, 


this term can be evaluated alternatively using the ideal gas table for air. 


10.5.6 Adiabatic Mixing of Two Moist Air Streams 


A common process in air-conditioning systems is the mixing of moist air streams, as 
shown in Fig. 10.11. The objective of the thermodynamic analysis of such a process is 
normally to fix the flow rate and state of the exiting stream for specified flow rates and 
states of each of the two inlet streams. The case of adiabatic mixing is governed by 
Eqs. 10.12 to follow. 

The mass rate balances for the dry air and water vapor at steady state are, respectively, 


My, + My = My (dry air) (10.12a) 


ma + My = т, (water vapor) 
With т, = wm, the water vapor mass balance becomes 
Qj, + Qn, = оңт, (water vapor) (10.12b) 


Assuming Ow = W., = 0 and ignoring the effects of kinetic and potential energy, the en- 
ergy rate balance reduces at steady state to 


Malha + Фу) + malha + why) = molha + why) (10.12с) 


where the enthalpies of the entering and exiting water vapor аге evaluated as the saturated 
vapor values at the respective dry-bulb temperatures. 

If the inlet flow rates and states are known, Eqs. 10.12 are three equations in three un- 
knowns: 75, ©з, and (Л + w3h,3). The solution of these equations is illustrated by the next 
example. 


таз 
Т; 
003 


: Figure 10.11 Adiabatic mixing of two moist 
é Insulation Зэ 
2 т.о, Tr, 0» air streams. 


Example 10.0 Adiabatic Mixing of Moist Streams 


A stream consisting of 142 m?/min of moist air at a temperature of 5°C and a humidity ratio of 0.002 kg(vapor)/kg(dry 
air) is mixed adiabatically with a second stream consisting of 425 m?/min of moist air at 24°C and 50% relative humidity. 
The pressure is constant throughout at 1 bar. Determine (a) the humidity ratio and (b) the temperature of the exiting mixed 
stream, in °C. 


Solution 

Known: А moist air stream at 5°C, о = 0.002 kg(vapor)/kg(dry air), and a volumetric flow rate of 142 m?/min is mixed 
adiabatically with a stream consisting of 425 m?/min of moist air at 24°C and ф = 50%. 

Find: Determine the humidity ratio and the temperature, in °C, of the mixed stream exiting the control volume. 


Schematic and Given Data: 


(AV), = 142 m3/min 
T, = 5 Ён kg (vapor) 
@ = 0.0 kg (dry air) 


2 
(АУ); = 425 m?/min 
T, = 24°C 
OS еі 50% 


Figure E10.0 


Assumptions: 

1. The control volume shown in the accompanying figure operates at steady state. Changes in kinetic and potential energy 
can be neglected and Wa =0. 

2. There is no heat transfer with the surroundings. 

3. The pressure remains constant throughout at 1 bar. 


Analysis: (а) The humidity ratio о; сап һе found by means of mass rate balances for the dry air and water vapor, 
respectively 


Ma p myo > тз (4гу аш) 


My + My = туз (water vapor) 


With my; = cm, My = Фу, and туз = wM, the second of these balances becomes 


QA, * аә = 003Шд 


Solving 
Qi, + Ol 
w; = < 
та 
Since тз = m, + m», this сап be expressed as 
Qj T WM, 
@3 ar at an 
Тар T Ma 


To determine о; requires values for c», m, and my. The mass flow rates of the dry air, m, and m,), can be found as in 
previous examples using the given volumetric flow rates 


The values of 9,1, and Va, and в» are readily found from the psychrometric chart, Fig. Т-4. Thus, at о) = 0.002 and 
T, = 5°C, о, = 0.79 m/kg (dry air). At ф» = 50% and Т, = 24°C, о, = 0.855 m"/kg(dry air) and w, = 0.0094. The mass 
flow rates of the dry air are then т, = 180 kg(dry air)/min and т, = 497 kg(dry air)/min. Inserting values into the 
expression for w, 


(0.002)(180) + (0.0094)(497) kg(vapor) 
25 - 0.0074 
180 + 497 kg(dry аш) 


(9) Тһе temperature Т; of the exiting mixed stream сап be found from an energy rate balance. Reduction of the energy rate 
balance using assumptions 1 and 2 gives 


Ma(ha | why) | тьә(һ„ | why)> mash, | why); (1) 


Solving 


malha | why) malha 


Ma ы то 


ge 

= 
2 
= 
S 


(2) 


With (Л, + wh,); = 10 kJ/kg(dry аш) and (л, + wh,) = 47.8 kJ/kg(dry air) from Fig. T-4 and other known values 


180(10) + 497478) 2. Юю 
180 -- 497 ` kg(dry аш) 


This value for the enthalpy of the moist air at the exit, together with the previously determined value for ол, fixes the state of 
the exiting moist air. From inspection of Fig. T-4, Т, = 19°C. < 


Alternative Solutions: The use of the psychrometric chart facilitates the solution for Т». Without the chart, an iterative so- 
lution of Eq. (2) using table data could be used as noted in the solution of Example 10.4. Alternatively, Т; сап be determined 
using the following IT program, where ф, is denoted as phi2, the volumetric flow rates at 1 and 2 are denoted as AV1 and 
AV2, respectively, and so on. 


// Given data 

Tri m5 C 

w1 = 0.002 // kg(vapor) / kg(dry air) 
АМ1 - 142 // m?/min 

TZ es 24 «e 

phi2 = 0.5 

AV2 = 425 // m?/min 

р = 1 // bar 


// Mass balances for water vapor апа dry air: 
w1 * mdota1 + w2 * mdota2 = w3 * mdota3 
mdota1 + mdota2 = mdota3 


// Evaluate mass flow rates of dry air 
mdota1 = AV1 / ма1 

val = va_Tw(T1, w1, р) 

mdota2 = AV2 / va2 

va2 = va_Tphi(T2, phi2, p) 


// Determine w2 
w2 = w_Tphi(T2, phi2, p) 


//The energy balance, Eq. (1), reads 
mdota1 * h1 + mdota2 * h2 = mdota3 * h3 
h1 = ha_Tw(T1, w1) 

h2 = ha_Tphi(T2, phi2, p) 

h3 = ha_Tw(T3, w3) 


Using the Solve button, (һе result is Т; = 19.019С and о; = 0.00745 kg (vapor)/kg (dry аш), which agree with the psychro- 
metric chart solution. 


Ө Note the use here of special Moist Air functions listed in the Properties menu of IT. 


10.6 Cooling Towers 


Power plants invariably discharge considerable energy to their surroundings by heat transfer 
(Chap. 8). Although water drawn from a nearby river or lake can be employed to carry away 
this energy, cooling towers provide an alternative in locations where sufficient cooling wa- 
ter cannot be obtained from natural sources or where concerns for the environment place a 
limit on the temperature at which cooling water can be returned to the surroundings. Cool- 
ing towers also are frequently employed to provide chilled water for applications other than 
those involving power plants. 

Cooling towers can operate by natural or forced convection. Also they may be 
counterflow, cross-flow, or a combination of these. A schematic diagram of a forced- 
convection, counterflow cooling tower is shown in Fig. 10.12. The warm water to be cooled 
enters at | and is sprayed from the top of the tower. The falling water usually passes through 
a series of baffles intended to keep it broken up into fine drops to promote evaporation. At- 
mospheric air drawn in at 3 by the fan flows upward, counter to the direction of the falling 
water droplets. As the two streams interact, a small fraction of the water stream evaporates 
into the moist air, which exits at 4 with a greater humidity ratio than the incoming moist 
air at 3. The energy required for evaporation is provided mainly by the portion of the in- 
coming water stream that does not evaporate, with the result that the water exiting at 2 is 
at a lower temperature than the water entering at 1. Since some of the incoming water is 


Discharged moist air 
my Та, 0,» 05 


Warm water inlet 
Ti, My 


My T4, 03 
UA 


Return water 
My 
T < Т, 


Figure 10.12 Schematic of a cooling 
tower. 


evaporated into the moist air stream, ап equivalent amount of makeup water is added at 5 
so that the return mass flow rate of the cool water equals the mass flow rate of the warm 
water entering at 1. 

For operation at steady state, mass balances for the dry air and water and an energy bal- 
ance on the overall cooling tower provide information about cooling tower performance. 
In applying the energy balance, heat transfer with the surroundings is usually neglected. 
The power input to the fan of forced-convection towers also may be negligible relative to 
other energy rates involved. The example to follow illustrates the analysis of a cooling 
tower using conservation of mass and energy together with property data for the dry air 
and water. 


Example 10.7 Power Plant Cooling Tower 


Water exiting the condenser of a power plant at 38°C enters a cooling tower with a mass flow rate of 4.5 X 10’ kg/h. A stream 
of cooled water is returned to the condenser from a cooling tower with a temperature of 30°C and the same flow rate. Makeup 
water is added in a separate stream at 20°C. Atmospheric air enters the cooling tower at 25°C and 35% relative humidity. 
Moist air exits the tower at 35°C and 90% relative humidity. Determine the mass flow rates of the dry air and the makeup 
water, in kg/h. The cooling tower operates at steady state. Heat transfer with the surroundings and the fan power can each be 
neglected, as can changes in kinetic and potential energy. The pressure remains constant throughout at 1 atm. 


Solution 

Known: А Паша water stream enters a cooling tower from a condenser at 38°С with a known mass flow rate. A stream of 
cooled water is returned to the condenser at 30°С and the same flow rate. Makeup water is added at 20°С. Atmospheric air 
enters the tower at 25°С and ф = 35%. Moist air exits the tower at 35°С and ф = 90%. 

Find: Determine the mass flow rates of the dry air and the makeup water, in kg/h. 


Schematic and Given Data: 


Moist air 

T, = 35°С 
Таян 3 мээн Assumpti 
7 2 foc А ptions: 
Ба уы, ы E 1. The control volume shown in the accompanying figure op- 
ца 5 erates at steady state. Heat transfer with the surroundings can 
be neglected, as can changes in kinetic and potential energy; 
also Wey = 0. 
2. To evaluate specific enthalpies, each liquid stream is re- 
garded as a saturated liquid at the corresponding specified 


AL "d Atmospheric air 
T3 = 25°С, $4 = 35% 


777 
вэ 


2 . Liquid water, T, = 30°C temperature. 
\ т» = 4.5 x 107 kg/h 3. The pressure is constant throughout at 1 atm. 
5 
Makeup water 
T; = 20°C 
Figure E 10.7 


Analysis: The required mass flow rates can be found from mass and energy rate balances. Mass balances for the dry air and 
water individually reduce at steady state to 


тз = Ma (dry air) 


ту + m, + туз = m, + mya (water) 


The common mass flow rate of the dry air is denoted as m,. Since m, = m, the second of these equations becomes 


Ms = Шүд т, 


With my; = cm, and ты = от, 
ms = m,(@4 — өз) 


Accordingly, the two required mass flow rates, m, and ms, are related by this equation. Another equation relating the flow 
rates is provided by the energy rate balance. 
Reducing the energy rate balance with assumption 1 results in 


0 ШИ" | (Л, | Myshy3) | mshys Maly (тай, | тул!) 


Evaluating the enthalpies of the water vapor as the saturated vapor values at the respective temperatures and the enthalpy of 
each liquid stream as the saturated liquid enthalpy at the respective temperature, the energy rate equation becomes 


= ШИЛ ar (mhas аР Tasas) | miss mhp (Mhag | тыһ) 


Introducing m, = m», ms = m,(@4 — ©з), туз = озт,, and ты = от, and solving for m, 


m(ha — hi) 


m, 
e ha — ha + why — sys — (© — «з)№ 


The humidity ratios w; and w, required by this expression can be determined from Eq. 10.5, using the partial pressure of 
the water vapor obtained with the respective relative humidity. Thus, оз = 0.00688 kg(vapor)/kg(dry air) and о; = 0.0327 
kg(vapor)/kg(dry air). 


With enthalpies from Tables T-2 and T-9, as appropriate, and the known values for ол, w4, and rn, the expression for т, 
becomes 


(4.5 x 107(159.21 — 125.79) 2 
(308.2 — 298.2) + (0.0327)(2565.3) — (0.00688)(2547.2) — (0.0258)(83.96) 
= 2.03 х 10’ kg/h 


т, 


Finally, inserting known values into the expression for ms; results in 


ms = (2.03 х 107)(0.0327 — 0.00688) = 5.24 х 105 kg/h < 


@ This expression for m, can be rearranged to read 
m, (he il hp) 
8. (ha + айы) — (has + whys) — (w4 — азу) 


m 


The underlined terms and о; and c, can be obtained by inspection of the psychrometric chart. 


Chapter Summary and Study Guide 


In this chapter we have applied the principles of thermodynamics to psychrometric applica- 
tions involving air-water vapor mixtures, possibly in the presence of liquid water. Special 
terms commonly used in psychrometrics are introduced, including moist air, humidity ratio, 
relative humidity, mixture enthalpy, and the dew point, dry-bulb, and wet-bulb temperatures. 
The psychrometric chart, which gives a graphical representation of important moist air prop- 
erties, is introduced. The principles of conservation of mass and energy are formulated in 
terms of psychrometric quantities, and typical air-conditioning applications are considered, 
including dehumidification and humidification, evaporative cooling, and mixing of moist air 
streams. A discussion of cooling towers is also provided. 


Dalton model 
partial pressure 
dry air 


moist air 


The following list provides a study guide for this chapter. When your study of the text 
and end-of-chapter exercises has been completed, you should be able to 


* write out the meanings of the terms listed in the margin throughout the chapter and 


understand each of the related concepts. The subset of key terms listed here in the 


humidity ratio 
relative humidity 


mixture enthalpy 
. perature. 
dew point temperature 


dry-bulb temperature 
wet-bulb temperature 
psychrometric chart 


Problems 


Exploring Psychrometric Principles 


10.1 A water pipe at 13°C passes through a basement in which 
the air is at 21°С. What is the maximum relative humidity the 
air can have before condensation occurs on the pipe? 


10.2 A can of soft drink at a temperature of 40°F is taken 
from a refrigerator into a room where the temperature is 70?F 
and the relative humidity is 7096. Explain why beads of mois- 
ture form on the can's outer surface. Provide supporting 
calculations. 


10.3 Оп entering a dwelling maintained at 20°С from the out- 
doors where the temperature is 10°С, a person's eyeglasses are 
observed not to become fogged. A humidity gauge indicates 
that the relative humidity in the dwelling is 5596. Can this read- 
ing be correct? Provide supporting calculations. 


10.4 А fixed amount of moist air initially at 1 bar and a rela- 
tive humidity of 6096 is compressed isothermally until con- 
densation of water begins. Determine the pressure of the mix- 
ture at the onset of condensation, in bar. Repeat if the initial 
relative humidity is 90%. 


10.5 Using the psychrometric chart, Fig. T-4, determine 

(a) the relative humidity, the humidity ratio, and the specific 
enthalpy of the mixture, in kJ per kg of dry air, corre- 
sponding to dry-bulb and wet-bulb temperatures of 30 and 
25°С, respectively. 
the humidity ratio, mixture specific enthalpy, and wet-bulb 
temperature corresponding to a dry-bulb temperature of 
30°С and 60% relative humidity. 
the dew point temperature corresponding to dry-bulb and 
wet-bulb temperatures of 30 and 20*C, respectively. 
(d) Repeat parts (a)-(c) using Interactive Thermodynamics: IT. 


(b) 


(c) 


10.6 Using the psychrometric chart, Fig. Т-4Е, determine 

(a) the dew point temperature corresponding to dry-bulb and 
wet-bulb temperatures of 80 and 70*F, respectively. 

(b) the humidity ratio, the specific enthalpy of the mixture, in 
Btu per Ib of dry air, and the wet-bulb temperature corre- 
sponding to a dry-bulb temperature of 80°F and 70% rel- 
ative humidity. 


* use the psychrometric chart. 


margin is particularly important. 


* evaluate the humidity ratio, relative humidity, mixture enthalpy, and dew point tem- 


* apply the conservation of mass and energy principles and the second law of thermo- 
dynamics to analyze air-conditioning processes and cooling towers. 


(c) the relative humidity, humidity ratio, and mixture specific 
enthalpy corresponding to dry-bulb and wet-bulb temper- 
atures of 80 and 65°F, respectively. 

(d) Repeat parts (a)-(c) using Interactive Thermodynamics: IT. 


Air-Conditioning Applications 

10.7 А fan within an insulated duct delivers moist air at the 
duct exit at 22?C, 6096 relative humidity, and a volumetric flow 
rate of 0.5 m/s. At steady state, the power input to the fan is 
1.3 kW. Using the psychrometric chart, determine the temper- 
ature and relative humidity at the duct inlet. 


10.8 Moist air enters an air-conditioning system as shown in 
Fig. 10.8 at 26°С, ф = 80% and a volumetric flow rate of 
0.47 m/s. At the exit of the heating section the moist air is at 
26°С, ф = 50%. For operation at steady state, and neglecting 
kinetic and potential energy effects, determine 
(a) the rate energy is removed by heat transfer in the dehu- 

midifier section, in tons. 
(b) the rate energy is added by heat transfer in the heating sec- 
tion, in kW. 


10.9 Air at 1 atm with dry-bulb and wet-bulb temperatures of 
82 and 68°F, respectively, enters a duct with a mass flow rate 
of 10 Ib/min and is cooled at essentially constant pressure to 
62°F. For steady-state operation and negligible kinetic and po- 
tential energy effects, determine using table data 
(a) the relative humidity at the duct inlet. 

(b) the rate of heat transfer, in Btu/min. 

(c) Check your answers using data from the psychrometric 
chart. 

(d) Check your answers using /nteractive Thermodynamics: IT. 


10.10 Air at 35°C, 1 atm, and 50% relative humidity enters а 
dehumidifier operating at steady state. Saturated moist air 
and condensate exit in separate streams, each at 15°С. 
Neglecting kinetic and potential energy effects, determine, 
using table data 
(a) the heat transfer from the moist air, in kJ per kg of dry air. 
(b) the amount of water condensed, in kg per kg of dry air. 


(с) Check your answers using data from the psychrometric 
chart. 
(d) Check your answers using Interactive Thermodynamics: IT. 


10.11 Air at 80°F, 1 atm, and 70% relative humidity enters a 


dehumidifier operating at steady state with a mass flow rate of 

1 Ib/s. Saturated moist air and condensate exit in separate 

streams, each at 50°F. Neglecting kinetic and potential energy 

effects, determine, using table data 

(a) the rate of heat transfer from the moist air, in tons. 

(b) the rate water is condensed, in Ib/s. 

(c) Check your answers using data from the psychrometric 
chart. 

(d) Check your answers using /nteractive Thermodynamics: IT. 


10.12 Anair conditioner operating at steady state takes in moist 


air at 28°С, 1 bar, and 70% relative humidity. The moist air 

first passes over a cooling coil in the dehumidifier unit and 

some water vapor is condensed. The rate of heat transfer be- 

tween the moist air and the cooling coil is 11 tons. Saturated 

moist air and condensate streams exit the dehumidifier unit at 

the same temperature. The moist air then passes through a heat- 

ing unit, exiting at 24°С, 1 bar, and 40% relative humidity. Ne- 

glecting kinetic and potential energy effects, determine 

(a) the temperature of the moist air exiting the dehumidifer 
unit, in °С. 

(b) the volumetric flow rate of the air entering the air condi- 
tioner, in m?/min. 

(c) the rate water is condensed, in kg/min. 

(d) the rate of heat transfer to the air passing through the heat- 
ing unit, in kW. 


10.13 Outside air at 50°F, 1 atm, and 40% relative humidity en- 


ters an air-conditioning device operating at steady state. Liq- 
uid water is injected at 45°F and a moist air stream exits with 
a volumetric flow rate of 1000 ft?/min at 90°F, 1 atm and a rel- 
ative humidity of 40%. Neglecting kinetic and potential energy 
effects, determine 

(а) the rate water is injected, in Ib/min. 

(b) the rate of heat transfer to the moist air, in Btu/h. 


10.14 An air-conditioning system consists of a spray section 


followed by a reheater. Moist air at 32°С and ф = 77% enters 
the system and passes through a water spray, leaving the spray 
section cooled and saturated with water. The moist air is then 
heated to 25°С and ф = 45% with no change in the amount 
of water vapor present. For operation at steady state, determine 
(a) the temperature of the moist air leaving the spray section, 
in ^C. 
(b) the change in the amount of water vapor contained in the 
moist air passing through the system, in kg per kg of dry air. 


Locate the principal states on a psychrometric chart. 


10.15 Moist air at 95°F, 1 atm, and a relative humidity of 30% 


enters a steam-spray humidification device operating at steady 
state with a volumetric flow rate of 5700 ft*/min. Saturated wa- 
ter vapor at 230°F is sprayed into the moist air, which then ex- 
its the device at a relative humidity of 5096. Heat transfer be- 
tween the device and its surroundings can be ignored, as can 
kinetic and potential energy effects. Determine 


10.20 


10.21 


(a) the temperature of the exiting moist air stream, in °F. 
(b) the rate at which steam is injected, in Ib/min. 


10.16 Outside air at 50°F, 1 atm, and 40% relative humidity en- 


ters an air conditioner operating at steady state with a mass 

flow rate of 3.3 Ib/s. The air is first heated at essentially con- 

stant pressure to 90°F. Liquid water at 60°F is then injected, 

bringing the air to 70°F, 1 atm. Determine 

(a) the rate of heat transfer to the air passing through the heat- 
ing section, in Btu/s. 

(b) the rate water is injected, in Ib/s. 

(c) the relative humidity at the exit of the humidification 
section. 


Kinetic and potential energy effects can be ignored. 


10.17 In an industrial dryer operating at steady state, atmos- 


pheric air at 80°F, 1 atm, and 65% relative humidity is first 
heated to 280°F at constant pressure. The heated air is then al- 
lowed to pass over the materials being dried, exiting the dryer 
at 150?F, 1 atm, and 30% relative humidity. If moisture is to be 
removed from the materials at a rate of 2700 Ib/h, determine 
(a) the mass flow rate of dry air required, in Ib/h. 

(b) the rate of heat transfer to the air as it passes through the 

heating section, in Btu/h. 


Neglect kinetic and potential energy effects. 


10.18 At steady state, a device for heating and humidifying air 


has 250 ft?/min of air at 40°F, 1 atm, and 80% relative humidity 
entering at one location, 1000 ft?/min of air at 60°F, 1 atm, and 
80% relative humidity entering at another location, and liquid 
water injected at 55°F. A single moist air stream exits at 85°F, 
1 atm, and 35% relative humidity. Determine 

(a) the rate of heat transfer to the device, in Btu/min. 

(b) the rate at which liquid water is injected, in Ib/min. 


Neglect kinetic and potential energy effects. 


10.19 Air at 35?C, 1 bar, and 10% relative humidity enters an 


evaporative cooler operating at steady state. The volumetric 
flow rate of the incoming air is 50 m*/min. Liquid water at 
20°С enters the cooler and fully evaporates. Moist air exits the 
cooler at 25?C, 1 bar. If there is no significant heat transfer be- 
tween the device and its surroundings, determine 

(a) the rate at which liquid enters, in kg/min. 

(b) the relative humidity at the exit. 


Neglect kinetic and potential energy effects. 


Atmospheric air having dry-bulb and wet-bulb tempera- 
tures of 33 and 29°C, respectively, enters а well-insulated 
chamber operating at steady state and mixes with air entering 
with dry-bulb and wet-bulb temperatures of 16 and 12°С, ге- 
spectively. The volumetric flow rate of the lower temperature 
stream is three times that of the other stream. A single mixed 
stream exits. The pressure is constant throughout at 1 atm. Ne- 
glecting kinetic and potential energy effects, determine for the 
exiting stream 

(a) the relative humidity. 

(b) the temperature, in °С. 


At steady state, a moist air stream (stream 1) is mixed 
adiabatically with another stream (stream 2). Stream 1 is at 


55°F, 1 atm, апа 20% relative humidity, with a volumetric flow 
rate of 650 ft/min. A single stream exits the mixing chamber 
at 66°F, 1 atm, and 60% relative humidity, with a volumetric 
flow rate of 1500 ft?/min. Determine for stream 2 

(a) the relative humidity. 

(b) the temperature, in °F. 

(с) the mass flow rate, in Ib/min. 


10.22 Air at 30°C, 1 bar, 50% relative humidity enters an in- 


sulated chamber operating at steady state with a mass flow rate 
of 3 kg/min and mixes with a saturated moist air stream en- 
tering at 5°C, 1 bar with a mass flow rate of 5 kg/min. A sin- 
gle mixed stream exits at 1 bar. Determine the relative humidity 
and temperature, in “С, of the exiting stream. Neglect kinetic 
and potential energy effects. 


10.25 Liquid water at 50°С enters a forced draft cooling tower 


operating at steady state. Cooled water exits the tower with a 
mass flow rate of 80 kg/min. No makeup water is provided. A 
fan located within the tower draws in atmospheric air at 17°С, 
0.098 MPa, 60% relative humidity with a volumetric flow rate 
of 110 m?/min. Saturated air exits the tower at 30°С, 0.098 
MPa. The power input to the fan is 8 kW. Ignoring kinetic and 
potential energy effects, determine 

(a) the mass flow rate of the liquid stream entering, in kg/min. 
(b) the temperature of the cooled liquid stream exiting, іп °С. 


10.26 Liquid water at 110°F and a volumetric flow rate of 


250 ft/min enters a cooling tower operating at steady state. 
Cooled water exits the cooling tower at 88°F. Atmospheric air 
enters the tower at 80?F, 1 atm, 40% relative humidity, and sat- 
urated moist air at 105?F, 1 atm exits the cooling tower. De- 


Cooling Towers termine the mass flow rates of the dry air and the cooled wa- 


10.23 In the condenser of a power plant, energy is discharged ter, each in Ib/min. Ignore kinetic and potential energy effects. 


by heat transfer at a rate of 836 MW to cooling water that ex- — 10.27 Liquid water at 120°F enters a cooling tower operating 


its the condenser at 40°С into a cooling tower. Cooled water 
at 20°С is returned to the condenser. Atmospheric air enters 
the tower at 25?C, 1 atm, 35% relative humidity. Moist air ex- 
its at 35°С, 1 atm, 90% relative humidity. Makeup water is sup- 
plied at 20°С. For operation at steady state, determine the mass 
flow rate, in kg/s, of 

(a) the entering atmospheric air. 

(b) the makeup water. 


Ignore kinetic and potential energy effects. 


10.24 Liquid water at 120?F and a mass flow rate of 3 x 10° 
Ib/h enters a cooling tower operating at steady state. Liquid 
water exits the tower at 80°Е. No makeup water is provided. 
Atmospheric air enters at 1 atm with a dry-bulb temperature 
of 70°F and a wet-bulb temperature of 60°F. Saturated air ex- 
its at 110°F, 1 atm. Ignoring kinetic and potential energy ef- 
fects, determine the mass flow rate of the cooled water stream 
exiting the tower, in Ib/h. 


at steady state with a mass flow rate of 140 Ib/s. Atmos- 
pheric air enters at 80°F, 1 atm, 30% relative humidity. Sat- 
urated air exits at 100?F, 1 atm. No makeup water is provided. 
Plot the mass flow rate of dry air required, in Ib/h, versus 
the temperature at which cooled water exits the tower. Con- 
sider temperatures ranging from 60 to 90°F. Ignore kinetic 
and potential energy effects. 


10.28 Liquid water at 100°F and a volumetric flow rate of 200 


gal/min enters a cooling tower operating at steady state. At- 
mospheric air enters at 1 atm with a dry-bulb temperature of 
80°F and a wet-bulb temperature of 60°F. Moist air exits the 
cooling tower at 90°F and 90% relative humidity. Makeup wa- 
ter is provided at 80°Е. Plot the mass flow rates of the dry air 
and makeup water, each in Ib/min, versus return water tem- 
perature ranging from 80 to 100°F. Ignore kinetic and poten- 
tial energy effects. 


f . GETTING STARTED IN FLUID 
"ШЕ MECHANICS: FLUID STATICS 


Introduction... 


Fluid mechanics is that discipline within the broad field of applied mechanics 
concerned with the behavior of fluids at rest or in motion. Both liquids and gases are 
fluids. (A more complete definition of a fluid is given in Section 12.1.) This field of 
mechanics obviously encompasses a vast array of problems that may vary from the 
study of blood flow in the capillaries (which are only a few microns in diameter) to 
the flow of crude oil across Alaska through an 800-mile-long, 4-ft-diameter pipe. 
Fluid mechanics principles explain why airplanes are made streamlined with smooth 
surfaces, whereas golf balls are made with rough surfaces (dimpled). 

In addition, as discussed in Chap. 1, fluid mechanics principles and concepts 
are often involved in the study and analysis of thermal systems. Thus, it is very 
likely that during your career as an engineer you will be involved in the analysis 
and design of systems that require a good understanding of fluid mechanics. This 
introductory material will provide you with a sound foundation of the fundamental 
aspects of fluid mechanics. 

In this chapter we will consider an important class of problems in which the fluid 
is at rest. In this case the only forces of interest will be due to the pressure acting on 
the surface of a fluid particle and the weight of the particle. Thus, the objective of chapter objective 
this chapter is to investigate pressure and its variation throughout a fluid at rest, and 
the effect of pressure on submerged or partially submerged surfaces. 


LR Pressure Variation in a Fluid at Rest 


As is briefly discussed in Sec. 2.4.2, the term pressure is used to indicate the normal force 
per unit area at a given point acting on a given plane within a fluid mass of interest. The pur- 
pose of this section is to determine how the pressure in a fluid at rest varies from point to 
point. 
Consider a small, stationary element of fluid removed from some arbitrary position within 
a mass of fluid as illustrated in Fig. 11.1. There are two types of forces acting on this element: 
surface forces due to the pressure, and a body force equal to the weight of the element. The surface force 
weight, 5°W’, acts in the negative z-direction and can be written as body force 


SW = гүбхбубг (11.1) 


where the specific weight, y — pg, is the fluid weight per unit volume. (Section 7.9) 
The pressure forces on the sides, top, and bottom of the fluid element are shown in 
Fig. 11.1. The resultant forces in the x and y directions are 


SF, = (рв — рь)буб2 and OF, = (р — Рк)бхб2 (11.2) 
251 
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(р + dp) dxdy 


Figure 11.1 Surface and body forces 
х acting on small fluid element. 


where the subscripts L, R, B, and F refer to the left, right, back, and front surfaces of the 
fluid element, respectively. 
In the z direction the resultant force is 


SF, = pdxdy - (p + dp)&xdy — үдхӧудг = —dpdxdy — үбхбубг (11.3) 


where dp is the pressure difference between the top and the bottom of the fluid element. 
For equilibrium of the fluid element (since it is at rest) 


ЕЕс-0 EF=0 -3Е-0 (11.4) 


By combining the resultant forces (Eqs. 11.2 and 11.3) with the equilibrium conditions 
(Eq. 11.4) we obtain 


(рв — Pr)dy8z = 0 (р, — pr)dxdz = 0 dpdxdy — yóxóyóz = 0 


Thus, in the x and y directions we obtain pg = рь, and p; = pg. These equations show 
that the pressure does not depend on x or y. Accordingly, as we move from point to point in 
a horizontal plane (any plane parallel to the x — y plane), the pressure does not change. In 


the z direction the force balance becomes dp = — yèz. 
That is, 
dp 
23 (11.5) 


Equation 11.5 is the fundamental equation for fluids at rest and сап be used to determine 
how pressure changes with elevation. This equation indicates that the pressure gradient in 
the vertical direction is negative; that is, the pressure decreases as we move upward in a fluid 
at rest. There is no requirement that y be a constant. Thus, Eq. 11.5 is valid for fluids with 
constant specific weight, such as liquids, as well as fluids whose specific weight may vary 
with elevation, such as air or other gases. 

For an incompressible fluid (p = constant) at a constant g, Eq. 11.5 can be directly 


integrated 
P2 © 
| ар = -у | dz 
Pi 2 


1 
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to yield Free surface 
(pressure = ро) 


р-р = We z) (11.6) 


where p, and p, are pressures at the vertical elevations тү апа Zp, as is illustrated in Fig. 11.2. 
Equation 11.6 can be written in the compact form 


Pi — р = yh (11.7) 


where Л is the distance, 22 — zı, which is the depth of fluid measured downward from the 
location of р». This type of pressure distribution is commonly called a hydrostatic pres- 
sure distribution, and Eq. 11.7 shows that in an incompressible fluid at rest the pressure x 
varies linearly with depth. The pressure must increase with depth to support the fluid Figure 11.2 Notation for 


above it. pressure variation in a 
It can also be observed from Eq. 11.7 that the pressure difference between two points сап fluid at rest with a free 
be specified by the distance h since surface. 
= Ру рә 
Y 


Іп this case h is called the pressure head and is interpreted as the height of a column of fluid pressure head 
of specific weight у required to give a pressure difference p, — р». 


For Example... for water with a specific weight of y = 62.4 ІЫ, a pressure differ- 
ence of 100 Ibf/f? is equal to a pressure head of h = 100 Ibf/ft?/62.4 ТЫЛ? = 1.60 ft of 
water. А 


For applications with liquids there is often a free surface, as is illustrated in Fig. 11.2, and 
it is convenient to use this surface as a reference plane. The reference pressure py would cor- 
respond to the pressure acting on the free surface (which would frequently be atmospheric 
pressure), and thus if we let p; = po in Eq. 11.7, it follows that the hydrostatic pressure dis- 
tribution for the pressure p at any depth h below the free surface is given by the equation 


hydrostatic pressure 

p= yh pa ae еони 
As is demonstrated by Eq. 11.8, the pressure іп an incompressible fluid at rest depends 

on the depth of the fluid relative to some reference plane, and it is по! influenced by the size 

or shape of the tank or container in which the fluid is held. 
It should be emphasized that if the specific weight, у, of the fluid is not constant, then 

Eq. 11.8 is not valid and the manner in which у varies must be specified before Eq. 11.5 can 

be integrated. 


Example 11.1 Pressure Variation with Depth 


Because of a leak in a buried storage tank, water has seeped in to the depth shown in Fig. E11.1. The pressures at the gaso- 
line-water interface and at the bottom of the tank are greater than the atmospheric pressure at the top of the open standpipe 
connected to the tank. Express these pressures relative to atmospheric pressure in units of Ibf/ft), Ibf/in.?, and as a pressure head 
in feet of water. 


Solution 
Known: Gasoline and water are contained in a storage tank. Both liquids are at rest. 
Find: Тһе pressure and pressure head at the gasoline-water interface and at the bottom of the tank. 
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Schematic and Given Data: 


Open 


|-- Standpipe 
Assumptions: 
1. The fluids are modeled as incompressible. 
2. The fluids are at rest. 


17 ft 3. The specific weights of water and gasoline are уно = 62.4 Ibf/ft 
Gasoline and у кошы = 42.5 Ibf/f. Note: These and other properties for com- 
(1) mon fluids сап be found in the tables of Appendix FM-1. 


о – 8 - -— : | 
Figure Е11.1 


Analysis: Since we are dealing with liquids at rest, the pressure distribution will be hydrostatic, and therefore the pressure 
variation can be found from Eq. 11.8 as 


р = yh + po 


With ро corresponding to the pressure at the free surface of the gasoline, the pressure at the interface is 


ІЙ = Vene ПЕ ar Po 
= (42.5 Ibf/ft?)(17 ft) + ро 
= (722 + ру) Ibf/f? 


If we measure the pressure relative to atmospheric pressure 


(р, = ро) = 722 1bf/f? < 


5 


= ДІ iin? 0 


1 ft 
= 722 Ibf/ft? = 
144 in. 


The corresponding pressure head in feet of water is therefore 


1) (р, = Po) 7221082 
Yao 62.4 Ibf/ft? 


11.6 ft 


We can now apply the same relationship to determine the pressure (relative to atmospheric pressure) at the tank bottom; that is, 


P» = Үнойно + pi 
= (62.4 Ibf/fCY(3 ft) + 722 Ibf/f2 + р, 


or 


(р — po) = 909 Ibf/f? < 


2 


: = 909 Ibf/ft? 
өө 144 in? 


= 631Ibf/in? < 


The corresponding pressure head in feet of water is therefore 


(ро — po) _ 909 Ibf/ft* 
Yuo 62.4 Ibf/f? 


14.6 ft «1 


Ө It is noted that a rectangular column of water 11.6 ft tall and 1 ft in cross section weighs 722 Ibf. A similar column with 
a l-in? cross section weighs 5.02 lbf. 


Ө The units of pressure Ibf/in.? are often abbreviated as psi. 


© If we wish to express these pressures in terms of absolute pressure, we would have to add the local atmospheric pressure 
(in appropriate units) to the above results. Thus, if the atmospheric pressure is 14.7 Ibf/in.?, the absolute pressure at the 
bottom of the tank would be p; = (6.31 + 14.7) Ibf/in? = 21.01 Ibf/in.?. 
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ШИ Measurement of Pressure 


Since pressure is a very important characteristic of a fluid, it is not surprising that numerous 
devices and techniques are used in its measurement. 

The pressure at a point within a fluid mass can be designated as either an absolute pres- 
sure or a gage pressure. Absolute pressure is measured relative to absolute zero pressure, 
whereas gage pressure is measured relative to the local atmospheric pressure. For Exam- 
ple... referring to Fig. 11.3, a gage pressure of zero corresponds to a pressure that is equal 
to the local atmospheric pressure. A 


Absolute pressures are always positive, but gage pressure can be either positive or neg- 
ative depending on whether the pressure is above or below atmospheric pressure. A nega- 
tive gage pressure is also referred to as a suction or a vacuum pressure. For Example... 
an absolute pressure of 10 psi (i.e., 10 Ibf/in.?) could be expressed as —4.7 psi gage if the 
local atmospheric pressure is 14.7 psi, or alternatively as a 4.7 psi suction or a 4.7 psi 
vacuum. А 


As indicated in Sec. 2.4.2, thermodynamic analyses use absolute pressure. On the other 
hand, for most fluid mechanics analyses it is convenient and customary practice to use gage 
pressure. Thus, in the fluid mechanics portion of this text, Chaps. 11 through 14, pressures 
typically will be gage pressures unless otherwise noted. 

The measurement of atmospheric pressure is usually accomplished with a mercury 
barometer, which in its simplest form consists of a glass tube closed at one end with the 
open end immersed in a container of mercury as shown in Fig. 11.4. The tube is initially 
filled with mercury (inverted with its open end up) and then turned upside down (open end 
down) with the open end in the container of mercury. The column of mercury will come to 
an equilibrium position where its weight plus the force due to the vapor pressure (which de- 
velops in the space above the column) balances the force due to the atmospheric pressure. 
Thus, 


Patm - yh Eu Руарог (11.9) 


where y is the specific weight of mercury. For most practical purposes the contribution 
of the vapor pressure can be neglected since it is very small [for mercury, Pyapor = 
2.3 х 1077 Ibf/in.? (absolute) at a temperature of 68°F] so that Pam = yh. It is conven- 
ient to specify atmospheric pressure in terms of the height, h, in millimeters or inches of 
mercury. For Example... since standard atmospheric pressure is 14.7 Ibf/in.? (absolute) and 
mercury weighs 847 Ibf/ft*, it follows that h = Patm!"Ymercury = 14.7 Ibf/in[? (144 in.7/ft?|/ 
847 Ibf/fÉ = 2.50 ft = 30.0 in. of mercury. A 
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Figure 11.3 Graphical representation 
Absolute zero reference of gage and absolute pressure. 
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Figure 11.4 Mercury 
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111.3] Manometry 


A standard technique for measuring pressure involves the use of liquid columns in vertical 
or inclined tubes. Pressure measuring devices based on this technique are called manometers. 
The mercury barometer is an example of one type of manometer, but there are many other 
configurations possible, depending on the particular application. Two common types of 
manometers include the piezometer tube and the U-tube manometer. 


11.3.1 Piezometer Tube 


The simplest type of manometer consists of a vertical tube, open at the top, and attached 
to the container in which the pressure is desired, as illustrated in Fig. 11.5. Since manome- 
ters involve columns of fluids at rest, the fundamental equation describing their use is 
Eq. 11.8 


р = yh + po 


which gives the pressure at any elevation within а homogeneous fluid in terms of a refer- 
ence pressure pọ and the vertical distance л between р and ру. Remember that in a fluid at 
rest pressure will increase as we move downward, and will decrease as we move upward. 
Application of this equation to the piezometer tube of Fig. 11.5 indicates that the gage pres- 
sure p, can be determined by a measurement of л through the relationship 


pa = yh 


where y is the specific weight of the liquid in the container. Note that since the tube is open 
at the top, the gage pressure pọ is equal to zero. Since point (1) and point A within the con- 
tainer are at the same elevation, р, = pj. 

Although the piezometer tube is a very simple and accurate pressure measuring device, it 
has several disadvantages. It is only suitable if the pressure in the container is greater than 
atmospheric pressure (otherwise air would be sucked into the system), and the pressure to 
be measured must be relatively small so the required height of the column is reasonable. 
Also, the fluid in the container in which the pressure is to be measured must be a liquid 
rather than a gas. 


11.3.2 U-Tube Manometer 


To overcome the difficulties noted previously, another type of manometer that is widely 
used consists of a tube formed into the shape of a U as is shown in Fig. 11.6. The fluid in 
the manometer is called the gage fluid. To find the pressure рд in terms of the various col- 
umn heights, we start at one end of the system and work our way around to the other end, 
simply utilizing Eq. 11.8. Thus, for the U-tube manometer shown in Fig. 11.6, we will start 
at point A and work around to the open end. The pressure at points A and (1) are the same, 
and as we move from point (1) to (2) the pressure will increase by y,h,. The pressure at 
point (2) is equal to the pressure at point (3), since the pressures at equal elevations in a 
continuous mass of fluid at rest must be the same. Note that we could not simply 
"jump across" from point (1) to a point at the same elevation in the right-hand tube since 
these would not be points within the same continuous mass of fluid. With the pressure at 
point (3) specified we now move to the open end where the gage pressure is zero. As we 
move vertically upward, the pressure decreases by an amount y,h,. In equation form these 
various steps can be expressed as 


Pa + ү — әт = 0 


Ореп 


Figure 11.0 Simple U-tube manometer. 


and, therefore, the pressure p, can be written in terms of the column heights as 


Pa = Y = уі (11.10) 


A major advantage of the U-tube manometer lies in the fact that the gage fluid can be dif- 
ferent from the fluid in the container in which the pressure is to be determined. For exam- 
ple, the fluid in A in Fig. 11.6 can be either a liquid or a gas. If A does contain a gas, the 
contribution of the gas column, уй, is almost always negligible so that рд ^ p; and in this 
instance Eq. 11.10 becomes 


Pa = Өр 


The specific weight, ғу, of a liquid such as the gage fluid is often expressed in terms of 
the specific gravity, SG, by the following relationship 


ү = SG "Y water = SG SP water 


with руде; = 1000 kg/m? = 1.94 slug/ft". 

The U-tube manometer is also widely used to measure the difference in pressure between 
two containers or two points in a given system. Consider a manometer connected between 
containers А and В as is shown in Fig. 11.7. The difference in pressure between A and В сап 
be found by again starting at one end of the system and working around to the other end. 


n T 
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Figure 11.7 Differential U-tube manometer. 
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For Example... at A the pressure is рд, which is equal to рі, and as we move to point 
(2) the pressure increases by y,/,. The pressure at p; is equal to рз, and as we move upward 
to point (4) the pressure decreases by y;/i;. Similarly, as we continue to move upward from 
point (4) to (5) the pressure decreases by 3/3. Finally, ps = рв, since they are at equal 
elevations. Thus, 


Pa + ү — Y2 - yshs = рв 


and the pressure difference is 


Pa — рв = Yon + yshs — уң А 


Example 11.2 U-tube Manometer 


A closed tank contains compressed air and oil (5С, = 0.90) as is shown іп Fig. Е11.2. A U-tube manometer using mercury 
(5Сң, = 13.6) is connected to the tank as shown. For column heights Л = 36 in., h, = 6 in., and Л; = 9 in., determine the 
pressure reading of the gage. 


Solution 


Known: The various column heights and properties of the liquids in the U-tube manometer connected to the pressurized 
tank. 


Find: Determine the pressure reading of the gage at the top of the tank. 


Schematic and Given Data: 


гэх Pressure 
gage 


Assumptions: 

1. The oil and mercury are modeled as incompressible liquids. 

2. The variation in the pressure in the air between the oil surface and 
the gage is negligible. 

3. All of the fluids in the system are at rest. 

4. The specific weight of water is 62.4 Ibf/ft^. 


Figure Е11.2 


Analysis: Following the general procedure of starting at one end of the manometer system and working around to the 
@ other, we will start at the air—oil interface in the tank and proceed to the open end where the gage pressure is zero. The 
pressure at level (1) is 


Pi = Pair + You + №) 


This pressure is equal to the pressure at level (2), since these two points are at the same elevation in a homogeneous fluid at 
rest. As we move from level (2) to the open end, the pressure must decrease by гүн,/ц, and at the open end the gage pressure 
is zero. Thus, the manometer equation can be expressed as 


Pair | 20 №) Yuglts e 


or 


Pair + (SGon)(Yn,o)(h + №) — (8Сн,)Сүн,о)Їз = 0 
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For the values given 
36 + 6 9 
Pair = —(0.9)(62.4 ле) 2S i) + (13.6)(62.4 ыл) 9 i) 


so that 


Ра = 440 Ibf/ft? 


Since the specific weight of the air above the oil is much smaller than the specific weight of the oil, the gage should read the 


pressure we have calculated; that is, 


ilis 
= A40 bfe | — — 
144 in. 


Page - 3.06 Ibf/in.? (psi) «| 


Ө Manometers can have a variety of configurations, but the method of analysis remains the same. Start at one end of the 
system and work around to the other simply making use of the equation for a hydrostatic pressure distribution (Eq. 11.8). 


11.4 Mechanical and Electronic Pressure Measuring Devices 


Although manometers are widely used, they are not well suited for measuring very high pres- 
sures, or pressures that are changing rapidly with time. In addition, they require the meas- 
urement of one or more column heights, which, although not particularly difficult, can be 
time consuming. To overcome some of these problems, numerous other types of pressure- 
measuring instruments have been developed. Most of these make use of the idea that when 
a pressure acts on an elastic structure the structure will deform, and this deformation can be 
related to the magnitude of the pressure. Probably the most commonly used device of this 
kind is the Bourdon pressure gage, which is shown in Fig. 11.8a. The essential mechanical 
element in this gage is the hollow, elastic curved tube (Bourdon tube), which is connected 
to the pressure source as shown in Fig. 11.89. As the pressure within the tube increases 
the tube tends to straighten, and although the deformation is small, it can be translated into 
the motion of a pointer on a dial as illustrated. Since it is the difference in pressure between 
the outside of the tube (atmospheric pressure) and the inside of the tube that causes the 


Figure 11.8 (a) Liquid-filled Bourdon pressure gages for various pressure ranges. (b) Internal 
elements of Bourdon gages. The “C-shaped” Bourdon tube is shown on the left, and the “coiled 
spring” Bourdon tube for high pressures of 1000 psi and above is shown on the right. (Photographs 
courtesy of Weiss Instruments, Inc.) 


Bourdon pressure gage 


V11.2 Bourdon gage 
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Ү11.3 Hoover dam 


movement of the tube, the indicated pressure is gage pressure. The Bourdon gage must be 
calibrated so that the dial reading can directly indicate the pressure in suitable units such as 
psi or pascals. A zero reading on the gage indicates that the measured pressure is equal to 
the local atmospheric pressure. This type of gage can be used to measure a negative gage 
pressure (vacuum) as well as positive pressures. 

For many applications in which pressure measurements are required, the pressure must 
be measured with a device that converts the pressure into an electrical output. For example, 
it may be desirable to continuously monitor a pressure that is changing with time. This type 
of pressure measuring device is called a pressure transducer, and many different designs 
are used. 


ШЕ Hydrostatic Force on a Plane Surface 


When a surface is submerged in a fluid, forces develop on the surface due to the fluid. The 
determination of these forces is important in the design of storage tanks, ships, dams, and 
other hydraulic structures. For fluids at rest the force must be perpendicular to the surface. 
We also know that this pressure will vary linearly with depth if the fluid is incompress- 
ible. For a horizontal surface, such as the bottom of a liquid-filled tank (Fig. 11.9a), the 
magnitude of the resultant force is simply Fp = pA, where p is the uniform pressure on 
the bottom and A is the area of the bottom. For the open tank shown, p = yh. Note that 
if atmospheric pressure acts on both sides, as is illustrated, the resultant force on the bot- 
tom is simply due to the liquid in the tank. Since the pressure is constant and uniformly 
distributed over the bottom, the resultant force acts through the centroid of the area as 
shown in Fig. 11.9a. Note that as indicated in Fig. 11.9b the pressure is not uniform on 
the vertical ends of the tank. 

For the more general case in which a submerged plane surface is inclined, as is illustrated 
in Fig. 11.10, the determination of the resultant force acting on the surface is more involved. 
We assume that the free surface is open to the atmosphere. Let the plane in which the sur- 
face lies intersect the free surface at 0 and make an angle @ with this surface as in Fig. 11.10. 
The x-y coordinate system is defined so that 0 is the origin and y is directed along the surface 
as shown. The area can have an arbitrary shape as shown. We wish to determine the direction, 
location, and magnitude of the resultant force acting on one side of this area due to the liq- 
uid in contact with the area. 

At any given depth, Л, the force acting on dA (the differential area of Fig. 11.10) is dF = 
yh dA and is perpendicular to the surface. Thus, the magnitude of the resultant force can be 


Free surface Free surface 


A 


(a) Pressure on tank bottom (b) Pressure on tank ends 


Figure 11.0 Pressure and resultant hydrostatic force developed оп the bottom of an open tank. 


11.5 Hydrostatic Force оп a Plane Surface 


Free surface 
— 


Centroid, c 


Location of 
resultant force 
(center of pressure, CP) 


Figure 11.10 Notation for hydrostatic force on an inclined plane surface of arbitrary shape. 


found by summing these differential forces over the entire surface. In equation form 
Ер- | yh dA = | үу sin0 dA (11.11) 
А А 
where Л = y sin0. For constant у and Ө 
Ер = ysin0 | ydA (11.12) 
A 


The integral appearing in Eq. 11.11 is the first moment of the area with respect to the x axis, 
and can be expressed as 


| vat = ya 
A 


where у, is the y coordinate of the centroid measured from the x axis, which passes through 0. 
Equation 11.12 can thus be written as 


Ер = yAy, sin 


Then, with A, = y, sin Ө, as shown in Fig. 11.10, we obtain 


Е, = yh,A (11.13) 
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(a) (5) 


Figure 11.12 Geometric properties of two common shapes. 


where h, is the vertical distance from the fluid surface to the centroid of the area. Note that 
the magnitude of the force is independent of the angle 0 and depends only on the specific 
weight of the fluid, the total area of the plane surface, and the depth of the centroid of the 
area below the surface. Equation 11.13 indicates that the magnitude of the resultant force is 
equal to the pressure at the centroid of the area multiplied by the total area. Since all the 
differential forces that were summed to obtain F, are perpendicular to the surface, the resultant 
Ер must also be perpendicular to the surface. 
Although our intuition might suggest that the resultant force should pass through the cen- 
troid of the area, this 18 not actually the case. The point through which the resultant force 
center of pressure acts 18 called the center of pressure and its location relative to the centroid of the area A is 
indicated in Fig. 11.11. The y coordinate, ур, of the resultant force can be determined by 
summation of moments around the x axis. That is, the moment of the resultant force must 
equal the moment of the distributed pressure force, or 


цэ 


FRYr = | ydF = | y 8ш0 y? dA (11.14) 
A A 


where we have used dF = p dA = yh dA together with Л = y sin0. It can be shown that this 
moment relationship leads to the following equation that gives the distance ур — y, between 
the center of pressure and the centroid 


Figure 11.11 


(11.15) 


The quantity 7,., termed the second moment of the plane area A with respect to an axis 
that passes through the centroid of A, is a geometric property of the area A. Values of Z 
needed for applications in this book (rectangles and circles) are given in Fig. 11.12. Since 
I,./ y, A > 0, Eq. 11.15 clearly shows that the center of pressure is always below the 
centroid. 


Example 11.3 Force on Plane Area 


The 2-m-wide, 4-m-tall rectangular gate shown in Fig. E11.3a is hinged to pivot about point (1). For the water depth indi- 
cated, determine the magnitude and location of the resultant force exerted on the gate by the water. 


Solution 
Known: А rectangular gate is mounted on a hinge and located in the inclined wall of a tank containing water. 
Find: Determine the magnitude and location of the force of the water acting on the gate. 
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Schematic and Given Data: 


Z o о 
eee — 
Water en 2 
6m 
h = = 
1 серое 8m Assumptions: 
Эс The water is modeled as ап incompressible fluid 
Gate F with a specific weight of y = 9.80 х 10? N/m’. 
E C The water is at rest. 
4m 
CP, 
(1) Ув-Ус 
(а) (5) 


Analysis: One way to obtain the magnitude of (һе force of the water on the gate is to integrate the pressure distribution over 
the area of the gate as shown in Eq. 11.12. That is, 


Ер = y sin | y dA = y sin | yb dy 
A A 


where b = 2 m is the gate width. Thus, 


10т 


Ер = (9.80 x 10° N/m?)(sin60°)(2 m) | y dy = 5.43 X 10°N 


6m 


Alternatively, one could use the general formula given in Eq. 11.13 to obtain the same result more easily. That is, since 
Л, = 8 sin60? m (see Fig. E11.3) it follows that 


Fp = yh,A = (9.80 х 10? N/m?)(8 sin60° m)(2 m X 4 m) = 543 х 10°N 


One way to determine the location of the resultant force is to use Eq. 11.14. That is, 


Ер ур = үзіне | 


А 


ye = у 21 yb dy 


A 
Thus, with Fp = 5.43 X 10? № we obtain 


y=10m 
(5.43 х 10° N)y, = (9.80 x 10? N/m*)(sin 60°)(2 m) | y! dy 
y=6m 
or 


Ув = 8.17 т 


Thus, the distance between the center of pressure and the centroid as measured along the inclined gate is ур — y, = 
$17 m= Som = O17 т. 
Alternately, one could use the general formula given by Eq. 11.15 to obtain the same result more easily. That is, 


where from Fig. 11.12, for the rectangular gate 


I, = (ра?)/12 = (2 m)(4 т)?/12 = 10.67 m^ 
Hence, 


ук = (10.67 m*)/[(8 т)(2т x 4m)] + 8m = 8.17 m 


Note that the y coordinate is measured downward from the free surface in the direction parallel to the area A, whereas the 
depth to the centroid, h,, is measured vertically downward from the free surface. 
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V11.5 Hydrometer 


11.6 Виоуапсу 


When а body is completely submerged in а fluid, or floating so that it is only partially 
submerged, the resultant fluid force acting on the body is called the buoyant force. A net up- 
ward vertical force results because pressure increases with depth (see Eq. 11.8) and the pres- 
sure forces acting from below are larger than the pressure forces acting from above. 

It is known from elementary physics that the buoyant force, Ер, is given by the equation 


Fg = yV (11.16) 


where y is the specific weight of the fluid and V is the volume of the fluid displaced by the 
body. Thus, the buoyant force has a magnitude equal to the weight of the fluid displaced by 
the body, and is directed vertically upward. This result is commonly referred to as Archimedes? 
principle. The buoyant force passes through the centroid of the displaced volume, and the 
point through which the buoyant force acts is called the center of buoyancy. 

These same results apply to floating bodies that are only partially submerged, if the spe- 
cific weight of the fluid above the liquid surface is very small compared with the liquid in 
which the body floats. Since the fluid above the surface is usually air, for such applications 
this condition is satisfied. 

Many important problems can be analyzed using the concept of the buoyant force. 


For Example... consider a spherical buoy having a diameter of 1.5 m and weighing 
8.50 KN that is anchored to the sea floor with a cable as shown in Fig. 11.13a. Assume that 
the buoy is completely immersed as illustrated. In this case, what would be the tension in 
the cable? To solve this problem we first draw a free-body diagram of the buoy as shown in 
Fig. 11.135, where Ер is the buoyant force acting on the buoy, W is the weight of the buoy, 
and T is the tension in the cable. For equilibrium it follows that 


Т= Е – Ҹ 
From Eq. 11.16, 
Fg = үү 


where for seawater Table FM-1 gives y = 10.1 kN/m?. Thus, with V = «d^/6 the buoyant 
force is 


Fg = (10.1 х 10? N/m*)[(7/6)(1.5 mf] = 1.785 х 10*N 
The tension in the cable can now be calculated as 


T = 1.785 X 10* N — 0.850 x 10* N = 9.35 kN 


Pressure distribution 
on buoy 


Seawater 


Cable 


(a) (b) (c) Figure 11.13 


Note that we replaced the effect of the hydrostatic pressure force on the body by the 
buoyant force, Fg. Another correct free-body diagram of the buoy is shown in Fig. 11.13c. 
The net effect of the pressure forces on the surface of the buoy is equivalent to the upward 
force of magnitude Ер (the buoyant force). Do not include both the buoyant force and the 
hydrostatic pressure effects in your calculations—use one or the other. A 


Chapter Summary and Study Guide 


In this chapter the pressure variation in a fluid at rest is considered, along with some im- 
portant consequences of this type of pressure variation. It is shown that for incompressible 
fluids at rest, the pressure varies linearly with depth. This type of variation is commonly re- 
ferred to as a hydrostatic pressure distribution. The distinction between absolute and gage 
pressure is discussed along with a consideration of barometers for the measurement of at- 
mospheric pressure. 

Pressure measuring devices called manometers, which utilize static liquid columns, are 
analyzed in detail. A brief discussion of mechanical and electronic pressure gages is also in- 
cluded. Equations for determining the magnitude and location of the resultant fluid force 
acting on a plane surface in contact with a static fluid are developed. For submerged or 
floating bodies the concept of the buoyant force and the use of Archimedes’ principle are 
reviewed. 

The following check list provides a study guide for this chapter. When your study of the 
text and end-of-chapter exercises has been completed you should be able to 


ө write out the meanings of the terms listed in the margins throughout the chapter and 
understand each of the related concepts. The subset of key terms listed here in the 
margin is particularly important. 


ө calculate the pressure at various locations within an incompressible fluid at rest. 


* use the concept of a hydrostatic pressure distribution to determine pressures from 
measurements on various types of manometers. 


* determine the magnitude of the resultant hydrostatic force acting on a plane surface 
using Eq. 11.13, and the location of this force using Eq. 11.15. 


* use Archimedes' principle to calculate the resultant fluid force acting on floating or 
submerged bodies. 


Problems 


Problems 


hydrostatic pressure 
distribution 


pressure head 

absolute pressure 

gage pressure 
barometer 

manometer 

U-tube manometer 
Bourdon pressure gage 
center of pressure 
buoyant force 
Archimedes' principle 
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Note: Unless otherwise indicated in the problem statement, use val- 
ues of fluid properties given in the tables of Appendix FM-1 when 
solving these problems. 


Pressure 


111 Тһе water level in an open tank is 90 ft above the ground. 
What is the static pressure at a fire hydrant that is connected to 
the tank and located at ground level? Express your answer in psi. 


11.2 Bathyscaphes are capable of submerging to great depths 
in the ocean. What is the pressure at a depth of 6 km, assum- 
ing that seawater has a constant specific weight of 10.1 kN/m?? 
Express your answer in pascals and psi. 


11.3 A barometric pressure of 29.4 in. Hg corresponds to what 
value of atmospheric pressure in psi, and in pascals? 


11.4 А pressure of 7 psi absolute corresponds to what gage 
pressure for standard atmospheric pressure of 14.7 psi 
absolute? 

11.5 Blood pressure is usually given as a ratio of the maximum 
pressure (systolic pressure) to the minimum pressure (diastolic 
pressure). Such pressures are commonly measured with a mer- 
сигу manometer. A typical value for this ratio for a human would 
be 120/70, where the pressures are in mm Hg. (a) What would 
these pressures be in pascals? (b) If your car tire was inflated 
to 120 mm Hg, would it be sufficient for normal driving? 

11.6 On the suction side of a pump a Bourdon pressure gage 
reads 40 kPa vacuum. What is the corresponding absolute pres- 
sure if the local atmospheric pressure is 100 kPa absolute? 


117 (CD-ROM) 
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11.8 The closed tank of Fig. P11.8 is filled with water. The 
pressure gage on the tank reads 7 psi. Determine: (a) the height, 
h, in the open water column, (b) the gage pressure acting on 
the bottom tank surface AB, and (c) the absolute pressure of 
the air in the top of the tank if the local atmospheric pressure 
is 14.7 psi absolute. 


Figure P11.8 


Manometers 


119 In Fig. P11.9 pipe A contains carbon tetrachloride (SG = 
1.60) and the closed storage tank B contains a salt brine 
(SG = 1.15). Determine the air pressure in tank B if the gage 
pressure in pipe A is 25 psi. 


Carbon 
tetrachloride 


Figure P 11.9 


11.10 А U-tube mercury manometer is connected to a closed 
pressurized tank as illustrated in Fig. P11.10. If the air pres- 
sure is 2 psi, determine the differential reading, Л. The specific 
weight of the air is negligible. 


(Әм? 


Air 
=E 
2 ft 
Y 
A 
Water 2 ft 


Mercury (SG = 13.6) 
Figure P 11.10 
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11.12 Water, oil, and an unknown fluid are contained in the 
open vertical tubes shown in Fig. P11.12. Determine the den- 
sity of the unknown fluid. 


1-іп. diameter 2-in. diameter 


Water 
“ 


1 ft 


| | 


Рїдите Р11.12 


11.13 The mercury manometer of Fig. Р11.13 indicates а 
differential reading of 0.30 m when the pressure in pipe A is 
30-mm Hg vacuum. Determine the pressure in pipe B. 


Water 0.50 т 


Figure Р11.13 


11.14 Determine the angle Ө of the inclined tube shown in 
Fig. P11.14 if the pressure at A is 2 psi greater than that at B. 


Figure Р11.14 
11.15 (CD-ROM) 


Forces on plane areas 


11.16 A rectangular gate having a width of 5 ft is located in the 
sloping side of a tank as shown in Fig. P11.16. The gate is 
hinged along its top edge and is held in position by the force 
P. Friction at the hinge and the weight of the gate can be neg- 
lected. Determine the required value of Р. 
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depth, Л, reaches 5 m it is desired that both gates open at the 
same time. Determine the weight of the homogeneous horizon- 
tal gate and the horizontal force, R, acting on the vertical gate 
that is required to keep the gates closed until this depth is reached. 
The weight of the vertical gate is negligible, and both gates are 
hinged at one end as shown. Friction in the hinges is negligible. 


Figure P11.1 0 Vertical gate, 


4m x 4m 
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11.18 A square gate (4 m by 4 m) is located on the 45° face of Powe PUZZ 
a dam. The top edge of the gate lies a vertical distance 8 m 
below the water surface. Determine the force of the water on 


the gate and the point through which it acts. 11.23 The rigid gate, OAB, of Fig. P11.23 is hinged at O and 


rests against a rigid support at B. What minimum horizontal 


11.19 А large, open tank contains water and is connected toa force, P, is required to hold the gate closed if its width is 3 m? 
6-ft-diameter conduit as shown in Fig. P11.19. A circular plug Neglect the weight of the gate and friction in the hinge. The 
is used to seal the conduit. Determine the magnitude, direc- back of the gate is exposed to the atmosphere. 


tion, and location of the force of the water on the plug. 


T 


9ft 


Open to atmosphere 


Figure Р11.10 


11.20 A homogeneous, 4-ft-wide, 8-ft-long rectangular gate 
weighing 800 Ibf is held in place by a horizontal flexible cable 
as shown in Fig. P11.20. Water acts against the gate, which is 
hinged at point A. Friction in the hinge is negligible. Deter- 
mine the tension in the cable. 


Figure P11.23 


А 609 1124 А gate having the cross section shown in Fig. P11.24 is 
4 ft wide and is hinged at C. The gate weighs 18,000 Ibf, and 


Figure P11.20 


11.21 (CD-ROM) 


11.22 Two square gates close two openings in a conduit connected 
to an open tank of water as shown in Fig. P11.22. When the water 


Figure P11.24 
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its mass center is 1.67 ft to the right of the plane BC. Deter- immersed in the water. As the air pressure is increased, the 
mine the vertical reaction at A on the gate when the water level differential reading, Ah, on the inclined-tube mercury manome- 
is 3 ft above the base. All contact surfaces are smooth. ter increases. Determine Ah just before the plate starts to lift 
11.25 (CD-ROM) off the hole. The weight of the air has a negligible effect on 
the manometer reading. 
Buoyancy Diameter = 1 ft 
11.26 A solid cube floats in water with a 0.5-ft-thick oil layer on -— 


top as shown in Fig. P11.26. Determine the weight of the cube. 


V Air 
pressure 
source 


Figure P11.26 : 
Figure P11.30 


11.27 The homogeneous timber AB of Fig. P11.27 is 0.15 m 

by 0.35 m in cross section. Determine the specific weight of 11.51 А I-ft-diameter, 2-ft-long cylinder floats in an open tank 
the timber and the tension in the rope. containing a liquid having a specific weight y. A U-tube 
manometer is connected to the tank as shown in Fig. P11.31. 
0.15 m When the pressure in pipe A is 0.1 psi below atmospheric pres- 
sure, the various fluid levels are as shown. Determine the 
weight of the cylinder. Note that the top of the cylinder is flush 

with the fluid surface. 


рд 7 —0.1 psi 


Z 


Figure P11.27 


11.28 (CD-ROM) 
11.29 (CD-ROM) 


age fluid SG = 1.5 


Fluid Statics—general 


11.30 A plate of negligible weight closes а 1-ft-diameter hole 
in a tank containing air and water as shown in Fig. P11.30. А Figure Р11.31 
block of concrete (specific weight = 150 Ibf/ft*), having a vol- 
ume of 1.5 f, is suspended from the plate and is completely 11.32 (CD-ROM) 


117 Bourdon gages (see Fig. 11.8) аге commonly used to 
measure pressure. When such a gage is attached to the closed 
water tank of Fig. P11.7, the gage reads 5 psi. What is the ab- 
solute air pressure in the tank? Assume standard atmospheric 
pressure of 14.7 psi absolute. 


12 in. 


Bourdon gage 


Figure Р11.7 


1111 А closed cylindrical tank filled with water has а hemi- 
spherical dome and is connected to an inverted piping system 
as shown in Fig. P11.11. The liquid in the top part of the pip- 
ing system has a specific gravity of 0.8, and the remaining parts 
of the system are filled with water. If the pressure gage read- 
ing at A is 60 kPa, determine: (a) the pressure in pipe B, and 
(b) the pressure head, in millimeters of mercury, at the top of 
the dome (point C). 


Hemispherical dome 


РА = 
60 КРа 


Figure P11.11 


1115 For the inclined-tube manometer of Fig. P11.15 the pres- 
sure in pipe A is 0.8 psi. The fluid in both pipes A and B is 
water, and the gage fluid in the manometer has a specific grav- 
ity of 2.6. What is the pressure in pipe B corresponding to the 
differential reading shown? 


Figure Р11.15 


1117 Water, oil, and saltwater fill a tube as shown in Fig. P11.17. 
Determine the pressure at point | (inside the closed tube). 


Oil density 
= 1.20 slug/ft? 1-in. diameter 
2-in. diameter 3 ft 


Salt water, 
SG = 1.20 


Figure P11.17 


11.21 Concrete is poured into the forms as shown in 
Fig. P11.21 to produce a set of steps. Determine the weight of 
the sandbag needed to keep the bottomless forms from lifting 
off the ground. The weight of the forms is 85 Ibf, and the spe- 
cific weight of the concrete is 150 Ibf/ft^. 


Open top 
k— 3ft — | 


8 іп. risers 
Sand —] 


10 in. tread 
Figure P 11.21 


11.25 The concrete dam of Fig. P11.25 weighs 23.6 kN/m? and 
rests on a solid foundation. Determine the minimum horizon- 
tal force between the dam and the foundation required to keep 
the dam from sliding at the water depth shown. Assume no 
fluid uplift pressure along the base. Base your analysis on a 
unit length of the dam. 


тын 


Figure Р11.25 


11.28 Тһе hydrometer shown іп Fig. Р11.28 is used to 
measure the specific gravity of liquids. The length of the stem Air 
protruding above the fluid surface of the liquid in which the 
hydrometer floats is a function of the specific gravity of 
the liquid. If the mass of the hydrometer is 0.045 kg and the 
cross-sectional area of its stem is 290 тт, determine the 
distance between graduations on the stem for specific gravi- 
ties of 1.00 and 0.90. 


Test tube 


Water Plastic bottle 


Fluid Figure P11.29 


11.32 А cube, 4 ft on a side, weighs 3000 lbf and floats half- 
submerged in an open tank as shown in Fig. P11.32. For a 
liquid depth of 10 ft. determine the force of the liquid on the 
inclined section AB of the tank wall. The width of the wall is 
6 ft. Show the magnitude, direction, and location of the force 
on a sketch. 


Hydrometer 


484 


Figure Р11.28 


11.29 Ап inverted test tube partially filled with air floats in a 
plastic water-filled soft drink bottle as shown in Fig. P11.29. Wall width = 6 ft 
The amount of air in the tube has been adjusted so that it just 30° 
floats. The bottle cap is securely fastened. A slight squeezing 
of the plastic bottle will cause the test tube to sink to the bot- 
tom of the bottle. Explain this phenomenon. Figure P11.32 


fi 


Introduction... 


A fluid’s behavior is governed by a set of fundamental physical laws expressed by 
an appropriate set of equations. The application of laws such as the conservation 
of mass, Newton’s laws of motion, and the laws of thermodynamics form the 
foundation of fluid mechanics analyses. In this chapter we consider three 
equations that are mathematical representations of these laws—the momentum 
equation, the Bernoulli equation, and the mechanical energy equation. These 
equations deal with a flowing fluid, unlike the equations in the previous chapter 
that involved stationary fluids. Thus, the objective of this chapter is to show the 
use of these equations in thermal systems engineering. A discussion of compressible 
flow is also provided on the accompanying CD-ROM (Secs. 12.8-12.10). 


LEX] Fluid Flow Preliminaries 


In this section we introduce some important concepts relating to fluid flow that support not 
only the discussions of the present chapter but also those of Chaps. 13 and 14. These con- 
cepts include body and surface forces, viscosity, and the incompressible flow model. 


12.1.1 Body and Surface Forces 


In fluid mechanics, the resultant force on the contents of a control volume is commonly 
represented as the sum of all the surface and body forces acting. The only body force we 
consider is that associated with the action of gravity. We experience this body force as 
weight, W. For Example... when a ball is thrown, its weight is one of the forces that clearly 
alters the motion of the ball and affects its trajectory. Similarly, the weight of a fluid may 
affect its motion. А 


Surface forces are exerted on the contents of the control volume by material just out- 
side the control volume in contact with material just inside the control volume. Surface 
forces can be written in terms of components normal and tangential to the surface. As in- 
troduced in Sec. 2.4.2 and used extensively in Chap. 11, the normal component of force is 
Formal = РА, where p is the pressure. Similarly, the tangential component of force is 
Frangential = ТА, Where т is the shear stress, the tangential force per unit area. Although it 
is possible to generate a shear stress in a stationary solid (e.g., apply a horizontal force to 
a table top), it is impossible to generate a shear stress in a fluid without the fluid being in 
motion. In fact, the definition of a fluid is that it is a material in which the application of 
any shear stress (no matter how small) will cause motion. 
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chapter objective 


body force 


surface force 


fluid definition 
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V12.1 No-slip 
condition 


Биш | Раш(41-42) 
| ЕЗ eus 
РА | | P242 
l Гаа 
(221 Е 


Figure 12.1 Pressure forces acting оп a sudden 
contraction. 


The shear force concept is studied in the next section together with the property viscos- 
ity. We conclude the present discussion of surface forces by considering the role that gage 
pressure can play when evaluating the forces acting on a control volume. Figure 12.1 shows 
a control volume enclosing a horizontal contraction consisting of a smaller diameter pipe fol- 
lowing one having a larger diameter. Surface forces acting on the control volume include the 
force p,A, acting in the direction of flow and the oppositely directed force рА;. Also, as 
shown in the figure, the atmospheric pressure p, acts on the washer-shaped area (A, — A;), 
producing a surface force Рр,” А) — A2) acting opposite to the flow direction. The net pres- 
sure force acting axially is 


ХЕ, нь DA, PA, Pus(Ai Ay) (12.1a) 


where рі, p», and Pam are absolute pressures. By rearranging terms, Eq. 12.1a can be writ- 
ten in terms of gage pressures as 


ХЕ, - (рі Рат) 41 (Р: Раш) Аз 


where (p, — Pam) and (р - Pam) are recognized as the gage pressures at (1) and (2), re- 
spectively. That is, 


£F, = pi(gage)A, — po(gage)A, (12.1b) 


Thus, the net pressure force can be expressed in terms of absolute pressure, as in Eq. 12.1a, 
or gage pressure, as in Eq. 12.10. 


12.1.2 Viscosity 


Shear stresses play an important role in subsequent developments involving fluid flow. 
Accordingly, in this section we provide background material required by these discussions. 

The character of the shear stress developed depends on the specific flow situation. Con- 
sider a flat plate of area A located a distance b above a fixed parallel plate and the gap between 
the plates filled with a viscous fluid. As shown in Fig. 12.2, a force, F, applied to the top 
plate causes it to move at a constant speed, U. Experimental observations show that the fluid 
sticks to both plates so that the fluid velocity is zero on the bottom plate and U on the top 
plate. In the gap between the two plates the fluid velocity profile is linear and given by u — 
u(y) = Uy/b. The moving plate exerts a shear stress on the fluid layer at y = b. Similarly, 


Figure 12.2 Behavior of a fluid placed between 
Fixed plate — two parallel plates. 
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Crude oil (60 °F) 


Water (60 °F) 


Shearing stress, T 


Water (100 °F) 


Air (60 °F) : 
Figure 12.3 Linear variation of 

ТЕ 4 аи shearing stress with velocity gradient 
Масс каеп, dy for common fluids. 


the more rapidly moving fluid above each fluid layer in the gap exerts a shear stress, 7, on 
that layer. 

For most common fluids such as air, water, and motor oil, the shear stress is found to be 
directly proportional to the velocity gradient du/dy. That is, 

_ du 122 

т=р dy (12.2) 

where the proportionality factor designated by p is called the viscosity. Such fluids are called 

Newtonian fluids. For the flow shown in Fig. 12.2, since u = Uy/b, the velocity gradient is 

du/dy = U/b. Thus, from Eq. 12.2, the shear stress exerted on each fluid layer by the fluid 
above it is т = pU/b. 

Viscosity is a property. From Eq. 12.2, it can be deduced that alternative units for viscos- 
ity аге № · s/m? ог Ibf - s/ft?. In accordance with Eq. 12.2, plots of т versus du/dy should be 
linear with the slope equal to the viscosity as illustrated in Fig. 12.3. The actual value of the 
viscosity depends on the particular fluid, and for a particular fluid the viscosity is also highly 
dependent on temperature, as illustrated in Fig. 12.3 with the two curves for water. Values of 
viscosity for several common gases and liquids are listed іп the tables of Appendix ЕМ-1. 

Quite often viscosity appears in fluid flow problems combined with the density in the form 


к= (12.3) 


This ratio is called the kinematic viscosity and is denoted by the Greek symbol v (nu). 
Alternative units for kinematic viscosity include m?/s and ft’/s. Values of kinematic viscos- 
ity for some common liquids and gases are given in Appendix FM-1. 

In some applications, fluids are considered to be inviscid. That is, the fluid is considered 
to have zero viscosity. Shear stresses cannot play a role in such applications. 


12.1.3 Incompressible Flow 


As discussed in Sec. 4.3.6, the density (and specific volume) of liquids varies little with pres- 
sure at fixed temperature. Accordingly, to simplify evaluations involving the flow of liquids, 
the density is often taken as constant. When this assumption is made, the flow is called an 
incompressible flow. 


| 


viscosity 
Newtonian fluids 


ж 


V12.2 Viscous fluids 


kinematic viscosity 


inviscid 


incompressible flow 
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steady flow 


Newton's second law 
of motion 


As we have seen in previous sections, the density of air, and other gases, can vary 
significantly. Still, flowing air can often be modeled as incompressible provided the ve- 
locity of the air is not too great and the temperature is nearly constant. As a rule of thumb, 
air flows having velocities less than about 100 m/s (330 ft/s or 225 mi/h) can be modeled 
as incompressible. At higher velocities, density change becomes important, and then the 
compressible flow principles of Secs. 12.8-12.10 apply. 

In some discussions that follow, a flow may be modeled as both incompressible and steady. 
A steady flow is a flow in which nothing changes with time at a given location in the flow. 
This usage is consistent with the steady state concept discussed in Sec. 5.1. 


12.2 Momentum Equation 


Newton’s second law of motion for a single particle of mass m involves the familiar form 
F = ma, where F is the resultant force acting on the particle and a is the acceleration. Since 
the mass of a particle is constant and а = dV/dt, an alternate form of this equation is F = 
d(mV)/dt, where mV denotes momentum. That is, the resultant force on the particle is equal 
to the time rate of change of the particle’s momentum. The object of the present section is 
to introduce Newton’s second law of motion in a form appropriate for application to a fluid 
flowing through a control volume. Consider flow through the control volume shown in 
Fig. 12.4. For simplicity, we assume that the control volume has one inlet, (1), one outlet, 
(2) and that the flow is one-dimensional (Sec. 5.1). As discussed in Chaps. 5 and 7, the fluid 
flowing across the control surface carries mass, energy, and entropy across the surface, into 
or out of the control volume. Similarly, the flow also transfers momentum into or out of the 
control volume. Such transfers can be accounted for as 


time rate of momentum 
transfer into or . 
= ту 
ош of a control volume 
accompanying mass flow 


where m is the mass flow rate (kg/s, lb/s, or slug/s) across the inlet or outlet of the control 

volume. In this expression, the momentum per unit of mass flowing across the boundary of 

the control volume is given by the velocity vector V. In accordance with the one-dimensional 

flow model, the vector is normal to the inlet or exit and oriented in the direction of flow. 
In words, Newton’s second law of motion for control volumes is 


time rate of change resultant force net rate at which momentum is 
of momentum contained | = | acting onthe | + transferred into the control 
within the control volume control volume volume accompanying mass flow 


Figure 12.4 One-inlet, one-exit 
control volume at steady state 
No flow through this labeled with momentum transfers 
portion of the boundary accompanying mass flow. 
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At steady state, the total amount of momentum contained in the control volume is constant 
with time. Accordingly, when applying Newton’s second law of motion to control volumes 
at steady state, it is necessary to consider only the momentum accompanying the incoming 
and outgoing streams of matter and the forces acting on the control volume. Newton’s law 
then states that the resultant force F acting on the control volume equals the difference be- 
tween the rates of momentum exiting and entering the control volume accompanying mass 
flow. This is expressed by the following momentum equation: 


Е = тҮ, — mV, = (У, — Vi) (12.4) 


Since m, = m, at steady state, the common mass flow is designated in this expression sim- 
ply as m. 

The momentum equation for a control volume, Eq. 12.4, is a vector equation. In this text, 
components of vectors are resolved along rectangular coordinates. Thus, the x-, y-, and z- 
components of F are denoted F,, Ру, and F,, respectively. The components of the velocity 
vector V are denoted u, v, and w, respectively. The mass flow rate is evaluated using 
m = pAV, where V is the magnitude of the velocity at the inlet or exit of the control volume 
where the flow rate is determined. 


Applying the Momentum Equation 


In this section we consider three applications of the momentum equation, Eq. 12.4. The 
applications have been selected to bring out important aspects of the momentum concept. 
The first case involves the deflection of a fluid jet by a fixed vane. 


Example 12.1 Deflection of a Fluid Jet 


momentum equation 
4 1 


V12.3 Sink flow 


V12.4 Force due toa 
water jet 


As shown in Fig. E12.1a, a jet of water exits a nozzle with uniform velocity V = 10 ft/s, strikes a vane, and is turned 
through an angle 0. (a) Determine the anchoring force needed to hold the vane stationary as a function of 0. (b) Discuss 


the results. 


Solution 
Known: The direction of a jet of water is changed by a vane. 
Find: Determine the force needed to hold the vane stationary as a function of 0. 


Schematic and Given Data: 


(m = 0.06 f? /— Vane 
_—— 
— 
(j Nozze] 
V = 10 ft/s 


(a) 


Figure Е12.1а 
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Assumptions: 

1. The control volume shown on the accompanying figure is at steady state. 

2. Water is incompressible with p = 1.94 slug/ft’. 

3. At the inlet and outlet of the control volume, sections (1) and (2), the flow is one-dimensional and each cross-sectional 
area is 0.06 ft. 

4. The pressure is atmospheric on the entire control surface. 

5. The flow occurs in the horizontal x-y plane. 


Analysis: (a) We select a control volume that includes the vane and a portion of the water (see Fig. Е12.1а) and apply the 
momentum equation to this fixed control volume. The x- and y-components of Eq. 12.4 become 


DF, = т(и - шщ) (1) 
апа 
ЖЕ, = m(v2 — vi) (2) 


where и and v are the x- and y-components of velocity, and УР, and ХЕ, are the x- and y-components of force acting on the 
contents of the control volume. Since the pressure is atmospheric on the entire control volume surface, the net pressure 
force on the control volume surface is zero. Thus, the only forces applied to the control volume contents are the x- and 
y-components of the anchoring force, F4, and Fay, respectively. Although F4, and F4, are shown on the schematic as acting in 
the positive x- and y-directions, their magnitudes and directions will be determined as a part of the analysis. 

We begin by evaluating the velocity components required in Eqs. (1) and (2). With assumptions 1, 2, and 3, а mass rate 
balance for the control volume shows that the magnitude of the velocities at (1) and (2) are equal: V, = V, = V = 10 ft/s. 
Accordingly, at inlet (1) we have и, = V and v, = 0; at exit (2), и; = V cos0 and v, = V sin. 

Thus, Eqs. (1) and (2) can be written as 


Fax = m[Vcos0 — V] = —mV[1 — cos] (3) 
Елу = ШУ шй) — 0) = mV sind (4) 
where m = pAV. Thus, 
By. = — ANDE = eas] (5) 
Елу = pAV’sin® (6) 


By introducing known data, the components of the anchoring force are 


1 lbf 
1 slug : ft/s? 


Fa, = —(1.94 slug/ft*)(0.06 #2)(10 8/8) 1 22) 


= —11.64(1 — cos0) lbf < 
and similarly 
Fa, = +11.64 8ш0 lbf < 


The minus sign in the expression for Ёд, indicates that this component of the anchoring force is exerted to the left, in 
the negative x-direction. The plus sign in the expression for Fay indicates that this component is exerted in the positive 
y-direction. 

(b) The product mV in Eqs. (3) and (4) accounts for the rate at which momentum enters and exits the control volume. Al- 
though this product has the same magnitude at locations (1) and (2), namely 11.64 1bf, the direction is different. A change of 
direction requires a force, the components of which аге F4, and Fa, 

For example, if Ө = 90°, the forces are FA, = —11.64 Ibf and F4, = +11.64 10. Thus, as shown in Fig. Е12.1Р, the an- 
choring force must oppose the entering fluid momentum and supply the exiting momentum. If 0 = 180°, the jet is turned back 
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on itself and the forces аге FA, = —23.28 1Ь and F4, = 0. As shown in Fig. E12.1b, the force must oppose the entering 
fluid momentum and supply the exiting momentum, neither of which has a y component. 


mV = 11.64 p^ 


(2) mV = 11.64 lbf 


| Fy, = 11.6417 — | Е,,| 22328 Ibf 
iV = 11.64 Ibf <— 2 <— 
m не пев 20 3 
—» —J» 


0) 0) 


(5) \, Ay = 


|, = 11.64 Ibf 
Figure E12.1b 


In the previous example the anchoring force needed to hold the vane in place is a result 
of the change in direction of the fluid momentum. The pressure is uniform around the entire 
control surface and, therefore, provides no contribution to the force. In the next example the 
pressure is not uniform and is a factor in determining the anchoring force. 


Example 12.2 Force Generated by Flow in a Pipe Bend 


Water flows through a horizontal, 180° pipe bend as illustrated in Fig. E12.2a. The flow cross-sectional area is constant at a 
value of 0.1 ft? through the bend. The flow velocity at the entrance and exit of the bend is axial and 50 ft/s. The gage pres- 
sures at the entrance and exit of the bend are 30 psi and 24 psi, respectively. Calculate the horizontal (x and y) components 
of the anchoring force required to hold the bend in place. 


Solution 
Known: Water flows under given conditions in a horizontal, 180° pipe bend. 
Find: Determine the x- and y-components of the force needed to hold the bend in place. 


Schematic and Given Data: 


Section (1) A=0.1 2 z and vate 
= 30 psi | 
М = 50 ft/s ==>- Ё 
2 Control 2 D 
: 127 volume х/ 
- si 
= р Fay 
50 fs pS 
8 cT P Fa PA: — 
— m Шер nN c*— 
SSS 180° pipe bend 


Section (2) 


ши 7 


Figure E12.2 
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Assumptions: 

1. The control volume shown on the accompanying figure is at steady state. 

2. Water is incompressible with p = 1.94 slug/ft’. 

3. At (1) and (2) the flow is one-dimensional and each cross-sectional area is 0.1 #2. 
4. The pressure is atmospheric on the outside of the pipe bend. 


Analysis: Since we want to evaluate components of the anchoring force needed to hold the pipe bend in place, an appro- 
priate control volume (see dashed line in Fig. E12.2a) contains the bend and the water in the bend at an instant. The compo- 
nents of the anchoring force are Fax Fay, and Faz. Note that the weight of the water is vertical (in the negative z direction) 
and does not contribute to the x and y components of the anchoring force. Although Fax and Fay are shown as acting in the 
positive x- and y-directions, respectively, their magnitudes and directions will be determined as a part of the analysis. 

Since atmospheric pressure acts uniformly over the outside of the pipe bend, the effect of atmospheric pressure in the x 
direction cancels. Also, at locations (1) and (2) there are no x-components of the fluid velocity: и, = и; = 0. Accordingly, 
Eq. 12.4 applied in the x-direction reduces to 


Py = @ (1) 4 


(1) Since atmospheric pressure acts on the outside of the pipe bend, the net pressure force exerted on the control volume іп 
the y direction is (p,A + р,4), where p, and р, are gage pressures at locations (1) and (2), respectively. At section (1) the 
flow is in the positive y direction, so v, = V. At section (2) the flow 15 in the negative y direction, so v; = — V. Accordingly, 
when Eq. 12.4 is applied in the y direction we obtain 


Fay + руА + pA = то — vi] 
= ll VN (2) < 
Непсе, 
[2] ы = У = (2 ағ УА (3) < 
The mass flow rate is 
п = pAV = (1.94 slug/ft*)(0.1 #2)(50 ft/s) = 9.70 slug/s 
Inserting this into Eq. (3) together with the given data gives 


1 lbf 
1 slug : ft/s? 


144 in? 


Fa, = —2(9.70 slug/s)(50 ft/s) 


—(30 + 24) Ibf/in.? (0.1 f£) 


970 Ibf — 778 Ibf 1748 lbf < 


The minus sign indicates that the force is exerted to the left, in the negative y direction. 


@ Note that the pressure force is directed into the control volume at both the inlet and exit sections, independent of the di- 
rection of flow, which is in at the inlet and out at the exit. Pressure is a compressive stress. 

Ө The product mV in Eq. (3) accounts for the rate at which momentum enters and exits the control volume. Although this 
product has the same magnitude at locations (1) and (2), the direction is different. Accordingly, as shown by the factor 2 
in Eq. (3), the anchoring force must oppose the entering fluid momentum and supply the exiting momentum. The anchor- 
ing force must also oppose the net pressure force acting on the control volume. These forces and rates of momentum trans- 
fer are shown on Fig. 12.29 


In each of the previous two examples, the magnitude of the velocity of the fluid stream 
remains constant, but its direction changes. The change in direction requires an anchoring 
force whether or not pressure plays an explicit role. In the next example, an anchoring force 
is evaluated for a case where the direction of the flow is unchanged, but the magnitude of 
the velocity increases in the flow direction. Pressure and weight are also important. 
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Example 12.3 Force on a Nozzle 


Determine the anchoring force required to hold in place a conical nozzle attached to the end of a laboratory sink faucet (see 
Бір. Е12.3а) when the water volumetric flow rate is 0.6 liter/s. The nozzle weight is 1 М and the weight of the water in the 
nozzle at any instant is 0.03 М. The nozzle inlet and exit diameters are 16 mm and 5 mm, respectively. The nozzle axis is 
vertical and the gage pressures at sections (1) and (2) are 464 kPa and 0, respectively. 


Solution 
Known: Water flows vertically at a known volumetric flow rate through a given nozzle. 
Find: Determine the force needed to hold the nozzle in place. 


Schematic and Given Data: 


| Control volume _.— Control volume 


> т-- Section (1) 


М | F, = anchoring force that holds 
nozzle in place 

pa W, = weight of nozzle 
Wp = weight of water contained in 
Г,-5 mm the nozzle 

z " Рі = gage pressure at section (1) 
wi A, -cross section area at 

/ Р section (1) 

р» = gage pressure at section (2) 


A, = сгоѕѕ section area at 
section (2) 


V2 
(a) (5) 


Figure E12.3 


Assumptions: 

1. The control volume shown in the accompanying figure is at steady state. 
2. Water is incompressible with p = 999 kg/m’. 

3. At sections (1) and (2) the flow is one-dimensional. 

4. The water leaves the nozzle at atmospheric pressure (zero gage pressure). 


Analysis: Тһе anchoring force sought, F4, is the reaction force between the faucet and nozzle threads. To evaluate this force 
we select a control volume that includes the entire nozzle and the water contained in the nozzle at an instant, as is indicated 
in Figs. E12.3a апа E12.3b. All of the vertical forces acting on the contents of this control volume are identified in Fig. E12.3b. 
Since atmospheric pressure acts on the outside of the nozzle, the net pressure force in the z direction can be evaluated using 
gage pressures. 
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Application of Eq. 12.4 to the z direction gives 


Fy — Ж, = Wy = [ду + p;A; = m[w; — ui) (1) 
where w, and w, are the z-components of velocity at (1) and (2). Since the flow is in the negative z direction, w} = — V, and 
ш, = -У,. Thus, solving Eq.(1) for the anchoring force gives 

л == ШМ = Х| EMI dtm Р: (2) 


То complete this example, we use values given in the problem statement to quantify terms оп the right-hand side of Eq. (2). 
The mass flow rate is 


т = pV,A; = pQ = (999 kg/m?)(0.6 liter/s)|107° m*/liter] = 0.599 kg/s 


where О = V,A, = VA, is the volumetric flow rate. 


T я Q Q (0.6 liter/s)|10~* m*/liter| 22 
un 1A, m(DUA) m(16mm)/4|000 mm/m| ^ S 
and 
0.6 liter/s)| 10? m*/liter 
ө е ж е Jl шэг 


A;  m(Dj/A) т(5 mm)?/4|1000? mm?/m?| 
Also, we һауе W, = 1 N, W, = 0.03 №, p, = 464 kPa, and p, = 0. Thus, from Eq. (2) 


IN 
-| + 1N + 0.03N 
1 kg : m/s” 
10° N/m? 


[rem ШЕ 
1 kPa 2 Mus 10? mm 


(—16.54 + 1 + 0.03 + 93.29)N = 77.8N < 


e9 Е, — (0.599 kg/s)(2.98 — 30.6)m/s 


+ (464 kPa) | 


Since the anchoring force, F4, is positive, it acts upward in the z direction—the nozzle would be pushed off the pipe if it were 
not fastened securely. 


Ө In accord with the discussion of nozzles in Sec. 5.3.3, note that У, > V,. The water accelerates as it flows through the nozzle. 


@ It is instructive to note how the anchoring force is affected by the different actions involved. As expected, the nozzle weight, 
W the water weight, W, and the pressure force at section (1), p,A,, all increase the anchoring force. Of these, the effect 
of the pressure at section (1) is far more important than the total weight. Since У, > У,, the contribution to the anchoring 
force from the momentum effect, ШАЛ — V5), is negative, and thus decreases the anchoring force. 


12.4 The Bernoulli Equation 


The Bernoulli equation is introduced in Sec. 7.9 as an application of thermodynamic princi- 
ples to a special case involving a one-inlet, one-outlet control volume at steady state. Equations 
7.52b and 7.52c are the results of this development. In fluid mechanics it is customary to ob- 
tain the Bernoulli equation as an application of Newton’s second law to a fluid particle mov- 
ing along a streamline. As indicated in Fig. 12.5, streamlines are lines that are tangent to the 
velocity vector at any location in the flow. For steady flow a streamline can be thought of as 
the path along which a fluid particle moves when traveling from one location in the flow, 
point (1), to another location, point (2). 

When shear forces due to viscosity (friction) are negligible, Newton’s second law takes 
Figure 12.5 Streamlines. the form: 


о) Vo 


Streamline 


(Net pressure force on a particle) + (net gravity force on a particle) 


streamlines = (particle mass) X (particle acceleration) 
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In addition, we assume that the flow is steady and the fluid is modeled as incompressible. 
Under such conditions Newton’s second law can be integrated along a streamline to give the 
Bernoulli equation in the form 


р + ру? + yz = constant along a streamline (12.5) Bernoulli equation 


where the z coordinate is positive vertically upward. Details of this development are provided 
in Sec. 12.4.1. Equation 12.5 corresponds to Eq. 7.52b. 


12.4.1 Derivation of the Bernoulli Equation from Newton’s Second Law 
(CD-ROM) 


12.4.2 Static, Stagnation, Dynamic, and Total Pressure 


Each term of the Bernoulli equation, Eq. 12.5, has the units of pressure: psi, Ibf/ft?, N/m?. 
The first term, p, is the actual thermodynamic pressure of the fluid as it flows. To measure 
its value, one could move along with the fluid, thus being "static" relative to the moving 
fluid. Hence, p is normally termed the static pressure. Another way to measure the static static pressure 
pressure would be to drill a hole in a flat surface and fasten a piezometer tube as indicated 
by the location of point (3) in Fig. 12.7. 
The third term in Eq. 12.5, yz, is termed the hydrostatic pressure, in obvious regard to — hydrostatic pressure 
the hydrostatic pressure variation discussed in Chapter 11. It is not actually a pressure, but 
does represent the change in pressure possible due to potential energy variations of the fluid 
as a result of elevation changes. 
The second term in the Bernoulli equation, рУ2/2, is termed the dynamic pressure. Its dynamic pressure 
interpretation can be seen in Fig. 12.7 by considering the pressure at the end of a small tube 
inserted into the flow and pointing upstream. This type of tube is termed a Pitot tube. After 
the initial transient motion has died out, the liquid will fill the tube to a height of H as shown. 
The fluid in the tube, including that at its tip, (2), will be stationary. That is, У, = 0, or point 
(2) is a stagnation point. stagnation point 
If we apply the Bernoulli equation between points (1) and (2), using У, = 0 and assum- 


ing that z, — 2, we find that š : | 
tagnation point 


Po = Py + іруі Ж 
Hence, the pressure, p», at the stagnation point is greater than the static pressure, ру, by ап 
amount рУ2/2, the dynamic pressure. It can be shown that there is a stagnation point on any 
stationary body that is placed into a flowing fluid. 


Stagnation streamline 


Open 


Stagnation point 
H 
Ї 
Л 
V | 
e 
zl p E i 
е CES | 
Ж” 5 m : 12.5 St ti int 
(D Q) Figure 12.7 Measurement of static and шог 
V,=V 2-0 Е flow 


stagnation pressures. 
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9) 
--е(4) 
у 2 
—Ó . 
Р D 


Figure 12.8 Pitot-static 
tube. 


V12.6 Airspeed 
indicator 


head 


elevation, pressure, and 
velocity head 


V12.7 Flow from a 
tank 


The sum of the static pressure, hydrostatic pressure, and dynamic pressure is termed the 
total pressure, рт. The Bernoulli equation is a statement that the total pressure remains 
constant along a streamline. That is, 


р + 5рУ? + yz = p, = constant along a streamline (12.10) 


If the values of the static and stagnation pressures in a fluid are known, the fluid velocity can 
be calculated. This is the principle on which the Pitot-static tube is based. As shown in Fig. 12.8, 
two concentric tubes are attached to two pressure gages. The center tube measures the stagna- 
tion pressure at its open tip. If the elevation difference between (2) and (3) is negligible, then 
рз = p». The relationship between the stagnation, static, and dynamic pressures is then 


рз =p + 5р\№ 


where p and V are the pressure and velocity of the fluid flowing upstream of point (2). The 
outer tube is made with several small holes at an appropriate distance from the tip so that 
they measure the static pressure. If the elevation difference between (1) and (4) is negligible, 
then 


ра“ р = р 
These two equations сап be rearranged to give 
У = V2(p3 — ра)/р (12.11) 


Accordingly, the velocity of the fluid can be determined by measuring the pressure differ- 
ence (рз — ра), which is readily accomplished. 

An alternate but equivalent form of the Bernoulli equation is obtained by dividing each 
term of Eq. 12.5 by the specific weight, гү, to obtain 

р V . 
— + —— + z = constant along a streamline (12.12) 
у 28 
This equation corresponds to Eq. 7.53. Each of the terms in this equation has the units of 
length and represents a certain type of head. 

The elevation term, z, is related to the potential energy of the particle and is called the 
elevation head. The pressure term, p/y, is called the pressure head and represents the height 
of a column of the fluid that is needed to produce the pressure p. The velocity term, V?/2g, 
is the velocity head and represents the vertical distance needed for the fluid to fall freely 
(neglecting friction) if it is to reach velocity V from rest. The Bernoulli equation states that 
the sum of the pressure head, the velocity head, and the elevation head is constant along a 
streamline. 


12.5 Further Examples of Use of the Bernoulli Equation 


In this section we consider applications of the Bernoulli equation for free jets and confined flows. 


Free Jets. Consider flow of a liquid from a large reservoir as is shown in Fig. 12.9. A jet 
of liquid of diameter d flows from the nozzle with velocity V. Application of Eq. 12.5 be- 
tween points (1) and (2) on the streamline shown gives 


Pi + 2рУї + ya = pa + 5рУ + yz (12.13) 


We use the facts that z; = h, 2 = 0, the reservoir is large (V, = 0), open to the atmosphere 
(рі = 0 gage), and the fluid leaves as a "free jet" at atmospheric pressure (p; = 0 gage). 
Thus, we obtain 


yh = ipV? 


12.5 Further Examples of Use of the Bernoulli Equation 


Figure 12.9 Vertical flow from a tank. 


| yh 
V= ge V2gh (12.14) 
р 


Equation 12.14 could also be obtained by writing the Bernoulli equation between points 
(3) and (4) using the fact that z4 = 0, z; = €. Also, V4 = 0 since it is far from the nozzle, 
and from hydrostatics, рз = y(h — 4). 


or since y = pg, 


Confined Flows. In many cases the fluid is physically constrained within a device so that 
pressure cannot be prescribed on the boundary as was done for the free jet example above. 
For many such situations it is necessary to use the mass balance together with the Bernoulli 
equation as illustrated in the following example. 


Example 12.4 Confined Flow 


ж 


V12.8 Confined flow 
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Water flows through a pipe reducer with volumetric flow rate Q as shown in Fig. E12.4. The difference in the static pressures 
at (1) and (2) is measured by the inverted U-tube manometer containing oil of specific gravity, SG, less than one. Determine 


the manometer reading, h, in terms of the volumetric flow rate and other pertinent quantities. 


Solution 
Known: Water flows through a variable area pipe that has a manometer attached. 
Find: Determine the manometer reading in terms of the volumetric flow rate. 


Schematic and Given Data: 


(5) 


Figure Е12.4 
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Assumptions: 

The flow is steady, inviscid, and incompressible. 

The pressure taps to which the manometer is fastened measure the difference in static pressure of the water between 
(1) and (2). 

The water velocity is uniform (one-dimensional flow) across sections (1) and (2), and z; = Zp. 


Analysis: With the assumptions of steady, inviscid, incompressible flow, the Bernoulli equation can be written along the 
streamline between (1) and (2) as 


pi + 2рУ1 + үш = р› 3pV$ + үш (1) 
With assumptions 1 and 3, the mass balance, рА,У, = рА;У;, gives 
У; = (Ay/A))V; (2) 
and 
(0) -- AW 582007, 
By combining Eqs. (1) and (2), and noting that z; = 2, we obtain 
pu — Ша = зрУз1 X (A/Ai] (3) 


This pressure difference is measured by the manometer and can be determined by using the pressure-depth ideas developed 
in Chapter 11. Thus, 


pi — yl — yh + SGyh + yl = р; 


or 
р — р = (1 = SG)yh (4) 


Equations 3 and 4 can be combined to give the desired result as follows: 


or since У = Q/A, and у = pg, 


,l- (AyA)? 


Various types of flow meters are based on a variable area pipe geometry similar to that shown in this example. That is, the 
flow rate, Q, in a pipe can be determined if the manometer reading is known. Note that the manometer reading is propor- 
tional to the square of the flow rate. 


The Bernoulli equation considered in Secs. 12.4 and 12.5 is a form of the mechanical en- 
ergy equation introduced in Sec. 7.9. In terms of heads, the Bernoulli equation states that 
the sum of the velocity head, the elevation head, and the pressure head is constant along 
a streamline. Key underlying assumptions include: (1) the flow is inviscid (frictionless), 
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and (2) there are no mechanical devices such as pumps or turbines within the control 
volume. To account for such effects the full mechanical energy equation must be applied. 
That is, 


Pi, Wi р Vi (W../m) 
а n “72793 А + hy, (7.50b) 


where h, the head loss, accounts for the irreversible conversion of mechanical energy into 
internal energy due to friction. The term W,,, which represents power due to devices that 


transfer mechanical energy across the control volume boundary, can be expressed as 
Wy = W, — W, 


where W, is the power (KW, horsepower) removed from the control volume by a turbine, and 
W, is the power added by a pump. Thus, Eq. 7.50 can be written as 


và và 
21%, Pu 7 ho neu tü (12.15) 


where (р/у - V?/2g + zı) is the sum of the pressure head, velocity head, and elevation head 
at the inlet to the control volume [section (1)] and (р›/у + V3/ 2g + z2) is the sum of these 
quantities at the exit [section (2)]. In Eq. 12.15, h, is the pump head and h, is the turbine 
head defined by 


[| ЕМ 12.16) 
ES = — (12. 
d 5 yQ 
and 
W/m М 
h = um. (12.17) 
8 yQ 


where we have used m = pQ and y = pg. 
The head loss, pump head, and turbine head must satisfy the following constraints: 


№ 2 0, А, 2 0,h = 0 (12.18) 


The head loss is zero if there аге no frictional effects within the control volume. Тһе pump 
and turbine heads are zero if there is no pump and turbine within the control volume. Oth- 
erwise, these quantities must be positive. As can be seen from Eq. 12.15, a pump adds head 
(or mechanical energy) to what was available at the inlet, whereas both a turbine and fric- 
tion reduce the amount of head (or mechanical energy) available at the outlet. 


Applying the Mechanical Energy Equation 


The mechanical energy equation plays an important role in fluid mechanics. In Chap. 14 it 
is used in the study of pipe systems. In the present section three introductory examples are 
considered. The first of these involves the evaluation of head loss in a pipe. 


head loss 


pump head 


turbine head 


V12.9 Water plant 
aerator 
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Example 12.5 Head Loss in a Pipe 


An incompressible liquid flows steadily along the pipe shown in Fig. E12.5. Determine the direction of flow and the head 
loss over the 6-m length of pipe. 


Solution 
Known: Two pressure taps along a pipe indicate the pressure head in the constant diameter pipe. 
Find: Determine the direction of flow and the head loss for the flow. 


Schematic and Given Data: 


Assumptions: 

1. The flow is steady and incompressible. 

2. The pipe diameter is constant. 

3. The two vertical liquid filled tubes measure the pressures p, and р». 
4. There are no pumps or turbines within the section of pipe of 
interest. 


Figure E12.5 


Analysis: Тһе direction of flow сап be obtained by determining which flow direction (uphill, or downhill) will give a positive 
head loss. Negative head losses cannot occur. Thus, we assume the flow is uphill and use the mechanical energy equation to 
determine Лү. From Eq. 12.15 


р У р Vj 


| | FA h h | dE 1 
y 2g zi p Е t y 2g 2 (1) 


where h, = h, = 0 because there are no pumps or turbines. Since the flow areas A, and А, are equal and the liquid is 
incompressible, the mass rate balance gives У, = V>. Thus, Eq. (1) reduces to 


where p,/*y = 3 m, p>/y = 0.5 m, zı = 0, and z, = 2 m so that 
(1) h, = 05m < 


Since the head loss is positive, the flow is uphill as assumed. 


@ If we assume the flow is downhill, we would obtain h, = —0.5 m < 0, which is impossible since it would violate the 
Second Law of Thermodynamics. 


The two following examples involve flows for which the turbine and pump heads play 
a significant role. 


Example 12.0 Hydroelectric Turbine 


Determine the maximum possible power output of the hydroelectric turbine shown in Fig. E12.6 


Solution 
Known: Water flows from a lake and through a turbine under known conditions. 
Find: Determine the maximum power that the turbine can extract from the water. 
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Schematic and Given Data: 


Assumptions: 

1. The flow is steady and incompressible and g = 9.81 m/s’. 

2. At (1) the velocity is essentially zero because the surface area is 
large; also the pressure is atmospheric. 

3. At (2) the water exits at a specified velocity and as a free jet at 
atmospheric pressure. 


| 
= => v,-6ms 


Turbine [МЕЛЕ 
Analysis: Тһе power output from the turbine, Wo can be found from Eq. 12.17 as 
W, = yQh, (1) 
where from the given data the volumetric flow rate is 
О =A, V, = m(1 m)*(6 m/s)/4 = 4.72 m/s (2) 
The turbine head, h, can be obtained from Eq 12.15 as 
ОИ сем (3) 
Y 28 Y 28 


From assumptions 2 and 3, it follows that р = p; and V, = 0. Thus, with 22 = 0 (arbitrary datum) and z; = 100 m, 
Eq. (3) becomes 


h Үг 55106 Ca 
ue ч ™ X931m/s) 
= 982m — h, (4) 


For the given flow rate, the maximum power output corresponds to the maximum turbine head. From Eq. 4 this clearly occurs 
when there is no head loss, h = 0. 
Thus, h, = 98.2 m and the maximum power output is 


W, = yQh, = 9.80 x 10? N/m3(4.72 m?/s)(98.2 m) 


1 kW 


= 4.54 X 10°N- m/s | —— —— 
107 №: m/s 


or 


W, = 4.54 х 10 kW. < 


Example 12.7 Pump System Head Loss 


The pump shown in Fig. E12.7 adds 10 horsepower to the water as it pumps 2 ft*/s from the lower lake to the upper lake. 
The elevation difference between the lake surfaces is 30 ft. Determine the head loss, in ft and in horsepower. 


Solution 
Known: The pump power, the elevation difference, and the volumetric flow rate are known. 
Find: Determine the head loss. 


286 Chapter 12. The Momentum and Mechanical Energy Equations 


Schematic and Given Data: 


Section (2) 
РА 


Assumptions: 

1. The flow is steady and incompressible. 

2. At each surface the pressure is atmospheric. Also, the water 
velocities on each surface are essentially zero because each 
surface area is large. 


Section (1) 
Pump 


Figure Е12.7 
Analysis: The head loss can be obtained from Eq. 12.15 as 


Pi Ps), Vi = No 
h == „== Еп—®+Һ (1) 
ү 22 


where from assumption 2, the first two terms on the right drop out. Also, if we set zı = 0 (arbitrary datum), then z) = 30 ft. 
The pump head is found from Eq. 12.16 to be 


W, 10 hp | 550 ft - Ibf 


h = = 
1 hp 


= 44.1 ft 
> YQ (62415082) ft/s) | 


Thus, Eq. 1 gives 


hy =0+0+0 — 30ft + 44.1 ft = 14.1 ft < 


In this case, a portion of the power input (a 44.1 ft head) is required to lift the water (30 ft head) and a portion is required to 
overcome the head loss (a 14.1 ft head). When expressed on a power basis, the head loss is 


Ibf V . fe 1 hp 
(6624-2125 1(1418)| шшш 
эг ( | J Бекли 


Өө = 3.20hp 4 


Ө The 3.20 hp portion of ће power input is irreversibly converted into internal energy. The remaining 10 hp - 3.20 hp = 


6.80 hp that the pump adds to the water is used to lift the water from the lower to the upper lake. This mechanical energy 
is stored as potential energy. 


12.8 | Compressible Flow (CD-ROM) 


12.9 One-dimensional Steady Flow іп Nozzles and Diffusers (CD-ROM) 


Flow in Nozzles and Diffusers of Ideal Gases with Constant 
Specific Heats (CD-ROM) 


ҒАН Chapter Summary and Study Guide 


In this chapter we have considered several preliminary concepts that are essential in the analy- 
sis of fluid motion. These concepts include surface and body forces, viscosity, and the steady, 
incompressible flow model. 

In addition we have considered the application of Newton’s second law to obtain the mo- 
mentum equation for fluids flowing through control volumes. For steady flow, the sum of all 
the forces acting on the contents of the control volume equals the difference between the out- 
flow and inflow rates of momentum across the control volume surface. 

We have also considered two forms of the mechanical energy balance. The Bernoulli equa- 
tion is valid for steady, inviscid, incompressible flows and provides the relationship between 
pressure, elevation, and velocity for such flows. The more general mechanical energy equa- 
tion can be used in situations where viscous effects are important and pumps or turbines add 
or remove mechanical energy to or from the flowing fluid. 

The following checklist provides a study guide for this chapter. When your study of the 
text and end-of-chapter exercises has been completed you should be able to 


* write out the meanings of the terms listed in the margin throughout the chapter and 
understand each of the related concepts. The subset of key terms listed here in the 
margin is particularly important. 


* explain the concepts of surface and body forces. 
* explain the concepts of viscosity and shear stress. 


* select a control volume and apply the momentum equation to analyze the flow 
through the control volume. 


* apply the Bernoulli equation appropriately to analyze flow situations applicable to 
the use of this equation. 


* use the concepts of head loss, pump head, and turbine head in the analysis of various 
flow situations. 


* use the mechanical energy equation appropriately to analyze various flows. 


Problems 


Note: Unless otherwise indicated in the problem statement, use 
values of fluid properties given in the tables of Appendix FM-1 
when solving these problems. Also, except for the problems 
under the Compressible Flow heading, all problems are for 
steady, incompressible flow. 


Viscosity 


12.1 Crude oil having a viscosity of 9.52 Х 10 ^ Ibf : s/f is 
contained between parallel plates. (see Fig. 12.2). The bottom 
plate is fixed and the upper plate moves when a force F is ap- 
plied. If the distance between the two plates is 0.1 in., what 
value of F is required to translate the plate with a velocity of 
3 ft/s? The effective area of the upper plate is 200 in.?. 


12.3 (CD-ROM) 
12.4 (CD-ROM) 


12.2 Alayer of water flows down an inclined fixed surface with Mass Balance 
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body and surface forces 

viscosity 

momentum equation 

Bernoulli equation 

static pressure 

dynamic pressure 

mechanical energy 
equation 

head 

head loss 

pump and turbine heads 


og y" 


U h m 


Figure P12.2 


the velocity profile shown in Fig. P12.2. Determine the mag- 
nitude and direction of the shearing stress that the water exerts 
on the fixed surface for U = 3 m/s and h = 0.1 m. 


12.5 A hydroelectric turbine passes 2 million gal/min through 
its blades. If the average velocity of the flow in the circular 
cross-section conduit leading to the turbine is not to exceed 
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30 ft/s, determine the minimum allowable diameter of the 
conduit. 


12.6 (CD-ROM) 


Momentum Equation 


12.7 Аш flows into the atmosphere from a nozzle and strikes а 
vertical plate as shown in Fig. P12.7. A horizontal force of 9 N 
is required to hold the plate in place. Determine the velocity 
at the exit, V,, and the velocity within the pipe, V>. 


— ON 


Area = 0.01 m2 


Figure P12.7 


12.8 Water, contained in a large open tank, discharges 
steadily into the atmosphere from a curved pipe as shown in 
Fig. P12.8. The tank rests on a smooth surface, and to pre- 
vent it from sliding, a horizontal flexible cable is to be con- 
nected to hooks on either the right or left side of the tank. 
Assuming the cable can only support a tensile force, would 
you connect it to the right or left side? What tensile force 
does the cable have to support? Assume the flow to be 
frictionless. 


2-in. 


diameter € V = 13.9 ft/s 


Figure P12.8 


12.9 А circular plate having a diameter of 300 mm is held per- 
pendicular to an axisymmetric horizontal jet of air having a 
velocity of 40 m/s and a diameter of 80 mm as shown in Fig. 
P12.9. A hole at the center of the plate results in a discharge 
jet of air having a velocity of 40 m/s and a diameter of 20 mm. 
Determine the horizontal component of force required to hold 
the plate stationary. 


Figure Р12.0 


12.10 (CD-ROM) 


1211 A 10-mm-diameter jet of water is deflected by а homo- 
geneous rectangular block (15 mm by 200 mm by 100 mm) 
that weighs 6 N as shown in Fig. P12.11. Determine the 
minimum volumetric flow rate needed to tip the block about 
point 0. 


0.10 m 


Figure P12. 11 


1212 (CD-ROM) 
1213 (CD-ROM) 


12.14 Thrust vector control is a new technique that can be 
used to greatly improve the maneuverability of military 
fighter aircraft. It consists of using a set of vanes in the exit 
of a jet engine to deflect the exhaust gases as shown in 
Fig. P12.14. By how much is the thrust (force along the cen- 
terline of the aircraft) reduced for the case indicated com- 
pared to normal flight when the exhaust is parallel to the 
centerline? 


Pout T 0 
Vout = 1500 ft/s 
~~ 
Vane 


4 Уш = 300 fus 
Pin = 0 


Min = Mout 16 slug/s 


Figure P12.14 


12.15 (CD-ROM) 


12.16 Water flows through a right angle valve at the rate of 
1000 Ib/s as is shown in Fig. P12.16. The pressure just up- 
stream of the valve is 90 psi and the pressure drop across the 
valve is 5 psi. The inside diameters of the valve inlet and exit 
pipes are 12 and 24 in. If the flow through the valve occurs in 
a horizontal plane, determine the x and y components of the 
anchoring force required to hold the valve stationary. 


| 


12 in. 


=< 24 in. 


Figure P12.10 


12.17 Water flows through a 2-ft-diameter pipe arranged hori- 
zontally in a circular arc as shown in Fig. P12.17. If the pipe 
discharges to the atmosphere (p; - 0 gage), determine the x 
and y components of the anchoring force needed to hold the 
piping between sections (1) and (2) stationary. The steady flow 
rate is 3000 ft*/min. The loss in pressure due to fluid friction 
between sections (1) and (2) is 25 psi. 


М 


Figure Р12.17 


12.18 Water enters the horizontal, circular cross-sectional, sud- 
den contraction nozzle sketched in Fig. P12.18 at section (1) 
with a velocity of 25 ft/s and a pressure of 75 psi. The water 
exits from the nozzle into the atmosphere at section (2) where 
the velocity is 100 ft/s. Determine the axial component of the 
anchoring force required to hold the contraction in place. 


Ї T Section (2) 
рү-зи | рт 
ірі = 75 psi Оры 

—_ Y -— "77-7 VN, =25 fs 7 Moo od 
| 2 


нм 100 fus 
| 
J | — Section (1) 


Figure P12.18 
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12.19 Determine the magnitude and direction of the x and y 
components of the anchoring force required to hold in place 
the horizontal 180? elbow and nozzle combination shown in 
Fig. P12.19. Neglect gravity. 


біп. 


Section (1) 
ру = 15 psi 


Vi= 5 ft/s Figure P12.19 


12.20 А converging elbow (see Fig. P12.20) turns water 
through an angle of 135° in a vertical plane. The flow cross- 
sectional diameter is 400 mm at the elbow inlet, section (1), 
and 200 mm at the elbow outlet, section (2). The elbow flow 
passage volume is 0.2 т? between sections (1) and (2). The 
water volumetric flow rate is 0.4 m?/s and the elbow inlet 
and outlet pressures are 150 kPa and 90 kPa. The elbow mass 
is 12 kg. Calculate the horizontal (x direction) and vertical 
(z direction) anchoring forces required to hold the elbow in 
place. 


Section 
00554 D, = 400 mm 135? 


|__| HERI" 22 
Ж 


Section (2) 


Figure P12.20 
12.21 (CD-ROM) 


Bernoulli Equation 


12.22 А hang glider soars through the air with an airspeed of 
10 m/s. (a) What is the gage pressure at a stagnation point on 
the structure if it is at sea level where the air density is 1.23 
kg/m*? (b) Repeat the problem if the hang glider is at an alti- 
tude of 3000 m where the density is 0.909 kg/m?. 


12.23 А person holds her hand out of an open car window 
while the car drives through still air at 65 mph. Under standard 
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atmospheric conditions with р = 0.00238 slug/ft^, what is the 
maximum pressure on her hand? What would be the maxi- 
mum pressure if the “саг” were an Indy 500 racer traveling 
200 mph? 

12.24 A 4-in.-diameter pipe carries 300 gal/min of water at a 
pressure of 60 psi. Determine (a) the pressure head in feet of 
water, (b) the velocity head. 


12.25 А fire hose nozzle has a diameter of 12 in. According to 
some fire codes, the nozzle must be capable of delivering at 
least 300 gal/min. If the nozzle is attached to a 3-in.-diameter 
hose, what pressure must be maintained just upstream of the 
nozzle to deliver this volumetric flow rate? 


12.26 Тһе pressure in domestic water pipes is typically 70 psi 
above atmospheric. If viscous effects are neglected, determine 
the height reached by a jet of water through a small hole in 
the top of the pipe. 


12.27 The circular stream of water from a faucet is observed to 
taper from a diameter of 20 mm to 10 mm in a distance of 
40 cm. Determine the volumetric flow rate. 


12.28 (CD-ROM) 


12.29 А plastic tube of 50-mm diameter is used to siphon 
water from the large tank shown in Fig. P12.29. If the pres- 
sure on the outside of the tube is more than 30 kPa greater 
than the pressure within the tube, the tube will collapse and 
the siphon will stop. If viscous effects are negligible, deter- 
mine the minimum value of Л allowed without the siphon 


stopping. 


2m 
“ 
Л 
E Figure P12.29 
12.30 Water flows steadily from the pipe shown in Fig. P12.30 


with negligible viscous effects. Determine the maximum vol- 
umetric flow rate if the water is not to flow from the open ver- 
tical tube at A. 


шин?! 
3ft 
Y 
Q ЭЭ 0.15 ft diameter 0.1 ft diameter () 
) 
Y A 
End of pipe 
p=0 


Figure P12.30 


12.31 (CD-ROM) 


12.32 Determine the volumetric flow rate through the Venturi 


meter shown in Fig. P12.32 if viscous effects are negligible 
and the fluid is water. 


Figure P12.32 


12.33 (CD-ROM) 


Mechanical Energy Equation 


12.34 Water flows steadily from one location to another in the 
inclined pipe shown in Fig. P12.34. At one section, the static 
pressure is 8 psi. At the other section, the static pressure is 
5 psi. Which way is the water flowing? Explain. 


p=5 psi 


10 


100 ft Figure P12.34 


12.35 Oil (SG = 0.9) flows downward through a vertical pipe 
contraction as shown in Fig. P12.35. If the mercury manome- 
ter reading, Л, is 120 mm, determine the volumetric flow rate 
for frictionless flow. Is the actual flow rate more or less than 
the frictionless value? Explain. 


300 mm NN 


Figure P12.35 


12.36 


(CD-ROM) 


12.37 А fire hose nozzle is designed to deliver water that will 
rise 30 m vertically. Calculate the stagnation pressure required 
at the nozzle inlet if (a) no loss is assumed, (b) a head loss of 
10 m is assumed. 


12.38 (CD-ROM) 
12.39 (CD-ROM) 


Pumps and Turbines 


12.40 Water is to be moved from one large reservoir to another 
at a higher elevation, as indicated in Fig. P12.40. The head loss 
associated with 2.5 5/6 being pumped from section (1) to (2) 
is 61V?/2g ft, where V is the average velocity of water in the 
8-in. inside diameter piping involved. Determine the amount 
of pumping power required. 


Section (2) 


8-in.-inside 
diameter pipe 


Figure P12.40 


12.41 
sketched in Fig. P12.41 at the steady rate of 100 gallons per 
minute. What is the head loss associated with this flow? If this 
same amount of head loss is associated with pumping the fluid 
from the lower lake to the higher one at the same flow rate, 
estimate the amount of pumping power required. 


Water flows by gravity from one lake to another as 


Figure P12.41 


12.42 (CD-ROM) 


12.43 Water is pumped from the tank shown in Fig. P12.43a. 
The head loss is known to be 1.2 V?/2g, where V is the 
average velocity in the pipe. According to the pump 
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manufacturer, the relationship between the pump head and 
the flow rate is as shown in Fig. P12.43b: h, = 20 — 2000 
О?, where h, is in meters and Q is in m/s. Determine the 
volumetric flow rate, Q. 


6m 
510 
h, = 20-2000Q? 
0 1 
Pump 0.07ш 0 0.05 0.10 
О, m?/s 


(a) (b) 
Figure Р12.43 


1244 (CD-ROM) 


12.45 Water flows through a hydroelectric turbine at a rate of 
4 million gal/min. The elevation difference between the reser- 
voir surface and the turbine outlet is 100 ft. What is the max- 
imum amount of power output possible? Why will the actual 
amount be less? 


12.46 Тһе turbine shown in Fig. P12.46 develops 100 hp when 
the volumetric flow rate of water is 20 ft/s. If all losses are 
negligible, determine (a) the elevation Л, (b) the pressure 
difference across the turbine, and (c) if the turbine were 
removed, the volumetric flow rate expected. 


Free jet 


Figure P12.46 


12.47 А hydraulic turbine is provided with 4.25 m/s of water 
at 415 kPa. A vacuum gage in the turbine discharge 3 m below 
the turbine inlet centerline reads 250 mm Hg vacuum. If the 
turbine shaft output power is 1100 kW, calculate the frictional 
power loss through the turbine. The supply and discharge pipe 
inside diameters are identically 800 mm. 


1248 (CD-ROM) 


Compressible Flow 
12.49 (CD-ROM) 
12.50 (CD-ROM) 
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12.51 (CD-ROM) 12.59 (CD-ROM) 
12.52 (CD-ROM) 12.60 (CD-ROM) 
12.53 (CD-ROM) 12.61 (CD-ROM) 
12.54 (CD-ROM) 12.62 (CD-ROM) 
12.55 (CD-ROM) 12.63 (CD-ROM) 
12.56 (CD-ROM) 12.64 (CD-ROM) 
12.57 (CD-ROM) 12.65 (CD-ROM) 


12.58 (CD-ROM) 


12.3 А solid cube measuring 0.5 ft per side and weighing 100 
Ibf slides down a smooth surface, which is inclined 30° from 
the horizontal. The block slides on a film of oil having a vis- 
cosity of 1.71 х 10 ? Ibf - s/f. If at steady state the velocity 
of the block is 1.2 ft/s, what is the film thickness? Assume a 
linear velocity distribution in the film. 


12.4 А 25-mm-diameter shaft is pulled through a cylindrical 
bearing as shown in Fig. P12.4. The lubricant that fills the 
0.3-mm gap between the shaft and bearing is an oil having a 
kinematic viscosity of 8.0 X 10 m/s and a specific grav- 
ity of 0.91. Determine the force F required to pull the shaft 
at a velocity of 3 m/s. Assume the velocity distribution in the 
gap is linear. 


Figure P12.4 


12.6 Water flows into a sink as shown in Fig. P12.6 at a rate 
of 2 gallons per minute. Determine the average velocity 
through each of the three 0.4-in.-diameter overflow holes if 
the drain is closed and the water level in the sink remains 
constant. 


Three 0.4-in.-diameter 


flow hol 
over i oles бейінін 


Figure P12.0 


12.10 The propulsive force (thrust) developed to propel the 
jet ski shown in Fig. P12.10 is a result of water pumped 
through the vehicle and exiting as a high-speed water jet. 
For the conditions shown in the figure, what volumetric 
flow rate is needed to produce а 300 Ibf thrust? Assume the 
inlet and outlet jets of water are free jets at atmospheric pres- 
sure (0 gage). 


3.5-in.-diameter 
outlet jet 


Figure P12.10 


12.12 Exhaust (assumed to have the properties of standard air) 
leaves the 4-ft-diameter chimney shown in Fig. P12.12 with a 
velocity of 6 ft/s. Because of the wind, after a few diameters 
downstream the exhaust flows in a horizontal direction with the 
speed of the wind, 15 ft/s. Determine the horizontal component 
of the force that the blowing wind puts on the exhaust gases. 


15 ft/s 
ER 


Figure P12.12 


12.13 Two water jets in a horizontal plane collide and form one 
homogeneous jet as shown in Fig. P12.13. Determine the ve- 
locity, V, and direction, 0, of the combined jet. 


V,=4m/s 


Figure РІВ 


12.15 А vertical jet of water leaves а nozzle at а velocity of 
10 m/s and a diameter of 20 mm. It suspends a plate having 
a mass of 1.5 kg as indicated in Fig. P12.15. What is the 
vertical distance h? 


Figure PISIS 


12.21 Water flows through a horizontal bend and discharges 
into the atmosphere as shown in Fig. P12.21. When the pres- 
sure gage reads 10 psi, the resultant x direction anchoring force, 
Елу in the horizontal plane required to hold the bend in place 
is shown on the figure. Determine the volumetric flow rate 
through the bend and the y direction anchoring force, Fy, re- 
quired to hold the bend in place. The flow is not frictionless. 


Bend 


| 


Fy =? 


Figure P12.21 


12.28 Ап inviscid fluid flows steadily through the contraction 


shown in Fig. P12.28. Derive an expression for the fluid ve- 
locity at (2) in terms of Dj, D», р, Pm, and л if the flow is 
assumed incompressible. 


Density P m 


Figure P12.28 


12.31 Air at standard conditions flows through the cylindrical 
stack shown in Fig. P12.31. If viscous effects are negligible 
and the inclined water-filled manometer reading is 20 mm as 
indicated, determine the volumetric flow rate. 


-1 m — 


lo Figure P12.31 


12.33 Аш discharges from a 2-in.-diameter nozzle and strikes 
a curved vane, which is in a vertical plane as shown in Fig. 
P12.33. A Pitot tube connected to a water U-tube manometer 
is located in the free air jet. Determine the horizontal 


-— |F,,| = 1440 lbf 


12.36 


component of the force that the air jet exerts on the vane. Ne- 
glect the weight of the air and all friction. 


Fixed vane 


tube 
Air 1-- 


| Pitot 


| Free 
| air jet 


Open 1 


Water —| | Тіп. 


Figure P12.33 


A water siphon having a constant inside diameter of 3 in. 
is arranged as shown in Fig. P12.36. If the head loss between 
A and B is 0.6V?/2g, where V is the velocity of flow in the 
siphon, determine the volumetric flow rate involved. 


12 ft 


Figure P12.36 


12.38 Water is pumped from a tank, point (1), to the top of a 


water plant aerator, point (2), as shown in Fig. P12.38 at a rate 
of 3.0 ft/s. (a) Determine the power that the pump adds to the 
water if the head loss from (1) to (2) where У, = 0 is 4 ft. 
(b) Determine the head loss from (2) to the bottom of the aerator 
column, point (3), if the average velocity at (3) is У; = 2 ft/s. 


0) g^ Aerator column 


Figure P12.38 


12.39 Water flows steadily down the inclined pipe as indicated 


in Fig. P12.39. Determine the following: (a) the difference in 
pressure p, — p», (b) the head loss between sections (1) and 
(2), (c) the net axial force exerted by the pipe wall on the flow- 
ing water between sections (1) and (2). 


Mercury 
Figure P12.39 


12.42 Oil (SG — 0.88) flows in an inclined pipe at a rate of 
5 ft/s as shown in Fig. P12.42. If the differential reading іп 
the mercury manometer is 3 ft, calculate the power that the 
pump supplies to the oil if head losses are negligible. 


m 


6 in. 


Figure P12.42 


12.44 A pump transfers water from the lower reservoir to the 
upper one as shown in Fig. P12.44a. The difference in eleva- 
tion between the two reservoirs is 100 ft. The friction head loss 
in the piping is given by K; V?/2g, where V is the average fluid 
velocity in the pipe and К, is the loss coefficient, which is con- 
sidered constant. The relation between the head added to the 
water by the pump and the flow rate, Q, through the pump is 
given in Fig. 12.44b. If K, = 20, and the pipe diameter is 4 in., 
what is the volumetric flow rate through the pump? 


_ 300 
8 
a 
5 
"8 200 
фэн 
d 
1551 
8 100 
Е 
& 
0 I 2 3 
Q, ft/s 
2 Fgura P12.44 


12.48 Water is supplied at 150 ft*/s and 60 psi to a hydraulic 
turbine through a 3-ft-inside-diameter inlet pipe as indicated 
in Fig. P12.48. The turbine discharge pipe has a 4-ft inside di- 
ameter. The static pressure at section (2), 10 ft below the tur- 
bine inlet, is 10 in. Hg vacuum. If the turbine develops 2500 
hp, determine the head loss between sections (1) and (2). 


ру = 60 ps. 
Section (1) D is is 
10 ft 
р» = 10 in. Hg 
vacuum 
D,= 4 ft 
yo 
Section (2) 


Figure P12.48 


Compressible Flow 


12.49 Using the ideal gas model, determine the sonic velocity of 
(a) air at 60°Е. 
(b) oxygen (O;) at 90098. 
(c) argon at 540°R, with К = 1.667. 

12.50 A flash of lightning is sighted and 3 seconds later thunder 
is heard. Approximately how far away was the lightning strike? 


12.51 А gas expands isentropically through a converging noz- 
zle from a large tank at 10 bar, 600K. Assuming ideal gas 
behavior, determine the critical pressure p*, in bar, and the 
corresponding temperature, in K, if the gas is 


(а) аш. 
(b) oxygen (О;). 

12.52 Carbon dioxide is contained іп а large tank, initially at 
100 Ibf/in.?, 800°R. The gas discharges through a converging 
nozzle to the surroundings, which are at 14.7 Ibf/in.?, and the 
pressure in the tank drops. Estimate the pressure in the tank, 
in Ibf/in.?, when the flow first ceases to be choked. 


12.53 Steam expands isentropically through a converging noz- 
zle operating at steady state from a large tank at 10.9 MPa, 
360?C. The mass flow rate is 7 kg/s, the flow is choked, and 
the exit plane pressure is 6 MPa. Determine the diameter of 
the nozzle, in cm, at locations where the pressure is 10 MPa, 
8 MPa, and 6 MPa, respectively. 


12.54 Ап ideal gas mixture with k — 1.28 and a molecular 
weight of 14.8 is supplied to a converging nozzle at p, — 10 
bar, T, — 500 K, which discharges into a region where the 
pressure is 1 bar. The exit area is 5 X 10 ^ m’. For steady 
isentropic flow through the nozzle, determine 
(a) the exit temperature of the gas, in K. 

(b) the exit velocity of the gas, in m/s. 
(c) the mass flow rate, in kg/s. 


12.55 Ап ideal gas expands isentropically through a converg- 
ing nozzle from a large tank at 120 Ibf/in.?, 600°R, and dis- 
charges into a region at 60 Ibf/in? Determine the mass flow 
rate, in lb/s and slug/s, for an exit flow area of 1 іһ 2 if the 
gas is 
(a) air, with k — 1.4. 

(b) carbon dioxide, with k — 1.26. 
(c) argon, with k — 1.667. 

12.56 Air at p, = 1.4 bar, T, = 280 К expands isentropically 
through a converging nozzle and discharges to the atmosphere 
at 1 bar. The exit plane area is 0.0013 тг. 

(a) Determine the mass flow rate, in kg/s. 
(b) If the supply region pressure, р,, were increased to 2 bar, 
what would be the mass flow rate, in kg/s? 


12.57 Air enters a nozzle operating at steady state at 3 bar, 
440 K, with a velocity of 145 m/s, and expands isentropically 
to an exit velocity of 460 m/s. Determine 
(a) the exit pressure, in bar. 

(b) the ratio of the exit area to the inlet area. 
(c) whether the nozzle is diverging only, converging only, or 
converging- diverging in cross section. 


12.58 Air enters a nozzle operating at steady state, with negli- 
gible velocity at 100 Ibf/in.?, 860°R, and expands isentropi- 
cally. For a mass flow rate of 4 Ib/s, calculate the velocity, in 
ft/s, the Mach number, and the cross-sectional area, in ft?, at 
locations within the nozzle where the pressure is 
(a) 80 Ibf/in.? 

(b) 60 Ibf/in.? 
(c) 50 Ibf/in.? 
(d) 40 Ibf/in.? 


12.59 А converging-diverging nozzle operating at steady state 
has a throat area of 3 cm? and an exit area of 6 cm’. Air as an 


ideal gas with k — 1.4 enters the nozzle at 8 bar, 400 K, and a 
Mach number of 0.2, and flows isentropically throughout. If the 
nozzle is choked, and the diverging portion acts as a supersonic 
nozzle, determine the mass flow rate, in kg/s, and the Mach 
number, pressure, in bar, and temperature, in K, at the exit. Re- 
peat if the diverging portion acts as a supersonic diffuser. 


12.60 For the nozzle in Problem 12.59, determine the back pres- 
sure, in bar, for which a normal shock would stand at the exit 
plane. 


12.61 For the nozzle in Problem 12.59, a normal shock stands 
in the diverging section at a location where the pressure is 2 bar. 
The flow is isentropic, except where the shock stands. Deter- 
mine the back pressure, in bar. 


12.62 Air as an ideal gas with k = 1.4 undergoes a normal 
shock. The upstream conditions are p, — 0.5 bar, T, — 280 K, 
and M, — 1.8. Determine 
(a) the pressure, p,, in bar. 

(b) the stagnation pressure p,,, in bar. 

(c) the stagnation temperature 7,,, in К. 

(d) Plot the quantities of parts (а)-(с) versus M, ranging from 
1.0 to 2.0. АП other upstream conditions remain the same. 


12.63 А converging-diverging nozzle operates at steady state 
with a mass flow rate of 0.0218 slug/s. Air as an ideal gas with 
k — 14 flows through the nozzle, discharging to the atmosphere 
at 14.7 Ibf/in? and 54098. A normal shock stands at the exit 
plane with M, — 2. Up to the shock, the flow is isentropic. De- 
termine 
(a) the stagnation pressure pox, in Ibf/in.? 
(b) the stagnation temperature T,,, in °R. 
(c) the nozzle exit area, in in.” 


12.64 Аш at 3.4 bar, 530 К, and a Mach number of 0.4 enters 
a converging-diverging nozzle operating at steady state. A 
normal shock stands in the diverging section at a location where 
the Mach number is M, — 1.8. The flow is isentropic, except 
where the shock stands. If the air behaves as an ideal gas with 
k — 1.4, determine 
(a) the stagnation temperature T,,, in К. 

(b) the stagnation pressure p,,, in bar. 
(c) the pressure p,, in bar. 
(d) the pressure p,, in bar. 
(e) the stagnation pressure poy, in bar. 


(f) the stagnation temperature Г,,, in К. 


If the throat area is 7.6 X 10 ^ т>, and the exit plane pres- 
sure is 2.4 bar, determine the mass flow rate, in kg/s, and the 
exit area, in m. 

12.65 Air as an ideal gas with k — 1.4 enters a converging- 
diverging channel at a Mach number of 1.2. A normal shock 
stands at the inlet to the channel. Downstream of the shock the 
flow is isentropic; the Mach number is unity at the throat; and 
the air exits at 100 Ibf/in?, 540°R, with negligible velocity. If 
the mass flow rate is 100 Ib/s, determine the inlet and throat 
areas, in ft^. 
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Figure 12.0 


12.4.1 Derivation of the Bernoulli Equation from Newton's Second Law 


We consider steady flow of a fluid in which viscous effects are assumed to be negligible and 
the density is assumed to remain constant. That is, we consider steady, inviscid, incom- 
pressible flow as shown in Fig. 12.6. 

The motion of each fluid particle is described in terms of its velocity vector, V, which is 
defined as the time rate of change of the position of the particle. The particle’s velocity is a 
vector quantity with a magnitude (V = |У |) and direction. 

If the flow is steady, each particle slides along its path, and its velocity vector is every- 
where tangent to the path. The lines that are tangent to the velocity vectors throughout the 
flow field are streamlines. The particle motion is described in terms of its distance, s = s(t), 
along the streamline from some convenient origin. The distance along the streamline is related 
to the particle's velocity by V = ds/dt. 

By definition, the acceleration is the time rate of change of the velocity of the parti- 
cle, a = d V/dt. By use of the chain rule of differentiation, the s-component of the 
acceleration is given by a, = dV/dt = (dV/ds)(ds/dt) = (dV/ds)V, where we have used 
the fact that V = ds/dt. Thus, the component of acceleration in the streamline direction 
is given by 


We consider the diagram of a fluid particle shown in Fig. 12.6. The particle has length ds 
along the streamline and cross-sectional area dA normal to the streamline. For steady flow, 
the component of Newton's second law along the streamline direction, s, can be written as 


(12.6) 


ау ау 
У dF, = бта, = ётУ A р ds dA V — 
s s 


d. 


where X6F, represents the sum of the s components of all the forces acting on the particle, 
which has mass àm — p ds dA and V dV/ds is the acceleration in the s direction. Note that, 
ds dA is the particle volume. The gravity force (weight) on the particle can be written as 
OW = yds dA, where y is the specific weight of the fluid. Hence, the component of the 
weight, in the direction of the streamline is 


oW, = —6W 80 = —yds dA sin0 


If the streamline is horizontal at the point of interest, then 0 — 0, and there is no component 
of particle weight along the streamline to contribute to its acceleration in that direction. 
Also, the net pressure force on the particle in the streamline direction is 


SF, = p dA — (p + dp)dA = —dp dA = —(dp/ds)ds dA 


where dp/ds is the pressure gradient along the streamline. Thus, the net force acting in the 
streamline direction on the particle shown in Fig. 12.6 is 


d 
Sisk = SW, BE, -( үсіпб T) ds dA (12.7) 
AY 


By combining Eqs. 12.6 and 12.7 we obtain the following equation of motion along the 
streamline direction: 
dp dV 


= 12. 
m es pen 


y sind 


The physical interpretation of Eq. 12.8 is that a change in fluid particle speed is accom- 
plished by the appropriate combination of pressure and particle weight along the streamline. 

Equation 12.8 can be rearranged and integrated as follows. First, we note from Fig. 12.6 
that along the streamline 800 = dz/ds. Also, we can write V dV/ds = 3d(V?)/ds. These 
ideas combined with Eq. 12.8 give the following result valid along a streamline 


dz ар 1 d(V’) 
р 


This simplifies to 


1 
dp + 2 ра(У?) + ydz = 0 (along a streamline) (12.9) 


which, for constant density, can be integrated to give the Bernoulli equation as expressed by 
Ға. 12.5: 


р-кірУу?-- yz = constant along a streamline 


12.8 Compressible Flow 


In many applications of engineering interest, gases move at relatively high velocities and 
exhibit appreciable changes in density. The flows through the nozzles and diffusers of jet en- 
gines are important examples. Other examples are the flows through wind tunnels, shock 
tubes, and steam ejectors. These flows are known as compressible flows. In this section, we 
introduce some of the principles involved in analyzing compressible flows. 


12.8.1 Velocity of Sound and Mach Number 


A sound wave is a small pressure disturbance that propagates through a gas, liquid, or solid 
at a velocity c that depends on the properties of the medium. In this section we obtain an ex- 
pression that relates the velocity of sound, or sonic velocity, to other properties. The veloc- 
ity of sound is an important property in the study of compressible flows. 


Modeling Pressure Waves. Let us begin by referring to Fig. 12.10a, which shows a 
pressure wave moving to the right with a velocity of magnitude c. The wave is generated 
by a small displacement of the piston. As shown on the figure, the pressure, density, and 
temperature in the region to the left of the wave depart from the respective values of the 
undisturbed fluid to the right of the wave, which are designated simply p, p, and 7. After 
the wave has passed, the fluid to its left is in steady motion with a velocity of magni- 
tude AV. 

Figure 12.10a shows the wave from the point of view of a stationary observer. It is eas- 
ier to analyze this situation from the point of view of an observer at rest relative to the wave, 
as shown in Fig. 12.10b. By adopting this viewpoint, a steady-state analysis can be applied 
to the control volume identified on the figure. To an observer at rest relative to the wave, it 
appears as though the fluid is moving toward the stationary wave from the right with velocity 
c, pressure p, density p, and temperature T and moving away on the left with velocity 
C — АУ, pressure p + Ap, density p + Ap, and temperature Т + АТ. 

At steady state, the conservation of mass principle for the control volume reduces to 
m, = m», ог 


рАс = (р + Ap)A(c — AV) 
On rearrangement 


0 
0-сАр-рАУ-АрА% (12.19) 
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Figure 12.10 Illustrations used to analyze ће propagation of a sound wave. (а) Propagation of a 
pressure wave through a quiescent fluid, relative to a stationary observer. (Р) Observer at rest relative 
to the wave. 


velocity of sound 


If the disturbance is weak, the third term on the right of Eq. 12.19 can be neglected, 
leaving 


AV = (c/p) Ap (12.20) 


Next, the momentum equation, Eq. 12.4, is applied to the control volume under consid- 
eration. Since the thickness of the wave is small, shear forces at the wall are negligible. The 
effect of gravity is also ignored. Hence, the only significant forces acting in the direction of 
flow are the forces due to pressure at the inlet and exit. With these idealizations, the component 
of the momentum equation in the direction of flow reduces to 


pA — (p + Ap) A = m(c — AV) — mc 


= m(c — AN — c) 
= (pAc( - AV) 
Or 
Ap = pc AV (12.21) 


Combining Eqs. 12.20 and 12.21 and solving for c 


Ap 
c=, re (12.22) 


Sound Waves. For all sound waves, including the loudest jet engine and rock band 
sounds, the differences in pressure, density, and temperature across the wave are quite 
small. In particular, Ap << p, justifying the neglect of the third term of Eq. 12.19. Fur- 
thermore, the ratio Ap/Ap in Eq. 12.22 can be interpreted as the derivative of pressure 
with respect to density across the wave. Experiments also indicate that the relation be- 
tween pressure and density across a sound wave is nearly isentropic. The expression for 


the velocity of sound then becomes 
9 
c=, (2) (12.23a) 
др/, 


or in terms of specific volume 


c=] v? (2) (12.236) 
ди /, 


The velocity of sound is an intensive property whose value depends on the state of the medium 
through which sound propagates. Although we have assumed that sound propagates isen- 
tropically, the medium itself may be undergoing any process. 

Let us use Eq. 12.23b to evaluate the velocity of sound in a special case that is used 
extensively in Sec. 12.10: an ideal gas with constant specific heats. For this case, the rela- 
tionship between pressure and specific volume at fixed entropy is pu^ = constant, where k 
is the specific heat ratio (Sec. 7.6.2). Thus, (p/dv), = —kp/v, and Eq. 12.23b gives 
c = Vkpv. With the ideal gas equation of state 


c= VkRT (ideal gas) (12.24) 


For Example... to illustrate the use of Eq. 12.24, let us calculate the velocity of sound 
in air at 300 K (540°R) and 650 K (1170°R). From Table T-10 at 300 K, k = c,/c, = 1.4. 
Thus 


8314 N: m 1 kg: m/s? m ft 
c — [14 (300 K) - 347 1138 
28.97 kg: K 8 8 


At 650 К, К = 1.37, and с = 506 m/s (1660 ft/s), as can be verified. A 


Mach Number. Іп subsequent discussions, the ratio of the velocity V at a state in a flow- 
ing fluid to the value of the sonic velocity c at the same state plays an important role. This 
dimensionless ratio is called the Mach number M 


V 
= (12.25) Mach number 
C 

When M > 1, the flow is said to be supersonic; when M < 1, the flow is subsonic; and supersonic 
when M = 1, the flow is sonic. The term hypersonic is used for flows with Mach numbers — subsonic 


much greater than one, and the term transonic refers to flows where the Mach number is 
close to unity. 


12.8.2 Stagnation Properties 


When dealing with compressible flows, it is often convenient to work with properties 

evaluated at a reference state known as the stagnation state. As we have discussed іп stagnation state 
Sec. 12.4.2, the stagnation state is the state a flowing fluid would attain if it were deceler- 

ated to zero velocity. In a compressible flow we think of this occurring isentropically (no 

friction and no heat transfer) in a diffuser operating at steady state. By reducing an energy 

balance for such a diffuser, it can be concluded that the enthalpy at the stagnation state as- 

sociated with an actual state in the flow where the specific enthalpy is h and the velocity is 

V is given by 


y2 stagnation enthalpy 
hs = het == (12.26) stagnation pressure and 
1 temperature 


The enthalpy designated here as h, is called the stagnation enthalpy. The pressure p, and 
temperature Т, at a stagnation state are called the stagnation pressure and stagnation 
temperature, respectively. 


12.9 One-dimensional Steady Flow in Nozzles and Diffusers 


Although the subject of compressible flow arises in a great many important areas of engi- 
neering application, the remainder of this presentation is concerned only with flow through 
nozzles and diffusers. Texts dealing with compressible flow should be consulted for discus- 
sion of other areas of application. 

In the present section we determine the shapes required by nozzles and diffusers for sub- 
sonic and supersonic flow. This is accomplished using mass, energy, entropy, and momen- 
tum principles, together with property relationships. In addition, we study how the flow 
through nozzles is affected as conditions at the nozzle exit are changed. The presentation 
concludes with an analysis of normal shocks, which can exist in supersonic flows. 


12.9.1 Effects of Area Change іп Subsonic and Supersonic Flows 


The objective of the present discussion is to establish criteria for determining whether a 
nozzle or diffuser should have a converging, diverging, or converging—diverging shape. 
This is accomplished using differential equations relating the principal variables that 
are obtained using mass and energy balances together with property relations, as consid- 
ered next. 


Governing Differential Equations. Let us begin by considering a control volume enclos- 
ing a nozzle or diffuser such as shown in Figs. 5.4 and 5.5. At steady state, the mass flow 
rate is constant, so 


pAV = constant 
In differential form 
d(pAV) = 0 
AV dp + pAdV + oV аА = 0 


or on dividing each term by pAV 
—+—+—=0 (12.27) 


Assuming 0, = Wa = 0 and negligible potential energy effects, an energy rate balance 
(Eq. 5.11b) reduces to give 


ГЕ Vi 
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Introducing Eq. 12.26, it follows that the stagnation enthalpies at states 1 and 2 are equal: 
hy, = һу. Since any state downstream of the inlet can be regarded as state 2, the following 
relationship between the specific enthalpy and kinetic energy must be satisfied at each state 


2 
h + $^ hy (constant) 


In differential form this becomes 


dh = -V dV (12.28) 


This equation shows that if the velocity increases (decreases) in the direction of flow, the 
specific enthalpy must decrease (increase) in the direction of flow, and conversely. 

In addition to Eqs. 12.27 and 12.28 expressing conservation of mass and energy, rela- 
tionships among properties must be taken into consideration. Assuming the flow occurs isen- 
tropically, the property relation (Eq. 7.8b) 


| 
eee eee 
р 


reduces to give 
dh = — dp (12.29) 
This equation shows that when pressure increases or decreases in the direction of flow, the 


specific enthalpy changes in the same way. 
Forming the differential of the property relation p = p(p, s) 


0 0 
dp = (2) dp + (2) ds 
др/, 08 /, 


Тһе second term vanishes in isentropic flow. Introducing Eq. 12.23а, we have 
dp = c!dp (12.30) 


which shows that when pressure increases or decreases in the direction of flow, density 
changes in the same way. 

Additional conclusions can be drawn by combining the above differential equations. Com- 
bining Eqs. 12.28 and 12.29 results in 


1 
-ар = —V dV (12.31) 
р 

which shows that if the velocity increases (decreases) in the direction of flow, the pressure 


must decrease (increase) in the direction of flow, and conversely. 
Eliminating dp between Eqs. 12.30 and 12.31 and combining the result with Eq. 12.27 


gives 
dA dV E (У) 
А У с 


or with the Mach number М 


m ees) (12.32) 


Variation of Area with Velocity. Equation 12.32 shows how area must vary with velocity. 
The following four cases can be identified: 


Case 1: Subsonic nozzle. dV > 0, M < 1 => dA < 0: The duct converges in the direction of flow. 
Case 2: Supersonic nozzle. dV > 0, M > 1 => dA > 0: The duct diverges in the direction of flow. 


Case 3: Supersonic diffuser. dV < 0, M > 1 — dA < 0: The duct converges in the direction 
of flow. 


Case 4: Subsonic diffuser. dV < 0, M < 1= аА > 0: The duct diverges in the direction of flow. 


The conclusions reached above concerning the nature of the flow in subsonic and super- 
sonic nozzles and diffusers are summarized in Fig. 12.11. From Fig. 12.11a, we see that to 
accelerate a fluid flowing subsonically, a converging nozzle must be used, but once M — 1 is 
achieved, further acceleration can occur only in a diverging nozzle. From Fig. 12.115, we see 
that a converging diffuser is required to decelerate a fluid flowing supersonically, but once 
М = lis achieved, further deceleration can occur only in a diverging diffuser. These findings 
suggest that a Mach number of unity can occur only at the location in a nozzle or diffuser where 
the cross-sectional area is a minimum. This location of minimum area is called the throat. 


— 2-7 — -” 


М<1 М>1 М>1 М<1 
Subsonic Supersonic > Supersonic > Subsonic 
Case 1 Case 2 Case 3 Case 4 
(a) (5) 


Figure 12.11 Effects of area change in subsonic and supersonic flows. (a) Nozzles: V increases; Л, 
р. апа p decrease. (b) Diffusers: V decreases; h, p, and p increase. 
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Тһе developments of this section have not required the specification of an equation of 
state; thus, the conclusions hold for all gases. Moreover, although the conclusions have been 
drawn under the restriction of isentropic flow through nozzles and diffusers, they are at least 
qualitatively valid for actual flows because the flow through well-designed nozzles and dif- 
fusers is nearly isentropic. Isentropic nozzle efficiencies (Sec. 7.7) in excess of 95% can be 
attained in practice. 


12.9.2 Effects of Back Pressure on Mass Flow Rate 


In the present discussion we consider the effect of varying the back pressure on the rate of 
mass flow through nozzles. The back pressure is the pressure in the exhaust region outside 
the nozzle. The case of converging nozzles is taken up first and then converging—diverging 
nozzles are considered. 


Converging Nozzles. Figure 12.12 shows a converging duct with stagnation conditions at the 
inlet, discharging into a region in which the back pressure pg can be varied. For the series of 
cases labeled a through e, let us consider how the mass flow rate m and nozzle exit pressure 
Рв Vary as the back pressure is decreased while keeping the inlet conditions fixed. 

When рр = рь = Pp, there is no flow, so m = 0. This corresponds to case a of Fig. 12.12. 
If the back pressure рв is decreased, as in cases b and с, there will be flow through the noz- 
zle. As long as the flow is subsonic at the exit, information about changing conditions in the 
exhaust region can be transmitted upstream. Decreases in back pressure thus result in greater 
mass flow rates and new pressure variations within the nozzle. In each instance, the velocity 
is subsonic throughout the nozzle and the exit pressure equals the back pressure. The exit 
Mach number increases as рв decreases, however, and eventually a Mach number of unity 
will be attained at the nozzle exit. The corresponding pressure is denoted by р”, called the 
critical pressure. This case is represented by d on Fig. 12.12. 
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1.0 Pp 1.0 Pp Figure 12.12 Effect of back pressure on 
Po Po Ше operation of a converging nozzle. 


Recalling that the Mach number cannot increase beyond unity in а converging section, let 
us consider next what happens when the back pressure is reduced further to a value less than 
p*, such as represented by case e. Since the velocity at the exit equals the velocity of sound, 
information about changing conditions in the exhaust region no longer can be transmitted 
upstream past the exit plane. Accordingly, reductions in pg below p* have no effect on flow 
conditions in the nozzle. Neither the pressure variation within the nozzle nor the mass flow 
rate is affected. Under these conditions, the nozzle is said to be choked. When a nozzle is 
choked, the mass flow rate is the maximum possible for the given stagnation conditions. For 
Рв less than p*, the flow expands outside the nozzle to match the lower back pressure, as 
shown by case e of Fig. 12.12. The pressure variation outside the nozzle cannot be predicted 
using the one-dimensional flow model. 


Converging-Diverging Nozzles. Figure 12.13 illustrates the effects of varying back 
pressure on a converging—diverging nozzle. The series of cases labeled a through j is 
considered next. 


9 Let us first discuss the cases designated a, b, с, and d. Case a corresponds to pg = 
Рв = p, for which there is no flow. When the back pressure is slightly less than p, 
(case b), there is some flow, and the flow is subsonic throughout the nozzle. In 
accordance with the discussion of Fig. 12.11, the greatest velocity and lowest pres- 
sure occur at the throat, and the diverging portion acts as a diffuser in which pressure 
increases and velocity decreases in the direction of flow. If the back pressure is 
reduced further, corresponding to case c, the mass flow rate and velocity at the throat 
are greater than before. Still, the flow remains subsonic throughout and qualitatively 
the same as case b. As the back pressure is reduced, the Mach number at the throat 
increases, and eventually a Mach number of unity is attained there (case d). As 
before, the greatest velocity and lowest pressure occur at the throat, and the diverging 
portion remains a subsonic diffuser. However, because the throat velocity is sonic, 
the nozzle is now choked: The maximum mass flow rate has been attained for the 
given stagnation conditions. Further reductions in back pressure cannot result in an 
increase in the mass flow rate. 
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Figure 12.13 Effect of back pressure on the operation of a converging-diverging nozzle. 
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V12.13 Blast waves 


* When the back pressure is reduced below that corresponding to case d, the flow 
through the converging portion and at the throat remains unchanged. Conditions 
within the diverging portion can be altered, however, as illustrated by cases e, f, and 
g. In case e, the fluid passing the throat continues to expand and becomes supersonic 
in the diverging portion just downstream of the throat; but at a certain location an 
abrupt change in properties occurs. This is called a normal shock. Across the shock, 
there is a rapid and irreversible increase in pressure, accompanied by a rapid de- 
crease from supersonic to subsonic flow. Downstream of the shock, the diverging 
duct acts as a subsonic diffuser in which the fluid continues to decelerate and the 
pressure increases to match the back pressure imposed at the exit. If the back pres- 
sure is reduced further (case f), the location of the shock moves downstream, but the 
flow remains qualitatively the same as in case e. With further reductions in back 
pressure, the shock location moves farther downstream of the throat until it stands at 
the exit (case g). In this case, the flow throughout the nozzle is isentropic, with sub- 
sonic flow in the converging portion, М = | at the throat, and supersonic flow in the 
diverging portion. Since the fluid leaving the nozzle passes through a shock, it is 
subsonic just downstream of the exit plane. 


e Finally, let us consider cases h, i, and j where the back pressure is less than that cor- 
responding to case g. In each of these cases, the flow through the nozzle is not af- 
fected. The adjustment to changing back pressure occurs outside the nozzle. In case 
h, the pressure decreases continuously as the fluid expands isentropically through the 
nozzle and then increases to the back pressure outside the nozzle. The compression 
that occurs outside the nozzle involves oblique shock waves. In case i, the fluid 
expands isentropically to the back pressure and no shocks occur within or outside the 
nozzle. In case j, the fluid expands isentropically through the nozzle and then ex- 
pands outside the nozzle to the back pressure through oblique expansion waves. Once 
М = 1 is achieved at the throat, the mass flow rate is fixed at the maximum value 
for the given stagnation conditions, so the mass flow rate is the same for back pres- 
sures corresponding to cases d through j. The pressure variations outside the nozzle 
involving oblique waves cannot be predicted using the one-dimensional flow model. 


12.9.3 Flow Across a Normal Shock 


We have seen that under certain conditions a rapid and abrupt change of state called a shock 
takes place in the diverging portion of a supersonic nozzle. In a normal shock, this change 
of state occurs across a plane normal to the direction of flow. The object of the present 
discussion is to develop means for determining the change of state across a normal shock. 


Modeling Normal Shocks. A control volume enclosing a normal shock is shown in 
Fig. 12.14. The control volume is assumed to be at steady state with W., = 0, О., = 0 and 
negligible effects of potential energy. The thickness of the shock is very small (on the order 
of 1077 cm). Thus, there is no significant change in flow area across the shock, even though 
it may occur in a diverging passage, and the forces acting at the wall can be neglected relative 


Figure 12.14 Control volume enclosing a normal shock. 


to the pressure forces acting at the upstream апа downstream locations denoted Бу х and у, 
respectively. 
The upstream and downstream states are related by the following equations: 


Mass: 
р У, = p, Vy (12.33) 
Energy: 
vi у 
h, + = h, + E (12.34a) 
or 
Nox = Moy (12.34b) 
Momentum: 
ре Dy = нг (12.35) 
Етїтору: 
Sy — s, = Gy/m (12.36) 


When combined with property relations for the particular fluid under consideration, Eqs. 12.33, 
12.34, and 12.35 allow the downstream conditions to be determined for specified upstream con- 
ditions. Equation 12.36, which corresponds to Eq. 7.30, leads to the important conclusion that 
the downstream state must have greater specific entropy than the upstream state, or s, > s,. 


Ғаппо and Rayleigh Lines. Тһе mass and energy equations, Eqs. 12.33 and 12.34, can be 
combined with property relations for the particular fluid to give an equation that when plot- 
ted on ап h-s diagram is called а Fanno line. Similarly, the mass and momentum equations, 
Eqs. 12.33 апа 12.35, сап be combined to give an equation that when plotted on an h-s 
diagram, is called a Rayleigh line. Fanno and Rayleigh lines are sketched on h-s coordinates 
in Fig. 12.15. It can be shown that the point of maximum entropy on each line, points a and 
b, corresponds to M = 1. It also can be shown that the upper and lower branches of each 
line correspond, respectively, to subsonic and supersonic velocities. 

The downstream state y must satisfy the mass, energy, and momentum equations simul- 
taneously, so state y is fixed by the intersection of the Fanno and Rayleigh lines passing 
through state x. Since s, > s, it can be concluded that the flow across the shock can only 
pass from x to y. Accordingly, the velocity changes from supersonic before the shock (M, >> 1) 
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5 shock equations. 
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to subsonic after the shock (М, < 1). This conclusion is consistent with the discussion of 
cases e, f, and g in Fig. 12.13. A significant increase in pressure across the shock accompanies 
the decrease in velocity. Figure 12.15 also locates the stagnation states corresponding to the 
states upstream and downstream of the shock. The stagnation enthalpy does not change across 
the shock, but there is a marked decrease in stagnation pressure associated with the irre- 
versible process occurring in the normal shock region. 


Flow in Nozzles and Diffusers of Ideal Gases with Constant 
Specific Heats 


The discussion of flow in nozzles and diffusers presented in Sec. 12.9 requires no assumption 
regarding the equation of state, and therefore the results obtained hold generally. Attention is 
now restricted to ideal gases with constant specific heats. This case is appropriate for many 
practical problems involving flow through nozzles and diffusers. The assumption of constant 
specific heats also allows the derivation of relatively simple closed-form equations. 


12.10.1 Ісепігоріс Flow Functions 


Let us begin by developing equations relating a state in a compressible flow to the corresponding 
stagnation state. For the case of an ideal gas with constant c,, Eq. 12.26 becomes 

v2 

T,=T+— 

2c 


р 


where T, is the stagnation temperature. Introducing c, = kR/(k — 1) (Eq. 4.45), together 
with Eqs. 12.24 and 12.25, the relation between the temperature T and the Mach number M 
of the flowing gas and the corresponding stagnation temperature Т, is 


= = 1 + =M? (12.37) 


With Eq. 7.34, a relationship between the temperature T and pressure p of the flowing gas 
and the corresponding stagnation temperature T, and the stagnation pressure p, is 


Po Т, (к= 1) 
=. 


Introducing Eq. 12.37 into this expression gives 


o К-1 k/(k—1) 
_ = ( а еме) (12.38) 


Although sonic conditions тау not actually be attained іп a particular flow, it is conven- 
ient to have an expression relating the area A at a given section to the area A* that would be 
required for sonic flow (M = 1) at the same mass flow rate and stagnation state. These areas 
are related through 


where p* and У* are the density and velocity, respectively, when М = 1. Introducing the ideal 
gas equation of state, together with Eqs. 12.24 and 12.25, and solving for A/A* 


Á _ 1 P( =) 21 al T/T, ) 
А* MpNT* M р/р, NT*/T, 


3.0 [- Table 12.1 Isentropic Flow Functions for an Ideal Gas 
with k = 1.4 
эн M T/T, P/Po А/АЖ 
su 0 1.000 00 1.000 00 со 
j 0.10 0.998 00 0.993 03 5.8218 
А 0.20 0.992 06 0.972 50 2.9635 
As 51 0.30 0.982 32 0.939 47 2.0351 
0.40 0.968 99 0.895 62 1.5901 
1.0 [- 0.50 0.952 38 0.843 02 1.3398 
0.60 0.932 84 0.784 00 1.1882 
051- 0.70 0.910 75 0.720 92 1.094 37 
0.80 0.886 52 0.656 02 1.038 23 
| | | | | | 0.90 0.860 58 0.591 26 1.008 86 
8 05 10 13 30 25 35 1.00 0.833 33 0.528 28 1.000 00 
М 1.10 0.805 15 0.468 35 1.007 93 
1.20 0.776 40 0.412 38 1.030 44 
Figure 12.10 Variation of A/A* with Mach 1.30 0.747 38 0.360 92 1.066 31 
number in isentropic flow for k = 1.4. 1.40 0.718 39 0.314 24 1.1149 
1.50 0.689 65 0.272 40 1.1762 
1.60 0.661 38 0.235 27 1.2502 
1.70 0.633 72 0.202 59 1.3376 
1.80 0.606 80 0.174 04 1.4390 
1.90 0.580 72 0.149 24 1.5552 
2.00 0.555 56 0.127 80 1.6875 
2.10 0.531 35 0.109 35 1.8369 
2.20 0.508 13 0.093 52 2.0050 
2.30 0.485 91 0.079 97 2.1931 
2.40 0.464 68 0.068 40 2.4031 


where T'* and р” are the temperature and pressure, respectively, when M = 1. Then with 


Eqs. 12.37 and 12.38 
A 1 2 5-1 (6+ 1)/X(k — 1) 
= 14 М? (12.39) 
А* xl + X 2 ) 


The variation of A/A* with M is given in Fig. 12.16 for k — 1.4. The figure shows that a 
unique value of A/A* corresponds to any choice of M. However, for a given value of A/A* 
other than unity, there are two possible values for the Mach number, one subsonic and one 
supersonic. This is consistent with the discussion of Fig. 12.11, where it was found that a con- 
verging-diverging passage with a section of minimum area is required to accelerate a flow 
from subsonic to supersonic velocity. 

Equations 12.37, 12.38, and 12.39 allow the ratios T/T,, р/р,, and A/ A* to be computed 
and tabulated with the Mach number as the single independent variable for a specified value 
of k. Table 12.1 provides a tabulation of this kind for k — 1.4. Such a table facilitates the 
analysis of flow through nozzles and diffusers. Equations 12.37, 12.38, and 12.39 also can 
be readily evaluated using programmable calculators and computer software such as 
Interactive Thermodynamics: IT. 

In Example 12.8, we consider the effect of back pressure on flow in a converging nozzle. 
The first step of the analysis is to check whether the flow is choked. 


Example 12.8 Effect of Back Pressure Converging Nozzle 


A converging nozzle has an exit area of 0.001 m’. Air enters the nozzle with negligible velocity at a pressure of 1.0 MPa and 
a temperature of 360 K. For isentropic flow of an ideal gas with k = 1.4, determine the mass flow rate, in kg/s, and the exit 
Mach number for back pressures of (a) 500 kPa and (b) 784 kPa. 


Solution 
Known: Air flows isentropically from specified stagnation conditions through a converging nozzle with a known exit area. 
Find: For back pressures of 500 and 784 kPa, determine the mass flow rate, in kg/s, and the exit Mach number. 


Schematic and Given Data: 
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р = Po = 1.0 MPa 
i Figure E12.8 


Assumptions: 

1. The control volume shown in the accompanying sketch operates at steady state. 
2. The air is modeled as an ideal gas with k = 1.4. 

3. Flow through the nozzle is isentropic. 


Analysis: The first step 18 to check whether the flow is choked. With k = 1.4 and M = 1.0, Eq. 12.38 gives р*/р„ = 0.528. 
Since p, = 1.0 MPa, the critical pressure is p* = 528 kPa. Thus, for back pressures of 528 kPa or less, the Mach number is 
unity at the exit and the nozzle is choked. 

(a) From the above discussion, it follows that for a back pressure of 500 kPa, the nozzle is choked. At the exit, M, = 1.0 and 
the exit pressure equals the critical pressure, p; = 528 kPa. The mass flow rate is the maximum value that can be attained for 
the given stagnation properties. With the ideal gas equation of state, the mass flow rate is 


Р 


АУ 
ЁТ О? 


т = р:А;У; = 


Тһе exit area A, required by this expression is specified as 107° m?. Since M = 1 at the exit, the exit temperature T; can be 
found from Eq. 12.37, which on rearrangement reads 


Te 360 K 
Т, EU ТЕЗІ 300 К 
1+——m 1-(--- : 
5 (3o 
Then, with Eq. 12.24, the exit velocity V, is 
У, = VERT, 
8314 №: 1 kg: m/s? 
- ial ЭС к) кее = 347.2 m/s 
28.97 kg: K IN 
Finally 
528 X 10? Млш2)(1077 m?)(347.2 m/s 
m X X 2.13 kg/s «1 


Ек Мет 


=т= = = K 
28.97 kg: Э ЭМ 


Since the back pressure of 784 kPa is greater than the critical pressure determined above, the flow throughout the nozzle 
is subsonic and the exit pressure equals the back pressure, p; = 784 kPa. The exit Mach number can be found by solving 


Eq. 12.38 to obtain 
2 Аж 12 
п т 
k= NIS 


2) 1 2 106 0.286 1/2 
м, 1 0.6 
2 ЇР - 155 х 2) | 


With the exit Mach number known, the exit temperature T, can be found from Eq. 12.37 as 336 К. Тһе exit velocity is 


then 
| 8314 
У, = М›с› = М,УККТ, = 0.6 re (336) 


Inserting values 


— 220.5 m/s 
Тһе mass flow rate is 
г P2 (784 х 107(107)(220.5) 
- А.У. = А.У = 
Шал DI ed (8314/28.97)(336) 
= 79 kg/s 


The use of Table 12.1 reduces some of the computation required in the solution presented below. It is left as an exercise 
to develop a solution using this table. Also, observe that the first step of the analysis is to check whether the flow is choked. 


Next, let us develop closed-form equations for normal shocks for the case of an ideal gas 
with constant specific heats. For this case, it follows from the energy equation, Eq. 12.34b, 
that there is no change in stagnation temperature across the shock, Tox = Toy. Then, with 
Eq. 12.37, the following expression for the ratio of temperatures across the shock is obtained: 


к—1 , 

е 1+—уМў 

у 2 

=== (12.40) 
M E 


Rearranging Eq. 12.35 


Px + рхУх = ру + pV 


: 
Introducing the ideal gas equation of state, together with Eqs. 12.24 and 12.25, the ratio of 
the pressure downstream of the shock to the pressure upstream is 


Dy 1 ES kM? 
х y 


Py _ [Ty M. 
Px Т, М, 


Similarly, Eq. 12.33 becomes 


The following equation relating the Mach numbers М, and M, across the shock can be ob- 
tained when Eqs. 12.40 and 12.41 are introduced in this expression 


= LLL (12.42) 


The ratio of stagnation pressures across a shock р,у/Рох is often useful. It is left as an 
exercise to show that 


k-1,, 
dp = (6+ D/2(k — 1) 
p. MIT 2 (12.43) 
Ро M, 1+ Bye | 
2 
Since there is no area change across а shock, Eqs. 12.39 and 12.43 combine to give 
AX Po 
== (12.44) 
Аў Рох 


For specified values of М, and specific heat ratio К, the Mach number downstream of а 
shock сап be found from Eq. 12.42. Then, with M,, М,, and k known, the ratios T4 Т,, P. D» 
and Poy/Pox can be determined from Eqs. 12.40, 12.41, and 12.43. Accordingly, tables can be 


Table 12.2 Normal Shock Functions for an Ideal Gas 


with k — 1.4 
M, M, Py/Px TT. Poy/ Pox 
1.00 1.000 00 1.0000 1.0000 1.000 00 
1.10 0.911 77 1.2450 1.0649 0.998 92 
1.20 0.842 17 1.5133 1.1280 0.992 80 
1.30 0.785 96 1.8050 1.1909 0.979 35 
1.40 0.739 71 2.1200 1.2547 0.958 19 
1.50 0.701 09 2.4583 1.3202 0.929 78 
1.60 0.668 44 2.8201 1.3880 0.895 20 
1.70 0.640 55 3.2050 1.4583 0.855 73 
1.80 0.616 50 3.6133 1.5316 0.812 68 
1.90 0.595 62 4.0450 1.6079 0.767 35 
2.00 0.577 35 4.5000 1.6875 0.720 88 
2.10 0.561 28 4.9784 1.7704 0.674 22 
2.20 0.547 06 5.4800 1.8569 0.628 12 
2.30 0.534 41 6.0050 1.9468 0.583 31 
2.40 0.523 12 6.5533 2.0403 0.540 15 
2.50 0.512 99 7.1250 2.1375 0.499 02 
2.60 0.503 87 7.7200 2.2383 0.460 12 
2.70 0.495 63 8.3383 2.3429 0.423 59 
2.80 0.488 17 8.9800 2.4512 0.389 46 
2.90 0.481 38 9.6450 2.5632 0.357 73 
3.00 0.475 19 10.333 2.6790 0.328 34 
4.00 0.434 96 18.500 4.0469 0.138 76 
5.00 0.415 23 29.000 5.8000 0.061 72 

10.00 0.387 57 116.50 20.388 0.003 04 


со 0.377 96 со со 0.0 


set up giving My, T,/T,, ру/р,, and Poy/Pox versus the Mach number M, as the single inde- 
pendent variable for a specified value of k. Table 12.2 is a tabulation of this kind for k = 1.4. 

In the next example, we consider the effect of back pressure on flow in a converging— 
diverging nozzle. Key elements of the analysis include determining whether the flow is choked 
and if a normal shock exists. 


Example 12.0 Effect of Back Pressure: Converging-Diverging Nozzle 


A converging-diverging nozzle operating at steady state has a throat area of 1.0 in.? and an exit area of 2.4 in.? Air enters the 
nozzle with a negligible velocity at a pressure of 100 Ibf/in.? and a temperature of 500°R. For air as an ideal gas with k = 
1.4, determine the mass flow rate, in 16/5 and slug/s, the exit pressure, in Ibf/in.?, and exit Mach number for each of the five 
following cases. (a) Isentropic flow with M — 0.7 at the throat. (b) Isentropic flow with M — 1 at the throat and the diverging 
portion acting as a diffuser. (c) Isentropic flow with M — 1 at the throat and the diverging portion acting as a nozzle. (d) Isen- 
tropic flow through the nozzle with a normal shock standing at the exit. (e) A normal shock stands in the diverging section at 
a location where the area is 2.0 in.? Elsewhere in the nozzle, the flow is isentropic. 


Solution 

Known: Air flows from specified stagnation conditions through a converging-diverging nozzle having a known throat and 
exit area. 

Find: The mass flow rate, exit pressure, and exit Mach number are to be determined for each of five cases. 


Schematic and Given Data: 
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Figure Е12.0 


Assumptions: 

1. The control volume shown in the accompanying sketch operates at steady state. The 7—s diagrams provided locate states 
within the nozzle. 

2. The air is modeled as an ideal gas with k = 1.4. 

3. Flow through the nozzle is isentropic throughout, except for case e, where a shock stands in the diverging section. 


Analysis: (а) The accompanying 7-5 diagram shows the states visited by the gas in this case. The following are known: the 
Mach number at the throat, М, = 0.7, the throat area, A, = 1.0 in.?, and the exit area, A; = 2.4 in? The exit Mach number 
M», exit temperature 75, and exit pressure р» can be determined using the identity 


With M, = 0.7, Table 12.2 gives A,/A* = 1.09437. Thus 
A (24 in? 


та z )(1.09437) = 26265 
Wan, 


The flow throughout the nozzle, including the exit, is subsonic. Accordingly, with this value for A,/A*, Table 12.2 gives 
М, = 0.24. For М, = 0.24, Т/Т, = 0.988, and p/p, = 0.959. Since the stagnation temperature and pressure are 500°R and 
100 Ibf/in.?, respectively, it follows that Т, = 494°R and р, = 95.9 Ibf/in. 

The velocity at the exit is 


У; = Мәс» = М, V КЕТ» 
1545 ft-lbf 32.2 Ib ft/s? 
= O28, Tf (29495) | 


28.97 lb -°R 1 Ibf 
= 262 ft/s 
The mass flow rate is 
: P2 
т = рА,У = RT, 


_ (95.9 Ibf/in.*)(2.4 іп.2)(262 ft/s) 


1545 ft-lbf 
M 2 ШӘ 
28.97 Ib - ^R 


= 2.29 Ib/s < 


Since 1 slug = 32.1740 Ib (Eq. 2.7), we get m = 7.12 х 1077 slug/s. 
(b) The accompanying 7—s diagram shows the states visited by the gas in this case. Since M = 1 at the throat, we һауе A, = 
АЖ, and thus A,/A* = 2.4. Table 12.2 gives two Mach numbers for this ratio: M = 0.26 and М = 2.4. The diverging por- 
tion acts as a diffuser in the present part of the example; accordingly, the subsonic value is appropriate. The supersonic value 
is appropriate in part (c). 

Thus, from Table 12.2 we have at M; = 0.26, T>/T, = 0.986, and p/p, = 0.953. Since Т, = 500°R and p, = 100 Ibf/in.?, 
it follows that T, = 493°R and р, = 95.3 Ibf/in.? 

The velocity at the exit is 


У, = М›с› = M; V КВТ, 


1545 
= 0.2 П e 2.2| = 283 ft 
0 2 (285) 93) [32.2] 83 ft/s 
The mass flow rate is 
: .3)(2.4)(2 
mte СЗЭ) ы 
RT, 1545 
9 Ете (195) 
28.97 


which is 7.65 X 10^? slug/s. This is (һе maximum mass flow rate for the specified geometry and stagnation conditions: the 
flow is choked. 


The accompanying 7—s diagram shows the states visited by the gas in this case. As discussed in part (b), the exit Mach 
number in the present part of the example is М, = 2.4. Using this, Table 12.2 gives p;/p, = 0.0684. With p, = 100 Ibf/in.?, 
the pressure at the exit is p, = 6.84 Ibf/in.? Since the nozzle is choked, the mass flow rate is the same as found.in part (b). 

Since a normal shock stands at the exit and the flow upstream of the shock is isentropic, the Mach number M, and the 
pressure p, correspond to the values found in part (c), M, = 2.4, p, = 6.84 Ibf/in.? Then, from Table 12.2, M, ~ 0.52 and 
ру/рх - 6.5533. The pressure downstream of the shock is thus 44.82 Ibf/in.? This is the exit pressure. The mass flow is the 
same as found in part (b). 

The accompanying 7—s diagram shows the states visited by the gas. It is known that a shock stands in the diverging por- 
tion where the area is A, = 2.0 in.” Since a shock occurs, the flow is sonic at the throat, so А = A, = 1.0 in? The Mach 
number M, can then be found from Table 12.2, by using А,/А% = 2, as M, = 2.2. 

The Mach number at the exit can be determined using the identity 


"Mv 
АЎ ХАРДАХ 


Introducing Eq. 12.44 to replace АЗ/АХ, this becomes 


м (ху) 
АО ААА» 

where p,, апа p,, are the stagnation pressures before and after the shock, respectively. With M, = 2.2, the ratio of stagna- 

tion pressures is obtained from Table 12.2 as poy/pox = 0.62812. Thus 


2200 (24 in. 
АГ ош 


JO 20121 


Using this ratio and noting that the flow is subsonic after the shock, Table 12.2 gives M; = 0.43, for which p,/p,, = 0.88. 
The pressure at the exit can be determined using the identity 


Wie Ibf 2 
(2 Х ) Pox = (088)(0.628)( 102 = 55.3 Ibf/in." 
1n. 


P oy Pox 


Since the flow is choked, the mass flow rate is the same as that found in part (b). 


Part (a) of the present example corresponds to the cases labeled b and c on Fig. 12.13. Part (c) corresponds to case d of 
Fig. 12.13. Part (d) corresponds to case g of Fig. 12.13 and part (e) corresponds to cases e and f. 


f . SIMILITUDE, DIMENSIONAL 
15 ANALYSIS, AND MODELING 


Introduction... 


There are a large number of practical engineering problems involving fluid 
mechanics that rely on experimentally obtained data for their solution. 

An obvious goal of any experiment is to make the results as widely applicable 
as possible. To achieve this end, the concept of similitude is often used so that 
measurements made on one system (for example, in the laboratory) can be used 
to describe the behavior of other similar systems (outside the laboratory). The 
laboratory systems are usually thought of as models and are used to study the 
phenomenon of interest under carefully controlled conditions. From these model 
studies, empirical formulations can be developed, or specific predictions of one 
or more characteristics of some other similar system can be made. To do this, it 
is necessary to establish the relationship between the laboratory model and the 
“other” system. The objective of this chapter is to determine how to use chapter objective 
similitude, dimensional analysis, and modeling to simplify the experimental 
investigation of fluid mechanics problems. 


Dimensional Analysis 


To illustrate a typical fluid mechanics problem in which experimentation is required, consider 
the steady flow of an incompressible, viscous fluid through a long, smooth-walled, horizon- 
tal, circular pipe. An important characteristic of this system, which would be of interest to 
an engineer designing a pipeline, is the pressure drop per unit length that develops along the 
pipe as a result of friction. Although this would appear to be a relatively simple flow prob- 
lem, it cannot generally be solved analytically (even using large computers) without the use 
of experimental data. 

The first step in the planning of an experiment to study this problem would be to decide 
on the factors, or variables, that will have an effect on the pressure drop per unit length, Ару, 
which has units of (N/m?)/m ог psi/ft, for example. On the basis of a prior analysis, in- 
cluding experimental observation, we expect the list of variables to include the pipe diame- 
ter, D, the fluid density, p, and fluid viscosity, м, and the mean velocity, V, at which the fluid 
is flowing through the pipe. (See Sec. 12.1.2 for a discussion about the fluid property vis- 


2 
cosity, м.) Thus, we can express this relationship as 0) Ss 


Ap, = f(D, p. p, V) (13.1) ) 
which simply indicates mathematically that we expect the pressure drop рег unit length to ) 
be some function of the factors contained within the parentheses. At this point the nature of. — -——~¢——— 
the function is unknown. The objective of the experiments to be performed is to determine Ape = (ру - P/E 


this function. 
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dimensionless products 


DAp, 
pv 


Figure 13.1 


units 


dimensions 


basic dimensions 


To perform the experiments in a meaningful and systematic manner, it would be neces- 
sary to change one of the variables, such as the velocity, while holding all others constant, 
and measure the corresponding pressure drop. This approach to determining the functional 
relationship between the pressure drop and the various factors that influence it, although log- 
ical in concept, is difficult. Some of the experiments would be hard to carry out—for ex- 
ample, it would be necessary to vary fluid density while holding viscosity constant. How 
would you do this? Finally, once we obtained the various curves, how could we combine 
these data to obtain the desired general functional relationship between Арг, D, р, м, and V 
that would be valid for any similar pipe system? 

Fortunately, there is a much simpler approach to this problem that will eliminate the 
difficulties described above. In the following sections we will show that rather than work- 
ing with the original list of variables, as described in Eq. 13.1, we can collect these into 
two combinations of variables called dimensionless products (or dimensionless groups) 
so that 


D Ар, ур 
E (22) (13.2) 


ру? | 
Thus, instead of having to work with five variables, we now have only two. The necessary 
experiment would simply consist of varying the dimensionless product рУру/р, and deter- 
mining the corresponding value of D Ap;/pV?. The results of the experiment could then be 
represented by a single, universal curve (see Fig. 13.1). As described in the following section, 
the basis for this simplification lies in a consideration of the so-called dimensions of the 
variables involved in a given problem. 


Dimensions, Dimensional Homogeneity, 
and Dimensional Analysis 


13.2.1 Dimensions 


Since in our study of fluid mechanics we will be dealing with a variety of fluid charac- 
teristics, it is necessary to develop a system for describing these characteristics both 
qualitatively and quantitatively. The qualitative aspect serves to identify the nature, or 
type, of the characteristics (such as length, time, stress, and velocity), whereas the quan- 
titative aspect provides a numerical measure of the characteristics. The quantitative de- 
scription requires both a number and a standard by which various quantities can be com- 
pared. A standard for length might be a meter or foot, for time an hour or second, and 
for mass a slug or kilogram. Such standards are called units, and systems of units in com- 
mon use are as described in Chapter 2. The qualitative description is conveniently given 
in terms of certain primary quantities, such as length, L, time, t, mass, M, and tempera- 
ture, T. These primary quantities can then be used to provide a qualitative description of 
any other secondary quantity, for example, area == L?, velocity = Lt !, density = ML ^, 
and so on, where the symbol — is used to indicate the dimensions of the secondary quan- 
tity in terms of the primary quantities. Thus, to describe qualitatively a velocity, V, we 
would write 


VEL. 


and say that “the dimensions of a velocity equal length divided by time.” The primary quan- 
tities are also referred to as basic dimensions. 

For a wide variety of problems involving fluid mechanics, only the three basic 
dimensions, L, t, and M, are required. Alternatively, L, t, and F could be used, where F is 
the basic dimension of force. Since Newton’s law states that force is equal to mass times 
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acceleration, it follows that Е = MLt ? or М = FL 12. Thus, secondary quantities ex- 


pressed in terms of M can be expressed in terms of F through the relationship above. For 
example, pressure, p, is a force per unit area, so that р = FL 2, but an equivalent dimen- 
sional equation is p = ML t ?. Table 13.1 provides a list of dimensions for a number of 
common physical quantities that occur frequently in fluid mechanics. It should be noted 
that in thermodynamic and heat transfer analyses, an additional basic dimension, temper- 
ature, T, is often involved. Therefore, in such cases there are often four basic dimensions: 
L, t, M, and T rather than the three basic dimensions L, t, and M considered іп this fluid 
mechanics chapter. 

The dimensions of the variables in the pipe flow example are Ар, = FL ?^, D = L, р = 
FL ^, и = FL ?t, and V = Lt !. A quick check of the dimensions of the two groups that 
appear in Eq. 13.2 shows that they are in fact dimensionless products; that is, 


=3 
DApe, WFL7) ца 
pV? (FL O)(Lcy 
and 
рур | (FL^O(LT (L) | po oo 


u (FL ^t 


Not only have we reduced the numbers of variables from five to two, but the new groups are 
dimensionless combinations of variables, which means that the results will be independent 
of the system of units we choose to use. 


Table 13.1 Dimensions Associated with Common Fluid 
Mechanics Physical Quantities 


FLt MLt 

System System 
Acceleration 1472 Lt? 
Angle P'LE MLY? 
Angular velocity t! [i 
Area E 12 
Density FL ^? ML? 
Energy FL м? 
Еогсе Е MLt? 
Frequency (t t! 
Length L L 
Mass FL? M 
Moment of a force FL ML? 
Moment of inertia (area) L* p 
Momentum Ft МЇ! 
Power FLC! М? 
Pressure FL? ML t? 
Specific weight FL? ML t? 
Stress FL? ML t? 
Time t t 
Torque FL м? 
Velocity Lt! Lt? 
Viscosity (dynamic) FL *t ML kt! 
Viscosity (kinematic) Lut LA 
Volume L І? 


Work FL м? 
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dimensionally 
homogeneous 


dimensional analysis 
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13.2.2 Dimensional Homogeneity 


We accept as a fundamental premise that all equations describing physical phenomena are 
dimensionally homogeneous. That is, the dimensions of the left side of the equation must 
be the same as those on the right side, and all additive separate terms must have the same 
dimensions. For Example... the equation for the velocity, V, of a uniformly accelerated 
body is 


V = Vo + at (13:3) 


where V, is the initial velocity, a the acceleration, and ѓ the time. In terms of dimensions 
the equation is 


Lt! -LC + LC?t 


and thus Eq. 13.3 is dimensionally homogeneous. A 


13.2.3 Dimensional Analysis 


The use of dimensions, along with the concept of dimensional homogeneity, forms the foun- 
dation of a very useful approach for investigating a wide variety of engineering problems. 
This approach, generally referred to as dimensional analysis, is based on the fact that the 
number of dimensionless variables needed to describe a physical phenomenon is fewer than 
the number of physical (dimensional) variables needed to describe it. Any reduction in the 
number of required variables represents a considerable simplification in the analysis of the 
problem. 


For Example... in the problem involving the pressure drop per unit length of smooth pipe 
discussed in Sec. 13.1, there аге 5 physical variables (Ару, D, p, p, and V) and 2 dimen- 
sionless products (pVD/ and DAp;/pV?). As shown at the beginning of this section, it takes 
three basic dimensions (either F, L, t or M, L, t) to describe the physical variables of this 
problem. Note that the difference between the number of physical variables (5) and the number 
of basic dimensions needed to describe them (3) is equal to the number of dimensionless 
products needed to describe the physical phenomenon (2). A 


As noted above, the number of dimensionless groups needed to describe a phenomenon 
is fewer than the number of the original physical variables. That is, if it takes k physical 
variables to describe the problem and these variables involve r basic dimensions, then the 
problem can be described in terms of k — r dimensionless products. These dimensionless 
products are called pi terms. In the above example, 


II, = DAp;/pV* and П, = pVD/p 


where П, is some function of IL. That is, П, = Ф(П,). The functional relationship between 
П, and П, (i.e., the shape of the curve shown in Fig. 13.1) is unknown until a detailed analy- 
sis or experiment is carried out. 

The number of pi terms needed to describe a flow depends on the particular situation in- 
volved. For Example... consider the aerodynamic drag, 9), on a high-speed airplane. If we 
assume that the drag for a given shaped airplane is a function of its length, €, the speed, V, 
at which it flies, the density, p, and viscosity, р, of the air, and the speed of sound in the air, 
c, then К = 6. That 15, 


D = ҚО V, p, p, c) 


13.3 Buckingham Pi Theorem and Pi Terms 


It takes six physical variables to describe this situation. Also, r = 3. That is, the physical 
variables can be described in terms of 3 basic dimensions (either F, L, t or M, L, t). Thus, 
k — r= 6 — 3 = 3. The flow can be described in terms of 3 pi terms as 


П, = Ф(П,, Пу) 


where, for example, 


9) pve V 
1771 55: П = , and П; = — 
5ру“# к с 
These three pi terms occur quite often in fluid mechanics апа аге named the drag coefficient, 
Cp, the Reynolds number, Re, and the Mach number, M, respectively. More information about 


these and other commonly used pi terms is given in Sec. 13.5. A 


Buckingham Pi Theorem and Pi Terms 


A fundamental question in dimensional analysis is how many dimensionless products are re- 
quired to replace the original list of variables? The answer to this question is supplied by the 
basic theorem of dimensional analysis that states the following: 


If an equation involving k variables is dimensionally homogeneous, it can be reduced to a 
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relationship among k — r independent dimensionless products, where r is the minimum Buckingham pi theorem 


number of basic dimensions required to describe the variables. 


The dimensionless products are frequently referred to as “рі terms,” and the theorem is called 
the Buckingham pi theorem. Buckingham used the symbol II to represent a dimensionless 
product, and this notation is commonly used. Although the pi theorem is a simple one, its 
proof is not so simple and we will not include it here. 

The pi theorem is based on the idea of dimensional homogeneity. Essentially we assume 
that for any physically meaningful equation involving k variables, such as 


иш = f(u, us, ....ш) 


the dimensions of the variable on the left side of the equal sign must be equal to the dimensions 
of any term that stands by itself on the right side of the equal sign. It then follows that we 
can rearrange the equation into a set of dimensionless products (pi terms) so that pi terms 


II, = Ф(П,, П,, 4... II.) 


The required number of pi terms is fewer than the number of original variables by r, where 
r is the minimum number of basic dimensions required to describe the original list of 
variables. Usually in fluid mechanics the basic dimensions required to describe the 
variables will be the basic dimensions M, L, and t or F, L, and t. However, in some in- 
stances perhaps only two dimensions, such as L and t, are required, or maybe just one, 
such as L. 

Since the only restriction placed on the pi terms are that they be (1) correct in number, 
(2) dimensionless, and (3) independent, it is usually possible simply to form the pi terms 
by inspection. For Example... to illustrate this approach, we again consider the pressure 
drop per unit length along a smooth pipe (see Sec. 13.1). Regardless of the technique to 
be used, the starting point remains the same— determine the physical variables, which in 
this case are 


Ap, = f(D, p, р.У) 
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method of repeating 
variables 


Next, by inspection of Table 13.1, the dimensions of the variables are listed: 


Ap, = FL? 
D=L 
р-в 
ЕД 
V=Lt! 


Since there are k = 5 variables involving r = 3 basic dimensions, this relationship can be 
written in terms of k — r = 2 dimensionless pi terms. 

Once the number of pi terms is known, we can form each pi term by inspection, simply 
making use of the fact that each pi term must be dimensionless. We will always let П, con- 
tain the dependent variable, which іп this example is Ape. Since this variable has the di- 
mensions FL 2, we need to combine it with other variables so that a dimensionless product 
will result. For example, divide Ap, by p (to eliminate F), then by V? (to eliminate t), and 
finally multiply by D (to eliminate L) to obtain 


Ap,D 
П, = 2 
рУ 


Next, we will form the second pi term by selecting the variable that was not used іп ІП, 
which in this case is р. We simply combine p with the other variables to make the combination 
dimensionless (but do not use Ар; in П,, since we want the dependent variable to appear 
only in П,). For example, divide м. by р (to eliminate F), then by V (to eliminate t), and 
finally by D (to eliminate L). Thus, 


and, therefore, 


Ар 2 Қ M ) 
ру? рур 
Since the П, term given above is dimensionless, it follows that its inverse, pVD/p, is also 


dimensionless. Hence, both the representation given above and that in Eq. 13.2 are equally 
valid dimensionless relationships. A 


Method of Repeating Variables 


Several methods can be used to form the dimensionless products, or pi terms, that arise in a 
dimensional analysis. Essentially we are looking for a method that will allow us to system- 
atically form the pi terms so that we are sure that they are dimensionless and independent, 
and that we have the right number. The method we will describe in detail in this section is 
called the method of repeating variables. 

It will be helpful to break the repeating variable method down into a series of distinct 
steps that can be followed for any given problem. With a little practice you will be able to 
readily complete a dimensional analysis for your problem. 


Step 1. List all the variables that are involved in the problem. This step is the most 
difficult one and it is, of course, vitally important that all pertinent variables be 
included. 


Step 2. Express each of the variables in terms of basic dimensions. For the typical 
fluid mechanics problem the basic dimensions will be either M, L, t or F, L, t. 


Step 3. 


Step 4. 


Step 5. 


Step 6. 


Step 7. 
бїер 8. 


13.4 Method of Repeating Variables 


Determine the required number of pi terms. This can be accomplished by 
means of the Buckingham pi theorem, which indicates that the number of pi terms 
is equal to k — r, where k is the number of variables in the problem (which is 
determined from Step 1) and r is the number of basic dimensions required to de- 
scribe these variables (which is determined from Step 2). 


Select the repeating variables, where the number required is equal to the 
number of basic dimensions. What we are doing here is selecting from the orig- 
inal list of variables several that can be combined with each of the remaining 
variables to form a pi term. 


Form a pi term by multiplying one of the nonrepeating variables by the prod- 
uct of the repeating variables, each raised to an exponent that will make the 
combination dimensionless. Each pi term will be of the form ишиби, where 
и; is one of the nonrepeating variables; и), и, and и; are the repeating variables; 
and the exponents a; b; and c; are determined so that the combination is 


dimensionless. 


Repeat Step 5 for each of the remaining nonrepeating variables. The 
resulting set of pi terms will correspond to the required number obtained from 
Step 3. 


Check all the resulting pi terms carefully to make sure they are dimensionless. 


Express the final form as a relationship among the pi terms, and think about 
what it means. Typically the final form can be written as 


П, = Ф(П,, П,, ...,П,_,) 


where П, would contain the dependent variable іп the numerator. 


For Example... to illustrate these various steps we will again consider the problem 
discussed earlier in this chapter involving the steady flow of an incompressible, viscous fluid 
through a long, smooth-walled-horizontal, circular pipe. We are interested in the pressure 
drop per unit length, Ap,, along the pipe. According to Step 1 we must list all of the perti- 
nent variables that are involved based on the experimenter’s knowledge of the problem. In 
this problem we assume that 


Ape = f(D, P. №. V) 


where D is the pipe diameter, p and р, are the fluid density and viscosity, respectively, and 
V is the mean velocity. 

Next (Step 2), using Table 13.1 we express all the variables in terms of basic dimensions. 
For F, L, and t as basic dimensions it follows that 


Ap, = (FL'2)/L = FL? 


р-1 

p= FL ^? 
p = FLA 
У= ш! 


We could also use М, L, and t as basic dimensions if desired—the final result will be the 
same. Do not mix the basic dimensions; that is, use either F, L, and t or M, L, and t. 

We can now apply the pi theorem to determine the required number of pi terms (Step 3). 
An inspection of the dimensions of the variables from Step 2 reveals that three basic di- 
mensions are required to describe the variables. Since there are five (k = 5) variables (do 
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not forget to count the dependent variable, Ару) and three required dimensions (ғ = 3), then 
according to the pi theorem there will be (5 — 3), or two pi terms required. 

The repeating variables to be used to form the pi terms (Step 4) need to be selected from 
the list D, p, м, and V. We do not want to use the dependent variable as one of the repeat- 
ing variables. Since three dimensions are required, we will need to select three repeating vari- 
ables. Generally, we would try to select for repeating variables those that are the simplest, 
dimensionally. For example, if one of the variables has the dimension of a length, choose it 
as one of the repeating variables. In this example we will use D, V, and p as repeating vari- 
ables. Note that these are dimensionally independent, since D is a length, V involves both 
length and time, and p involves force, length, and time. 

We are now ready to form the two pi terms (Step 5). Typically, we would start with the de- 
pendent variable and combine it with the repeating variables to form the first pi term. That is, 


П, = Ap,D"V*p* 
Since this combination is to be dimensionless, it follows that 
(FL-*)(DY (Lt (FL 402) = FPL 
The exponents a, b, and c must be determined such that the resulting exponent for each of 


the basic dimensions—F, L, and t—must be zero (so that the resulting combination is di- 
mensionless). Thus, we can write 


1+с=0 (for Е) 
3+a+b—4c=0 (for L) 
—b+2c=0 (for t) 


The solution of this system of equations gives the desired values for a, b, and c. It follows 
that a = 1, b 2-0 1, and, therefore, 


Ар, 
П, = 5 
рУ 


The process is now repeated for the remaining nonrepeating variables (Step 6). In this ех- 
ample there is only one additional variable (и) so that 


П, = pD" V^p* 
ог 
(FL ?0(L)(Lt (FL ^?) = FOL? 
and, therefore, 


1+с= 0 (for Б) 
2+а+Ь – 4с = 0 (for Г.) 
1-Ь+2с=0 (for t) 


Solving these equations simultaneously it follows that a lb lc 1 so that 


ш 


27 DVp 


Note that we end ир with the correct number of pi terms as determined from Step 3. 
At this point stop and check to make sure the pi terms are actually dimensionless (Step 7). 
Finally (Step 8), we can express the result of the dimensional analysis as 


Ар 2 Қ ш ) 
рУ? Рур 


13.5 Соттоп Dimensionless Groups іп Fluid Mechanics 


This result indicates that this problem can be studied in terms of these two pi terms, rather 
than the original five variables we started with. However, dimensional analysis will not 
provide the form of the function ф. This can only be obtained from a suitable set of exper- 
iments. If desired, the pi terms can be rearranged; that is, the reciprocal of р,/ Ур could be 
used, and of course the order in which we write the variables can be changed. Thus, for 
example, П, could be expressed as 


_ PVD 
p 


II; 


and the relationship between П, and П, as 


рАр, | Go 
ру? һ 


This is the form we previously used in our initial discussion of this problem (Eq. 13.2). Тһе 
dimensionless product, pVD/, is an important опе in fluid mechanics—the Reynolds 
number. A 


Common Dimensionless Groups in Fluid Mechanics 


The heading of Table 13.2 lists variables that commonly arise in fluid mechanics problems. 
The list is not exhaustive, but does indicate a broad range of variables likely to be found in 
typical problems. Fortunately, not all of these variables would be encountered in each prob- 
lem. However, when these variables are present, it is standard practice to combine them into 
some of the common dimensionless groups (pi terms) given in Table 13.2. These combina- 
tions appear so frequently that special names are associated with them as indicated in the 
table. 

It is often possible to provide a physical interpretation to the dimensionless groups. This 
can be helpful in assessing their influence in a particular application. The interpretation is 
based on the ratio of typical forces such as weight, viscous (friction) force, and inertial force 
(mass times acceleration) that may be important in a particular flow. Thus, as indicated in 
Table 13.2, the Reynolds number, Re, one of the most important dimensionless parameters 
in fluid mechanics, represents a measure of the ratio of inertial to viscous effects. If the 


Table 13.2 Some Common Variables and Dimensionless Groups in Fluid Mechanics 


Variables: Acceleration of gravity, g; Characteristic length, €; Density, p; Pressure, p (ог Ap); Speed 
of sound, c; Velocity, V; Viscosity, р, 


Dimensionless Types of 
Groups Name Interpretation Applications 

ve РТ. Generally important in ай 
= Reynolds number, Re types of fluid mechanics 

H viscous force 

problems 

17 inertia force : 
—— Froude number, Fr Flow with a free surface 
меё gravitational force 


Problems in which pressure 


р ressure force : 
зү? Euler number, Eu ee or pressure differences are 
р inertia force important 
V inerti Flows in which variation of 
— Mach number, M ш DUEB : Зоо 

с compressibility force fluid density is important 


V13.1 Reynolds 
number 
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Reynolds number for a given flow is large, the inertia of the fluid is dominant over the vis- 
cous effects. For flows with small Re, viscous effects are dominant. For Example... when 
one stirs cream into a mug of coffee, the Reynolds number is on the order of Re = pV €/u = 
10,000. Inertia is dominant and the coffee continues to swirl in the mug after the spoon is 
removed. On the other hand, the Reynolds number associated with stirring a mug of highly 
viscous molasses would be on the order of Re ~ 1 and the motion would cease almost im- 
mediately upon removal of the spoon. A 


Other common dimensionless parameters and their corresponding force ratios are indi- 
cated in Table 13.2. 


Correlation of Experimental Data 


One of the most important uses of dimensional analysis is as an aid in the efficient handling, 
interpretation, and correlation of experimental data. Since the field of fluid mechanics relies 
heavily on empirical data, it is not surprising that dimensional analysis is such an important 
tool in this field. As noted previously, a dimensional analysis cannot give a complete answer 
to any given problem, since the analysis only provides the dimensionless groups describing 
the phenomenon, and not the specific relationship among the groups. To determine this re- 
lationship, suitable experimental data must be obtained. The degree of difficulty involved in 
this process depends on the number of pi terms, and the nature of the experiments. The 
k-r22 simplest problems are obviously those involving the fewest pi terms. For example, if a given 


Sf phenomenon can be described with two pi terms such that 
П, 
П, = Ф(П,) 


the functional relationship among the variables can then be determined by varying П, and 
measuring the corresponding values of П,. For this case the results can be conveniently pre- 
sented in graphical form by plotting II, versus IL. It should be emphasized that the result- 
ing curve would be a “universal” one for the particular phenomenon studied. This means that 
if the variables and the resulting dimensional analysis are correct, then there is only a single 
relationship between П, and IL. 

In addition to presenting the data graphically, it may be possible (and desirable) to obtain 
an empirical equation relating II, and П, by using a standard curve fitting technique. These 
considerations are illustrated in Example 13.1. 


Example 13.1 Correlation of Pipe Flow Data 


The relationship between the pressure drop per unit length along a smooth walled, horizontal pipe and the variables that af- 
fect the pressure drop is to be determined experimentally. In the laboratory the pressure drop was measured over a 5-ft length 
of smooth walled pipe having an inside diameter of 0.496 in. The fluid used was water at 60°F (ш = 2.34 х 1077 Ibf : s/ft’, 
p = 1.94 slug/ft*). A total of eight tests was run in which the velocity was varied and the corresponding pressure drop meas- 
ured. The results of these tests are shown below: 


Test 1 2) 5 4 5 6 7 8 
Velocity (ft/s) 117) 1.95 О 5.84 1112) 16.92 23.34 28.73 
Pressure drop 

(Ibf/ft?) (for 6.26 15.6 30.9 106 529 681 1200 1730 
5-ft length) 


Use these data to obtain a general relationship between the pressure drop per unit length and the other variables. 


13.6 Correlation of Experimental Data 


Solution 

Known: Experimental data relating the pressure drop and velocity for the flow of water through a smooth walled pipe. 
Find: Based on the given experimental data, determine an empirical relationship between the pressure drop per unit length 
and the other variables that affect the pressure drop. 


Assumptions: 

1. The variables used in the analysis are correct, i.e., we һауе not included any extraneous variables or omitted апу impor- 
tant ones. 

2. The experimental data are accurate. 


Analysis: The first step is to perform a dimensional analysis during the planning stage before the experiments are actually 
run. As was discussed in Sec. 13.1, we will assume that the pressure drop per unit length, Ар,, is a function of the pipe di- 
ameter, D, fluid density, p, fluid viscosity, м, and the velocity, V. Thus, 


Ape = f(D, p, м. V) 


which, as shown previously, can be written in dimensionless form as 


D Ape _ (em) 
ру? p 


То determine the form of the relationship, we need to vary the Reynolds number, pVD/p., and to measure the corresponding 
values of D Ap,/pV?. The Reynolds number could be varied by changing any one of the variables, р, У, D, or р, or any com- 
bination of them. However, the simplest way to do this is to vary the velocity, since this will allow us to use the same fluid 
and pipe. Based on the data given, values for the two pi terms can be computed with the result: 
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Test 1 2 3 4 5 6 7 8 
D Ap;/pV? | 0.0195 0.0175 0.0155 0.0132 0.0113 0.0101 0.00939 0.00893 
рУр/ш 4.01 х 10° | 6.68 х 10° | 9.97 х 10? | 2.00 x 10* | 3.81 х 10* | 5.80 х 10^ | 8.00 x 10* | 9.85 x 10* 


These аге dimensionless groups so their values are independent of the system of units used as long ав а consistent system is 
used. For example, if the velocity is in ft/s, then the diameter should be in feet, not inches or meters. 

A plot of these two pi terms can now be made with the results shown in Fig. Е13.1а. The correlation appears to be quite 
good, and if it was not, this would suggest that either we had large experimental measurement errors, or that we had perhaps 
omitted an important variable. The curve shown in Fig. Е13.1а represents the general relationship between the pressure drop 
and the other factors in the range of Reynolds numbers between 4.01 Х 10° and 9.85 х 10*. Thus, for this range of Reynolds 
numbers it is not necessary to repeat the tests for other pipe sizes or other fluids provided the assumed independent variables 
(D, р, р, V) are the only important ones. 

Since the relationship between П, and П, is nonlinear, it is not immediately obvious what form of empirical equation might 
be used to describe the relationship. If, however, the same data are plotted logarithmically, as shown in Fig. E13.1b, the data 
form a straight line, suggesting that a suitable equation is of the form II, — АП? where A and n are empirical constants to be 
determined from the data by using a suitable curve fitting technique, such as a nonlinear regression program. For the data 
given in this example, a good fit of the data is obtained with the equation. 


Ші = 0.150 m5" 


giving 
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Figure Е13.1 


@ In 1911, Н. Blasius, a German fluid mechanician, established a similar empirical equation that is used widely for predict- 
ing the pressure drop in smooth pipes in the range 4 X 10? < Re < 10°. This equation can be expressed in the form 


DA VD\-4 
Pe = 0.1582 (E) 
pV ш 


This so-called Blasius formula is based on numerous experimental results of the type used in this example. Flow in pipes 
is discussed in more detail in the next chapter, where it is shown how pipe roughness (which introduces another variable) 
may affect the results given in this example, which is for smooth walled pipes. 


model 


As the number of required pi terms increases, it becomes more difficult to display the re- 
sults in a convenient graphical form and to determine a specific empirical equation that de- 
scribes the phenomenon. For problems involving three pi terms 


П, = Ф(П,, IT) 


it is still possible to show data correlations on simple graphs by plotting families of curves. 
This is an informative and useful way of representing the data in a general way. (The gener- 
alized compressibility diagram of Fig. 4.9 is an example.) It may also be possible to determine 
a suitable empirical equation relating the three pi terms. However, as the number of pi terms 
continues to increase, corresponding to an increase in the general complexity of the problem 
of interest, both the graphical presentation and the determination of a suitable empirical equa- 
tion become unmanageable. For these more complicated problems, it is often more feasible 
to use models to predict specific characteristics of the system rather than to try to develop 
general correlations. The concept of modeling is discussed in the next section. 


Modeling and Similitude 


Models are widely used in fluid mechanics. Major engineering projects involving structures, 
aircraft, ships, rivers, harbors, dams, air and water pollution, and so on, frequently involve 
the use of models. Although the term “model” is used in many different contexts, the 
“engineering model” generally conforms to the following definition. A model is a represen- 
tation of a physical system that can be used to predict the behavior of the system in some 
desired respect. The physical system for which the predictions are to be made is called the 
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prototype. Although mathematical or computer models may also conform to this definition, 
our interest will be in physical models, that is, models that resemble the prototype but are 
generally of a different size, may involve different fluids, and often operate under different 
conditions (pressures, velocities, etc.). Usually a model is smaller than the prototype. There- 
fore, it is more easily handled in the laboratory and less expensive to construct and operate 
than the larger prototype. With the successful development of a valid model, it is possible 
to predict the behavior of the prototype under a certain set of conditions. 

In the following paragraphs we develop procedures for designing models so that the model 
and prototype will behave in a similar fashion. The theory of models can be readily devel- 
oped by using the principles of dimensional analysis. Thus, as discussed in Sec. 13.3, consider 
a problem that can be described in terms of a set of pi terms as 


II; = Ф(П», T; ез П,) (13.4) 


In formulating this relationship, only a knowledge of the general nature of the physical рһе- 
nomenon, and the variables involved, is required. Specific values for variables (size of com- 
ponents, fluid properties, and so on) are not needed to perform the dimensional analysis. 
Accordingly, Eq. 13.4 applies to any system that is governed by the same variables. If Eq. 13.4 
describes the behavior of a particular prototype, a similar relationship can be written for a 
model of this prototype; that is, 


Thin = P(n Ham же IL,,) (13.5) 


where the form of the function will be the same as long as the same phenomenon is involved 
in both the prototype and the model. Variables, or pi terms, without a subscript m will refer 
to the prototype, whereas the subscript m will be used to designate the model variables or 
pi terms. 

The pi terms can be developed so that II, contains the variable that is to be predicted 
from observations made on the model. Therefore, if the model is designed and operated 
under the following model design conditions, also called similarity requirements or model- 
ing laws, 


IL, = П, 
IL, = II; 
. (13.6) 
П,„ = П, 
апа since the form of ф is ће same for model and prototype, it follows that 
II, = Nin (13.7) 


Equation 13.7 is the desired prediction equation and indicates that the measured value of 
П, „ obtained with the model will be equal to the corresponding П, for the prototype as long 
as the other pi terms are equal. 

To illustrate the procedure, consider the problem of determining the drag, 9), on a thin 
rectangular plate (w X h in size) placed normal to a fluid with velocity, V. Assume that the 
drag is a function of w, h, V, the fluid viscosity, м, and fluid density, p, so that 


D = f(w, h, w, p, V) 


Since this problem involves 6 physical variables that can be described in terms of 3 basic di- 
mensions (M, L, t or F, L, t), it can be written in terms of 3 pi terms as 


D w pVw 
w^pV? Е «( hè yw ) (13.8) 


where pVw/ is recognized as the Reynolds number. 


prototype 
* 


У13.2 Environmental 
models 


V13.3 Wind tunnel 
train model 


modeling laws 


prediction equation 
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V13.4 Wind engineer- 
ing models 


We are now concerned with designing a model that could be used to predict the drag on 
a certain prototype (which presumably has a different size than the model). Since the rela- 
tionship expressed by Eq. 13.8 applies to both prototype and model, Eq. 13.8 is assumed to 
govern the prototype, with a similar relationship 


zu ; = (22 — (13.9) 
Uy V m л, Bin 


for the model. The modeling laws (similarity requirements) are therefore 


Win _ Ш PV nn = pVw 
hm h Mm H 


The size of the model is obtained from the first requirement, which indicates that 


hm 
шыт z” (13.10) 
We are free to select the height ratio, h,,/h, desired for the model test (i.e., a ⁄2 sized model 
or a 1/10 sized model, for example), but then the model plate width, w,, is fixed in accor- 
dance with Eq. 13.10. This assures that the model is a geometrically scaled model. 

The second similarity requirement indicates that the model and prototype must be oper- 
ated at the same Reynolds number. Thus, the required velocity for the model is obtained from 
the relationship 

y ЗЕ E (13.11) 

№ Qu Wn 
Note that this model design requires not only geometric scaling, as specified by Eq. 13.10, 
but also the correct scaling of the velocity in accordance with Eq. 13.11. This result is typ- 
ical of most model designs—there is more to the design than simply scaling the geometry. 

With the foregoing similarity requirements satisfied, the prediction equation for the drag is 


9) 9), 


2 v2 4,4 2 
w pV шыр,Ут 


2 V 2 
a-(&) (21 ) Dp, (13.12) 
W m Ри Vin 


Thus, a measured drag оп the model, 9),, must be multiplied by the ratio of the square of 
the plate widths, the ratio of the fluid densities, and the ratio of the square of the velocities 
to obtain the predicted value of the prototype drag, 9, 

Generally, to achieve similarity between model and prototype behavior, all the corre- 
sponding pi terms must be equated between model and prototype. For Example... assume 
that air flowing with a velocity of 20 m/s normal to a 2-m-tall by 1-m-wide prototype plate 
is to be modeled by a 0.2-m-tall model plate in water. The model and prototype parameters 
are indicated in the table below. 


or 


w,m h,m ш. Ns s/m? p. kg/m? V, m/s D, N 
Prototype 1 2 1.79 х 10? 1.23 20 7 
Model ? 0.2 1.12 x 10? 999 ? Dyn 


There are three question marks in the table, one for each of the three pi terms. To achieve 
similarity, the width of the model plate, w,,, is determined from Eq. 13.10 as 


w,, = (0.2/2)(1 m) = 0.1 m. 


13.7 Modeling and Similitude 


In addition, for the flow past the model plate to be similar to the flow past the prototype 
plate, the water model speed is obtained from Eq. 13.11 as 


Vn = (1.12 X 1072/1.79 х 1075)(1.23/999)(1/0.1)(20 m/s) = 15.4 m/s 


Finally, when operating under the similar conditions given above, the predicted drag on the 
prototype plate can be determined from Eq. 13.12 to be 


D = (1/0.1)(1.23/999)(20/15.4):%,, = 0.208 Dn 


where 9, is determined from the model experiment in water. A 


Example 13.2 Pump Modeling 
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The power input, үу, required to run а centrifugal pump is a function of the diameter, D, and angular velocity, о, of the pump 
impeller, the volumetric flow rate, Q, and the density, p, of the fluid being pumped. Data for a particular test of an 8-in.- 


diameter model pump are shown in the table below. 


Ans | Om rev/min | Qn ft/s | Pm slug/ft? | W, 


pm 


тээ, 1200 IIS 1.94 | 12.0 


D horsepower (hp) 


It is desired to make a geometrically similar, larger pump with D = 12 in. Based on the above experimental data for the 
smaller pump, predict the power required to run the 12-in.-diameter pump at 1000 rev/min with flow conditions similar to 


those of the small pump. In each case the working fluid is water. 


Solution 
Known: Variables affecting the pump power. Some prototype (12-in.-diameter pump) and model (8-in.-diameter pump) data. 


Find: The power required to run the larger pump at conditions similar to those of the smaller pump. 
Schematic and Given Data: 


\ Q Impeller 
| 


Assumptions: 


Figure Е13.2 


Analysis: From the statement of the problem we can write 


W, = f(D, œ, Q, p) 


1. The specified physical variables that the pump power is 


D 
a function of are correct. 
e p » 2. The model and prototype pumps are geometrically 
similar. 


We see that there are five physical variables that can be written in terms of three basic dimensions (either M, L, t or F, L, t). 


Thus, this flow can be described in terms of two dimensionless pi terms as 


С» = (Co) (1) 
where Съ = 12) (ро D?) is the power coefficient and 60 = О/(өр3) is the flow coefficient. A simple check of the dimensions 


involved will show that these terms are indeed dimensionless. 


308 Chapter 13. Similitude, Dimensional Analysis, and Modeling 


For similar flow conditions the flow coefficient for the prototype pump must be the same as that for the model pump. 


That is, 
( ) 
oD DE 


where the subscript m refers to the model. Thus, the prototype volumetric flow rate must be 


О = (w/w,,)(D/D,,°Q,, = (1000 rpm/1200 rpm)(12 in./8 іп.) (2.33 ft/s) = 6.55 ft/s 


From Eq. 1, if the model and prototype flow coefficients are the same, then the model and prototype power coefficients are 


also the same. That is 
W, " ( үу, ) 
АТТАН 


Thus, the power required to run the 12-in.-diameter prototype is 
W, = (0/Pm)(@/@p)*(D/D yn) Wom 
Since p = p,, (both pump water), we obtain the prototype power as 
Ө W, = (1000 rpm/1200 грт)?(12 in./8 іп.) (12.0 hp) = 52.7 hp < 


Among other parameters of interest іп the design of pumps is the head rise across the pump, h,. This parameter can be put 
into dimensionless form as а head rise coefficient, Cy, where 

gh, 

wD? 


Cy = 


As with the power coefficient, the head rise coefficient is also a function of the flow coefficient, Со. Thus, if the model and 
prototype flow coefficients are equal, then Cy = Cym» or 


gh,  ( gh, 
wD? NoD 


Thus, for the model and prototype pumps of this example 


Since 2, = g it follows that л, = (w/w,,)(D/D,,)° h 


рт" 


№, = (1000 rpm/1200 трт) (12 in./8 іп.) A 


рт 


“0150. 


That is, the 12-in.-diameter pump operating under conditions similar to those given іп the above table for the 8-in.-diameter 
pump will produce a head rise 1.56 times greater than that for the smaller pump. 


@ If the 12-in.-diameter prototype pump were not geometrically similar to the 8-in.-diameter model, it would be inappropri- 
ate to use the model data to predict the prototype performance. 


Ө The power calculated above is that for only one set of operating parameters for the prototype pump. By doing a series of 
model tests at various operating conditions, one could obtain the corresponding predicted performance for the prototype 
over a range of operating conditions. 


8 Chapter Summary and Study Guide 


Many practical engineering problems involving fluid mechanics require experimental data 
for their solution. Thus, laboratory studies and experimentation play a vital role in this field. 
It is important to develop good procedures for the design of experiments so they can be ef- 
ficiently completed with as broad applicability as possible. To achieve this end the concept 
of similitude is often used in which measurements made in the laboratory can be utilized for 
predicting the behavior of other similar systems. In this chapter dimensional analysis is used 


for designing such experiments, as ап aid for correlating experimental data, and as the basis 
for the design of physical models. 

Dimensional analysis simplifies a given problem described by a certain set of variables 
by reducing the number of variables that need to be considered. In addition to being fewer 
in number, the new variables are dimensionless products of the original variables. Typically 
these new dimensionless variables are much simpler to work with in performing the desired 
experiments. It is shown how the use of dimensionless variables can be of assistance in plan- 
ning experiments and as an aid in correlating experimental data. 

For problems in which there are a large number of variables, the use of physical models is 
described. Models are used to make specific predictions from laboratory tests rather than for- 
mulating a general relationship for the phenomenon of interest. The correct design of a model is 
obviously imperative so that accurate predictions of other similar, but usually larger, systems can 
be made. It is shown how dimensional analysis can be used to establish a valid model design. 


Problems 309 


dimensionless products 


The following check list provides a study guide for this chapter. When your study of the 
text and end-of-chapter exercises has been completed you should be able to 


9 write out the meanings of the terms listed in the margins throughout the chapter and 
understand each of the related concepts. The subset of key terms listed here in the 


margin is particularly important. 


e form a set of dimensionless variables from a set of physical variables. 
* use dimensionless variables as an aid in interpreting and correlating experimental data. 


* establish a set of modeling laws and the prediction equation for a model to be used 
to predict the behavior of another similar system (the prototype). 


Problems 


Note: Unless otherwise indicated іп the problem statement, use 
values of fluid properties given in the tables of Appendix FM-1 
when solving these problems. 


Dimensionless Variables 


13.1 The Reynolds number, pVD/p, is a very important pa- 
rameter in fluid mechanics. Verify that the Reynolds number 
is dimensionless, using both the FLt system and the MLt sys- 
tem for basic dimensions, and determine its value for water 
flowing at a velocity of 2 m/s through a 1-in.-diameter pipe. 


13.2 Some common variables in fluid mechanics include: vol- 
umetric flow rate, Q, acceleration of gravity, g, viscosity, р, 
density, p, and a length, €. Which of the following combina- 
tions of these variables are dimensionless? (a) 02/62. 


(b) pQ/u.€. (c) g€/Q. (d) pQ£/p.. 


Forming Dimensionless Parameters 


13.3 Тһе pressure rise, Ap, across a pump can be expressed as 


Ap = f(D, p, œ, Q) 


where D is the impeller diameter, p the fluid density, œw the ro- 
tational speed, and Q the volumetric flow rate. Determine a 
suitable set of dimensionless parameters. 


13.4 Тһе drag, 9), on a washer-shaped plate placed normal to 
a stream of fluid can be expressed as 


basic dimensions 

dimensionally 
homogeneous 

dimensional analysis 

Buckingham pi theorem 

pi term 

model 

prototype 

prediction equation 

modeling laws 


D = Қа, а, V, р, p) 


where d, is the outer diameter, d, the inner diameter, V the 
fluid velocity, р the fluid viscosity, and p the fluid density. 
Some experiments are to be performed in a wind tunnel to de- 
termine the drag. What dimensionless parameters would you 
use to organize these data? 


13.5 The velocity, V, of a spherical particle falling slowly in a 
very viscous liquid can be expressed as 


V = f(d, ps ү. Ys) 


where d is the particle diameter, р, is the liquid viscosity, and 
ү and y, are the specific weight of the liquid and particle, re- 
spectively. Develop a set of dimensionless parameters that can 
be used to investigate this problem. 


13.6 Assume that the drag, 9), оп an aircraft flying at super- 
sonic speeds is a function of its velocity, V, fluid density, p, 
speed of sound, c, and a series of lengths, £,, ..., €; which de- 
scribe the geometry of the aircraft. Develop a set of pi terms 
that could be used to investigate experimentally how the drag 
is affected by the various factors listed. 


Repeating Variable Method 


13.7 Ata sudden contraction in a pipe the diameter changes from 
D, to Р». The pressure drop, Ap, which develops across the con- 
traction is a function of D, and D,, as well as the velocity, V, in 
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the larger pipe, the fluid density, р, and viscosity, м. Use D,, V, 
and p as repeating variables to determine a suitable set of di- 
mensionless parameters. Why would it be incorrect to include 
the velocity in the smaller pipe as an additional variable? 


13.8 Assume that the power, W, required to drive a fan is a 
function of the fan diameter, D, the air density, р, the rotational 
speed, о, and the flow rate, О. Use D, о, and р as repeating 
variables to determine a suitable set of pi terms. 


13.9 Itis desired to determine the wave height when wind blows 
across a lake. The wave height, H, is assumed to be a function 
of the wind speed, V, the water density, p, the air density, р,, 
the water depth, d, the distance from the shore, €, and the ac- 
celeration of gravity, g, as shown in Fig. P13.9. Use d, V, and 
p as repeating variables to determine a suitable set of pi terms 
that could be used to describe this problem. 


n 1 -гү 
9 t 4 


Figure P13.9 


Using Dimensional Analysis—General 


13.10 Тһе pressure drop across a short hollowed plug placed 
in a circular tube through which a liquid is flowing (see Fig. 
P13.10) can be expressed as 


Ap = f(p, V, D, d) 


where p is the fluid density, and V is the velocity in the tube. 
Some experimental data obtained with D = 0.2 ft, p = 2.0 
5100/6, and V = 2 ft/s are given in the following table: 


Test 1 2 3 4 
d (ft) 0.06 0.08 0.10 0.15 
Ap (15082) 493.8 156.2 64.0 


12.6 


Using suitable dimensionless parameters, plot the results of 
these tests logarithmically. Use a standard curve-fitting tech- 
nique to determine a general equation for Ap. What are the 
limits of applicability of the equation? 


Figure P13.10 


13.11 The pressure drop per unit length, Ap; = Ap/4, (N/n?y/m, 
for the flow of blood through a horizontal small diameter tube 
is a function of the volumetric rate of flow, Q, the diameter, D, 
and the blood viscosity, р. For a series of tests in which D = 2 
mm and p = 0.004 М>5/т?, the following data were obtained, 
where the Ap listed was measured over the length, € — 300 mm. 


Q (m/s) Ap (№?) 
3.6 x 1076 1.1 x 10* 
4.9 x 1076 1.5 x 10* 
6.3 x 1076 1.9 x 10* 
79 x 1076 2.4 x 10* 
9.8 x 10 5 3.0 x 10* 


Perform a dimensional analysis for this problem, and make use 
of the data given to determine a general relationship between 
Ap, and О that is valid for other values of D, €, and p. 


13.12 When a very viscous fluid flows slowly past a vertical 
plate of height Л and width b (see Fig. P13.12), pressure de- 
velops on the face of the plate. Assume that the pressure, p, at 
the midpoint of the plate is a function of plate height and width, 
the approach velocity, V, and the fluid viscosity, мм. Make use 
of dimensional analysis to determine how the pressure, p, will 
change when the fluid velocity, V, is doubled. 


шаг 
277 


=— 


Plate width = b 
Figure P13.12 


13.13 The viscosity, м of a liquid can be measured by 
determining the time, f, it takes for a sphere of diameter, d, to 
settle slowly through a distance, 4, in a vertical cylinder of di- 
ameter, D, containing the liquid (see Fig. P13.13). Assume that 


t = f(€, d, D, р, Ay) 


where Ду is the difference in specific weights between the 
sphere and the liquid. Use dimensional analysis to show how 
t is related to p, and describe how such an apparatus might be 
used to measure viscosity. 


T mm 


Cylinder 


Sphere 


р ы 


Figure Р13.13 


13.14 (CD-ROM) 
13.15 (CD-ROM) 


Using Dimensional Analysis— Models 


13.16 SAE 30 oil at 60°F is pumped through a 3-ft-diameter 
pipeline at a rate of 5700 gal/min. A model of this pipeline is 
to be designed using a 2-in.-diameter pipe and water at 60°F 


as the working fluid. То maintain Reynolds number similarity 
between these two systems, what fluid velocity will be required 
in the model? 


13.17 The design of a river model 18 to be based on Froude 
number similarity, where the Froude number, Fr У/(вуу!? 
is a function of the water velocity, V, the water depth, y, and 
the acceleration of gravity, g. If the river depth is 3 m and the 
model depth is 100 mm, what prototype velocity corresponds 
to a model velocity of 2 m/s? 


13.18 (CD-ROM) 


13.19 The lift and drag developed on a hydrofoil are to be de- 
termined through wind tunnel tests using standard air. If full 
scale tests are to be run, what is the required wind tunnel ve- 
locity corresponding to a hydrofoil velocity in seawater at 
20 mph? Assume Reynolds number similarity is required. 
13.20 Тһе drag on a 2-m-diameter satellite dish due to an 
80 km/hr wind is to be determined through a wind tunnel test 
using a geometrically similar 0.40-m-diameter model dish. 
Standard air is used for both the model and the prototype. 
(a) Assuming Reynolds number similarity, at what air speed 
should the model test be run? (b) With all similarity conditions 
satisfied, the measured drag on the model was determined to 
be 179 N. What is the predicted drag on the prototype dish? 
13.21 Тһе pressure rise, Ap, across a centrifugal pump of a 
given shape (see Fig. P13.21a) can be expressed as 


Ap = f(D, o, p, О) 


Ap-po-pi 


EO ; 


S 


Centrifugal pump 
(a) 


Model data 
д, = 407 rad/s 
Dm= 8 in. 


Ар, (psi) 


0 0.5 1.0 15 2.0 
Qm (43/8) 


(5) Figure P13.21 


Problems 311 


where D is the impeller diameter, w the angular velocity of the 
impeller, p the fluid density, and Q the volumetric rate of flow 
through the pump. A model pump having a diameter of 8 in. 
is tested in the laboratory using water. When operated at an 
angular velocity of 40 т rad/s the model pressure rise as а 
function of Q is shown in Fig. P13.21b. Use this curve to 
predict the pressure rise across a geometrically similar pump 
(prototype) for a prototype flow rate of 6 ft/s. The prototype 
has a diameter of 12 in. and operates at an angular velocity of 
60 т rad/s. The prototype fluid is also water. 


13.22 When small particles of diameter d are transported by a 


moving fluid having a velocity V, they settle to the ground at 
some distance £ after starting from a height h as shown in Fig. 
P13.22. The variation in € with various factors is to be stud- 
ied with a 1/10 size scale model. Assume that 


€ = f(h, d, V, y, w) 


where y is the particle specific weight and p is the fluid vis- 
cosity. The same fluid is to be used in both the model and the 
prototype, but у (model) = 9 X у (prototype). (a) If V = 
50 mph, at what velocity should the model tests be run? 
(b) During a certain model test it was found that € (model) = 
0.8 ft. What would be the predicted € for the prototype? 
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Figure Р13.22 


13.23 А square parking lot of width w is bounded on ай sides 


by acurb of height d with only one opening of width b as shown 
in Fig. P13.23. During a heavy rain the lot fills with water and 
it is of interest to determine the time, /, it takes for the water to 
completely drain from the lot after the rain stops. A scale model 
is to be used to study this problem, and it is assumed that 


t = f(w, b, d, в, р, р) 


where g is the acceleration of gravity, is the fluid viscosity, 
and р is the fluid density. (а) A dimensional analysis indicates 
that two important dimensionless parameters are b/w and а/ш. 
What additional dimensionless parameters are required? 


Figure P13.23 
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(b) For a geometrically similar 1/10 size model, what is the 
relationship between the drain time for the model and the cor- 
responding drain time for the actual parking lot? Assume all 
similarity requirements are satisfied. Can water be used as the 
model fluid? Explain and justify your answer. 


13.24 (CD-ROM) 
13.25 (CD-ROM) 
13.26 (CD-ROM) 
13.27 Тһе drag on a sphere moving іп a fluid is known to be a 


function of the sphere diameter, the velocity, and the fluid vis- 
cosity and density. Laboratory tests on a 4-in.-diameter sphere 
were performed in a water tunnel and some model data are 
plotted in Fig. P13.27. For these tests the viscosity of the water 
was 2.3 X 107° Ibf:s/f? and the water density was 1.94 
slug/ft*. Estimate the drag on an 8-ft-diameter balloon moving 
in air at a velocity of 3 ft/s. Assume the air to have a viscos- 
ity of 3.7 X 10 7 lbf - s/ft? and a density of 2.38 х 10 ? slug/ft’. 
Assume Reynolds number similarity. 


ы 


ы 


Model drag, lbf 


0 2 4 6 8 10 12 
Model velocity, ft/s 
Figure P13.27 


Model pressure, Ibf/ f 


13.28 A circular cylinder of diameter d is placed in a uniform 
stream of fluid as shown in Fig. P13.28a. Far from the cylinder 
the velocity is V and the pressure is atmospheric. The gage pres- 
sure, p, at point A on the cylinder surface is to be determined 
from a model study for an 18-in.-diameter prototype placed in 
an air stream having a speed of 8 ft/s. A 1/12 scale model is to 
be used with water as the working fluid. Some experimental data 
obtained from the model are shown in Fig. P13.28b. Predict the 
prototype pressure. Assume Reynolds number similarity. 


(a) 
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(b) Figure P13.28 


13.14 Тһе buoyant force, Ер, acting оп a body submerged іп а 
fluid is a function of the specific weight, у, of the fluid and 
the volume, V, of the body. Show, by dimensional analysis, 
that the buoyant force must be directly proportional to the spe- 
cific weight. 


13.15 Тһе concentric cylinder device of the type shown in Fig. 
P13.15 is commonly used to measure the viscosity, w, of liq- 
uids by relating the angle of twist, 0, of the inner cylinder to 
the angular velocity, w, of the outer cylinder. Assume that 


Ө = f(o, р, К, Di, D», €) 


where K depends on the suspending wire properties and has 
the dimensions FL. The following data were obtained in a se- 
ries of tests for which р = 0.01 lbf: s/fÜ, K = 10 lbf: ft, 
€ = 1 ft, and D, and D, were constant. 


9 (rad) w (rad/s) 
0.89 0.30 
1.50 0.50 
2:51 0.82 
3.05 1.05 
4.28 1.43 
5.52 1.86 
6.40 214 


Determine from these data, with the aid of dimensional апа!у- 
sis, the relationship between 0, w, and р, Тог this particular ap- 
paratus. Hint: Plot the data using appropriate dimensionless 
parameters, and determine the equation of the resulting curve 
using a standard curve-fitting technique. The equation should 
satisfy the condition that Ө = 0 for о = 0. 
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Figure Р13.15 


13.18 Тһе volumetric flow rate over the spillway of a dam is 
27,000 fP/min. Determine the required volumetric flow rate 
for a 1/30 scale model that is operated in accordance with 
Froude number similarity. 


13.24 During snow storms, snow drifts commonly form behind 
snow fences as shown in Fig. P13.24. Assume that the height 
of the drift, Л, is a function of the number of inches of snow 


deposited by the storm, d, height of the fence, H, width of slats 
in the fence, b, wind speed, V, acceleration of gravity, g, air 
density, р, and specific weight of snow, у,. (a) If this problem 
is to be studied with a model, determine the similarity re- 
quirements for the model and the relationship between the drift 
depth for model and prototype (prediction equation). (b) A 
storm with winds of 30 mph deposits 16 in. of snow having a 
specific weight of 5.0 ТӨГ, A 5-sized scale model is to be 
used to investigate the effectiveness of a proposed snow fence. 
If the air density is the same for the model and the storm, de- 
termine the required specific weight for the model snow and 
required wind speed for the model. 
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Figure Р13.24 


13.25 Тһе drag characteristics for а newly designed automobile 


having a characteristic length of 20 ft are to be determined 
through a model study. The characteristics at both low speed 
(approximately 20 mph) and high speed (90 mph) are of in- 
terest. For a series of projected model tests, a wind tunnel that 
will accommodate a model with a characteristic length of 4 ft 
is to be used. Determine the range of air velocities that would 
be required for the wind tunnel if Reynolds number similarity 
is desired. 


13.26 А very viscous fluid flows slowly past the submerged 


rectangular plate of Fig. P13.26. The drag, %, is known to be 
a function of the plate height, Л, plate width, b, fluid velocity, 
V, and fluid viscosity, м. A model is to be used to predict the 
drag. During a certain model test using glycerin (p, = 0.03 
lbf - s/f), with А, = 1 in. and b,, = 3 in., it was found that 
%,, = 0.2 Ibf when У, = 0.5 ft/s. If possible, predict the drag 
on a geometrically similar larger plate with h = 4 in. and 
b = 12 in. immersed in the same glycerin moving with a ve- 
locity of 2 ft/s. If it is not possible, explain why. 


Plate width = b 


—_ Figure P13.20 
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Introduction... 


Fluid mechanics problems concerned with flowing fluids can be broadly classified 
as internal or external flow problems. Flows enclosed by boundaries are consid- 
ered to be internal flows. Examples of internal flows include flow though pipes, 
ducts, valves, and various pipe fittings. Flow around bodies completely surrounded 
by a fluid are considered to be external flows. Examples of external flows include 
flow around airplanes, automobiles, buildings, and submarines. The objective of 
this chapter is to study the internal flow of a viscous fluid through pipe systems 
and the external flow around familiar geometric shapes. 


Internal Flow 


This part of the chapter deals with the internal flow of a viscous fluid in a pipe system. 
Some of the basic components of a typical pipe system are shown in Fig. 14.1. They in- 
clude the pipes themselves (perhaps of more than one diameter), the various fittings used 
to connect the individual pipes to form the desired system, the flow control devices (valves), 
and the pumps or turbines that add mechanical energy to or remove mechanical energy 
from the fluid. 

Before we apply the various governing equations to pipe flow examples, we will discuss 
some of the basic concepts of pipe flow. Unless otherwise specified, we will assume that the 
pipe is round and that it is completely filled with the fluid being transported. 


Figure 14.1 Typical pipe system 
components. 


- INTERNAL AND 
15 EXTERNAL FLOW 


internal and 
external flow 


chapter objective 


pipe system 


313 


314 Chapter 14. Internal and External Flow 


V14.1 Laminar/ 
turbulent pipe flow 


laminar flow 
turbulent flow 


transitional flow 


entrance region 


114.1 General Characteristics of Pipe Flow 
14.1.1 Laminar or Turbulent Flow 


The flow of a fluid in a pipe may be laminar flow or it may be turbulent flow. Osborne 
Reynolds, a British scientist and mathematician, was the first to distinguish the difference 
between these two classifications of flow by using a simple apparatus as shown in 
Fig. 14.2a. For “small enough flow rates” the dye streak will remain as a well-defined 
line as it flows along, with only slight blurring due to molecular diffusion of the dye into 
the surrounding water. For a somewhat larger “intermediate flow rate” the dye streak fluc- 
tuates in time and space, and intermittent bursts of irregular behavior appear along the 
streak. On the other hand, for “large enough flow rates” the dye streak almost immedi- 
ately becomes blurred and spreads across the entire pipe in a random fashion. These three 
characteristics, denoted as laminar, transitional, and turbulent flow, respectively, are il- 
lustrated in Fig. 14.2b. 

In the previous paragraph the term flow rate should be replaced by Reynolds number, 
Re = pVD/w, where V is the average velocity in the pipe. That is, the flow in a pipe is lam- 
inar, transitional, or turbulent provided the Reynolds number is “small enough,” “intermedi- 
ate," or “large enough.” It is not only the fluid velocity that determines the character of the 
flow—its density, viscosity, and the pipe size are of equal importance. These parameters com- 
bine to produce the Reynolds number. Recall from Sec. 13.5 that the Reynolds number is a 
measure of the relative importance of inertial and viscous effects in the flow. 

For most engineering applications of flow in a round pipe, the following values are 
appropriate: The flow is laminar if the Reynolds number is less than approximately 2100 
to 2300. The flow is turbulent if the Reynolds number is greater than approximately 4000. 
For Reynolds numbers between these two limits, the flow may switch between laminar 
and turbulent conditions. Such flow, which represents the onset of turbulence, is called 
transitional. 


14.1.2 Entrance Region and Fully Developed Flow 


Any fluid flowing in a pipe had to enter the pipe at some location. The region of flow near 
where the fluid enters the pipe is termed the entrance region and is illustrated in Fig. 14.3. 
As shown, the fluid typically enters the pipe with a nearly uniform velocity profile at 
section (1). As the fluid moves through the pipe, viscous effects cause it to stick to the pipe 
wall. That is, whether the fluid is air or a very viscous oil, at the motionless pipe wall the 
fluid velocity has a zero value. 
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Figure 14.2 (а) Experiment to illustrate type of flow. (b) Typical dye streaks. 


14.2 Fully Developed Laminar Flow 
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Figure 14.3 Entrance region, developing flow, and fully developed flow in a pipe system. 


As shown in Fig. 14.3, a boundary layer in which viscous effects are important is pro- 
duced along the pipe wall such that the initial velocity profile changes with distance along 
the pipe, x, until the fluid reaches the end of the entrance length, section (2), beyond which 
the velocity profile does not vary with x. The boundary layer has grown in thickness to com- 
pletely fill the pipe, and the flow is termed fully developed. 

The shape of the velocity profile in the pipe depends on whether the flow is laminar or 
turbulent, as does the entrance length, ха. Typical entrance lengths are given by 


Xe 
- = 0.05 е (laminar flow) (14.1) 
апа 
Хаа 
10 = т = 60 (turbulent flow) (14.2) 


Once the fluid reaches the end of the entrance region, section (2) of Fig. 14.3, the flow 
is simpler to describe because the velocity is a function of only the distance from the pipe 
centerline, ғ, and independent of the axial distance x. This is true until the character of the 
pipe changes in some way, such as a change in diameter, or the fluid flows through a bend, 
valve, or some other component at section (3). The flow between (2) and (3) is fully devel- 
oped. Beyond the interruption of the fully developed flow [at section (4)], the flow gradu- 
ally begins its return to its fully developed character [section (5)] and continues with this 
profile until the next pipe system component is reached [section (6)]. 


ШИ Fully Developed Laminar Flow 


Flow in straight sections of pipe is a common occurrence. If the flow is fully developed, 
steady, and laminar, and the fluid is Newtonian, a detailed analysis reveals that the velocity 
distribution in the pipe is given by the equation 


2rV : 
u(r) = 21 - (2) | (laminar flow) (14.3) 


where u(r) is the velocity at a distance r from the pipe centerline, D is the pipe diameter, 
and У, is the centerline velocity. This important result indicates that the velocity distribution 
is parabolic for laminar pipe flow. 


boundary layer 


fully developed flow 


entrance length 


315 


u=u(r) 
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Poiseuille's law 


Ар-рі-рэ 
о D 6 
——+ 
p, H (| Q) 
— и 


u(t) 


u = time average 
(or mean) value 


t 
Figure 14.5 Turbulent 
fluctuations and time 
average velocity. 


A further analysis reveals that the relationship between the volumetric flow rate, Q, through 
the pipe and the pressure drop, Ap = p, — р», along the pipe is given by the equation 


aD* Ap 
128.6 


О = (laminar flow) (14.4) 


where p is the fluid viscosity and 0 is the length of pipe over which the pressure drop oc- 
curs. Equation 14.4 is commonly referred to as Poiseuille's law. It should be emphasized that 
these results are restricted to fully developed laminar flow (pipe flow in which the Reynolds 
number is less than approximately 2100 to 2300) in a horizontal pipe. 


For Example... to illustrate the use of Eq. 14.4, consider the following problem. An oil with 
a viscosity of р = 0.40 N · s/m? and density р = 900 kg/m? is flowing through a pipe of 
diameter D — 0.020 m. What pressure drop, Ap, over a length of € — 10 m is needed to produce 
a volumetric flow rate of О = 2.0 х 107° m/s? If the Reynolds number is less than 2100, 
the flow is laminar and Eq. 14.4 is valid. The average velocity is V — Q/A - 
(2.0 х 1077 m?/s)/[m(0.020 m/4] = 0.0637 m/s. Using this velocity along with the given 
density, viscosity, and diameter, the Reynolds number is calculated to be Re = pVD/w = 
2.87 « 2100. Hence, the flow is laminar and from Eq. 14.4 with € — 10 m, the pressure drop is 


128500 
i тре 
128(0.40 N - s/m2)(10.0 m)(2.0 х 107° m/s) 
i т(0.020 m)* 
ОГ 
Ap = 20,400 N/m? а = 20.4kPa А 
10° N/m 


Laminar Pipe Flow Characteristics (CD-ROM) 


14.4 Fully Developed Turbulent Flow 


In the previous sections various characteristics of fully developed laminar pipe flow were 
discussed. In a majority of practical situations, the combination of fluid properties (density 
and viscosity), pipe diameter, and flow rate are such that the flow is turbulent rather than 
laminar. Thus, it is necessary to obtain relevant information about turbulent pipe flow. 


14.4.1 Transition from Laminar to Turbulent Pipe Flow 


Flows are classified as laminar or turbulent. For any flow geometry, there is one (or more) 
dimensionless parameter such that with this parameter value below a particular value the flow 
is laminar, whereas with the parameter value larger than a certain value it is turbulent. For 
pipe flow this parameter is the Reynolds number. The value of the Reynolds number must 
be less than approximately 2100 to 2300 for laminar flow and greater than approximately 
4000 for turbulent flow. 

A typical trace of the axial component of velocity, и = u(t), measured at a given location 
in turbulent pipe flow is shown in Fig. 14.5. Its irregular, random nature is the distinguish- 
ing feature of turbulent flows. The character of many of the important features of the flow 
(pressure drop, heat transfer, etc.) depends strongly on the existence and nature of the turbulent 
fluctuations or randomness indicated. 

For example, mixing processes and heat and mass transfer processes are considerably 
enhanced in turbulent flow compared to laminar flow. We are all familiar with the “rolling,” 
vigorous eddy type motion of the water in a pan being heated on the stove (even if it is not 
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(pipe wall) 1.0 


2227 
(р/2) 


------- 
Direction of flow 


Figure 14.0 Typical 
laminar flow and 
turbulent flow 

и velocity profiles for 
с flow in pipes. 


center line) 0 
( ) 0 


heated to boiling). Such finite-sized random mixing is very effective in transporting energy 
and mass throughout the fluid, thereby increasing the various rate processes involved. Lami- 
nar flow, on the other hand, can be thought of as very small but finite-sized fluid particles 
flowing smoothly in layers, one over another. Randomness and mixing take place only on the 
molecular scale and result in relatively small heat, mass, and momentum transfer rates. 


14.4.2 Turbulent Velocity Profile 


Although considerable information concerning turbulent velocity profiles has been obtained 
through the use of dimensional analysis, experimentation, and semiempirical theoretical ef- 
forts, there is still no generally applicable expression for turbulent velocity profiles. 

An often-used (and relatively easy-to-use) correlation is the empirical power-law velocity 
profile 

u ( _ тт). (turbulent flow) (14.10) 

(D/2) | 
where и is the time averaged velocity at a distance ғ from the pipe centerline (see Fig. 14.5), 
and У, is the centerline velocity. In this representation, the value of п is a function of the 
Reynolds number, with typical values between n = 6 and n = 10. Typical turbulent veloc- 
ity profiles based on this power-law representation are shown in Fig. 14.6. Note that the tur- 
bulent profiles are much “flatter” than the laminar profile. 

Also note that the velocity gradient, du/dy, at the wall is much larger than in laminar flow. 
Hence, the shear stress is much greater in turbulent flow than in laminar flow. 


14.5 Pipe Flow Head Loss 


Most turbulent pipe flow analyses are based on experimental and semiempirical formulas, with 
the data conveniently expressed in dimensionless form. It is often necessary to determine the 
head loss, Лу, that occurs in a pipe flow so that the mechanical energy equation, Eq. 12.15, can 
be used in the analysis of pipe flow problems. As shown in Fig. 14.1, a typical pipe system 
usually consists of various lengths of straight pipe interspersed with various types of compo- 
nents (valves, elbows, etc.). The overall head loss for the pipe system consists of the head loss 


V14.2 Turbulence in a 
bowl 


power-law velocity profile 


V14.3 Laminar/turbu- 
lent velocity profiles 
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major loss 
minor loss 


friction factor 


relative roughness 


Moody chart 


wholly turbulent 


due to viscous effects in the straight pipes, termed the major loss and denoted hy major, and the 
head loss in the various pipe components, termed the minor loss and denoted Лу ише. That is, 


hy, a hy, major + hy, minor 


The head loss designations of “major” and “minor” do not necessarily reflect the relative 
importance of each type of loss. For a pipe system that contains many components and a rel- 
atively short length of pipe, the minor loss may actually be larger than the major loss. 


14.5.1 Major Losses 


The major loss is associated with friction (viscous) effects as the fluid flows through the 
straight pipe and can be expressed in functional form as 


hy major = F(V, D, 4, £, H, p) 


where V is the average velocity, € is the pipe length, D the pipe diameter, and £ is a length 
characterizing the roughness of the pipe wall. Although the head loss or pressure drop for 
laminar pipe flow is found to be independent of the roughness of the pipe (e.g., the pipe 
roughness does not appear in Eq. 14.4), it is necessary to include this parameter when con- 
sidering turbulent flow. The above relationship between the head loss and the other physical 
variables can be expressed as 


сү? 
Py major “Ур, (14.11) 


where f is termed the friction factor. Equation 14.11 is called the Darcy-Weisbach equation. 
The dimensionless friction factor, f, is a function of two other dimensionless terms—the 
Reynolds number based on the pipe diameter, Re = pVD/y, and the relative roughness, є/ Р. 
That is, f = f(Re, £/ D). As seen by Eq. 14.11, the head loss in a straight pipe is proportional 
to the friction factor, f, the length-to-diameter ratio, €/ D, and the velocity head, у2/ 2g. 

Figure 14.7 shows the experimentally determined functional dependence of f on Re and 
£/D. This is called the Moody chart. Typical roughness values, е, for various new, clean pipe 
surfaces are given in Table 14.1. 

The following characteristics are observed from the data of Fig. 14.7. For laminar flow, 
the friction factor is independent of the relative roughness and is a function of the Reynolds 
number only: 

f = 64/Re (laminar, Re < 2100) (14.12) 


For wholly turbulent flow, where the Reynolds number is relatively large, the friction factor is 


independent of the Reynolds number and is a function of the relative roughness only: f = f(&/ D). 


Table 14.1 Equivalent Roughness for New Pipes. 


Equivalent Roughness, € 


Pipe Feet Millimeters 
Riveted steel 0.003- 0.03 0.9—9.0 
Concrete 0.001-0.01 0.3-3.0 
Wood stave 0.0006-0.003 0.18-0.9 
Cast iron 0.00085 0.26 
Galvanized iron 0.0005 0.15 
Commercial steel 

or wrought iron 0.00015 0.045 
Drawn tubing 0.000005 0.0015 


Plastic, glass 0.0 (smooth) 0.0 (smooth) 
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0.1 
0.09 
0.08 
0.07 0.05 
0.04 
0.06 
0.03 
0.05 0.02 
0.015 
0.04 
0.01 
0.008 
0.006 
f 003 К 
0.004 D 
0.025 
0.002 
0.02 0.001 
0.0008 
0.0006 
8045 0.0004. 
0.0002. 
Transition range 2 0.0001 
0.01 0.00005 
0.009 


0.008 
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Re= РУР 
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Figure 14.7 Friction factor as a function of Reynolds number and relative roughness for round pipes—the Moody chart 


Inspection of Fig. 14.7 also indicates that between the laminar flow and wholly turbulent flow 
regimes the friction factor depends on both the Reynolds number and the relative roughness. 

For the entire turbulent flow range, friction factors can be read from the Moody chart or 
evaluated using the Colebrook formula 


1 
Vi 


which is an empirical fit of the pipe flow data. For hydraulically smooth (€ = 0) pipes the 
friction factor is given by the Blasius formula 


D 2.51 
шин ) (turbulent) (14.13) Colebrook formula 


= —2.0 log | 
“(97 Re Vf 


f = 0.316/Re'^ (turbulent, е - 0) (1414) Blasius formula 


Example 14.1 Turbulent Pipe Flow—Friction Factors 


-== 0.00001 


Air under standard conditions flows through a horizontal section of 4.0-mm-diameter drawn tubing with an average velocity 


of V = 50 m/s. Determine the pressure drop in a 0.1-m length of the tube. 


Solution 
Known: Air at standard conditions flows through a horizontal section of drawn tubing with a specified velocity. 
Find: Determine the pressure drop. 
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Assumptions: 

1. The air is modeled as an incompressible fluid with a density of р = 1.23 kg/m? and a viscosity of ju = 1.79 х 1077 N : s/m? 
(see Appendix FM-1). 

2. The flow is fully developed and steady. 

3. Minor losses are zero since we are considering only a straight portion of pipe. 


Analysis: The mechanical energy equation, Eq. 12.15, for this flow can be written as 


2 2 
шаваг шин (1) 
yY 2g ү 28 

where points (1) and (2) are located within the tube a distance 0.1 m apart. 

Since the density and tube area are constant, the mass balance gives V; = У». Also, the tube is horizontal so 21 = 22. From 
Eq. 14.11, A; = f(£/D)(V?/2g). Thus, with Ap = p, — ps, Eq. 1 becomes 
£1 
р?" 


Ap = yh, = pg h, = f -pV? (2) 


Using known data, the Reynolds number is 


Re 


VD 1.23 kg/m?)(50 m/s)(0.004 m 15 
р ( g/m”)( Х ' г. 


p 1.79 х 1075 №: s/m? 1 kg: m/s? 


which indicates turbulent flow. 
[1] For turbulent flow f = f (Re, £/ D), where from Table 14.1, € = 0.0015 mm so that £/D = 0.0015 mm/4.0 mm = 0.000375. 
From the Moody chart (Fig. 14.7) with Re = 1.37 х 10* and ғ/0 = 0.000375 we obtain f = 0.028. Thus, from Eq. 2 


21 (0.1m) 1 


IN 
pV? = (0.028) 
DA (0.004 m) 2 


1 kg: m/s? 


] kPa 
10? N/m? 


(1.23 kg/m3)(50 m/s)? 


ND = 


ог 
Ар = 1.076 kPa < 


@ An alternate method to determine the friction factor for the turbulent flow would be to use the Colebrook formula, 
Eq. 14.13. Thus, 


1 е/р 2.51 ) Gees DESIT ) 
= -2.01 | 2.01 + 
VF (97 Re Vf. 27; 1.37 x 10/7 
ОГ 
: 2.01 ( Шог 2) 
cem cu d ARX С? 
Vf 5 Vf 


A simple iterative solution of this equation gives f — 0.0291, which is in agreement (within the accuracy of reading the graph) 
with the Moody chart value of f — 0.028. 


14.5.2 Minor Losses 


Losses due to the components of pipe systems (other than the straight pipe itself) are termed 
minor losses and are given in terms of the dimensionless loss coefficient, Кү, as 


loss coefficient Ваа = Ke (14.15) 


Numerical values of the loss coefficients for various components (elbows, valves, 
entrances, etc.) are determined experimentally. 

Many pipe systems contain various transition sections in which the pipe diameter changes 
from one size to another. Any change in flow area contributes losses that are not accounted 
for by the friction factor. The extreme cases involve flow into a pipe from a reservoir (an en- 
trance) or out of a pipe into a reservoir (an exit). Some loss coefficients for entrance and exit 
flows are shown in Fig. 14.8. 


(a) Entrance flow, sharp-edged, К; = 0.5 


= 


= 


(с) Exit flow, sharp-edged, K; = 1.0 
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> 
V14.4 Entrance/exit 
(b) Entrance flow, well-rounded, K, = 0.04 flows 
уо 
р 
m> Figure 14.8 
RR Loss coefficient 


(d) Exit flow, well-rounded, Ку = 1.0 


values for 
typical entrance 
and exit flows. 


Another important category of pipe system components is that of commercially available 
pipe fittings such as elbows, tees, reducers, valves, and filters. The values of К, for such com- 
ponents depend strongly on the shape of the component and only very weakly on the Reynolds 
number for typical large Re flows. Thus, the loss coefficient for а 90° elbow depends оп 
whether the pipe joints are threaded or flanged, but is, within the accuracy of the data, fairly 
independent of the pipe diameter, flow rate, or fluid properties—that is, independent of the 
Reynolds number. Typical values of K; for such components are given in Table 14.2. 


ү? 
Table 14.2 Loss Coefficients for Pipe Components (һ = Кү У) 
8 


Component К, 
а. Elbows —1 
Regular 90°, flanged 0.3 V= 
Regular 90°, threaded 1.5 E 
Long radius 90°, flanged 0.2 
Long radius 90°, threaded 0.7 Ї 
Long radius 45°, flanged 0.2 21 elbows 
Regular 45°, threaded 0.4 vo Я 
b. 180° return bends NN 
180° return bend, flanged 0.2 
180° return bend, threaded 1.5 y= 
c. Tees return 
Line flow, flanged 0.2 ) bend 
Line flow, threaded 0.9 < 
Branch flow, flanged 1.0 
Branch flow, threaded 2.0 
d. Union, threaded 0.08 1 1 
vo -»- 
е. Valves 
Globe, fully open 10 tees 
Angle, fully open 2 j ' 
Gate, fully open 0.15 ү ә E, 
Ball valve, fully open 0.05 


У > =» union 
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14.6 Pipe Flow Examples 


In the previous sections of this chapter we discussed concepts concerning flow in pipes. The 
purpose of this section is to apply these ideas to the solutions of various practical problems. 
The nature of the solution procedure for pipe flow problems can depend strongly on which of 
the various parameters are independent parameters (the “Кпоууп”) and which is the dependent 
parameter (the "find"). The two most common types of problems are discussed below. 

In a Type I problem we specify the desired volumetric flow rate or average velocity and 
determine the necessary pressure difference, head added by a pump, head removed by a tur- 
bine, or head loss. For example, if a volumetric flow rate of 2.0 gal/min is required for a 
dishwasher that is connected to the water heater by a given pipe system, what pressure is 
needed in the water heater? 

In a Type II problem we specify the applied driving pressure (or, alternatively, the head 
loss) and determine the volumetric flow rate. For example, how many gal/min of hot water 
are supplied to the dishwasher if the pressure within the water heater is 60 psi and the pipe 
system details (length, diameter, roughness of the pipe; number of elbows; etc.) are specified? 


Example 14.2 Pressure Drop with Major/Minor Losses (Type || 


Water at 60 °F (p = 1.94 slug/ft? and p = 2.34 х 107° Ibf - s/ft) flows from the basement to the second floor through the 0.75- 
іп. (0.0625-ft)-diameter copper pipe (a drawn tubing) at a rate of Q = 12.0 gal/min = 0.0267 ft/s and exits through a faucet of 
diameter 0.50 in. as shown in Fig. E14.2. Determine the pressure at point (1) if both major and minor losses are included. 


Solution 


Known: Water, with specified properties, flows at a given flow rate through a piping system containing straight sections of 
pipe and various pipe fittings. 
Find: Determine the pressure at the upstream end of the piping system. 


Schematic and Given Data: 


0.75-in. diameter 
copper pipe 


(6)4 


Faucet is а 
wide open angle 


valve 
шш “alee ft M 
e. 


(2) Assumptions: 
1. The water is modeled as an incompressible fluid. 
2. The flow is steady and fully developed in the straight 


10 ft Wide open 


12.0 
gal/min JO 


(D 


150—4 


| globe valve Н E 
3! 0.50-іп. sections of pipe. 
(5) diameter 3. The water flows from the faucet as a free jet at atmos- 
| g pheric pressure. 
Threaded 
90° elbows 


Figure Е14.2 


Analysis: Since the fluid velocity in the pipe is given by V; = Q/A; = Q/(mD?/4) = (0.0267 ft?/s)/[7(0.0625 ft)?/4] = 


8.70 ft/s, it follows that 


A pVD (1.94 slug/ft*)(8.70 ft/s)(0.0625 _ 1 lbf 
we = 


р (2.34 х 1079 Ibf - s/ft”) 1 slug ` ft/s? 
45,000 


ll 


Thus, the flow is turbulent. 
The governing equation is the following form of the mechanical energy equation (Eq. 12.15). 


у? v2 
i шэг 211 
М Ж y» 28 
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where z; = 0, z = 20 ft, p, = 0 (gage), y = pg = 62.4 Ibf/fC. The velocity of the stream exiting the faucet is V; = Q/A, = 
(0.0267 ft*/s)/[m(0.50/12)*ft?/4] = 19.6 ft/s. Solving for р, 


1 
Ө Е (1) 


If the only losses were the major losses, the head loss would be 


From Table 14.1 the roughness for a 0.75-in.-diameter copper pipe (drawn tubing) is е = 0.000005 ft so that £/D = 8 х 1077, 
With this €/D and the calculated Reynolds number (Re = 45,000), the value of fis obtained from the Moody chart as f = 0.0215. 
Note that the Colebrook equation (Eq. 14.13) would give the same value of f. The total length of the pipe is € = (15 + 10 + 
5 + 10 + 20) ft = 60 ft and Eq. І gives 


1 е Vi 
Pi = үг і 2Р(У2 Vi) + 287 3 
1.94 slug/ft нү m 1 lbf 
= (62.4 Ib/f?)(20 ft) ---2-225 (196 ) (зло )| шан 
2 8 8 1 slug : ft/s 
60 ft (8.70 ft/s)” 1 lbf 
+ (1.94 slug/ft* 0.0215)( ) 
шаш! Moosi) 2 lsu fus 
e = (1248 + 299 + 1515) Ibf/f? = 3062 Ibf/ft? (gage) 
or 
pi = 21.3 psi 


If major and minor losses are included, Eq. 1 becomes 


у? 
| i= 
DOS Ур L 


The sum of first three terms, which account for the elevation change, the kinetic energy change, and the major losses, has 
been evaluated above as 21.3 psi. The last term accounts for the minor losses. Accordingly, 


ү2 
р = 21.3 рзі + Ук. (2) 


The loss coefficients of the components (K, = 1.5 for each elbow, Ку = 10 for the wide-open globe valve, Ку = 2 for the 
wide open angle valve) are obtained from Table 14.2. Thus, 


1 lbf 
1 slug - ft/s? 


Wi 4, (8.70 ft/s)” 
рК, = (1.94 slug/ft*) 5 [10 + 4(1.5) + 2] 


110 
= 1321 Ibf/ft? : 
14 


їй, 


= 9.17 psi (3) 


By combining Eqs. 2 and 3 we obtain the entire pressure drop as 


pi = (21.3 + 9.17) psi = 30.5 psi (gage) <1 


@ Losses typically play an important role in the analysis of flow through a pipe system. In this example a simple calculation 
reveals that if all losses are neglected (i.e., f = 0 and УК; = 0) the pressure would be p, = yz; + p(V3 — V?)/2 = 10.7 psi. 
This compares with the value of p, = 30.5 psi which was calculated including both major and minor losses. Thus, it is ap- 
parent that the neglect of losses for this type of problem would lead to very significant errors. 


Ө Since we used gage pressure at point (2) (i.e., p; = 0), the result for p, is also gage pressure. 


324 Chapter 14. Internal and External Flow 


Example 14.3 Pipe Flow with Pumps (Туре |) 


Crude ой at 140°F with y = 53.7 ІЫ, р = 1.67 slug/ft®, апар = 8 х 10^? Ibf - s/ft” (about four times the viscosity of wa- 
ter) is pumped across Alaska through the Alaskan pipeline, a 799-mile-long, 4-ft-diameter steel pipe, at a maximum rate of 
О = 2.4 million barrels/day = 117 ft/s, or V = Q/A = 9.31 ft/s. Determine the power added to the fluid by the pumps that 
drive this large system. 


Solution 
Known: Oil, with specified properties, is pumped through a long, constant diameter pipeline at a given volumetric flow rate. 
Find: Determine the power added to the fluid by the pumps that drive this system. 


Schematic and Given Data: 


Oil: у = 53.7 Ibf/tt? 2 
p = 1.67 slug/ft? g = 32.2 fus? 4-ft-diameter, 
LL — 8 x 10> Ibf - s/f Ке mile-long 


27 steel pipe 
EE x N 


Assumptions: 
1. The oil is modeled as an incompressible fluid with properties given in the problem statement. 
2. The flow is fully developed and steady. 
3. The oil is pumped from a large, open tank at sea level at the beginning of the pipe line to another large, open tank at sea 
level at the end. 
4. Since the tank diameters are very large relative to the pipe diameters, the velocities at (1) and (2), V, and У,, are much 
smaller than the velocity V within the pipe and can be neglected. 

@ 5. Because of the extremely large length-to-diameter ratio of the pipe, minor losses are assumed negligible compared to ma- 
jor (frictional) losses in the pipe. 


Figure / 446) 


Analysis: From the mechanical energy equation (Eq. 12.15) we obtain 


Pi Vi P2 у; 
t t Р і t Л 1 
y 2g 2) p y 2g Z2 1, (1) 


where points (1) and (2) represent locations within the large holding tanks at either end of the line. The pump head, h, = = 14 /mg, 
is the head provided to the oil by the pumps; W, is the power provided to the oil by the pumps. Note that л, > 0 and ТА = (0) 
The pump adds head (mechanical energy) to the flow. With z, = 2 (pumped from sea level to sea Бо Ру = Po = М = 
У, = 0 (large, open tanks), and A; = hy major = (f¢/D)(V7/2g), Eq. 1 becomes 


hy =h = f= — (2) 


From Table 14.1, € = 0.00015 ft so that ғ/0 = (0.00015 ft/4 ft) = 3.75 х 107°. Using given data 


_ pVD _ (1.67 slug/ft*)(9.31 ft/s)(4 ft) 1 lbf 
d p 8 X 1075 lbf - s/f£ 1 slug - ft/s? 
= 7.16 x10 


Thus, by inspection of Fig. 14.7, the friction factor is f = 0.0125 so that Eq. 2 gives 


(9.31 ft/s)? 
2(32.2 ft/s?) 


5280 ft 
mile 


799 mies) 
4% 


m = 00125( 


= 17,700 ft 


14.7 Ріре Volumetric Flow Rate Measurement 


With Eq. 12.16, the power required is ТА = О or 


wW, = Е 7 ы (шт Jar 700 ft) iun 
ө ? "e qu 550 ft - Ib/s 


= 202,000 hp < 
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ФАп indication of the relative importance of major and minor head losses can be seen by considering the ratio 
hy тәіг/ lt, minor = [(/€/D)V?/2g]/[K, V?/2g] = (f €/D)/K;, which is directly proportional to the length-to-diameter ratio. For 
the Alaskan pipe line, £/D = (799 mi)|5280 ft/mi|/(4 ft) = 1.05 х 10° >> 1, so that it is reasonable to neglect minor losses. 

Ө There are many reasons why it is not practical to move the oil with a single pump of this size. First, there are no pumps this 
large. Second, if the pump were located near the tank at the beginning of the pipeline, application of the mechanical energy 
from the outlet of the pump to the end of the pipeline would show that the pressure at the pump outlet would need to be 
р = yh, = (53.7 Ibf/f?)(17,700 ft) |L #2/144 in?| = 6600 psi. No practical 4-ft-diameter pipe would withstand this pressure. 

To produce the desired flow, the actual system contains 12 pumping stations positioned at strategic locations along the pipeline. 
Each station contains four pumps, three of which operate at any one time (the fourth is in reserve in case of emergency). 


Pipe flow problems in which it is desired to determine the volumetric flow rate for a given 
set of conditions (Type П problems) often require trial-and-error solution techniques. This is 
because it is necessary to know the value of the friction factor to carry out the calculations, 
but the friction factor is a function of the unknown velocity (flow rate) in terms of the Reynolds 
number. The solution procedure is indicated in Example 14.4. 


Example 14.4 Pipe Flow Rate (Type Il) 


According to an appliance manufacturer, the 4-in.-diameter vent on a clothes dryer is not to contain more than 20 ft of pipe 
and four 90° elbows. Under these conditions determine the air volumetric flow rate if the gage pressure within the dryer is 


0.20 inches of water. 


Assume both the specific weight and the kinematic viscosity of the heated air to be constant and equal to y = 0.0709 
Ibf/ft?, and v = р/р = 1.79 х 1074 ft’/s, respectively, and that the roughness of the vent pipe surface is equivalent to that of 


galvanized iron. 


Solution (CD-ROM) 


Pipe Volumetric Flow Rate Measurement (CD-ROM) 


External Flow 


In this part of the chapter we consider various aspects of the flow over bodies that are im- 
mersed in a fluid. Examples include the flow of air around airplanes, automobiles, and falling 
snowflakes, or the flow of water around submarines and fish. In these situations the object 
is completely surrounded by the fluid and the flows are termed external flows. 

A body immersed in a moving fluid experiences a resultant force due to the interaction 
between the body and the fluid surrounding it. We can fix the coordinate system in the 
body and treat the situation as fluid flowing past a stationary body with velocity U, the 
upstream velocity. 


upstream velocity 
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lift coefficient 
drag coefficient 


boundary layer 


boundary layer thickness 


The resultant force in the direction of the upstream velocity is termed the drag, 9», and 
the resultant force normal to the upstream velocity is termed the Zift, £. The lift and drag are 
often obtained from dimensionless lift coefficients, Сү, and drag coefficients, Cp, which are 
defined as follows 

Gj 


and (C52 ———— 
"o PpUA 


(14.18) 


ӨЛ ToU'A 
where A is a characteristic area of the object. Typically, A is taken to be the frontal area— 
the projected area seen by a person looking toward the object from a direction parallel to the 
upstream velocity, U. Values of the lift and drag coefficients are determined by an appropri- 
ate analysis, a numerical technique, or, most frequently, from experimental data. 

External flows past objects encompass an extremely wide variety of fluid mechanics phe- 
nomena. For a given-shaped object, the flow characteristics may depend very strongly on 
various parameters such as size, orientation, speed, and fluid properties. As discussed in 
Chapter 13, to simplify the presentation and organization of the data and to more easily char- 
acterize the flow properties, the various physical data are normally presented in terms of di- 
mensionless parameters. For Example... we normally use the dimensionless lift and drag 
coefficients of Eqs. 14.18 rather than lift and drag. A 
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Perhaps the simplest example of an external flow is the steady, incompressible flow past a 
flat plate parallel to the flow as illustrated in Fig. 14.12. The fluid approaches the plate with 
a uniform upstream velocity U. Since the fluid viscosity is not zero, it follows that the fluid 
must stick to the solid surface of the plate—the no-slip boundary condition. This experi- 
mentally observed condition is, perhaps, obvious for viscous fluids such as honey. It is equally 
valid for all fluids, even those like water and air which do not appear to be so viscous. 

As indicated in Fig. 14.12, the fact that the fluid adheres to the surface requires the exis- 
tence of a region in the flow in which the velocity of the fluid changes from 0 on the sur- 
face to U some distance away from the surface. This relatively thin layer next to the surface 
is termed the hydrodynamic boundary layer. Outside of the boundary layer the fluid flows 
with velocity U parallel to the plate as if the plate were not there. 

At each location x along the plate, we define the boundary layer thickness, 8(x), as that 
distance from the plate at which the fluid velocity is within some arbitrary value of the up- 
stream velocity U. As shown in Fig. 14.13, for simplicity in this introductory discussion, we 
take this arbitrary value as 0.99 (1.е., 99%). Thus, и = 0 at y = 0 апаи = 0.99U at y = 6, 
with the velocity profile и = u(x, y) bridging the boundary layer thickness. 
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Figure 14.12 Distortion of a fluid particle as it flows within the boundary layer. 
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An appreciation of the structure of the boundary layer flow can be obtained by consider- 
ing what happens to a fluid particle that flows into the boundary layer. As is indicated in 
Fig. 14.12, a small rectangular particle retains its original shape as it flows in the uniform 
flow outside of the boundary layer. Once it enters the boundary layer, the particle begins to 
distort because of the velocity gradient within the boundary layer—the top of the particle 
has a larger velocity than its bottom. At some distance downstream from the leading edge, 
the boundary layer flow makes the transition to turbulent flow and the fluid particles become 
greatly distorted because of the random, irregular nature of the turbulence. 


14.8.1 Laminar Boundary Layer Characteristics Figure 14.13 Boundary 
layer thickness. 
Various characteristics of boundary layer flow can be calculated. For example, it can be shown 


that the boundary layer thickness for laminar boundary layer flow along a flat plate is given by 


d(x) = 5 (5 (laminar) (14.19) 


where v = w/p is the kinematic viscosity. Note that the boundary layer thickness increases 
in the downstream direction (increasing x) and decreases as the velocity, U, increases or the 
kinematic viscosity, v, decreases. 

In addition, for a flat plate of length € and width b, the drag, 9), on one side can be ex- 
pressed in terms of the drag coefficient, Cp, as 


|. 9 1328 
3р(756 Мег 


where Re, = U€/v is the Reynolds number based оп the plate length. Note that Eqs. 14.19 
and 14.20 are valid only for laminar boundary layers. 


(laminar) (14.20) 


Cp 


14.8.2 Transition from Laminar to Turbulent Flat Plate Flow 


The analytical results given in Eqs. 14.19 and 14.20 are restricted to laminar boundary layer | aa 
flows along a flat plate. They agree quite well with experimental results up to the point where 
the boundary layer flow becomes turbulent. A transition to turbulent flow will occur for any ү147 Laminar/ 
free stream velocity and any fluid provided the plate is long enough. The parameter that gov- turbulent transition 
erns the transition to turbulent flow is the Reynolds number—in this case the Reynolds num- 
ber based on the distance from the leading edge of the plate, Re, = Ux/v. 
The value of the Reynolds number at the transition location is a rather complex function 
of various parameters involved, including the roughness of the surface, the curvature of the 
surface (e.g., a flat plate or a sphere), and some measure of the disturbances in the flow out- 
side the boundary layer. On a flat plate with a sharp leading edge in a typical fluid stream, 
the transition takes place at a distance x, from the leading edge and is given in terms of the transition 
critical Reynolds number, Re, = Ux,/v = 5 X 10°. critical Reynolds number 


Example 14.0 Boundary Layer Thickness and Transition 


A fluid flows steadily past a flat plate with a velocity of U — 10 ft/s. At approximately what location will the boundary layer 
become turbulent, and how thick is the boundary layer at that point if the fluid is (a) water at 60°F, (b) air at standard con- 
ditions, or (c) glycerin at 68?F? 


Solution 
Known: The fluids stick to the plate to form a boundary layer. 
Find: Determine the location of the transition point and the boundary layer thickness at that location. 
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Assumptions: 


1. The boundary layer flow is laminar up to the transition point. 
2. Transition to turbulent flow occurs at Re,. = 5 X 10°. 
3. Values for the fluid viscosities obtained from Appendix FM-1 are given in the table below. 


Analysis: For any fluid, the laminar boundary layer thickness is found from Eq. 14.19 as 


vx 
80) = Б (1) 


The boundary layer remains laminar up to 


WO. — 58 € 10? 
U 10 ft/s 


v = (5 X 10' s/ft) v (2) 


Xe 


Combining Eqs. 1 and 2, the boundary layer thickness at the transition point is 


12 


1/2 
T (5 x 10* 2 = (354 s/ft) v 


89-4 


The resulting x, апа 6(x,) values аге listed in the table below along with the corresponding values of v obtained from 


Appendix FM-1. 


Fluid v (ft/s) x, (ft) S(x.) (ft) 
@ a. Water 1221 x TO 0.605 0.00428 < 
b. Air 157 9% 1077 7.85 0.0556 
с. Glycerin 1229.55 1022 640.0 4.53 


@ As shown by the data, laminar flow can be maintained оп a longer portion of the plate if the viscosity is increased. How- 
ever, the boundary layer flow eventually becomes turbulent, provided the plate is long enough. Similarly, the boundary 
layer thickness is greater if the viscosity is increased. 


14.8.3 Turbulent Boundary Layer Flow 


The structure of turbulent boundary layer flow is very complex, random, and irregular. It 
shares many of the characteristics described for turbulent pipe flow in Section 14.4. In 
particular, the velocity at any given location in the flow is unsteady in a random fashion. 
The flow can be thought of as a jumbled mix of intertwined eddies (or swirls) of differ- 
ent sizes (diameters and angular velocities). The various fluid quantities involved 
(i.e., mass, momentum, energy) are transported downstream as in a laminar boundary 
layer. For turbulent flow they are also transported across the boundary layer (in the di- 
rection perpendicular to the plate) by the random transport of finite-sized fluid particles 
associated with the turbulent eddies. There is considerable mixing involved with these 
finite-sized eddies—considerably more than is associated with the mixing found in laminar 
flow where it is confined to the molecular scale. Consequently, the drag for turbulent 
boundary layer flow along a flat plate is considerably greater than it is for laminar bound- 
ary layer flow. 

Owing to the complexity of turbulent boundary layer flow, it is necessary to use an em- 
pirical relationship for the drag coefficient. In general, the drag coefficient, Cp = 9/5 pU?^A, 
for a flat plate of length €, width b, and area A = £b is a function of the Reynolds number, 
Кее, and the relative roughness, £/€, where € is the surface roughness. The results of nu- 
merous experiments covering a wide range of the parameters of interest are shown in 
Fig. 14.14. For laminar boundary layer flow the drag coefficient is a function of only the 
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Figure 14.14 Drag coefficient for a 
flat plate parallel to the upstream 
flow. 
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Reynolds number—surface roughness is not important. This is similar to laminar flow in a 
pipe. However, for turbulent flow, the surface roughness does affect the shear stress and, 
hence, the drag coefficient. This, also, is similar to turbulent pipe flow. Values of the rough- 
ness, €, for different materials can be obtained from Table 14.1. 


Example 14.7 Drag on a Flat Plate 


A 4-ft by 8-ft piece of plywood is fastened to the roof rack of a car that is driven through still air at 55 mph = 80.7 ft/s. 
Estimate the drag caused by shear stress on the top of the plywood. 


Solution 
Known: Аш flows past а 4-ft by 8-ft piece of plywood with a velocity of 80.7 ft/s. 
Find: Determine the drag on the top surface of the plywood. 


Assumptions: 

1. The top surface of the plywood is parallel to the upstream air flow, which has a velocity of 80.7 ft/s. 

2. The straps used to tie the plywood to the roof rack do not significantly interfere with the boundary layer flow along the 
plywood surface. 

3. The surface roughness of the plywood is £ = 0.003 ft (see Table 14.1). 

4. The air is at standard conditions with p = 0.00238 slug/ft® and р = 3.74 х 1077 Ibf- s/ft? (see Appendix FM-1). 

5. The plywood is aligned with its 8 ft edge parallel to the road. 


ө Analysis: If, as assumed, (һе plywood is aligned exactly parallel to the upstream flow, then the friction drag, 9), caused by 
the shear stress on the top of the plywood can be determined from 


Ф = 1pU^tbCp (1) 


where the drag coefficient, Cp, is a function of the relative roughness, 2/6, and Reynolds number, Re; = pU€/p, as given in 
Fig. 14.14. Also, A = €b = 4 ft X 8 ft = 32 ft’. 
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With the given data we obtain 


U€ (0.00238 slug/ft*)(80.7 ft/s)(8 ft 1 lbf 
2) Re, = * =! : | л | 2 „| = 4.11 x 10° 
ftt Be AO mal bi 5/6 1 slug - ft/s 
and 
€ 0.003 ft 
--- = 278% Ше 
р 8 ft 3750010 


Ө Thus, as seen іп Fig. 14.14, the boundary layer flow is in the turbulent flow regime and the drag coefficient is read from the 
figure to be approximately Cp = 0.0066. Hence, from Eq. 1, 


1 lbf 


D = (1/2)(0.00238 slug/ft*)(80.7 ft/s)*(8 ft)(4 ft)(0.0066) tus 
1 slug : ft/s 


= 1.64 lbf < 


Ө In reality, the air velocity past the plywood is not equal to the upstream velocity of the air approaching the car because the air 
accelerates as it passes over the car. In addition, the air after passing over the car’s hood and windshield is probably not aligned 
directly parallel to the plywood. This fact can dramatically affect the net force (lift and drag) on the plywood. 


@ If the same 4-ft by 8-ft plywood were aligned with its 4-ft edge parallel to the road, the Reynolds number, which is based 
on the length € = 4 ft, would be smaller by a factor of two (Re, = 2.05 х 10° rather than 4.11 х 10°), and the corre- 
sponding drag coefficient would be somewhat smaller (Cp = 0.0062 rather than 0.0066, see Fig. 14.14). Thus, the drag is 
a function of the orientation of the plate (short or long edge parallel to the flow). This results from the fact that the shear 
stress is a function of the distance from the leading edge of the plate. 


@ If the plywood were made very smooth, £/D = 0, the drag coefficient would be reduced to approximately Cp = 0.0030 
and the drag would be reduced to approximately 9) — 0.745 Ibf. 


14.9 General External Flow Characteristics 


The characteristics of flow past a zero-thickness flat plate are discussed in Sec. 14.8. As dis- 
cussed below, additional phenomena occur for flow past bodies with non-zero thickness. In par- 

friction drag ticular, for such bodies, there are two contributions to the drag: friction drag and pressure drag. 

pressure drag As a fluid flows past a body, friction exerts its effect in two ways. One is the direct ap- 
plication of a friction (viscous) force caused by the shear stress acting on the body. This is 
the friction drag. The other is related to the fact that frictional effects within the flowing fluid 
can drastically alter the path that the fluid takes when flowing around the body. Such fric- 
tional effects produce an irreversible pressure drop in the direction of flow, resulting in lower 
pressure on the back of the object than that on the front. This produces the pressure drag. 

The total drag is found from 


D = 1oU?AC, (14.21) 


where p is the density of the fluid, U is the upstream velocity, A is the frontal area, and Cp 
is the drag coefficient. As for the case of the flat plate discussed previously, the drag 
coefficient is a function of dimensionless parameters such as the Reynolds number and the 

relative roughness of the surface. 
Consider the flow of an incompressible fluid past a smooth circular cylinder. For this case 
Ф the drag coefficient is а function of the Reynolds number only, as shown іп Fig. 14.15. (The 
figure also provides drag coefficient data for flow past a smooth sphere.) As noted from 
Eq. 14.21 the drag force is proportional to Ср times U’. Thus, although the value of Cp may 
decrease with increasing Reynolds number, the drag tends to increase as the upstream velocity 

U increases (i.e., as the Reynolds number increases). 


D ~ CpU? 
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Figure 14.15 Drag coefficient as a function of Reynolds number for a smooth circular cylinder and 
a smooth sphere. 


Five cases labeled (A) through (E) are indicated in Fig. 14.15; typical flow patterns for 
these cases are shown in Fig. 14.16. Case (A) corresponds to a small Reynolds number 21 
flow (Ке < 1). For this case the flow is essentially symmetric about the sphere. For some- 
what larger Reynolds number [Re ~ 10, case (B)] the symmetry is lost and a stationary 
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Figure 14.17 Flow past a circular cylinder, Re = 10°. 


separation region occurs at the rear of the cylinder. At still larger Reynolds numbers [Re ~ 
100, case (C)] the separation region grows, becomes unsteady, and forms an oscillating wake 
behind the cylinder, with swirls being shed alternately from the top and bottom of the cylin- 
der. If the Reynolds number is large enough [cases (D) and (E)], a turbulent wake forms 
behind the cylinder. 

The wake is a result of boundary layer separation, a phenomenon in which at some lo- 
cation (the separation location) the fluid flowing around the object does not continue in 
the direction parallel to the surface, but veers away from the surface. The result is a low- 
pressure wake region behind the cylinder. If the boundary layer is laminar [case (D) in 
Fig. 14.16], the wake is wide; if the boundary layer is turbulent [case(E) in Fig. 14.16], 
the wake is relatively narrow. This narrowing of the wake as the boundary layer becomes 
turbulent is the cause of the dip in the Cp vs Re curve of Fig. 14.15 that occurs in the range 
of 10° < Re < 10°. 

Figure 14.17 shows the flow past a circular cylinder for Re = 10°, corresponding to case 
(D) considered above. The figure shows a relatively thin (6 << D) boundary layer, the point 
of boundary layer separation, and the low-pressure wake region behind the cylinder. 

A review of Fig. 14.16 would correctly suggest that the pressure drag is significant in cases 
such as (D) and (E) for which a low-pressure wake region occurs. On the other hand, in the low- 
Reynolds-number case (A) there is no separation and the pressure drag contribution to the total 
drag is much less than the friction drag. As the Reynolds number increases and a wake becomes 
established behind the cylinder, the pressure drag assumes a greater role in determining the total 
drag. Eventually, at large enough Reynolds number, pressure drag dominates. 


14.10| Drag Coefficient Data 


Most of the information pertaining to drag is a result of numerous experiments with wind tun- 
nels, water tunnels, towing tanks, and other ingenious devices that are used to measure the drag 
on scale models. Typically, the result for a given shape is given as a drag coefficient, Cp. 

Figure 14.14 gives drag coefficient data for a flat plate parallel to the upstream flow. Figure 
14.15 gives data for flow past smooth cylinders and spheres. Figure 14.18 gives data for var- 
ious objects of interest. It might be recalled that the racing bicycle data of this table are used 
in the discussion of power in Sec. 3.2.2. 

Clearly the drag coefficient for an object depends on its shape, with shapes ranging from 
those that are streamlined to those that are blunt. The amount of streamlining can have a 
considerable effect on the drag. The goal in streamlining is to eliminate boundary layer 
separation. In such cases the pressure drag is minimal and the drag is mainly friction drag 
For Example... the total drag force on the two-dimensional streamlined strut of length b 
shown in Fig. 14.19 is the same as for the circular cylinder (also of length b) shown to 
scale. Although the strut is 10 times larger than the cylinder (Asru = 1000 and Ауа = 
Db), its drag coefficient is 10 times smaller. There is no boundary layer separation for the 
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Figure 14.18 Typical drag coefficients for objects of interest; Re = 10. 
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Figure 14.10 Two objects of considerably different size that have the same drag force: (a) circular 
cylinder Cp = 1.2, (b) streamlined strut Cp = 0.12. The length of each object is b. 


#8 streamlined strut, so its wake is very narrow, оп the order of that for the much smaller сіг- 
cular cylinder whose low pressure wake is approximately the width of the cylinder. For 
У14.11 Skydiving the strut, friction drag is the main contributor to the total drag, whereas for the cylinder, 


TAR pressure drag is most important. A 


Example 14.8 Drag on an Automobile 


As discussed in Sec. 1.2.2, the fuel economy of an automobile can be increased by decreasing the aerodynamic drag on the 
vehicle, especially at highway speeds. As indicated in Fig. Е14.8, by appropriate consideration of numerous design aspects 
(from the overall shape of the vehicle to the use of recessed door handles and radio antennas), it has been possible to lower 
the drag coefficient from a typical value of 0.55 for a 1940 model car to 0.30 for a 2003 model. For each of the models shown 
in the figure, determine the aerodynamic drag and the power needed to overcome this aerodynamic drag at a highway speed 
of 65 mph = 95.3 ft/s. 


Solution 
Known: Аш flows past two cars with known drag coefficients with a velocity of 95.3 ft/s. 
Find: Determine the drag on each of the cars and the power required to overcome the drag. 


Schematic and Given Data: 


oco e$ 


1940: Cp = 0.55 2003: Cp = 0.30 
b = width = 5.2 ft b = width = 5.2 ft 
h = height = 5.1 ft h = height = 4.3 ft 
Figure E14.8 
Assumptions: 


1. The cars are driven steadily on a calm day so that the upstream velocity is 95.3 ft/s. 
2. Тһе air is at standard conditions with p — 0.00238 slug/ft? and u = 3.74 X 1077 Ibf - s/f (see Appendix FM-1). 
3. The power, W, needed to overcome the aerodynamic drag, %, is equal to the upstream velocity times the drag; W = О. 


Analysis: Тһе drag on the cars can be calculated from 
(1) Ф = 3pU'AC; (1) 


where (һе drag coefficients are given in Fig. E14.8. The frontal area is А = bh, where b is the width of the car and Л is its 
height. 


Thus, with the given data for the 1940 model, from Eq. 1 we obtain 


1 lbf 
D949 = (1/2)(0.00238 slug/ft*)(95.3 ft/s) (5.20 ft X 5.10 ft)(0.55) | 


= 158 lbf < 
Similarly, for the 2003 model, 


1 lbf 
Das = (1/2)(0.00238 slug/ft?)(95.3 ft/s)?(5.20 ft x 4.30 1030) 


1 slug : ft/s? 


1 slug : ft/s? 
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= 725 iin? d 
The power required to overcome the drag is obtained from the equation W = UJ. Hence for the 1940 model we obtain 
Wios = (95.3 ft/s)(158 Ibf | гэр 
ши ) [sso f - ts 
= 27Аһр < 
whereas, for the 2003 model 
W. 95.3 ft/ 72510) Тір 
= POMEL : = a 
жез = ( i 1550 fe- b/s 


= 12.6hp < 


@ Since 9 — A C. p. the reduction in drag and power for the 2003 model relative to the 1940 model is due to two factors: 
(1) the smaller frontal area (Азу; = 5.20 ft X 4.30 ft = 22.4 f compared to Аду = 5.20 ft X 5.1 ft = 26.5 #2) and (2) the 


more streamlined shape with a lower drag coefficient (Сіоз = 0.30 compared to Ср = 0.55). 


Ө Note that the power required to overcome the aerodynamic drag is № = 0% = 3 pU°ACp. That is, the power is proportional 
to the speed cubed. Hence, the power required to overcome the aerodynamic drag at 65 mph is (65 mph/55 mph)? = 1.65 
times greater than it is at 55 mph. High speed driving is not as energy efficient as driving at a lower speed. 


14.11 Іі 


Any object moving through a fluid will experience a net force of the fluid on the object. For 
symmetrical objects, this force will be in the direction of the upstream flow—a drag, ©. If 
the object is not symmetrical (or if it does not produce a symmetrical flow, such as the flow 
around a rotating sphere), there may also be a force normal to the upstream flow—a lift, £. 

The most important parameter that affects the lift is the shape of the object, and consid- 
erable effort has gone into designing optimally shaped lift-producing devices. Typically, the 
lift is given in terms of a lift coefficient, C; (see Eq. 14.18). 

Most common lift-generating devices (e.g., airfoils, fans and spoilers on cars) operate in 
the large Reynolds number range in which the flow has a boundary layer character, with vis- 
cous effects confined to the boundary layers and wake regions. Most of the lift comes from 
the pressure acting on the surface. 

Since most airfoils are thin, it is customary to use the planform area, A — bc, in the defini- 
tion of the lift coefficient. Here b is the length of the airfoil (wing tip to wing tip) and c is the 
chord length (the distance from the leading edge to the trailing edge). Typical lift coefficients so 
defined are on the order of unity. That is, the lift force is on the order of the dynamic pressure 
times the planform area of the wing, £ = (pU?/2)A. The wing loading, defined as the average 
lift per unit area of the wing, £/A, therefore, increases with velocity. For Example... the wing 
loading of the 1903 Wright Flyer aircraft was 1.5 Ibf/f, while for the present-day Boeing 747 
aircraft it is 150 Ibf/f?. The wing loading for a bumble bee is approximately 1 Ibf/fC. A 


wing loading 
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As indicated in Fig. 14.20, the lift coefficient for a wing is a function of the angle of 
attack, a. For small angles of attack, the lift coefficient increases with a, the air flows 
smoothly over the wing, and there is no boundary layer separation. The wing is a stream- 
lined object. However, for sufficiently large angles of attack the airfoil behaves as a blunt 
object, there is boundary layer separation on the upper surface, and the lift coefficient 

stall suddenly decreases. This condition, termed stall, is a potentially dangerous situation, 
especially at low altitudes where there is not sufficient altitude for the plane to recover 
from the sudden loss of lift. 


Example 14.0 Human-Powered Flight 


In 1977 the Gossamer Condor (see Fig. E14.9) was recognized for being the first human-powered aircraft to complete a 
prescribed figure-of-eight course around two turning points 0.5 mi apart. The following data pertain to this aircraft: flight 
velocity = U = 15 ft/s, airfoil length = b = 96 ft, chord length = с = 7.5 ft (average), weight (including pilot) = W = 
210 Ibf. Determine the lift coefficient, С). 


Solution 
Known: Data for a human-powered aircraft. 
Find: Determine the lift coefficient needed. 


Schematic and Given Data: 


Assumptions: 

1. The aircraft is flown at a steady speed and a constant altitude. 

2. Portions of the aircraft other than the wing (i.e., the tail or fuselage) do 
not contribute to the lift. 

3. The aircraft is flown through standard sea level air with p = 0.00238 slug/ft? 
(see Appendix FM-1). 


Figure Е14.0 


Analysis: For steady flight conditions the lift must be exactly balanced by the weight, or 
= S2 02107 
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Thus, 
сс 
Я 
@ where A = bc = 96 ft X 7.5 ft = 720 fC, W = 210 Ibf, and p = 2.38 х 1077 slug /ft* for standard air. This gives 
су 2(210 158) | slug - ft/s? 
^^ (2.38 x 1077 slug/ft?)(15 ft/s (72082) | 1158 
or 
(2) @, = -4 


@ The wing loading for this aircraft is only W/A = 210 Ibf/720 ft? = 0.292 Ibf/fC, well below that of even (һе 1903 Wright 


Flyer (1.5 ТЫЛ?) or a bumble bee (1.0 Ibf/ft?). 
Ө This calculated lift coefficient value is consistent with the data for the airfoil of Fig. 14.20. 


14.12] Chapter Summary and Study Guide 


In this chapter we have considered the application of fluid mechanics principles to internal 
flows through pipes and to external flows past various objects. 

We have investigated how the flow in a pipe depends on system parameters such as the pipe 
diameter, length and material from which it is made; fluid properties such as viscosity and den- 
sity; the pressure drop or head loss along the pipe; elevation differences along the pipe; and the 
mechanical energy that devices such as pumps and turbines add to or remove from the fluid. We 
have considered characteristics of both laminar and turbulent flows and have seen how the analysis 
of a pipe system can be quite different depending on which type of flow occurs. 

We have described the general interaction between an object and the surrounding fluid 
flowing past it in terms of pressure and viscous forces and the boundary layer that develops 
along the surface of the object. We have indicated how the characteristics of the boundary 
layer flow (i.e., laminar or turbulent, separated or not separated) influence the drag on the 
object. We have discussed how to determine the lift and drag on objects by use of the lift 
and drag coefficients. 

The following checklist provides a study guide for this chapter. When your study of the 
text and end-of-chapter exercises has been completed you should be able to 


ө write out the meanings of the terms listed in the margin throughout the chapter апа 
understand each of the related concepts. The subset of key terms listed here in the 
margin is particularly important. 


ө determine whether the flow іп a pipe is laminar or turbulent. 
* determine friction factors using the Colebrook formula or the Moody chart. 


* use the concept of friction factors and minor loss coefficients to determine flow rate 
and head loss for fully developed pipe flow situations. 


* discuss the nature of boundary layer flow past a flat plate. 


e determine the friction drag on a flat plate for either laminar or turbulent boundary 
layer flow. 


e discuss how various factors affect the drag coefficient. 


* determine the lift and drag on an object in terms of its lift and drag coefficients. 


laminar flow 
turbulent flow 
Poiseuille’s Law 
relative roughness 
friction factor 
Moody chart 
Colebrook formula 
minor losses 
major losses 

lift and drag 

lift coefficient 
drag coefficient 
boundary layer 


boundary layer 
separation 
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Problems 


Note: Unless otherwise indicated in the problem statement, 
use values of fluid properties given in the tables of Appen- 
dix FM-1 when solving these problems. 


Reynolds Number and Entrance Length 


141 Rainwater runoff from a parking lot flows through a 3-ft- 
diameter pipe, completely filling it. Whether flow in a pipe is 
laminar or turbulent depends on the value of the Reynolds num- 
ber. Would you expect the flow to be laminar or turbulent? 
Support your answer with appropriate calculations. 


14.2 Carbon dioxide at 20°C and a pressure of 550 kPa (abs) 
flows in a pipe at a rate of 0.04 N/s. Determine the maximum 
diameter allowed if the flow is to be turbulent. 


14.3 (CD-ROM) 


14.4 То cool a given room it is necessary to supply 4 ft/s of 
air through an 8-in.-diameter pipe. Approximately how long is 
the entrance length in this pipe? 


Laminar Pipe Flow 


14.5 Water flows through a horizontal 1-mm-diameter tube to 
which are attached two pressure taps a distance 1 m apart. What 
is the maximum pressure drop allowed if the flow is to be 
laminar? 


14.6 (CD-ROM) 

14.7 (CD-ROM) 

14.8 Oil (specific weight = 8900 N/m?, viscosity = 0.10 
N - s/m?) flows through a horizontal 23-mm-diameter tube as 
shown in Fig. P14.8. A differential U-tube manometer is used 


to measure the pressure drop along the tube. Determine the 
range of values for / for laminar flow. 


ы 0.5 ш >| 


=> 
Q 


SG=7.0 


Figure Р14.8 


14.9 А viscous fluid flows in а 0.10-m-diameter pipe such that 
its velocity measured 0.012 m away from the pipe wall is 
0.8 m/s. If the flow is laminar, determine the centerline ve- 
locity and the volumetric flow rate. 


Turbulent Pipe Flow—Friction Factors 


14.10 Water flows through a 6-in.-diameter horizontal pipe at 
a rate of 2.0 ft/s and a pressure drop of 4.2 psi per 100 ft of 
pipe. Determine the friction factor. 


14.11 A 70-ft-long, 0.5-in.-diameter hose with a roughness of 
є = 0.0009 ft is fastened to a water faucet where the pressure 
is p,. Determine p, if there is no nozzle attached to the hose 
and the average velocity in the hose is 6 ft/s. Neglect minor 
losses and elevation changes. 


14.12 Determine the pressure drop per 100-m length of hori- 
zontal new 0.20-m-diameter cast iron water pipe when the av- 
erage velocity is 1.7 m/s. 


14.13 Natural gas (p = 0.0044 slug/f? and v = 5.2 x 107 
ft/s) is pumped through a horizontal 6-in.-diameter cast-iron 
pipe at a rate of 800 Ib/hr. If the pressure at section (1) is 50 psi 
(abs), determine the pressure at section (2) 8 mi downstream 
if the flow is assumed incompressible. 


14.14 Water flows from one large tank to another at a rate of 
0.50 ft*/s through a horizontal 3-in.-diameter cast-iron pipe of 
length 200 ft. If minor losses are neglected, determine the 
difference in elevation of the free surfaces of the tanks. 


14.15 А 3-ft-diameter duct is used to carry ventilating air into 
a vehicular tunnel at a rate of 9000 ft?/min. Tests show that the 
pressure drop is 1.5 in. of water per 1500 ft of duct. What is 
the value of the friction factor for this duct and the approximate 
size of the equivalent roughness of the surface of the duct? 


14.16 Аш flows through the 0.108-in.-diameter, 24-in.-long 
tube shown in Fig. P14.16. Determine the friction factor if the 
volumetric flow rate is Q = 0.00191 #/5 when Л = 1.70 in. 
Compare your results with the expression f — 64/Re. Is the 
flow laminar or turbulent? 


F 

h 

-1 +. 

Water 
Ht in. - 
Air ЇЕ- 
! 
0.108 іп. 
— 

Figure P14.16 
14.17 Gasoline flows in a smooth pipe of 40-mm diameter at 


a rate of 0.001 m?/s. Show that the flow is turbulent. What 
would be the ratio of the head loss for the actual turbulent flow 
compared to that if it were laminar flow? 


Minor Losses 


14.18 Air flows through the fine mesh gauze shown in 
Fig. P14.18 with an average velocity of 1.50 m/s in the pipe. 
Determine the loss coefficient for the gauze. 


Gauze over 
< end of pipe 


— 


| Water 
8 mm 
! 
Figure Р14.18 
14.19 Water flows through the screen in the pipe shown in 


Fig. P14.19 as indicated. Determine the loss coefficient for the 
screen. 


о 
V = 20 ft/s 8 Water 
— о 

Screen 78 
8 
ёс 
іп. 
+ 1Ї| “50-32 
Ғідиғе Р14.10 
14.20 (CD-ROM) 


Pipe Flow—Type I 


14.21 The }-in.-diameter hose shown in Fig. P14.21 сап 
withstand a maximum pressure within it of 200 psi without 
rupturing. Determine the maximum length, €, allowed if the 
friction factor is 0.022 and the volumetric flow rate is 0.010 
ft/s. Neglect minor losses. The fluid is water. 


Q= 
Nozzle tip diameter = 0.30 in.. 0.010 cfs 
Хе 
D =0.50 in. | 
N 10 ft 


Figure P14.21 


14.22 The hose shown in Fig. P14.21 will collapse if the pres- 
sure within it is lower than 10 psi below atmospheric pressure. 
Determine the maximum length, L, allowed if the friction fac- 
tor is 0.015 and the volumetric flow rate is 0.010 ft*/s. Neglect 
minor losses. The fluid is water. 


14.23 Water flows through the coils of the heat exchanger as 
shown in Fig. P14.23 at a rate of 0.9 gal/min. Determine the 
pressure drop between the inlet and outlet of the horizontal 
device. 
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- 18 іп. 7 


N Threaded 180° 
return bend 


— 


N 0.5-in. copper pipe (drawn tubing) Figure P14.23 


14.24 As shown in Fig. P14.24, a water jet rises 3 in. above 


the exit of the vertical pipe attached to three horizontal pipe 
segments. The total length of the 0.75-in.-diameter galva- 
nized iron pipe between point (1) and the exit is 21 inches. 
Determine the pressure needed at point (1) to produce this 
flow. Note that the velocity of the water exiting the pipe can 
be determined from the fact that the water rises 3 in. above 
the exit. 


Figure P14.24 
14.25 (CD-ROM) 


Pipe Flow—Pumps/ Turbines 


14.26 Water flows from a lake as is shown in Fig. P14.26 at a 
rate of 4.0 ft/s. Is the device inside the building a pump or a 
turbine? Explain. Determine the horsepower of the device. 
Neglect all minor losses and assume the friction factor is 0.025. 


525 ft 
elevation 


495 ft 
elevation 


300-ft-long, 
0.4-ft-diameter 


Figure Р14.20 


14.27 The pump shown in Fig. P14.27 adds power equal to 25 kW 
to the water and causes a volumetric flow rate of 0.04 m/s. 
(a) Determine the water depth, Л, in the tank. 
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(b) If the pump is removed from the system, determine the 
flow rate expected. Assume f — 0.016 for either case and 
neglect minor losses. 


60-mm-diameter, 


O-m-long pipe; 
40-mm-diameter 30-mm-long pipe; 


| f=0.016 
nozzle / 
Pump 


Figure Р14.27 


Pipe Flow—Type II 


14.28 А smooth plastic, 10-m-long garden hose with an inside di- 
ameter of 15 mm is used to drain a wading pool as is shown in 
Fig. P14.28. What is the volumetric flow rate from the pool? As- 
sume К, = 0.8 for the minor loss coefficient at the hose entrance. 


Figure P14.28 


14.29 Determine the diameter of a steel pipe that is to carry 
2,000 gal/min of gasoline with a pressure drop of 5 psi per 
100 ft of horizontal pipe. 


14.30 Water is circulated from a large tank through a filter, and 
back to the tank as shown in Fig. P14.30. The power added to 
the water by the pump is 200 ft: Ibf/s. Determine the volu- 
metric flow rate through the filter. 


КІ exit 7 1.0 
К, elbow 7 1.5 LE aA = 
E 4 
КІ valve = 6.0 
Ky fitter = 12.0 Kren = 0.8 
ІІ / == H N 200 ft. of 0.1-ft-dia. 
Filter 7 Pump pipe with е/0 = 0.01 


Figure P14.30 


14.34 (CD-ROM) 
14.32 (CD-ROM) 


Flowmeters 
14.33 (CD-ROM) 
14.34 (CD-ROM) 


14.35 (CD-ROM) 


Boundary Layers-External Flow 


14.36 А smooth flat plate of length € = 6 m and width b = 4m 
is placed in water with an upstream velocity of U — 0.5 m/s. 


Determine the boundary layer thickness at the center and the 
trailing edge of the plate. Assume a laminar boundary layer. 


14.37 A viscous fluid flows past a flat plate such that the bound- 
ary layer thickness at a distance 1.3 m from the leading edge is 
12 mm. Determine the boundary layer thickness at distances of 
0.20, 2.0, and 20 m from the leading edge. Assume laminar flow. 


14.38 The net drag on one side of the two plates (each of size 
€ by €/2) parallel to the free stream shown in Fig. P14.38a 
is 9. Determine the drag (in terms of 9) on the same two 
plates when they are connected together as indicated in 
Fig. P14.38b. Assume laminar boundary flow. Explain your 
answer physically. 


Т 
U (72 [e жижин 
Е U Шы эмч 
ИН -»- | 
н-- 
(а) (5) 
Figure Р14.38 
14.39 If the drag on one side of a flat plate parallel to the up- 


stream flow is ® when the upstream velocity is U, what will 
the drag be when the upstream velocity is 2U; or U/2? As- 
sume laminar flow. 


Drag 


14.40 A 60-mph wind flows against an outdoor movie screen 
that is 70 ft wide and 20 ft tall. Estimate the wind force on the 
screen. (See Fig. 14.18 for drag coefficient data.) 


14.41 (CD-ROM) 


14.42 Determine the moment needed at the base of 30-m-tall, 
0.12-m-diameter flag pole to keep it in place in a 20 m/s wind. 


14.43 Two bicycle racers ride 30 km/hr through still air. By 
what percentage is the power required to overcome aerody- 
namic drag for the second cyclist reduced if she drafts closely 
behind the first cyclist rather than riding alongside her? Ne- 
glect any forces other than aerodynamic drag. (See Fig. 14.18 
for drag coefficient data.) 


14.44 A 12-mm-diameter cable is tautly strung between a se- 
ries of poles that are 60 m apart. Determine the horizontal force 
this cable puts on each pole if the wind velocity is 30 m/s per- 
pendicular to the cable. 


14.45 (CD-ROM) 


14.46 А 22 in. by 34 in. speed limit sign is supported on a 
3-in. wide, 5-ft-long pole. Estimate the bending moment in the 
pole at ground level when a 30-mph wind blows against the 
sign. List any assumptions used in your calculations. (See 
Fig. 14.18 for drag coefficient data.) 


14.47 А 25-ton (50,000-Ib) truck coasts down a steep 7% moun- 
tain grade without brakes, as shown in Fig. P14.47. The truck's 
ultimate steady-state speed, V, is determined by a balance 
between weight, rolling resistance, and aerodynamic drag. De- 
termine V if the rolling resistance for a truck on concrete is 


1.2% of the weight and the drag coefficient based on frontal 
area is 0.76. 


Truck width = 10 ft 


Figure Р14.47 


14.48 A 38.1-mm-diameter, 0.0245-N table tennis ball is re- 
leased from the bottom of a swimming pool. With what steady 
velocity does it rise to the surface? 


14.49 А regulation football is 6.78 in. in diameter and weighs 
0.91 Ibf. If its drag coefficient is Cp = 0.2, determine its de- 
celeration if it has a speed of 20 ft/s at the top of its trajectory. 


14.50 (CD-ROM) 


14.51 А 1.2-Ibf kite with an area of 6 ft? flies in a 20 ft/s wind 
such that the weightless string makes an angle of 55? relative 
to the horizontal. If the pull on the string is 1.5 Ibf, determine 
the lift and drag coefficients based on the kite area. 


14.52 A vertical wind tunnel can be used for skydiving prac- 
tice. Estimate the vertical wind speed needed if a 150-Ibf 
person is to be able to "float" motionless when the person 
(a) curls up as in a crouching position or (b) lies flat as shown 
in Fig.P14.52. (See Fig. 14.18 for drag coefficient data.) 


Figure P14.52 
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Power 


14.53 Тһе power, W, needed to overcome the aerodynamic drag 
on a vehicle traveling at a speed U varies as W — U". What is 
an appropriate value for the constant n? Explain. 


14.54 Estimate the power needed to overcome the aerodynamic 
drag of a person who runs at a rate of 100 yds in 10 s in still 
air. Repeat the calculations if the race is run into a 20-mph 
headwind. (See Fig. 14.18 for drag coefficient data.) 


14.55 If for a given vehicle it takes 20 hp to overcome aero- 
dynamic drag while being driven at 55 mph, estimate the horse- 
power required at 65 mph. 


Lift 


14.56 А Piper Cub airplane has a gross weight of 1750 Ibf, a 
cruising speed of 115 mph, and a wing area of 179 #2. De- 
termine the lift coefficient of this airplane for these condi- 
tions. 


14.57 (CD-ROM) 


14.58 А Boeing 747 aircraft weighing 580,000 lbf, when 
loaded with fuel and 100 passengers, takes off with an air 
speed of 140 mph. With the same configuration (1.е., angle of 
attack, flap settings, etc.), what is the takeoff speed if it is 
loaded with 372 passengers? Assume each passenger with lug- 
gage weighs 200 Ibf. 


14.59 Тһе landing speed of an airplane is dependent on the air 
density. By what percent must the landing speed be increased 
on a day when the temperature is 110 deg F compared to a day 
when it is 50 deg F? Assume the atmospheric pressure remains 
constant. 


14.60 (CD-ROM) 


Laminar Pipe Flow Characteristics 


Knowledge of the velocity profile can lead directly to other useful information such as pres- 
sure drop, head loss, and the volumetric flow rate. In this section we deepen our understanding 
of laminar pipe flow by developing the equation for the velocity profile in fully developed 
laminar flow, Eq. 14.3, and the related flow rate relationship, Poiseuille’s law, Eq. 14.4. 

Consider the fluid element at time ¢ shown in Fig. 14.4а. It is a circular cylinder of fluid 
of length 6 and radius r centered on the axis of a horizontal pipe of diameter D. Because the 
velocity is not uniform across the pipe, the initially flat ends of the cylinder of fluid at time 
t become distorted at time ѓ + òt when the fluid element has moved to its new location along 
the pipe as shown in the figure. If the flow 18 fully developed and steady, the distortion on 
each end of the fluid element is the same, and no part of the fluid experiences any acceler- 
ation as it flows. Every part of the fluid merely flows parallel to the pipe walls with constant 
velocity, although neighboring particles have slightly different velocities. The velocity varies 
with the radius, z. This velocity variation, combined with the fluid viscosity, produces a shear 
stress (see Sec. 12.1.2). 

If gravitational effects are neglected, the pressure is constant across any vertical cross sec- 
tion of the pipe, although it varies along the pipe from one section to the next. Thus, if the 
pressure is p — p, at section (1), itis p; — p, — Ap at section (2). We anticipate the fact that 
the pressure decreases in the direction of flow so that Ар > 0. As indicated in Fig. 14.49, 


Fluid element at time t Element at time t + ôt 


Velocity | 
» 


profile 


| 

| 

| 

1 
| 

| 
4 
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t2 are 


par? | 
.-. нг -- 


(b) 


Shear stress 
distribution Laminar 
T= тр \ profile 
2 1 


р — 


Figure 14.4 


the slower moving fluid outside of the fluid element exerts a force on the surface of the cylin- 
der equal to t27rf, where т is the shear stress (shear force per unit area). The shear stress 
is a function of the radius of the cylindrical element, т = т(р). 

We isolate the cylinder of fluid as is shown in Fig. 14.4b and apply Newton’s second law, 
F, = та, In this case even though the fluid is moving, it is not accelerating, so that a, = 
0. Thus, fully developed horizontal pipe flow is merely a balance between pressure and shear 
forces. This can be written as 


(pnr? — (р, = Ар)тг — (т)2тғ( = 0 


and simplified to give 
—=— (14.5) 


Since neither Ap nor € are functions of the radial coordinate, ғ, it follows that 27/r must also 
be independent of ғ That is, т = Cr, where С is a constant. At r = 0 (the centerline of the pipe) 
there is no shear stress (т = 0). At r = D/2 (the pipe wall) the shear stress is a maximum, 
denoted т,,, and called the wall shear stress. Hence, т, = C (D/2), giving C = 21,,/D. The 
shear stress distribution throughout the pipe is thus a linear function of the radial coordinate 


dus RUE (14.6) 


as is indicated in Fig. 14.4c. As is seen from Eqs. 14.5 and 14.6, the pressure drop and wall 
shear stress are related by 


Ар = —* (14.7) 


For laminar flow of а Newtonian fluid, the shear stress is simply proportional to the ve- 
locity gradient (see Sec. 12.1.2). In the notation associated with our pipe flow, this becomes 
ere (14.8) 

T 17 dr ; 


The negative sign is required because т > 0 when du/dr < 0 (the velocity decreases from 
the pipe centerline to the pipe wall). 
By combining Newton’s second law of motion (Eq. 14.5) and the definition of a New- 
tonian fluid (Eq. 14.8) we obtain 
du _ ( 27.) 
dr^ aut)" 


which can be integrated to give the velocity profile as follows: 


A 
[^ = ТШ 
2Һһ4 


or 


where С; is a constant. Because the fluid is viscous it sticks to the pipe wall (the no-slip 
boundry condition) so that u = 0 at г = 0/2. Hence, C, = (Ap/16p£)D? and the velocity 
profile can be written as 


БЕЛЕСТЕР 


wall shear stress 


where У, is the centerline velocity 


ApD? 
y, = 2 
lope 


This velocity profile, plotted in Fig. 14.4c, is parabolic in the radial coordinate, r, has a 
maximum velocity, V „ at the pipe centerline, and a minimum velocity (zero) at the pipe wall. 
The volumetric flow rate through the pipe can be obtained by integrating the velocity pro- 
file across the pipe. Since the flow is symmetric about the centerline, the velocity is constant 
on small area elements consisting of rings of radius r and thickness dr. Thus, 


r=R R ry 
О = [uaa = | зл, = 28, | | -(3) |а 
г=0 0 R 


TRV, 
2 


or 


By definition, the average velocity is the volumetric flow rate divided by the cross-sectional 
area, V = Q/A = О/тВ?. Hence, by using the above expression for the centerline velocity, 
the average velocity and the volumetric flow rate can be written, respectively, as 


TRV. V, Арр? 


с 


С отк 2 3246 


and 


aD*Ap 
12844 


which is Eq. 14.4. This type of flow is termed Hagen-Poiseuille flow, and Eq. 14.4 is com- 
monly referred to as Poiseuille’s law. 


Example 14.4 Pipe Flow Rate (Туре II) 


According to an appliance manufacturer, the 4-in.-diameter vent on a clothes dryer is not to contain more than 20 ft of pipe 
and four 90° elbows. Under these conditions determine the air volumetric flow rate if the gage pressure within the dryer is 
0.20 inches of water. 

Assume both the specific weight and the kinematic viscosity of the heated air to be constant and equal to y = 0.0709 Ibf/ft°, 
and v = p/p = 1.79 х 107% ft?/s, respectively, and that the roughness of the vent pipe surface is equivalent to that of gal- 
vanized iron. 


Solution 

Known: Heated air, with specified properties, is forced through a vent system connected to a clothes dryer. The pressure 
within the dryer is known. 

Find: The volumetric flow rate of the air through the vent system. 


Schematic and Given Data: 


ft 
7 8- 32.2 42 


€=20ft 
шин 
Уно 
•(1) 
е = 0 

ЫН 4 in. у (2) У, 

—> 
Figure Е14.4 
Assumptions: 


1. The air is modeled as an incompressible fluid with properties given in the problem statement. 

2. The flow is steady and fully developed in the straight sections of pipe. 

3. The loss coefficient for the pipe entrance is 0.5 and that for each elbow is 1.5. 

4. The velocity of the air within the relatively large dryer is much smaller than the velocity within the pipe and can be ignored. 
Also, the elevation change from (1) to (2) is ignored. 


Analysis: Application of the mechanical energy equation (Eq. 12.15) between the inside of the dryer, point (1), and the exit 
of the vent pipe, point (2), gives 


t T 21 Т Т 22 1 Л, (1) 


where 


From the assumptions listed above, z, = 22, V; = 0, and the velocity in the pipe, V, equals the velocity at the exit, V». Thus, 
Eq. (1) becomes 


D Р ez £ 
- 14 | К, (2) 
72012017 DB хк, 


Іп this expression, К; = 0.5 for the entrance апа К; = 1.5 for each elbow. 
Also, p; = 0, and р|/Үно = 0.2 in., or 


ТОО : А 
p, = (0.2 in.) |> (624 Ibf/fÜ) = 1.04 Ibf/fe? 
in. 


Thus, with y = 0.0709 Ibf/f? Eq. 1 becomes 


(1.04 Ibf/ft?) (20 ft) у? 
- Шын БОЛЫ ШЕН ----- 
(0.0709 Ibf/ft?) ($ ft) 2(32.2 #052) 
or 
945 f?/s? = (7.5 + 60f)V? (3) 


with V in ft/s. 


The value of f is dependent on Re, which in turn is dependent on V, ап unknown. With v = р/р = 1.79 х 1074 ft/s, we 
obtain 


VD (5 ft)V 
v 1.70) 95 Ш ГЭ fes 


Re = 


or 
Re = (1869 s/ft)V (4) 


Also, since €/D = (0.0005 ft)/(4/12 ft) = 0.0015 (see Table 14.1 for the value of е), we know which particular curve of 
the Moody chart is pertinent to this flow. Thus, we have three relationships [Eqs. 3, 4, and the £/D = 0.0015 curve of the 
Moody chart (Fig. 14.7)] from which we can solve for the three unknowns /, Re, and V. This is done easily by an iterative 
scheme as follows. 

It is usually simplest to assume a value of f, calculate V from Eq. 3, calculate Re from Eq. 4, and look up the appropriate 
value of f in the Moody chart for this value of Re. If the assumed f and the new f do not agree, the assumed answer is not 
correct — we do not have the solution to the three equations. Although values of either f, V, or Re could be assumed ав start- 
ing values, it is usually simplest to assume a value of f because the correct value often lies on the relatively flat portion of the 
Moody chart for which f is quite insensitive to Re. 

Thus, we assume f — 0.022, approximately the large Re limit for the given relative roughness. From Eq. 3 we obtain 


y | 945 ft?/s? 


1/2 
10.4 ft/ 
75: ОУУ 2 


and from Eq. 4 
Re — (1860 s/ft)(10.4 ft/s) — 19,300 


With this Re and £g/D, Fig. 14.7 gives f = 0.029, which is not equal to the assumed value f = 0.022 (although it is close). We 
try again, this time with the newly obtained value of f — 0.029, which gives V — 10.1 ft/s and Re — 18,800. With these val- 
ues, Fig. 14.7 gives f = 0.029, which agrees with the assumed value. Thus, the solution is V = 10.1 ft/s, or 

т 
p 


ОБ Ея 12 0)2(10.1 ft/s) = 0.881 ft/s < 


Alternate solution Note that the need for the iteration scheme is because one of the equations, f = f (Re, £/D), is in graph- 
ical form (the Moody chart). If the dependence of f on Re and £/D is known in equation form, this graphical dependency is 
eliminated, and the solution technique may be easier. For turbulent flow, we can use the Colebrook equation rather than the 
Moody chart, although this will also normally require an iterative scheme because of the complexity of the equation. As is 
shown below, such a formulation is ideally suited for an iterative computer solution. 

We keep Eqs. 3 and 4 and use the Colebrook equation (Eq. 14.13), rather than the Moody chart, with £/D - 0.0015, to 
give 


аз e | 221) 201 (405 x 105 + — (5) 
= —2.01o | .0 log| 4. === 
vf AST RV Ё 17577 
From Eq. 3 we have V = [945/(7.5 + 60f)]'/?, which can be combined with Eq. 4 to give 
57,200 
E a Aae (6) 
TS ЧЕ (60/7 


The combination of Eqs. 5 and 6 provides а single equation for the determination of f 


: 2.01 (405 х 107* + 439 x 1075 60 + 73) (7) 
бозу c eco Doy а. ? гуу 
Vf 1 


A simple iterative solution of this equation gives f = 0.029, in agreement with the above solution which used the Moody chart. 


@ The entrance loss coefficient is included because in going from (1) to (2) the fluid enters into the pipe from the dryer. The 
exit loss coefficient is not included because (2) is in the pipe and at that location the fluid still has the kinetic energy it had 


Pipe Volumetric Flow Rate Measurement 


Three of the most common devices used to measure the instantaneous volumetric flow rate 
in pipes are the orifice meter, the nozzle meter, and the Venturi meter as shown in Figs. 14.9 
and 14.11. Each of these meters operates on the principle that a decrease in flow area in a 
pipe causes an increase in velocity that is accompanied by a decrease in pressure. Correla- 
tion of the pressure difference with the velocity provides a means of measuring the volu- 
metric flow rate. 

A typical orifice meter is constructed by inserting between two flanges of a pipe a flat 
plate with a hole, as shown in Fig. 14.9. For incompressible flow between sections (1) and 
(2), the mass balance gives 


Q = A,V, = AV; 
апа the mechanical energy equation is 
рю Уг Р, № 


= H + hy 
y 28 Y 2% 


Based on the results of the previous sections of this chapter, we expect that there is a head 
loss between sections (1) and (2). Still, let us initially consider the ideal case where Л, = 0. 
For this case, the two foregoing expressions combine to give Q the volumetric flow rate 
in the absence of irreversibilities, as 


ideal* 


Ома = АУ: = А (14.16) 


p(l — p 
where B = D;/D;. 

We might expect that the effect of friction within the meter would reduce the volumetric 
flow rate from the ideal value given by Eq. 14.16, and this is the case. An orifice discharge 
coefficient, C,, based on the area of the hole in the orifice plate, Ар, is used to take nonideal 
effects into account. That is, 


“рі = p) 
p(1 — p? 
where A, = md?/4. The value of C, is a function of В = d/D and the Reynolds number 
Re = pVD/y., where V = Q/A,. Typical values of C, are given іп Fig. 14.10. 


Q= CA; (14.17) 


Е Pressure taps | 


Figure 14.0 Typical orifice meter 
construction. 


0.66 


0.64 


С, 0.62 


0.60 


4 5 6 7 8 
10 10 М) 3 3 Figure 14.10 Orifice meter 
Re = pVD/u discharge coefficient. 


As noted, two other types of flowmeters (nozzle meter and Venturi meter) that are based 
on the same principle are shown in Fig. 14.11. The volumetric flow rate through these 
flowmeters is also governed by Eq. 14.17, but the discharge coefficients are different from 
those for the orifice meter. Since the flow nozzle and the Venturi meter are more streamlined, 
the discharge coefficients are much higher, having typical values of approximately 0.98. 


1 
1 


ө Pressure taps 


(a) 


(5) 


Figure 14.11 Typical flowmeters: (a) nozzle meter (b) Venturi meter. 


Example 14.5 Orifice Meter 


Ethyl alcohol flows through a pipe of diameter D = 60 mm in a refinery. The pressure drop across an orifice (d = 30 mm) 
used to measure the flow rate through the pipe is Ap = 4.0 kPa. Determine the volumetric flow rate. 


Solution 
Known: Size of orifice and pipe, pressure drop, and discharge coefficients (from Fig. 14.10). 
Find: Determine the volumetric flow rate. 


Assumptions: 

1. Ethyl alcohol is modeled as an incompressible fluid with p = 789 kg/m? and ш = 1.19 х 107° №: s/m? (see Appendix 
FM-1). 

2. The flow is steady. 

3. The orifice meter equation, Eq. 14.17, applies. 


Analysis: Тһе Reynolds number can be expressed in terms of the volumetric flow rate, Q, as 


8 pVD 4pQ 4(789 kg/m?) Q(m*/s) 1N 
“^^ „три т(0.06 m)(1.19 X 107° №: 5/02) 11 kg: m/s? 
= (141 X 107 A (1) 


Also, В = d/D = 30 mm/60 mm = 0.5. Thus, from Eq. 14.17 


2(p, = po) T j 1 2(4 х 10 N/m?) 
Шеті 01-85 - буд Ой (789 kg/m*)(1 — 0.57) 
= (0.00232 m/s) С, (2) 


Since С, depends on Re (see Fig. 14.10), which in turn depends оп the unknown О, a trial and error solution must be used. 
Note that this type of problem is similar to that for pipe flow in which the flow rate is unknown with the friction factor, f, de- 
pending on the Reynolds number through the Moody chart. 

It is usually simplest to assume a value for C,, calculate Q from Eq. 2, calculate Re from Eq. 1, and look up the value of 
C, from Fig. 14.10. If the assumed value for C, and the new value do not agree, the assumed value is not correct, and the 
procedure must be repeated with a new value for C,. 

From Fig. 14.10 it is observed that a typical value for C, when B = 0.5 is 0.605. Thus, for our first try we assume that 
C, = 0.605, so that, from Eq. 2 


О = 0.00232(0.605) = 0.00140 m/s 
and from Eq. 1 
Re = (1.41 X 10’s/m*)(0.00140 m/s) = 1.97 х 107 


With this value for Re, and with В = 0.5, Fig. 14.10 gives С, = 0.613 which is not quite equal to the assumed value. For our 
second try we assume C, = 0.613, which gives Q = 0.00142 m?/s and Re = 2.00 х 10*. With these values Fig. 14.10 gives 
C, — 0.613, which agrees with the assumed value. The volumetric flow rate is, then 


Q = 0.00142 m/s < 


@ If the flowmeter is to be used often, it may be much easier to replace the discharge coefficient data of Fig. 14.10 by an 
equivalent equation C, = C,(B, Re) and use a computer to iterate for the flow rate. Such equations are available in the lit- 
erature. This would be similar to using the Colebrook equation rather than the Moody chart for pipe friction problems. 


d Numerous other devices are used to measure the volumetric flow rate in pipes. Many of 
these devices use principles other than those of the orifice, nozzle, and Venturi meters. In 


V14.5 Rotameter : E А 
some instances, it is necessary to know ће amount (volume or mass) of fluid that has passed 


through a pipe during a given time period, rather than the instantaneous volumetric flow rate. 
There are several quantity-measuring devices that provide such information. These include 
the nutating disk meter used to determine the amount of water used in your house or the 
amount of gasoline pumped into your car’s fuel tank and the bellows meter used to deter- 
mine the amount of natural gas delivered to the furnace in your house. 


* 


V14.6 Water meter 


14.3 It takes 20 seconds for 0.5 cubic inches of water to flow 
through the 0.046-in.-diameter tube of the capillary tube vis- 
cometer shown in Fig. P14.3. Is the flow in the tube laminar 
or turbulent? Explain. 


0.046 in. 


Figure PIAS 


14.6 A fluid flows through two horizontal pipes of equal length 
that are connected together (о form a pipe of length 24. Тһе 
flow is laminar and fully developed. The pressure drop for the 
first pipe is 1.24 times greater than it is for the second pipe. If 
the diameter of the first pipe is D, determine the diameter of 
the second pipe. 


14.7 The pressure drop needed to force water through a hori- 
zontal 1-in.-diameter pipe is 0.60 psi for every 12-ft length of 
pipe. Determine the shear stress on the pipe wall. Determine 
the shear stress at distances 0.3 and 0.5 in. away from the pipe 
wall. 


14.20 Air at standard temperature and pressure flows through 
а 1-in.-diameter galvanized iron pipe with an average velocity 
of 10 ft/s. What length of pipe produces a head loss equiva- 
lent to (a) a flanged 90% elbow, (b) a wide-open angle valve, 
or (c) a sharp-edged entrance? 


14.25 Air flows through the two pipes shown in Fig. P14.25. 
Determine the volumetric flow rate if minor losses are neg- 
lected and the friction factor in each pipe is 0.020. Determine 
the volumetric flow rate if the 0.5-in.-diameter pipe were re- 
placed by a 1-in.-diameter pipe. 


р = 0.5 psi (gage) 
Т = 150°F | 
1 in. 0.50 in. 


1 a Т 


Figure Р14.25 


14.31 Water is to be moved from а large, partially filled, closed 
tank in which the air pressure is 20 psi (gage) into a large, open 


tank through 2000 ft of smooth pipe at the rate of З ft/s. The 
fluid level in the open tank is 150 ft below that in the closed 
tank. Determine the diameter of the pipe. Neglect minor losses. 


14.32 Water flows through the pipe shown in Fig. P14.32. De- 
termine the net tension in the bolts if minor losses are neg- 
lected and the wheels on which the pipe rests are frictionless. 


Bolts 


р. ЖЖ Galvanized ын 
© ОЛЖ 


20m | 


14.33 Water flows through the orifice meter shown in 
Fig. P14.33 at a rate of 0.10 ft*/s. If d = 0.1 ft, determine the 
value of h. 


Figure Р14.32 


Figure Р14.33 


14.34 
Fig. P14.33 at a rate of 0.10 ft*/s. If h = 3.8 ft, determine the 
value of а. 


Water flows through the orifice meter shown in 


14.35 Water flows through the orifice meter shown in 
Fig. P14.33 such that Л = 1.6 ft with d = 1.5 in. Determine 
the volumetric flow rate. 


14.41 Estimate the velocity with which you would contact the 
ground if you jumped from an airplane at an altitude of 5,000 
ft and (a) air resistance is negligible, (b) air resistance is im- 
portant, but you forgot your parachute, or (c) you use a 25-ft- 
diameter parachute. (See Fig. 14.18 for drag coefficient data.) 


14.45 А 2-in.-diameter cork sphere (specific weight = 13 Ibf/ft^) 
is attached to the bottom of a river with a thin cable, as 


Figure P14.45 


illustrated іп Fig. P14.45. If the sphere has a drag coefficient 
of 0.5, determine the river velocity. Both the drag on the cable 
and its weight are negligible. 


14.50 Estimate the wind force on your hand when you hold it 
out your car window while driving 55 mph. Repeat your cal- 
culations if you were to hold your hand out of the window of 
an airplane flying 550 mph. 

14.57 As shown in Fig. P14.57, a spoiler is used on race cars 
to produce a negative lift, thereby giving a better tractive force. 
The lift coefficient for the airfoil shown is С; = 1.1 and the 
coefficient of friction between the wheels and the pavement 


b = spoiler length = 4 ft 
1.5 ft 
k 


Spoiler 


жа 


ЕН ergerson 33 


Aisa’ 
2 


Figure Р14.57 


is 0.6. At a speed of 200 mph, Бу how much would use of the 
spoiler increase the maximum tractive force that could be gen- 
erated between the wheels and ground? Assume the air speed 
past the spoiler equals the car speed and that the airfoil acts 
directly over the drive wheels. 


14.60 (a) Show that for unpowered flight (for which the lift, 
drag, and weight forces are in equilibrium) the glide slope an- 
gle, 0, is given by tan0 = С,/С,. See Fig. P14.60. (b) If the 
lift coefficient for a Boeing 767 aircraft is 16 times greater than 
its drag coefficient, can it glide from an altitude of 30,000 ft 
to an airport 60 miles away if it loses power from its engines? 
Explain. 


Figure P14.60 
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al HEAT TRANSFER: MODES, 

Pa СТ. РАТЕ EQUATIONS AND 
ENERGY BALANCES 


Introduction... 


From the study of thermodynamics, you learned that energy can be transferred 

by interactions between a system and its surroundings. These interactions include 
energy transfer by heat and work, as well as energy transfer associated with mass 
flow. Thermodynamics deals with the end states of processes during which 
interactions occur, and also with the net amounts of energy transfer by heat and 
work for the processes. Fluid mechanics deals with the nature of fluid flow and 
forces that exist within fluids and at the boundaries between fluids and solids. In 
the following chapters, we extend thermodynamic and fluid mechanics analysis 
through the study of the modes of heat transfer and the development of relations to 
calculate heat transfer rates. 

The objective of this chapter is to lay the foundation common to the modes of 
conduction (Chap. 16), convection (Chap. 17), and radiation (Chap. 18). We begin 
by addressing the questions of What is heat transfer? and How is energy 
transferred by heat? First, we want to help you develop an appreciation for the 
fundamental concepts and principles that underlie heat transfer processes. Second, 
we will illustrate the manner in which knowledge of heat transfer processes is 
used in conjunction with the first law of thermodynamics to solve problems in 
thermal systems engineering. 


115.1 Heat Transfer Modes: Physical Origins and Rate Equations 


A simple, yet general, definition provides sufficient response to the question: What is heat 
transfer? 


Heat transfer is energy in transit due to a temperature difference. 


Whenever there exists a temperature difference in a medium or between media, heat trans- 
fer can occur. We refer to the different types of heat transfer processes as modes, which we 
subsequently term conduction, convection, and radiation. 


15.1.1 Conduction 


When a temperature gradient exists in a stationary medium, which may be a solid or a fluid, we 
use the term conduction to refer to the heat transfer that will occur across the medium. The 
physical mechanism of conduction involves concepts of atomic and molecular activity, which 
sustains the transfer of energy from the more energetic to the less energetic particles of a 
substance due to interactions between the particles. 
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Consider a gas occupying the space between two surfaces maintained at different tem- 
peratures and assume that there is no bulk motion. We associate the temperature at any point 
with the energy of the gas molecule. This energy is related to the random translational mo- 
tion, as well as to the internal rotational and vibrational motions, of the molecules. 

Higher temperatures are associated with higher molecular energies, and when neighbor- 
ing molecules collide, as they are constantly doing, a transfer of energy from the more 
energetic to the less energetic molecules must occur. In the presence of a temperature gradient, 
energy transfer by conduction must then occur in the direction of decreasing temperature. 
We may speak of the net transfer of energy by this molecular motion as a diffusion of energy. 
The situation is much the same in /iquids, although the molecules are more closely spaced 
and the molecular interactions are stronger and more frequent. In a solid, conduction is 
attributed to atomic activity in the form of lattice vibrations and electron migration. We treat 
the important properties associated with conduction phenomena in Chap. 16. 

Occurrences of conduction heat transfer are legion. For Example... the exposed end of a 
metal spoon suddenly immersed in a cup of hot coffee will eventually be warmed due to the 
conduction of energy through the spoon. On a winter day there is significant energy trans- 
fer from a heated room to the outside air. This transfer is principally due to conduction heat 
transfer through the wall that separates the room air from the outside air. A 


It is possible to quantify heat transfer processes in terms of appropriate rate equations. These 
equations can be used to compute the amount of energy being transferred per unit time. For heat 
conduction, the rate equation is known as Fourier’s law. For the one-dimensional plane wall 
shown in Fig. 15.1, having a temperature distribution Т(х), the rate equation is expressed as 


" dT 
9-5 ES (15.1) 


The heat flux а! (W/m?) is the heat transfer rate in the x direction per unit area perpendicular 
to the direction of transfer, and it is proportional to the temperature gradient, ат/ ах, in this 
direction. The proportionality constant k is a transport property known as the thermal 
conductivity (W/m - К), and is a characteristic of the wall material. The minus sign is a 
consequence of the fact that heat is transferred in the direction of decreasing temperature. 
Under the steady-state conditions shown in Figure 15.1, where the temperature distribu- 
tion is /inear, the temperature gradient and heat flux, respectively, may be expressed as 


ат T,—T, " Т = Т 
= qx = =k 
ах L L 


We can also write this rate equation in the form 


4" = Е =k (15.2) 


Note that this equation provides a heat flux, that is, the rate of heat transfer per unit area. 
The heat rate by conduction, 4, (W), through a plane wall of area A, is then the product of 
the flux and the area, 4, = 4): A. 


Example 15.1 The Conduction Rate Equation, Fourier's Law 


<— L —>| 


Figure 15.1 One- 
dimensional heat transfer 
by conduction. 


Fourier’s law 


thermal conductivity 


heat flux 
heat rate 


The wall of an industrial furnace is constructed from 0.15-m-thick fireclay brick having a thermal conductivity of 1.7 W/m: К. 
Measurements made during steady-state operation reveal temperatures of 1400 and 1150 K at the inner and outer surfaces, 


respectively. What is the rate of heat transfer through a wall that is 0.5 m by 1.2 m on a side? 
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Solution 
Known: Steady-state conditions with prescribed wall thickness, area, thermal conductivity, and surface temperatures. 
Find: Heat transfer rate through the wall. 


Schematic and Given Data: 


k= 1.7 WimK 
T, = 1400 K мж Т; = 1150 K 


Assumptions: 

1. Steady-state conditions. 

2. One-dimensional conduction through the 
wall. 

3. Constant thermal conductivity. 


Figure E15.1 


Analysis: Since heat transfer through the wall is by conduction, the heat flux may be determined from Fourier’s law. Using 
Еа. 15.2, we have 


250 К 
0.15 ш 


АТ 
= т -1ЛМ/ш-КХ = 2833 W/m? 


The heat flux represents the rate of heat transfer through a section of unit area, and it is uniform across the surface of the wall. 
The heat rate through the wall of area A = H X Wis then 


q; = (HW) а, = (0.5 m X 1.2 m) 2833 W/m? = 1700 W < 


Comments: Note the direction of heat flow and the distinction between heat flux and heat rate. 


15.1.2 Convection 


convection The term convection refers to heat transfer that will occur between a surface and a moving 
or stationary fluid when they are at different temperatures. 

The convection heat transfer mode is comprised of two mechanisms. In addition to en- 
ergy transfer due to random molecular motion (conduction), energy is also transferred by 
the bulk, or macroscopic, motion of the fluid. This fluid motion is associated with the fact 
that, at any instant, large numbers of molecules are moving collectively or as aggregates. 
Such motion, in the presence of a temperature gradient, contributes to heat transfer. Be- 


Moving fluid, Т, cause the molecules in the aggregate retain their random motion, the total heat transfer is 
5 Т,21. then due to a superposition of energy transport Бу the random motion of the molecules 
шил q" and by the bulk motion of the fluid. It is customary to use the term convection when re- 

| Т, ferring to this cumulative transport, and the term advection when referring to transport 
=e eee due to bulk fluid motion. 


| You learned in Sec. 14.8 that, with fluid flow over a surface, viscous effects are im- 
rae A H a ши portant in the hydrodynamic (velocity) boundary layer and, for a Newtonian fluid, the 
frictional shear stresses are proportional to the velocity gradient. In the treatment of 

convection in Chap. 17, we will study the thermal boundary layer, the region that expe- 

riences a temperature distribution from that of the freestream 7, to the surface 7, 

(Fig. 15.2). Appreciation of boundary layer phenomena is essential to understanding con- 
vection heat transfer. It is for this reason that the discipline of fluid mechanics will play 


a vital role in our later analysis of convection. 
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Temperature 
distribution 


T(y) 


distribution 


u(y) 


Figure 15.2 Hydrodynamic and thermal 


L____» jy) Heated Le T(y) boundary layer development in convection 
surface heat transfer. 


Convection heat transfer may be classified according to the nature of the flow. We 
speak of forced convection when the flow is caused by external means, such as a fan, a 
pump, or atmospheric winds. In contrast, for free (or natural) convection, the flow is 
induced by buoyancy forces, which arise from density differences caused by temperature 
variations in the fluid. We speak also of external and internal flow. As you learned in 
Chap. 14, external flow is associated with immersed bodies for situations such as flow 
over plates, cylinders and foils. In internal flow, the flow is constrained by the tube or 
duct surface. You saw that the corresponding hydrodynamic boundary layer phenomena 
are quite different, so it is reasonable to expect that the convection processes for the two 
types of flow are distinctive. 

Regardless of the particular nature of the convection heat transfer process, the appropri- 
ate rate equation, known as Newton's law of cooling, is of the form 


4” = ҚТ,- T.) (15.3a) 


where q”, the convective heat flux (W/m?), is proportional to the difference between the 
surface and fluid temperatures, Т, and Т, respectively, and the proportionality constant 
h (W/m? - K) is termed the convection heat transfer coefficient. When using Eq. 15.3a, the 
convection heat flux is presumed to be positive if the heat transfer is from the surface (T, > Т.) 
and negative if the heat transfer is to the surface (Т, > Tj). However, if T. > T, there is 
nothing to preclude us from expressing Newton’s law of cooling as 


q" = KT, — T) (15.3b) 


in which case heat transfer is positive to the surface. The choice of Eq. 15.3a or 15.3b is 
made in the context of a particular problem as appropriate. 

The convection coefficient depends on conditions in the boundary layer, which is influ- 
enced by surface geometry, the nature of fluid motion, and an assortment of fluid thermo- 
dynamic and transport properties. Any study of convection ultimately reduces to a study of 
the means by which Л may be determined. Although consideration of these means is deferred 
to Chap. 17, convection heat transfer will frequently appear as a boundary condition in the 
solution of conduction problems (Chap. 16). In the solution of such problems, we presume 
h to be known, using typical values given in Table 15.1. 


15.1.3 Radiation 


The third mode of heat transfer is termed thermal radiation. All surfaces of finite temper- 
ature emit energy in the form of electromagnetic waves. Hence, in the absence of an 
intervening medium, there is net heat transfer by radiation between two surfaces at different 
temperatures. 


forced convection 
free convection 


external flow 
internal flow 


Newton's law of cooling 


convection heat transfer 
coefficient 


Table 15.1 Typical 
values of the convection 
heat transfer coefficient 


h 
Process (W/m? - К) 


Free convection 
Gases 2-25 
Liquids 50-1000 
Forced convection 
Gases 25-250 
Liquids 100-20,000 
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Radiant 
Heat lamp panel 
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Surface of emissivity Surface of emissivity 
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Figure 15.3 Radiation exchange: (a) at a surface in terms of the irradiation G provided by 
different radiation sources and the surface emissive power Е; and (b) between a small, gray 
surface and its large, isothermal surroundings. 


thermal radiation Thermal radiation is energy emitted by matter that is at a finite temperature. Although 


we will focus on radiation from solid surfaces, emission may also occur from liquids and 
gases. Regardless of the form of matter, the emission may be attributed to changes in the 
electron configurations of the constituent atoms or molecules. The energy of the radiation 
field is transported by electromagnetic waves (or alternatively, photons). While the transfer 
of energy by conduction or convection requires the presence of a material medium, radiation 
does not. In fact, radiation transfer occurs most efficiently in a vacuum. 

Consider radiation transfer processes for the surface of Fig. 15.3a. Radiation that is 
emitted by the surface originates from the internal energy of matter bounded by the sur- 
face, and the rate at which energy is released per unit area (W/m?) is termed the surface 
emissive power E. There is an upper limit to the emissive power, which is prescribed by 


Stefan-Boltzmann law the Stefan-Boltzmann law 


Е,- oT; (15.4) 


where Т, is the absolute temperature (К) of the surface and o is the Stefan—Boltzmann con- 


blackbody stant (с = 5.67 X 1075 W/m? - K*). Such a surface is called an ideal radiator or blackbody. 


The radiant heat flux emitted by a real surface is less than that of a blackbody at the same 
temperature and is given by 


Е = eoT! (15.5) 


emissivity where € is a radiative property of the surface termed the emissivity. With values in the range 


0 x £ < 1, this property provides a measure of how efficiently a surface emits energy relative 
to a blackbody. It depends strongly on the surface material and finish, and representative 
values are provided in Chap. 18. 

Radiation can also be incident on a surface. The radiation can originate from a special 
source, such as the sun, or from other surfaces to which the surface of interest is exposed. 
Irrespective of the source(s), we designate the rate at which all such radiation is incident on 


irradiation a unit area (W/m?) of the surface as the irradiation С (Fig. 15.3a). 


A portion, or all, of the irradiation may be absorbed by the surface, thereby increasing 
the internal energy of the material. The rate at which radiant energy is absorbed per unit sur- 
face area may be evaluated from knowledge of a surface radiative property termed the 


absorptivity absorptivity o. That is 


Gay, = об (15.6) 
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where 0 = о = 1. Ifa < 1, a portion of the irradiation is not absorbed and may be reflected 
or transmitted. 

Note that the value of о depends on the nature of the irradiation, as well as оп the sur- 
face itself. For example, the absorptivity of a surface to solar radiation may differ from its 
absorptivity to radiation emitted by the walls of a furnace or a heat lamp. 

A special case that occurs frequently involves radiation exchange between a small sur- 
face at Т, and a much larger, isothermal surface that completely surrounds the smaller one 
(Fig. 15.35). The surroundings could, for example, be the walls of a room or a furnace whose 
temperature Т differs from that of an enclosed surface (Tou  T;). We will show in Chap. 18 
that, for such a condition, the irradiation may be approximated by emission from a black- 
body at T,,,, in which case С = oT%,,,. If the surface is assumed to be one for which a = € 
(called a diffuse-gray surface), the net rate of radiation exchange leaving the surface, 
expressed per unit area of the surface, is 


1 = eE(T.) — aG = eo(T* — T4,) (15.7) 


"ol 
Ч гаа 


This expression provides the difference between internal energy that is released due to radi- 
ation emission and that which is gained due to radiation absorption. 

There are many applications for which it is convenient to express the net radiation exchange 
in the form 


rad — haa A(T, нШ Т.) (15.8) 
where, with Eq. 15.7, the radiation heat transfer coefficient h,a is 


Arad =з єо(Т, + Т. 


sur, 


WI T (15.9) 


Here we have modeled the radiation mode in a manner similar to convection. In this sense 
we have linearized the radiation rate equation, making the heat transfer rate proportional to 
a temperature difference rather than to the difference between two temperatures to the fourth 
power. Note, however, that /,, depends strongly on temperature, while the temperature 
dependence of the convection heat transfer coefficient h is generally weak. 

The surfaces of Fig. 15.3 may also simultaneously experience convection heat transfer to 
an adjoining gas. For the conditions of Fig. 15.35, the total rate of heat transfer leaving the 
surface is then 


q - conv | drad = hA(T, Т.) | єАС(Т: = Тэд) (15.10) 


Example 15.2 Rate Equations for Convection and Radiation Exchange 


surroundings 


radiation exchange: 
diffuse-gray surface 
—large surroundings 


radiation heat transfer 
coefficient 


An uninsulated steam pipe passes through a large room in which the air and walls are at 25°C. The outside diameter of the 
pipe is 70 mm, and its surface temperature and emissivity are 200°C and 0.8, respectively. What are the surface emissive power 
and irradiation? If the coefficient associated with free convection heat transfer from the surface to the air is 15 W/m? - К and 


the surface is gray, what is the rate of heat transfer from the surface per unit length of pipe? 


Solution 


Known: Uninsulated pipe of prescribed diameter, emissivity, and surface temperature in a large room with fixed wall and 


air temperatures. 
Find: Surface emissive power, Е, and irradiation, С. Pipe heat transfer per unit length, q’. 
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Schematic and Given Data: 


А —- 
Air 7, 


Т.-25% р 
h = 15 Wim2K 


Е Assumptions: 

1. Steady-state conditions. 

2. Radiation exchange between the pipe and the room is 
between a small surface and large, isothermal surroundings. 
3. The surface is diffuse-gray; that is, the emissivity and 
absorptivity are equal. 


T, = 200°C 
є-08 


di _ оңо, 
р-70 22 Ты = 25°C 


Figure E15.2 


Analysis: 
The surface emissive power may be evaluated from Equation 15.5, while the irradiation corresponds to С = oT;,. Hence 


E = eoT? = 0.8(5.67 х 1078 W/m? - КЭ(473 КУ = 2270 W/m? 
С = oT i, = 5.67 X 107% W/m? - K* (298 К)* = 447 W/m? 


Heat transfer from the pipe is by convection to the room air and by radiation exchange with the walls. Hence, g = 
dcon + Grag and from Equation 15.10, with A = «DL 


q = h(nDLY(T, — T.) + e(nDL)o(T; — T4) 
Тһе heat transfer per unit length of pipe is then 


ge 2 = 15 W/m? : К(т X 0.07 m)(200 — 25)°C + 0.8(т X 0.07 m) 5.67 х 1075 W/m? - К (4734 — 298%) Kt 


4 = 577 W/m + 421 W/m = 998 W/m < 


Comments: 

1. Note that temperature may be expressed in units of °C or K when evaluating the temperature difference for a convection 
(or conduction) heat transfer rate. However, temperature must be expressed in kelvins (K) when evaluating a radiation trans- 
fer rate. 

2. In this situation the radiation and convection heat transfer rates are comparable because Т, is large compared to Т. and 
the coefficient associated with free convection is small. For more moderate values of Т, and the larger values of / associated 
with forced convection, the effect of radiation may often be neglected. The radiation heat transfer coefficient may be com- 
puted from Equation 15.9, and for the conditions of this problem its value is ha = 11 W/m?: К. 


15.2| Applying the First Law in Heat Transfer 


The subjects of thermodynamics, fluid mechanics, and heat transfer are highly complemen- 
tary. For Example... because it deals with the details of the rate at which energy is transferred 
by heat, the subject of heat transfer may be viewed as an extension of thermodynamics. Still, 
for many heat transfer problems, the principle of conservation of energy introduced in Chap. 3 
is an essential tool. A 


15.2 Applying the First Law in Heat Transfer 


We have used conservation of energy throughout this text in the form of energy bal- 
ances commonly encountered in thermodynamics (Sec. 3.6 and 5.2), and the mechanical 
energy equation used in fluid mechanics (Sec. 12.6). In this section, the conservation of 
energy principle will be applied, but in the form of the internal energy equation (Sec. 7.10) 
commonly used in heat transfer. 

Consider applying the internal energy equation to the system identified by the dashed line 
in Fig. 15.4. Identified on the figure are relevant internal energy terms in the notation used 
in heat transfer: 


Eins Еш rates of internal energy transfer in and out, respectively, across the surface of the system 
due to heat transfer 

E, rate of internal energy generation within the system 

Е, rate of internal energy storage within the system 


Accordingly, the internal energy balance on a rate basis (Eq. 7.57) is written as 


Е, + Е, m Ён = Ё, (15.11а) 


Equation 15.11а may be applied at any instant of time. An alternative form that applies 
for a process is obtained by integrating Eq. 15.11а over the time interval At. That is 


En + E, ~ Кы = АЕ, (15.11b) 


Equations 15.11а апа 15.11b indicate that the internal energy inflow and generation act to 
increase the amount of internal energy stored in the system, whereas the outflow acts to 
decrease the stored internal energy. 

The inflow and outflow terms are surface phenomena. That is, they are associated 
exclusively with processes occurring at the boundary or surface of the system. A common 
situation involves internal energy inflow and outflow due to conduction, convection, and/or 
radiation. In situations involving fluid flow across the surface of a control volume, we will 
apply the control volume energy balance, Eqs. 5.10 and 5.11. 

As noted in Sec. 7.10, the internal energy generation term accounts for the conversion 
of mechanical energy into internal energy, including the passage of current through an elec- 
trical resistance, as well as other effects such as electromagnetic absorption and chemical 
and nuclear reactions. For Example... if an exothermic chemical reaction occurs within a 
system, the temperature might increase spontaneously throughout the volume due to the lo- 
cal generation of internal energy by the reaction. A 


Each of the phenomena that lead to internal energy generation can be modeled as occurring 
in a distributed way throughout the volume, and the total rate of internal generation is pro- 
portional to the volume. Thus they are referred to as volumetric phenomena. If the internal 
energy generation E, (W) occurs uniformly throughout the medium of volume V (m*), we 
can define the volumetric generation rate д (W/m?) 


] = == 15.12 
аз“ ( ) 
In the case of electric current flow through a resistor, the energy generation rate, also known 
as electrical power dissipation, can be expressed as 


ЕЁ, = РВ, (15.13а) 
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Figure 15.4 Conservation 
of energy for a system. 
Application at an instant. 


internal energy terms 


energy rate balance 


surface phenomena 


internal energy 
generation 


volumetric phenomena 


volumetric energy 
generation rate 
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internal energy storage 


where 1 is the current, in amperes (A), and В, is the electrical resistance, in ohms (Q), and 
the internal energy generation rate is in watts (W). When the resistance is expressed per unit 
length of the electrical conductor, or R; = R,/L, then Eq. 15.13a takes the form 


ЕЁ, = РЕ (15.13Ь) 


The internal energy storage term represents the rate of accumulation (or reduction) of in- 
ternal energy in the system. In the applications considered here, the change of internal en- 
ergy is often indicated by increases (or decreases) in temperature at different locations within 
the system. In some cases, we consider phase changes from saturated liquid (or solid) to sat- 
urated vapor at constant pressure. In those instances, there is no change in temperature. For 
systems at steady state, the internal energy storage term reduces to zero. 

Equations 15.11a,b are used to develop more specific forms of the conservation of energy 
for particular heat transfer applications as illustrated in the following examples. 


Example 15.3 Applying the First Law on a Rate Basis 


A long conducting rod of diameter D and electrical resistance per unit length A; is initially in thermal equilibrium with 
the ambient air and its surroundings. This equilibrium condition is disturbed when an electrical current / is passed through 
the rod. Develop an equation that could be used to compute the variation of the rod temperature with time during passage 
of the current. 


Solution 
Known: The temperature of a rod changes with time due to passage of an electrical current. 
Find: Equation that governs temperature change with time for the rod. 


Schematic and Given Data: 


. Assumptions: 
E | 1. Atany time / the temperature of the rod is uniform. 
/ шин 2. Constant properties. 
| 3. Radiation exchange between the outer surface of 
the rod and the surroundings is between a small, 
diffuse-gray surface and large, isothermal 
surroundings. 


Figure E15.3a 


Analysis: The first law of thermodynamics may often be used to determine an unknown temperature. In this case, relevant 
terms include heat transfer by convection and radiation from the surface, internal energy generation due to electrical current 
passage through the conductor, and a change in internal energy storage. Since we wish to determine the rate of change of the 
temperature, the first law should be applied at an instant of time. Hence, applying Eq. 15.11а to a system of length L about 
the rod, it follows that 


E, Bie E, 
where the energy generation due to the electric resistance heating is given by Eq. 15.13b 

E, = PRIL 
Energy outflow due to convection and net radiation leaving the surface is given by Eq. 15.10 


Ем = МтрІ)(Т — Т.) + o(uDL)(T^ — Т?) 
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With Eq. 4.20, the change in energy storage due to the temperature change is 


where р and с are the density and the specific heat, respectively, of the rod material, and V is the volume of the rod У = (mD? /4)L. 
Substituting the rate equations into the energy balance, it follows that 


Ш \ Git 
PR'L — h(wDL)(T — Т„) — eo(nDLY(T^ — ТД) = pe(7 m 


4 dt 
Hence, the time rate of change of the rod temperature is 
ФГ JAR = НГ = 302) = аяз = П) 


dt pc(mD?/4) Е 


Соттепіѕ: 

1. Internal energy generation occurs uniformly within the system and could also be expressed іп terms of а volumetric gen- 
eration rate 4 (W/m?). The generation rate for the entire system is then E = АУ, where 4 = PR'/(vD?/4). 

2. The differential equation for dT/dt could be solved for the time dependence of the rod temperature by integrating numer- 
ically. A steady-state condition would eventually be reached for which dT/dt = 0. The rod temperature is then determined by 


an algebraic equation of the form 


O = /^@ = DAT — Шы) = aida” = ТЕ 


3. Parameter study: effect of current on temperature. (CD-ROM) 
4. Parameter study: effect of convection coefficient on allowable current. (CD-ROM) 
5. Using the Interactive Heat Transfer (IHT) software. (CD-ROM) 


Example 15.4 Applying the First Law for an Interval of Time 


Ice of mass m at the fusion temperature (T, = 0°C) is enclosed in a cubical cavity of width W оп a side. The cavity wall is 
of thickness L and thermal conductivity k. If the outer surface of the wall is at a temperature Т, > Т,, obtain an expression 


for the time required to completely melt the ice. 


Solution (CD-ROM) 


КЕ The Surface Energy Balance 


We will frequently have occasion to apply the conservation of energy requirement at the sur- 
face of a medium. In this special case, the control surface includes no mass or volume, and 
appears as shown in Fig. 15.5. Accordingly, the generation and storage terms of the conser- 
vation expression, Eq. 15.11а, are no longer relevant, and it is only necessary to deal with 
surface phenomena. For this case, the conservation of energy requirement becomes 


Ein — Eon = 0 (15.14) 


which is called the surface energy balance. Eq. 15.14 indicates that the rate at which en- 
ergy is transfered to the surface is equal to the rate at which energy is transfered from the 
surface. Even though energy generation may be occurring in the medium, the process would 
not affect the energy balance at the surface. Moreover, the surface energy balance holds for 
both steady-state and transient conditions. 


surface energy balance 
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Surroundings 
T. 


sur 


T, | " 
“Ч 4сола —3 


Fluid 


4 сопу | | 
им. 


pU 


| Т. Figure 15.5 The energy balance for 
| | conservation of energy at the surface of a 
Control surfaces medium. 


In Fig. 15.5 three heat transfer processes are shown for the control surface. On a unit area 
basis, they are conduction from the medium fo the control surface (qona), convection from 
the surface to a fluid (фол), and net radiation exchange from the surface to the surroundings 
(4а). The surface energy balance then takes the form 


cond сопу m qrad =0 (15.15) 


and we can express each of the terms using the appropriate rate equations, Eqs. 15.2, 15.3, 
and 15.7. 


Example ТЭ: 


5 Applying the Surface Energy Balance with Multiple Heat Transfer Modes 


The hot combustion gases of a furnace are separated from the ambient air and its surroundings, which are at 25°C, by a brick 
wall 0.15 m thick. The brick has a thermal conductivity of 1.2 W/m : К and a surface emissivity of 0.8. Under steady-state 
conditions an outer surface temperature of 100°C is measured. Free convection heat transfer to the air adjoining the surface 


is characterized by a 


Solution 


convection coefficient of h = 20 W/m? · К. What is the brick inner surface temperature? 


Known: Outer surface temperature of a furnace wall of prescribed thickness, thermal conductivity, and emissivity. Ambient 


conditions. 


Find: Wall inner surface temperature, Т). 


Schematic and Given Data: 


T,—3 


Combustion 
gases 


к= 1.2 WIm*K — 


ІШ alae Assumptions: 

i : Т,,-259С--1 1. Steady-state conditions. 

| i ша ай 2. One-dimensional heat transfer by conduc- 
| acond E | tion across the wall. 
| 11M асам 3. Radiation exchange between the outer sur- 

ifi й face of the wall and the surroundings is 
| 8 | | | | | ts ё a “со between a small, diffuse-gray surface and 
“-1-015т-ы. large, isothermal surroundings. 


Air 


— X 


Figure E15.5 
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Analysis: Тһе inner surface temperature Т) may be obtained by performing an energy balance at the outer surface. From 
Eq. 15.14 
E p Bere = 
it follows that, on a unit area basis 
@ ES Ce Ez Ала = (0 
or, rearranging and substituting from Eqs. 15.2, 15.3а, and 15.7 
Шү = 15 


k h(T; 
ib, 


T.) єо(13 en) 


Therefore, substituting the appropriate numerical values, we find 


(T, — 373)K , 
1.2 W/m : K ——— —— = 20 W/m^- К (373 — 298) К 
0.15 m 


+ 0.8(5.67 х 1075 W/m? - K*)(373* — 2987) K* 
= 1500 W/m? + 520 W/m? = 2020 W/m? 


Solving for Т), find the inner wall temperature as 


0.15 m К 
ЛЕ ПОЛКЕ 202 5 = Sik = 55020-51 
| = 373 12 Wim. K (2020 Wim’) 625 95990 


Comments: 

1. Note that the contribution of radiation exchange to the total heat transfer rate from the outer surface is significant. The rel- 
ative contribution would diminish, however, with increasing h and/or decreasing T». 

2. When using energy balances involving radiation exchange and other modes of heat transfer, it is good practice to express 
all temperatures in kelvin units. This practice is necessary when the unknown temperature appears in the radiation term and 
in one or more of the other terms. 


Example 15.0 Curing a Coating with a Radiant Source 


The coating on a plate is cured by exposure to an infrared lamp providing an irradiation of 2000 W/m”. It absorbs 80% of the 
irradiation from the lamp and has an emissivity of 0.50. It is also exposed to an air flow and large surroundings for which 
temperatures are 20°С and 30°С, respectively. The convection coefficient between the coating and the ambient air is 
15 W/m? · К, and the back side of the plate is insulated. What is the temperature of the coated plate? 


Solution 

Known: Coating with prescribed radiation properties is cured by irradiation from an infrared lamp. Heat transfer from the 
coating is by convection to ambient air and radiation exchange with the surroundings. 

Find: Temperature of the coated plate, T,. 


Schematic and Given Data: 


= Ty, = 30°С 4 


Assumptions: 
1. Steady-state conditions. 
5 га И О 2. Negligible heat loss from back side of the plate. 


рг” Сатр = 2. Wim? 3. Plate is small object in large surroundings. Coating is 


1-15 Win? СО COME ES dmm diffuse-gray, having an absorptivity of a = е = 0.5 with 
respect to irradiation from the surroundings. 
/ Coating, T фай, 


4. Absorptivity of lamp irradiation is o, = 


= 0.8, ғ = 0.5 


g^ 


НИНИН ~ Plate 


Figure E15.0 
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Analysis: Since the process corresponds to steady-state conditions and there is no heat transfer at the plate back side, the 
plate and the coating are both at 7,. Hence the coating temperature may be determined by placing a control surface about the 


exposed surface and applying Eq. 15.14 
E; = ES =) 


With energy inflow due to absorption of the lamp irradiation and outflow due to convection and net radiation transfer to the 
surroundings, it follows that 


(аС) Е: С ы гаа = 0 


Substituting the rate equations from Eqs. 15.3a and 15.7, we obtain 


СН тва == 
Substituting numerical values 
0.8 x 2000 W/m? — 15 W/m?- K(T, — 293) = 0.5 x 5.67 х 10 5 W/m? - K*(T? — 303*) K* = 0 
and solving iteratively, we obtain the coating temperature 


T, = 377K = 104°C < 


Comments: Тһе coating (plate) temperature may be elevated by increasing Т. and T,,,, as well as by decreasing the air 
velocity and hence the convection coefficient. 


Example 15.7 Identifying Relevant Heat Transfer Modes 


A closed container filled with hot coffee is in a room whose air and walls are at a fixed temperature. Identify all heat 
transfer processes that contribute to cooling of the coffee. Comment on features that would contribute to an improved 
container design. 


Solution 
Known: Hot coffee is separated from its cooler surroundings by a plastic flask, an air space, and a plastic cover. 
Find: Relevant heat transfer processes. 


Schematic and Given Data: 


Hot a 


4--- 
соНее 42 46 
in^ P iac Т 
ute | Air Room 
Plastic спасе ац 
Cover flask 


Cover Surroundings — 


Air space 


Plastic flask 
astic flas! Figure E15.7 
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Analysis: Pathways for energy transfer from the coffee are as follows: 


41: 
42: 
q3: 
44 
45: 
46: 
47: 
qs: 


free convection from the coffee to the flask 

conduction through the flask 

free convection from the flask to the air space 

free convection from the air space to the cover 

net radiation exchange between the outer surface of the flask and the inner surface of the cover 
conduction through the cover 

free convection from the cover to the room air 


net radiation exchange between the outer surface of the cover and the surroundings 


Comments: Design improvements are associated with (1) use of aluminized (low emissivity) surfaces for the flask and cover 
to reduce net radiation exchange, and (2) evacuating the air space or using a filler material to retard free convection. 


15.4 Summary and Study Guide 


Although much of the material in this chapter will be treated in greater detail in later ones, 
you should be developing a reasonable overview. In particular, you should know the sev- 
eral modes of heat transfer and their physical origins. Moreover, given a physical situa- 
tion, you should be able to identify the relevant transport phenomena (see Example 15.7). 
You should be able to use the rate equations in Table 15.2 (see following page) to com- 
pute transfer rates. The conservation of energy principle plays an important role in heat 
transfer, and as in thermodynamics and fluid mechanics, careful identification of systems, 
control volumes, and control surfaces is very important. The conservation of energy prin- 
ciple may be used with the rate equations to solve numerous heat transfer problems. 

The following checklist provides a study guide for this chapter. When your study of the 
text and end-of-chapter problems has been completed you should be able to 


* write out the meanings of the terms listed in the margins throughout the chapter and 


understand each of the related concepts. The subset of key terms listed below in the 
margin is particularly important. 


identify the physical mechanisms associated with heat transfer by conduction, con- 
vection, and radiation. 


explain the difference between a heat flux and a heat rate, and specify the appro- 
priate units. 


write Fourier's law and explain its role in heat transfer. 
explain thermal conductivity and specify its units. 


write Newton's law of cooling and explain the role played by the convection heat 
transfer coefficient. 


write the Stefan-Boltzmann law, and identify what unit of temperature must be used 
with the law. 


explain emissivity and absorptivity and the role they play in characterizing radiation 
transfer at a surface. 


write the conservation of internal energy requirement for a system on a rate basis. 
Identify the terms representing surface and volumetric phenomena. 


write the surface energy balance and identify the terms. 


modes of heat transfer 
heat flux, heat rate 
Fourier’s law 

thermal conductivity 
Newton's law of cooling 
convection coefficient 
Stefan-Boltzmann law 
emissivity, absorptivity 
energy rate balance 
surface energy balance 
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Table 15.2 Summary of heat transfer processes 


Equation Transport Property 
Mode Mechanism(s) Rate Equation Number or Coefficient 
| ат 
Conduction Energy transfer due qi (W/m?) = == (15.1) k (W/m: К) 
to molecular/atomic dx 
activity 
Convection Energy transfer due q'(WIm?) = h(T, — Т.) (15.3а) л (W/m? - К) 
to molecular motion 
(conduction) plus energy 
transfer due to bulk 
motion (advection) 
Radiation Energy transfer by q"(W/m’) = £o(T? — Та) (15.7) £ 
electromagnetic waves; or q'(W) = ha(T, — Ту) (13.8) haa (УУлш2-К) 


radiation exchange, diffuse-gray 
surface-large surroundings 


Problems 


Conduction Transistor (Т„ P.) 


K—— — D — sre 
15.1 The horizontal concrete slab of a basement is 11 m long, 
8 m wide, and 0.20 m thick. During the winter, temperatures Air 
are nominally 17°C and 10°C at the top and bottom surfaces, Toh 
respectively. If the concrete has a thermal conductivity of 
1.4 W/m - K, what is the heat transfer rate through the slab? 


15.2 A heat transfer rate of 3 kW is conducted through a sec- 
tion of an insulating material of cross-sectional area 10 m? and 
thickness 2.5 cm. If the inner (hot) surface temperature is 415°С 
and the thermal conductivity of the material is 0.2 W/m: K, 
what is the outer surface temperature? 


Figure P15.6 


Under conditions for which the air maintains an average con- 
vection coefficient of h = 100 W/m? К on the surface of the 
case, what is the maximum allowable power dissipation P, if 


: o(9 
15.3 А concrete wall, which has a surface area of 20 m? and is the surface temperature T, is not to exceed 85 C? 


0.30 m thick, separates conditioned room air from ambient air. 
The temperature of the inner surface of the wall is maintained 
at 25?C, and the thermal conductivity of the concrete is 


15.7 A cartridge electrical heater is shaped as a cylinder of 
length L = 200 mm and outer diameter D = 20 mm. Under 
normal operating conditions the heater dissipates 2 kW, while 


1 W/m: К. 

(a) Determine the heat transfer rate through the wall for outer 
surface temperatures ranging from — 15°С to 38°С, which 
correspond to winter and summer extremes, respectively. 
Display your results graphically. 

(b) On your graph, also plot the heat transfer rate as a function 
of the outer surface temperature for wall materials having 
thermal conductivities of 0.75 and 1.25 УУ/ш: К. Explain 
the family of curves you have obtained. 


154 (CD-ROM) 
15.5 (CD-ROM) 


Convection 


15.6 The case of a power transistor, which is of length L — 


10 mm and diameter D — 12 mm, is cooled by an air stream 
of temperature Т, = 25°С as shown іп Fig. P15.6. 


submerged in a water flow that is at 20°С and provides a 
convection heat transfer coefficient of h = 5000 W/m?- К. 
Neglecting heat transfer from the ends of the heater, determine 
its surface temperature Т,. If the water flow is inadvertently 
terminated while the heater continues to operate, the heater 
surface is exposed to air that is also at 20°С but for which 
h = 50 W/m?- К. What is the corresponding surface temper- 
ature? What are the consequences of such an event? 


15.8 The temperature controller for a clothes dryer consists of 


a bimetallic switch mounted on an electrical heater attached to 
a wall-mounted insulation pad (Fig. P15.8). The switch is set 
to open at 70°С, the maximum dryer air temperature. In order 
to operate the dryer at a lower air temperature, sufficient power 
is supplied to the heater such that the switch reaches 70°C (Т) 
when the air temperature T,, is less than Т. If the convection 
heat transfer coefficient between the air and the exposed switch 


Dryer wall 


Insulation pad 
Electrical heater 
Bimetallic switch 


Figure P15.8 


surface of 30 mm? is 25 W/m?- К, how much heater power 
Р, is required when the desired dryer air temperature is 
Т, = 50°C? 


15.9 (CD-ROM) 

15.10 (CD-ROM) 

Radiation 

15.11 А spherical interplanetary probe of 0.5-m diameter con- 


tains electronics that dissipate 150 W. If the probe surface has 
an emissivity of 0.8 and the probe does not receive radiation 
from the sun or deep space, what is its surface temperature? 


15.12 A surface of area 0.5 m°, emissivity 0.8, and temperature 
150°C is placed in a large, evacuated chamber whose walls are 
maintained at 25°C. What is the rate at which radiation is emit- 
ted by the surface? What is the net rate at which radiation is 
exchanged between the surface and the chamber walls? 


15.13 А vacuum chamber, as used in sputtering electrically con- 
ducting thin films on microcircuits, is comprised of a baseplate 
maintained by an electrical heater at Т, = 300 K and a shroud 
within the enclosure maintained at 77 K by a liquid-nitrogen 
(LN;) coolant loop. LN, enters as a saturated liquid, experi- 
ences evaporation, and exits the loop as saturated vapor. The 
baseplate, insulated on the lower side, is 0.3 m in diameter and 
has an emissivity of e = 0.25. 


--- Vacuum 
enclosure 


Liquid-nitrogen 
filled shroud, 77 K 


— Electrical heater 
— Baseplate 


Figure P15.13 


(a) How much electrical power P, must be provided to the 
baseplate heater? 

(b) At what rate must liquid nitrogen be supplied to the shroud 
if its heat of vaporization (hj) is 125 kJ/kg? 

(c) To reduce the liquid-nitrogen consumption, it is proposed 
to bond a thin sheet of aluminum foil (= = 0.09) to the 
baseplate. Will this have the desired effect? 
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15.14 (CD-ROM) 
15.15 (CD-ROM) 


Energy Balance and Multimode Effects 


15.16 Consider the steam pipe of Example 15.2. The facilities 
manager wants you to recommend methods for reducing the 
heat transfer to the room, and two options are proposed. The 
first option would restrict air movement around the outer sur- 
face of the pipe and thereby reduce the convection coefficient 
by a factor of two. The second option would coat the outer sur- 
face of the pipe with a low emissivity (е = 0.4) paint. Which 
of the foregoing options would you recommend? 


15.17 The curing process of Example 15.6 involves exposure of 
the plate to irradiation from an infrared lamp and attendant cool- 
ing by convection and radiation exchange with the surround- 
ings. Alternatively, in lieu of the lamp, heating may be achieved 
by inserting the plate in an oven whose walls (the surround- 
ings) are maintained at an elevated temperature. Consider con- 
ditions for which the oven walls are at 200°C, air flow over the 
plate is characterized by Т„ = 20°C and h = 15 W/m? K, and 
the coating has an emissivity of ғ = 0.5. What is the tempera- 
ture of the coating? 


15.18 (CD-ROM) 
15.19 (CD-ROM) 


15.20 Іп an orbiting space station, an electronic package is 
housed in a compartment having a surface area, A, = 1 m? 
which is exposed to space. Under normal operating conditions, 
the electronics dissipate 1 kW, all of which must be transferred 
from the exposed surface to deep space (0 K). If the surface 
emissivity is 1.0 and the surface is not exposed to the sun, what 
is its steady-state temperature? If the surface is exposed to a 
solar flux of 750 W/m?, and its absorptivity to solar radiation 
is 0.25, what is its steady-state temperature? 


15.21 Electronic power devices are mounted to a heat sink hav- 
ing an exposed surface area of 0.045 m? and an emissivity of 
0.80 (Fig. P15.21). When the devices dissipate a total power 
of 20 W and the air and surroundings are at 27°С, the average 
sink temperature is 42°С. What average temperature will the 
heat sink reach when the devices dissipate 30 W for the same 
environmental conditions? 


Power device 


Ты = 27°С 


ж Heat sink, Т, 
ж А, 


Figure Р15.21 
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15.22 (CD-ROM) 
15.23 (CD-ROM) 


Process Identification 


15.24 


In analyzing the performance of a thermal system, the 


engineer must be able to identify the relevant heat transfer 
processes. Only then can the system behavior be properly quan- 
tified. For the following systems, identify the pertinent 
processes, designating them by appropriately labeled arrows 
on a sketch of the system. Answer additional questions that ap- 
pear in the problem statement. 

(a) Identify the heat transfer processes that determine the tem- 


perature of an asphalt pavement on a summer day. Write 
an energy balance for the surface of the pavement. 


(b) Consider an exposed portion of your body (e.g., your fore- 


arm with a short-sleeved shirt) while you are sitting in a 
room. Identify all heat transfer processes that occur at the 
surface of your skin. In the interest of conserving fuel and 
funds, you keep the thermostat of your home at 15°C 
(59°F) throughout the winter months. You are able to tol- 
erate this condition if the outside (ambient) air tempera- 
ture exceeds —10°C (14°F) but feel cold if the ambient 
temperature falls much below this value. Are you imag- 
ining things? 


(c) A thermocouple junction is used to measure the tempera- 


ture of a hot gas stream flowing through a channel by 
inserting the junction into the mainstream of the gas. The 
surface of the channel is cooled such that its temperature 
is well below that of the gas. Identify the heat transfer 
processes associated with the junction surface. Will the 
junction sense a temperature that is less than, equal to, or 
greater than the gas temperature? A radiation shield is a 
small, open-ended tube that encloses the thermocouple 
junction, yet allows for passage of the gas through the tube. 
How does use of such a shield improve the accuracy of the 
temperature measurement? 


— 
— Thermocouple 
c3 — bead 
i ^ 


Го Cool channel 
Shield 


Figure P15.24 


15.4 Тһе heat flux through a wood slab, 50 mm thick, whose 


inner and outer surface temperatures are 40 and 20°C, respec- 
tively, has been determined to be 40 W/m. What is the ther- 
mal conductivity of the wood? 


15.5 A freezer compartment consists of a cubical cavity that is 


2 m on a side. Assume the bottom to be perfectly insulated. 
What is the minimum thickness of styrofoam insulation (К = 
0.030 W/m · К) that must be applied to the top and side walls 
to ensure a heat transfer rate of less than 500 W, when the inner 
and outer surfaces are —10 and 35°C? 


15.9 The free convection heat transfer coefficient on a thin hot 


vertical plate suspended in still air can be determined from ob- 
servations of the change in plate temperature with time as it 
cools. Assuming the plate is isothermal and radiation exchange 
with its surroundings is negligible, evaluate the convection co- 
efficient at the instant of time when the plate temperature is 
225°C and the change in plate temperature with time (47/41) 
is —0.022 K/s. The ambient air temperature is 25°С and the 
plate measures 0.3 X 0.3 m with a mass of 3.75 kg and a spe- 
cific heat of 2770 J/kg К. 


15.10 А square isothermal chip is of width w = 5 mm on a 


side and is mounted in a substrate such that its side and back 
surfaces are well insulated, while the front surface is exposed 
to the flow of a coolant at Т, = 15°C. From reliability con- 
siderations, the chip temperature must not exceed T = 85°С. 


Coolant : Т, 


Figure Р15.10 


If the coolant is air апа the corresponding convection coeffi- 
cient is h = 200 W/m? : К, what is the maximum allowable 
chip power? If the coolant is a dielectric liquid for which 
h = 3000 W/m’: К, what is the maximum allowable power? 


15.14 Anoverhead 25-m-long, uninsulated industrial steam pipe 


of 100 mm diameter is routed through a building whose walls 
and air are at 25°С. Pressurized steam maintains a pipe surface 
temperature of 150°C, and the coefficient associated with free 
convection is h = 10 W/m?- К. The surface emissivity is = = 
0.8. What is the heat transfer rate from the steam line? Would 
applying a low emissivity coating (€ = 0.10) to the pipe exte- 
rior surface change the heat transfer rate significantly? 


fa) 15.15 An instrumentation package has a spherical outer surface 


of diameter D = 100 mm and emissivity е = 0.25. The pack- 
age is placed in a large space simulation chamber whose walls 
are maintained at 77 K. If operation of the electronic compo- 
nents is restricted to the temperature range 40 = T = 85°C, what 
is the range of acceptable power dissipation for the package? 
Display your results graphically, showing also the effect of vari- 
ations in the emissivity by considering values of 0.20 and 0.30. 


15.18 Consider the conducting rod of Example 15.3 under 


steady-state conditions. As suggested in Comment 3, the tem- 
perature of the rod may be controlled by varying the speed of 
air flow over the rod, which, in turn, alters the convection heat 
transfer coefficient. To consider the effect of the convection 
coefficient, generate plots of Т versus / for values of h = 50, 
100, and 250 W/m? К. Would variations in the surface emis- 
sivity have a significant effect on the rod temperature? 


15.19 Liquid oxygen, which has a boiling point of 90 K and a 


heat of vaporization (Л) of 214 kJ/kg, is stored in a spherical 
container whose outer surface is of 500-mm diameter and at a 
temperature of — 10°C. The container is housed in a laboratory 
whose air and walls are at 25°C. If the surface emissivity is 
0.20 and the heat transfer coefficient associated with free con- 
vection at the outer surface of the container is 10 W/m? K, 
what is the rate, in kg/s, at which oxygen vapor must be vented 
from the system to maintain steady-state conditions? 


15.22 Plate glass at 600°C is cooled by passing air over its sur- 


face such that the convection heat transfer coefficient is h = 
50 W/m? : К. To prevent cracking, it is known that the tem- 
perature gradient must not exceed 15°C/mm at any point in the 
glass during the cooling process. If the thermal conductivity 
of the glass is 1.4 W/m: K and its surface emissivity is 0.8, 
what is the lowest temperature of the air that can initially be 
used for the cooling? Assume that the temperature of the air 
equals that of the surroundings. 


15.23 An electrical resistor is connected to a battery, as 


shown schematically. After a brief transient, the resistor as- 
sumes a nearly uniform, steady-state temperature of 95°C, 
while the battery and lead wires remain at the ambient tem- 
perature of 25°C. Neglect the electrical resistance of the lead 
wires. 


1-6А 
-—= 

Resistor 

Battery 
Air 
i =) 2556 
Lead wire 
Figure РЇВЗЭ 


(а) Consider the resistor as а system about which a control 
surface is placed and Equation 15.11а is applied. Deter- 
mine the corresponding values of En (W), E, (W), Еш (УУ), 
апа Е, (ХУ). If a control surface is placed about the entire 
system, what are the values of Е E; Еш апа Ey? 

(b) If electrical power is dissipated uniformly within the re- 
sistor, which is a cylinder of diameter D = 60 mm and 
length L = 250 mm, what is the volumetric generation 
rate, 4 (W/m*)? 

(c) Neglecting radiation from the resistor, what is the 
convection coefficient? 


Example 15.3 Applying the First Law оп а Rate Basis 


3. For fixed environmental conditions (A, Т„, Т), as well as a rod of fixed geometry (D) and properties (е, R7), the steady- 
state temperature depends on the rate of energy generation and hence on the value of the electric current. Consider an uninsulated 
copper wire (D = 1 mm, е = 0.8, R; = 0.4 O/m) in large isothermal surroundings (Т = 300 К) through which cooling air 
is circulated (Л = 100 W/m? K, Т„ = 300 К). Substituting these values into the steady-state energy balance of Comment 2, 
the rod temperature has been computed for operating currents іп the range 0 = / = 10 A and the following results were 
obtained: 


0 2 4 5.2 6 8 10 
1 (атрегев) 


Figure E15.3b 


4. If a maximum operating temperature of T = 60°С is prescribed for safety reasons, the current should not exceed 5.2 A 
(Fig. E15.3b). At this temperature, heat transfer by radiation (0.6 W/m) is much less than heat transfer by convection (10.4 W/m). 
Hence, if one wished to operate at a larger current while maintaining the rod temperature within the safety limit, the convection 
coefficient would have to be increased by increasing the velocity of the circulating air. For h = 250 W/m? : К, the maximum 
allowable current could be increased to 8.1 A. 

5. The /nteractive Heat Transfer (IHT) software accompanying your text is especially useful for solving equations, such as 
the energy balance in Comment 2, and generating the graphical results of Comment 3. To apply /HT for this purpose, key the 
energy balance into the Workspace using the following free-form symbol format 


0 = /^2* Re’ - pi*D*h*(T— Tinf) – pi* D*eps* sigma*(T^4 — Tsur^4) 


Next, key in the known input variables, press Solve, and find T. To determine T for the operating current range, 0 = / « 10 A, 
use the Explore feature to sweep over the variable 7. You can plot Т vs. / using the Graph feature. You should label the plot to 
provide a professional appearance. See the CD-ROM file Things You Should Know About ІТ and IHT for advice on using ІНТ 
to solve the heat transfer problems of this text. 


Example 15.4 Applying the First Law for an Interval of Time 


Solution 
Known: Mass and temperature of ice. Dimensions, thermal conductivity, and outer surface temperature of containing wall. 
Find: Expression for time needed to melt the ice. 


Schematic and Given Data: 


ys Section A-A k Assumptions: 
1. Inner surface of wall is at 7; throughout the process. 
Е, Т, 2. Steady-state, one-dimensional conduction through each 
T, wall. 
3. Conduction area of one wall may be approximated as 
W (L << W). 
Ice-water 4. Constant properties. 
mixture (Т) L 


Figure E15.4 


Analysis: Since we must determine the melting time f,,, the first law should be applied over the time interval Ar = т„. Hence, 
applying Eq. 15.11b to the system comprised of the ice-water mixture, it follows that 


Hs = АЕ, 


where the increase in internal energy stored within the system is due exclusively to the change in internal energy associated 
with conversion from the solid to liquid state. Heat transfer occurs to the ice by means of conduction through the container 
wall, and since the temperature difference across the wall is assumed to remain at (Т, — Т) throughout the melting process, 
the wall conduction rate is a constant 


ihe = Т, 


cond — k(6W?) 1, 


and the amount of energy inflow is 


2 T, = Т; 
Їйл, F цөн) Л, I 


The amount of energy required to effect such a phase change рег unit mass of solid is termed the heat of fusion иу. Hence the 
increase in energy storage is 


АЕ, = muy 
By substituting into the first law expression, it follows that 


mu, L 
а 
"  6W'KT, — T) 


Comments: 

1. Several complications would arise if the ice were initially subcooled. The storage term would have to include the change 
in internal energy required to take the ice from the subcooled to the fusion temperature. During this process, temperature gra- 
dients would develop in the ice. 

2. Consider a cavity of width W = 200 mm on a side, wall thickness L = 10 mm, and thermal conductivity k = 0.05 W/m · К. 
The mass of the ice in the cavity is 


m = p,(W = 2L) = 920 kg/m? (0.200 — 0.020)? m? = 5.37 kg 


HEAT TRANSFER BY 
CONDUCTION 


Introduction... 


In Chap. 15, we learned that conduction heat transfer is governed by Fourier’s 
law. We also learned that from knowledge of the manner in which the temperature 
varies within the medium, referred to as the temperature distribution, the law can 
be used to determine the heat flux. The aim in a conduction analysis is to 
determine the temperature distribution in a medium resulting from conditions 
imposed on its boundaries. 

The first objective of this chapter is to understand how the heat equation, based chapter objectives 
upon Fourier's law and the conservation of energy requirement, can be used to 
obtain the temperature distribution within a medium for steady-state and transient 
conditions. The second objective is to show how thermal circuits can be used to 
model steady-state heat flow in common geometries such as the plane wall, 
cylinder, sphere, and extended surface (fin). The third objective 18 to solve 
transient conduction problems using the lumped capacitance method, which is 
appropriate when a single temperature can be used to characterize the time 
response of the medium to the boundary change. When spatial effects must be 
considered, we will use analytical solutions to the heat equation. 


ЩІ Introduction to Conduction Analysis 


Conduction analysis is about determining the temperature distribution within a medium 
resulting from conditions at its boundaries. With knowledge of the temperature distribution, 
the heat flux distribution can be determined using Fourier’s law. 


16.1.1 More About Fourier's Law 


In Sec. 15.1.1, we introduced Fourier's law, Eq. 15.1, which relates the heat flux (W/m?) іп 
the x-direction, per unit area perpendicular to the direction of transfer, to the product of the 
thermal conductivity (W/m: К) and the temperature gradient, (dT/dx), in the x-direction 


dT 
qi ky (16.1) 


Fourier's law, as written above, implies that the heat flux is a directional quantity. The re- 
lationship between the coordinate system, heat flow direction, and temperature gradient in 
one dimension is illustrated in Fig. 16.1a. If the temperature distribution is linear, the gradi- 
ent is constant, and therefore, the heat flux is a constant: q” is independent of x. When the 
temperature distribution is nonlinear with the x-coordinate as shown in Fig. 16.19, the gradient 
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Temperature 


gradient, ^". 
dx 


40) 


Figure 10.1 Relationships between heat flux, temperature gradient, and coordinate system. One-dimensional temperature 
distributions: (a) Linear with constant heat flux, and (b) Nonlinear with variable heat flux. (c) Heat flux vector normal to an 
isotherm in a two-dimensional coordinate system. 


heat flux distribution 


is no longer a constant, and consequently, the heat flux will be a function of the x-coordinate, 
q(x). Later we'll explore what conditions give rise to nonlinear temperature and nonconstant 
heat flux distributions. 

Consider the object of Fig. 16.1c experiencing two-dimensional conduction. Notice the 
line of constant temperature, referred to as an isotherm, near the midpoint of the object. The 
heat flux, q^, a vector quantity, is in the direction normal to the isotherm. The heat flux is 
sustained by a temperature gradient in the n-direction and can be expressed in terms of its 
x- and y-direction components 

Gn = 9: + ay 
Each of the heat flux components could be expressed in terms of their respective gradients. 
While we treat only one-dimensional conduction in this text, recognize that the concepts you 
will learn can be extended to two- and three-dimensional conduction. 

The origin of Fourier’s law is phenomenological. That is, it is developed from observed 
phenomena—the generalization of extensive experimental evidence—rather than being derived 
from first principles. The expression defines the important material property, thermal conductivity 
(see Fig. 16.2), one of several thermophysical (transport) properties you will encounter in 
performing conduction analyses. Tabulated values of the thermophysical properties required for 
solution of heat transfer problems are provided in Appendix HT for selected technical materials 
(HT-1), common materials (HT-2), gases (HT-3), saturated liquids (HT-4), and saturated water 
(HT-5). Many of the example problems will demonstrate how to use these tables effectively. 


Plastics б | 
NONMETALLIC SOLIDS 
Foams | Fibers | | 


INSULATION SYSTEMS 


Oils Water 1 
Carbon LIQUIDS 


dioxide Hydrogen 
GASES 


Figure 10.2 Range of thermal 

EE. | conductivity for various phases of 

0.01 0.1 1 10 100 1000 matter at normal temperatures and 
Thermal conductivity (W/m*K) pressure. 
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16.1.2 The Heat Equation 


We consider now the manner in which the temperature distribution in a medium resulting 
from conditions imposed on the boundaries can be determined. 

We will determine the temperature distribution Т(х, f) associated with one-dimensional 
(Cartesian coordinate) heat transfer in a stationary, homogenous medium experiencing uni- 
form volumetric energy generation g (W/m?, see Eq. 15.12). We will define a differential 
system (element), identify relevant energy processes, introduce the appropriate rate equations, 
and apply the conservation of energy requirement. The result is a differential equation whose 
solution for the prescribed boundary and initial conditions provides the temperature distri- 
bution in the medium. 


The Heat Equation: Derivation (CD-ROM) 
The Heat Equation: Results 


For the foregoing case of one-dimensional, transient conduction with volumetric energy gen- 
eration, the heat equation is 


д(,9Т : oT 
( ) Fq-pc (16.2) 


where the temperature is a function of the x coordinate and time, Т(х, 4). 

In this text, we will show only the solutions for transient cases. However, we will derive 
solutions for the steady-state form of the heat diffusion equations for these cases: 
Steady-state conditions, with volumetric energy generation 


(к) 200 (16.3) 
d du 4 | 


Steady-state conditions, without volumetric energy generation 


(кт) = (16.4) 
dx\ dx] — ` 


where the temperature depends only on the x coordinate, T(x). 

Note the appearance of the properties p, c, and k in the heat equation of Eq. 16.2. The 
product pc (J/m? - K) is commonly termed the volumetric heat capacity, and measures the 
ability of a material to store energy. The thermal conductivity 18 a transport property since 
it is the rate coefficient associated with Fourier's law. In heat transfer analysis, for transient 
conduction and convection, the ratio of the thermal conductivity К to the volumetric heat 
capacity is an important transport property termed the thermal diffusivity (m/s) 


a=— (16.5) 


It measures the ability of a material to conduct energy relative to its ability to store energy. 
Materials with large о will respond more quickly to changes in their thermal environment, 
while materials with a small о will respond more slowly, taking longer to reach a new equi- 
librium condition. 


16.1.3 Boundary and Initial Conditions 


To determine the temperature distribution in a medium, it is necessary to solve the appropriate 
form of the heat equation. However, the solution depends on the physical conditions exist- 
ing at the boundaries of the medium and, if the situation is time dependent, on conditions 
existing in the medium at some initial time. With regard to the boundary conditions, there 
are several common possibilities that are simply expressed in mathematical form. Because 


heat equation 


volumetric heat capacity 


thermal diffusivity 
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Table 16.1 Boundary Conditions for the Heat Equation at the Surface (x = 0) 


1. Constant surface temperature 2. Constant surface heat flux 
Tà (a) Finite heat flux 
T(0, f) = T, (16.6) 5 8 
oT » 
T(x, t) —k— = 4; (167) 
дх 1,0 
|x 
3. Convection surface condition TO,D. p (b) Adiabatic or insulated surface 
oT oT B 
k = МТ,- T(0,t PE -0 16.8 
дх | x=0 | (0, д] Ox x29 165) Т(х, 1) 
(16.9) 


initial condition 
boundary conditions 


the heat equation, Eq. 16.2, is second order in the spatial coordinate, two boundary condi- 
tions must be expressed to describe the system. Because the equation is first order in time, 
however, only one condition, termed the initial condition, must be specified. 

The three kinds of boundary conditions commonly encountered in heat transfer are 
summarized in Table 16.1. The conditions are specified at the surface x = 0 for а опе- 
dimensional system. Heat transfer is in the positive x-direction with the temperature 
distribution, which may be time dependent, designated as T(x, 4). 


First kind. Constant surface temperature. This condition is closely approximated, for ex- 
ample, when the surface experiences convection with an extremely high convection coeffi- 
cient. Such conditions occur with boiling or condensation, and in both instances the surface 
remains at the temperature of the phase change process. 


Second kind. Constant surface heat flux. The heat flux is related to the temperature gradient 
at the surface by Fourier’s law. This condition could be realized by bonding a thin-film or patch- 
electric heater to the surface or by irradiating the surface with a heat lamp. A special case of 
this condition corresponds to the perfectly insulated, or adiabatic, surface for which the gra- 
dient is zero. If there is a symmetry in the temperature distribution, a surface corresponding to 
the maximum or minimum temperature could also represent an adiabatic surface. 


Third kind. Convection surface condition. This condition corresponds to the existence of 
convection heating (or cooling) at the surface and is obtained from the surface energy balance 
discussed in Sec. 15.3. 


16.2) Steady-State Conduction 


Using the heat equation for steady-state conditions, we will determine the temperature dis- 
tributions for one-dimensional plane walls and radial systems. We will introduce the concept 
of thermal resistance useful for representing systems and their boundary conditions by an 
equivalent thermal circuit. 


16.2.1 The Plane Wall 


For one-dimensional conduction in a plane wall under steady-state conditions, temperature 
is a function of the x coordinate only, and heat transfer occurs exclusively in this direction. 
In Fig. 16.4a, a plane wall separates two fluids of different temperatures. Heat transfer occurs 
by convection from the hot fluid at Т, ; to one surface of the wall at Т, |, by conduction 
through the wall and by convection from the other surface of the wall at T,, to the cold fluid 
at Ta ;. We begin by considering conditions within the wall. We first determine the temperature 
distribution, from which we can then obtain the conduction heat transfer rate. 


16.2 Steady-State Conduction 


Area, A 
T.i 
TL Т, T,» Т. 
— Temperature 000 — e o AAA NAA — 9—AN'v-9 
distribution, T(x) dx 1 L 1 
4, К, солу,1 = hjA К, сопа = КА t,conv, 2 = hA 
T.» 


ot fluid 1 L 1 
n Rt = — + — + — (16.20) 
eli Cold fluid hA КА hA 


ын xL УЛ 


Figure 10.4 Heat transfer through a plane wall. (а) Temperature distribution. (b) Equivalent thermal circuit. 


Temperature Distribution 


The temperature distribution in the wall can be determined by solving the heat equation with 
the proper boundary conditions. For steady-state conditions with no energy generation within 
the wall, the appropriate form of the heat equation is Eq. 16.4 


Note that the term in parenthesis represents the heat flux. It follows that for one-dimensional 
conduction in a plane wall with no generation, the heat flux is a constant, independent of x. If 
the thermal conductivity of the wall material is constant, the equation may be integrated twice 
to obtain the general solution 


Т(х) = Са, (16.10) 


To obtain the constants of integration, C, and C5, boundary conditions must be introduced. 
We choose to apply conditions of the first kind at x = 0 and x = L, in which case 


T(0) = T. and T(L) = Т,; 
Applying the condition at x = 0 to the general solution, it follows that 
Сз = T, 


Similarly, at x = L 


in which case 


Substituting into the general solution, the temperature distribution is then 


T(x) = (T; = T,)7 tT (16.11) 


From this result it is evident that, for one-dimensional, steady-state conduction in a plane 
wall with no energy generation and constant thermal conductivity, the temperature varies 
linearly with x. 
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thermal resistance: 
plane wall conduction 


thermal resistance: 
convection 


thermal circuit 


Now that we have the temperature distribution, we can use Fourier’s law, Eq. 16.1, to de- 
termine the conduction heat flux (W/m?). That is 


For the plane wall, A is the area of the wall normal to the direction of heat transfer and is a 
constant independent of x, so that the conduction heat rate (УУ) is 


k 
4: = 4А = 1A 0s Т.) (16.13) 


Equations 16.12 апа 16.13 indicate that both the heat flux and the heat rate are constants, 
independent of х. 

Note that we have opted to prescribe surface temperatures at x = 0 and x = L as bound- 
ary conditions, even though it is the fluid temperatures, and not the surface temperatures, 
that are typically known. However, since adjoining fluid and surface temperatures are easily 
related through a surface energy balance (see Sec. 15.3), it is a simple matter to express 
Egs. 16.11 to 16.13 in terms of fluid, rather than surface, temperatures. Alternatively, equiv- 
alent results could be obtained directly by using the surface energy balances as boundary 
conditions of the third kind in evaluating the constants of Eq. 16.10 (see Problem 16.7). 


Thermal Resistance and Thermal Circuits 


At this point we note that a very important concept is suggested by Eq. 16.13. In particular, there 
exists an analogy between the conduction of heat and electrical current. Just as an electrical re- 
sistance is associated with electrical conduction, a thermal resistance may be associated with 
heat conduction. Defining resistance as the ratio of a driving potential to the corresponding trans- 
fer rate, it follows from Eq. 16.13 that the thermal resistance for conduction in a plane wall is 


R, а = 1—2 = 16.14 
1, сопа 4. КА ( ) 


Similarly, for electrical conduction in the same system, Ohm’s law provides an electrical re- 
sistance of the form 
€, x 6,2 L 


Е, = = 16.1 
e 7 A (16.15) 


where the driving potential is £,, — €,» (electrical potential difference), the transfer rate is 
I (electrical current), and c, is the electrical conductivity. The analogy between heat and elec- 
trical current flow is seen by comparing Eqs. 16.14 and 16.15. 

A thermal resistance can also be associated with heat transfer by convection at a surface. 
From Newton's law of cooling 


а = hA(T, — T.) (16.16) 


the thermal resistance for convection from a surface is then 


R oeae --- (16.17) 


Circuit representations provide a useful tool for both conceptualizing and quantifying heat 
transfer problems. The equivalent thermal circuit for the plane wall with convection surface 
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conditions is shown in Fig. 16.4b. The circuit is comprised of resistance elements and nodes 
that represent surface or fluid temperatures. The heat transfer rate can be determined from 
separate or combined considerations of the elements and nodes in the network. Since 4, is 
constant throughout the network, it follows that 

Tea = Ти Ты = T Тр — T2» 


а ANA ЛА  1/һА (16:18) 


In terms of the overall temperature difference, Т.) — Т5, and the total thermal resistance, 
Row the heat transfer rate can also be expressed as 
Tai = Too ” 
= a (16.19) 
Rua 
Because the conduction and convection resistances are in series and may be summed, it fol- 
lows that the total thermal resistance is 


1 L 1 
Root = Rosi | AR. cond | Rind x hA | H (16.20) 
1 


Yet another resistance may be pertinent if a surface is exposed to large, isothermal 
surroundings (Sec. 15.1.3). In particular, radiation exchange between the surface and its sur- 
roundings may be important, and the rate can be determined from Eq. 15.8. It follows that 
a thermal resistance for radiation may be defined as 


Т, = Ts 1 
К, rad — E (16.21) 
| drad Ж! 


where haa the linearized radiation coefficient, is determined from Eq. 15.9. Surface radia- 
tion and convection resistances act in parallel, and if Т, = T,,,, they can be combined to 
obtain a single, effective surface resistance. 


The Composite Wall 


Equivalent thermal circuits may also be used for more complex systems, such as composite 
walls. Such walls may involve any number of series and parallel thermal resistances due to 
layers of different materials. Consider the series composite wall of Fig. 16.5. The one- 
dimensional heat transfer rate for this system may be expressed as 


nodes 


total thermal resistance 


thermal resistance: 
radiation coefficient 


Tai ~ Гев 6 
а= Эн. (16.22) 
: Roo 
T2 Area, A 1 L, Ly 1 
| hA ҚА ЊА h3A 
| | | ds T.i Ti Т; Туз Тыз 
Cold fluid 
ot fluid Т.з Т.з, з 4 = Tei Tes (1622) 
Toss Ry, 
$ 1 
lis е (AA) (ГАЛАА) + (15А) + (1/һ3А)] 


(а) (5) 


Figure 10.5 Series-composite wall (a) with convection on both surfaces and (b) equivalent thermal circuit. 
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overall heat transfer 
coefficient 


Figure 10.7 Temperature 
drop due to thermal 
contact resistance. 


thermal contact 
resistance 


where Т. — T..3 is the overall temperature difference and R,,, includes all thermal resist- 
ances. Hence 
Ты = Т. 
(ОЛА) + (Laka) + (7А) + (1/934)] 
Alternatively, the heat transfer rate can be related to the temperature difference апа resist- 
ance associated with each element. For example 
T. m T, Ta- 7, T, — Т, 
7 = = = (16.24) 
(hA)  (La/kaA) (1һ/һвА) 
With composite systems it is often convenient to work with an overall heat transfer 
coefficient, U, which is defined by an expression analogous to Newton’s law of cooling. 
Accordingly 


(16.23) 


q, = UA AT (16.25) 


where AT is the overall temperature difference. The overall heat transfer coefficient is re- 
lated to the total thermal resistance, and from Eqs. 16.22 and 16.25 we see that UA = 1/R,,. 
Hence, for the composite wall of Fig. 16.5 

1 1 


U КоА [(1/h;) ЯВ (LA/k4) + (Lg/kg) 4 (1/h3)] (16.26) 


In general, we may write 


Ra = — = — (16.27) 
4 


Composite walls may also be characterized by series-parallel configurations and the heat 
rate determined by a network comprised of thermal resistances in series and parallel 
arrangements. (CD-ROM) 


Contact Resistance 


Although neglected until now, it is important to recognize that, in composite systems, the 
temperature drop across the interface between materials may be appreciable. This tempera- 
ture change is attributed to what is known as the thermal contact resistance, R,,. The effect 
is shown in Fig. 16.7, and for a unit area of the interface, the resistance is defined as 


ТА — Тв 


К. = (16.28) 


The existence of a finite contact resistance is due principally to surface roughness effects. 
Contact spots are interspersed with gaps that may be evacuated or filled with an interfacial 
medium such as a gas, grease, or paste. Heat transfer is therefore due to conduction across 
the actual contact area and to conduction and/or radiation across the gaps. The contact re- 
sistance may be viewed as two parallel resistances: that due to the contact spots and that due 
to the gaps. The contact area is typically small, and especially for rough surfaces, the major 
contribution to the resistance is made by the gaps. For problems in this text, we will neglect 
contact resistance unless otherwise noted. 

Comprehensive reviews of thermal contact resistance results are available in the literature, 
especially for space thermal control and electronics applications. Thermal resistances of rep- 
resentative solid/solid interfaces are shown in Table 16.2. (CD-ROM) 
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Example 10.1 Thermal Circuit Analysis-the Plane Wall 


A manufacturer of household appliances is proposing a self-cleaning oven design that involves use of a composite window 
separating the oven cavity from the room air. The composite is to consist of two high-temperature plastics (A and B) of thick- 
nesses L4 = 21 and thermal conductivities ką = 0.15 W/m : К and kg = 0.08 W/m: K. During the self-cleaning process, 
the inside window temperature Т, ; is 385°C, while the room air temperature T, is 25°C and the outside convection coefficient 
is 25 W/m? - К. What is the minimum window thickness, L = L, + Lg, needed to ensure a temperature that is 50°C or less 
at the outer surface of the window during steady-state operation? This temperature must not be exceeded for safety reasons. 


Solution 

Known: The properties and relative dimensions of plastic materials used for a composite oven window, and conditions 
associated with self-cleaning operation. 

Find: Composite thickness L needed to ensure safe operation. 


Schematic and Given Data: 


Composite 
window, 
Ly = 2Lg В--Їд-- Lg |< 
ПТ 
I | T, € 50°С 7 
І um ae T., 
1 о-у о ЛУЛУ 
ЦІ 4 хи 
E | . ot 4 
Ш ағ 1.-25%С қ [^ kg h, 
ili h, = 25 W/m**K 
[ Thermal circuit representing conduction through 
B, kg = 0.08 W/m*K the composite window with convection on outer surface 
A, ką = 0.15 W/m*K 


Figure E10.1 


Assumptions: 

. Steady-state conditions exist. 

. Conduction through the window is one-dimensional. 
. Contact resistance between the plastics is negligible. 
. Radiation transfer through the window is negligible. 
. Plastics are homogenous with constant properties. 


о ы ік 


Analysis: Тһе thermal circuit can be constructed Бу recognizing that resistance to heat transfer through the composite 
window to the ambient air is associated with conduction in the plastics and convection at the outer surface. Since the 
outer surface temperature of the window, 7,,, is prescribed, the required window thickness is obtained by applying an 
energy balance at this surface (see control surfaces on the Schematic). Referring to the circuit, recognize that an energy 
balance on the T, , node is equivalent to the surface energy balance. Hence, the heat flux into the node (surface) is equal 
to the heat flux out of the node (surface). As such, the heat rate can be expressed as 


T ға ts 71 = ШЕ 
La/ka + Le/kg 1/h, 


” 


4 


With Lg = L4/2, and substituting numerical values, find L4 


(385 ESOS (5%) — 2E 
(L4/0.15 + 0.5L,/0.08)m- K/W. (1/25)n? - K/W 
Ly = 0.0415 m 


Hence, the required thickness for the composite window is 


L = L, + Lg = (0.0415 + 0.5 х 0.0415)m = 0.0622 т = 622 mm < 
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Example 10.2 Silicon Chip on a Substrate 


A thin silicon chip and an 8-mm-thick aluminum substrate are separated by a thin epoxy joint with a thermal resistance of 
Ri = OO) 9X 107^ m?- K/W. The chip and substrate are each 10 mm оп a side, and their exposed surfaces are cooled by air, 
which is at a temperature of 25°C and provides a convection coefficient of 100 W/m? - К. If the chip dissipates electrical power 
Р" = 104 W/m? under normal conditions, will it operate below a maximum allowable temperature of 85°C? 


Solution 


Known: Dimensions, power dissipation, and maximum allowable temperature of a silicon chip. Thickness of aluminum sub- 
strate and thermal resistance of epoxy joint. Convection conditions at exposed chip and substrate surfaces. 
Find: Whether the temperature of the chip, T,, exceeds the maximum allowed. 


Schematic and Given Data: 


41 

— 
Air ->1--25% 5 | 

— > һ-100М/т2Қ Т. 

: 1 
Insulation = Assumptions: 
Silicon chip, 7. 41 h б Ns 
Ps $e . ia t El | Pe —> QT, 1. Steady-state conditions. 
2 == Р, = 10* W/m? " -di i i 
ЕБӨНЛИН ЕРРРРЕРЕРРЕРЕР rs m Ri. 2. One-dimensional conduction. 


Ry. = 0.9 x 10 ^m^-K/W 


21 5 L=8mm 
Aluminum nee | 
substrate | л 


3. Isothermal chip with 
L negligible thermal resistance. 
k 4. Negligible radiation exchange 
1 with surroundings. 
h 5. Constant properties. 


— Ты 
Air T, = 25°C 2 

—» h= 100 W/m**K " 

42 


Figure E10.2 
Properties: Table HT-1, pure aluminum (T = 350 К): k = 238 W/m: К. 
Analysis: Electrical power dissipated in the chip is transferred to the air directly from the exposed surface and indirectly 


through the joint and substrate. Performing an energy balance on a control surface about the chip (see dashed lines on schematic 
and thermal circuit), it follows that, on the basis of a unit surface area 


цо Т. — T, 
(1/h) К". + (L/k) + (1/h) 


Rearranging the above equation and substituting numerical values, the chip temperature is 


” ” 1 ” 
IPs 417 42 


"D 1 ot 
I OY Pel an) © RY. + (L/k) am. 


T, = 25°C + 10* W/m? Ж | 


1 21 
(1/100) 0.9 x 107 + (0.008/238) + (1/100) 


m°: K/W 


1 1 =! 
Т, = 25°С = - 
[100 х 10-4 (0.9 + 3.4 + 100) х 10 


Т, = 25°C + 50.3*C = 75.3°C «1 


ОЕ 


Hence the chip will operate below its maximum allowable temperature. 


Comments: 

1. Note that we have used Appendix Table HT-1 to obtain the value for the thermal conductivity of pure aluminum, which 
was evaluated at the estimated average temperature of the substrate. 

2. The joint and substrate conduction resistances are much less than the convection resistance. The joint resistance would 


have to increase to the unrealistically large value of 50 х 1075 m?- K/W before the maximum allowable chip temperature 
would be exceeded. 


16.2 Steady-State Conduction 


Cold fluid 
Т.» һә 
T.i Т, Тур T.2 
4- ААЛАМ 
T. 1 In(ro/r) 1 
h2znL 2zLk һ2лғы, 
(5) 
әнші”, 77 
Tas de 


PSU 


T,» 


Figure 10.8 Hollow cylinder with convection surface conditions. (a) Logarithmic temperature 
distribution. (5) Equivalent thermal circuit. 


16.2.2 One-Dimensional Radial Systems 


Cylindrical and spherical systems often experience temperature gradients in the radial 
direction only, and may therefore be treated as one-dimensional. As was shown for the 
plane wall, such systems may be analyzed using the heat equation to obtain the temper- 
ature distribution and heat rate. In this section, we have avoided the attendant derivations, 
and present the results that are used for building equivalent thermal circuits of radial 
systems. 


The Cylinder 


А common configuration is the hollow cylinder whose inner and outer surfaces are exposed 
to fluids at different temperatures (Fig. 16.8). For steady-state conditions with no energy gen- 
eration, the temperature distribution in the radial (cylindrical) coordinate system is 


ncc (2) ET 16.29) 
: In(ri/r;) ў n) ? ыг 


Note that the temperature distribution associated with radial conduction through a cylindri- 
cal wall is logarithmic, not linear as it is for the plane wall under the same conditions. The 
logarithmic distribution is shown in Fig. 16.8а. 

The appropriate form of Fourier’s law for the radial (cylindrical) coordinate system is 


dr = кл, = -kmr (16.30) 
where A, = 21111, is the area normal to the direction of heat transfer. By applying an energy 
balance on a cylindrical control surface at any radius, we conclude that the conduction heat 
transfer rate (not the heat flux) is a constant in the radial direction. 

If the temperature distribution, Eq. 16.29, is now used with Fourier's law, Eq. 16.30, we 
obtain the expression for the heat transfer rate 


2mLKk(T, у и T,» 
In(r2/r;) 


qr = (16.31) 


From this result it is evident that for radial conduction, thermal resistance in a cylindrical 
wall is of the form 


(п/у) 
К = = 16.32 
t,cond 2 14: ( 6.3 ) 


thermal resistance: 
cylindrical wall 
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Т, 
Figure 10.10 


T,» 


T.i Т, 1 Т; Т;3 T., 3 
Op. FW nn ve 
V MP wil, М 
1 In(rz/ri) In(r3/r2) 1 
T. 
“з h2zrnL — 2714 27 Lkg h32 f r4L 
(a) (5) 


Figure 10.0 Composite hollow cylinder with convection both surfaces: (а) Temperature distribution 
and (b) Equivalent thermal circuit. 


This resistance is shown in the series circuit of Fig. 16.85 along with the convection resistances 
at the inner and outer surfaces. 

Consider now the composite cylindrical system of Fig. 16.9. Recalling how we treated the 
composite plane wall and neglecting any interfacial contact resistances, the heat transfer rate 
may be expressed as 


Т,1- Tog 
1 | In(r/ri) | 11627223) 1 


2urLh, | 271, | 21148 | 2mrjLh, 


(16.33) 


Тһе foregoing result may also be expressed in terms of an overall heat transfer coefficient. 
That is 
Pig = Tag 
q, = — — = ЏА(Т, — T«3) (16.34) 
Ry 
If U is defined in terms of the inside area, A, = 2«r,L, Eqs. 16.33 and 16.34 may be equated 
to yield 


U, = 16.35 
! 1 ry. Т» nda n 1 ( ) 


h ky r kg "n Tj hs 


This definition is arbitrary, and the overall coefficient may also be defined in terms of Аҙ or 
any of the intermediate areas. Note that 


ША; = ФА, = А; = Кы (16.36) 


and the specific forms of U, апа U; сап be inferred from Eqs. 16.33 апа 16.34. 


The Sphere 


Consider the spherical shell of Fig. 16.10, whose inner and outer surfaces are maintained at 
T,, and T,,5, respectively. For steady-state conditions with no energy generation, the 
temperature distribution is 


—[1 = (n/r)] + Т (16.37) 
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Table 16.3 One-Dimensional, Steady-State Solutions to the Heat Equation (4 = 0 and k constant) 
Thermal Resistances 


and Associated 


Plane Wall Cylindrical Wall Spherical Wall 
Heat equation a(z) -0 (164) 14( а) ед 54 23 zu 
dx\ dx rdr\ di PdrV dr 
Temperature amt In(r/r;) 1 — (л/т) 
мире Т,- АТ- (61D Tot Ar. qus To= ar| 16.37 
distribution L 5,2 In(ri/r;) (16.29) 5,1 1— (n/rj) (16.37) 
Heat flux, q" AT kAT kAT 
Sud ke (16.12) a ——————— 
E r In(r;/ri) Г1(1/711) = (1/r;)] 
Heat rate, q "E (16.13) 2mLkAT (16.31) 4тКЛТ (16.39) 
L ! In(r/ri) | (1711) — (1/r;) ` 
Conduction thermal L 11165724 1711) — (Vr. 
resistance, R kA (16.14) ш (16.32) Hn) ш ) — (/n) (16.40) 
» Ау сопа 2mLk 4тК 
Convection thermal 1 1 1 
: -- 16.17 — 16.41 ae 16.42 
resistance, Ricon hA ( 9 ) h(2mrL) ( 9 ) h (Amr?) ( $ ) 


“The temperature difference, AT, is defined as AT = T,, — T,». See Figs. 16.4, 16.8, and 16.10 for geometrical representations of the walls. 


The appropriate form of Fourier’s law for the radial (spherical) coordinate system may be 
expressed as 


aT | дат 
“т К(4тг°) d 


q, = —kA (16.38) 
where A, = 47” is the area normal to the direction of heat transfer. Applying an energy bal- 
ance on a spherical control surface at any radius, we find that the conduction heat transfer 
rate (not the heat flux) is a constant in the radial direction. 

If the temperature distribution, Eq. 16.37, is used with Fourier’s law, Eq. 16.38, we ob- 
tain the expression for the heat transfer rate 


Ank(T, | mi Tya) 


t= булу = Wry ibl 


From this result it is evident that for radial conduction, the thermal resistance in a spherical 
wall is of the form 


111 1 
К, сопа z a = +) (16.40) 


Spherical composites may be treated in much the same way as composite walls and cylin- 
ders, where the appropriate forms of the total resistance and overall heat transfer coefficient 
can be determined. 


16.2.3 Summary of One-Dimensional Conduction Results 


Many important problems are characterized by one-dimensional, steady-state conduction in 
plane, cylindrical, or spherical walls without energy generation. Key results for these three 
geometries are summarized in Table 16.3, where AT refers to the temperature difference, 
Т, = T,5, between the inner and outer surfaces identified in Figs. 16.4, 16.8, and 16.10. 


thermal resistance: 


spherical wall 
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Example 10.3 Thermal Circuit Analysis-Spherical System 


A spherical, thin-walled metallic container is used to store liquid nitrogen at 77 K. The container has a diameter of 0.5 m and 
is covered with an evacuated, reflective insulation composed of silica powder. The insulation is 25 mm thick, and its outer 
surface is exposed to ambient air at 300 К. The convection coefficient is known to be 20 W/m’: К. The heat of vaporization 
and the density of liquid nitrogen are 2 X 10° J/kg апа 804 kg/m’, respectively. 

(a) What is the rate of heat transfer to the liquid nitrogen? 

(b) What is the rate of liquid boil-off (liters/day)? 


Solution 


Known: Liquid nitrogen is stored in a spherical container that is insulated and exposed to ambient air. 
Find: 

(a) The rate of heat transfer to the nitrogen. 

(b) The rate of nitrogen boil-off. 


Schematic and Given Data: 


Thin-walled spherical 
container, r, - 0.25 m 


Insulation outer Т. Т.) 
surface, WN 6-4 
ry = 0.275 т R 


t,cond 


| Thermal circuit representing conduction through 


T...2 = 300 К 2 Liquid nitrogen the insulation and convection on the outer surface 
h= 20 W/m**K Т. =77К 
со,] = 3 
р = 804 kg/m 
7 hg, = 2 x 10? J/kg 
Figure E10.3 

Assumptions: 
1. Steady-state heat transfer. 
2. One-dimensional transfer in the radial direction. 
3. Negligible resistance to heat transfer through the container wall and from the container to the nitrogen. 
4. Negligible radiation exchange between outer surface of insulation and surroundings. 
5. Constant properties. 


Properties: Table НТ-2, evacuated silica powder (300 К): k = 0.0017 W/m: К. 


Analysis: 
(a) By assumption 3, the only elements in the thermal circuit as shown above are the resistances due to conduction through 
the insulation and convection from the outer surface where, from Table 16.3 


ы с Ае 
t,cond Amk n rj t,cony haar? 


The rate of heat transfer to the liquid nitrogen is then 
Т,2 Бин Tea 


(L/Amk) (1/)) = (1/72)] + (1/һ4тг) 
(300 — 77) K 


4- 


: i ( 1 1 ) | i 
4т(0.0017 W/m: К) 00.25 т 0275) — (20 Wim? - K)4x(0.275 ту 
223 


= SW = 4 
ШАШ, че 0.05 © ЫН 


4 
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(b) The heat transfer to the liquid nitrogen provides energy to vaporize the liquid nitrogen by boiling 


4 = mh, 
and the mass rate of nitrogen boil-off is 


4 13.06 7/5 
hp 2 X 10° J/kg 


m= = 653 O als 


The mass rate per day is 


? 3600 s ||24 h 
m = 653 х 1075 кеб 3| 7 = 5.64 kg/day 
h day 
or on a volumetric flow rate basis 
7 5.64 kg/da 107 lit 
т. Б А = 0.007 Цэн = 7 Шегв/дбау < 
р 804 kg/m m 


Comments: 
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1. Since А, „у < А, соза the dominant contribution to the total thermal resistance is that due to conduction in the insulation. 
Even if the convection coefficient were reduced by a factor of 10, thereby increasing the convection resistance by the same 


proportion, the effect on the boil-off rate would be small. 


2. With a container volume of (4/3)(ттг) = 0.065 m? = 65 liters, the daily evaporation rate amounts to (7 liters/65 liters) 


100% = 10.8% of capacity. 


Conduction with Energy Generation 


In the preceding section we considered conduction problems for which the temperature dis- 
tribution in a medium was determined solely by conditions at the boundaries of the medium. 
For this situation we were able to represent conduction within the medium and the bound- 
ary heat transfer processes by resistances that comprise a thermal circuit. 

We consider now the additional effect on the temperature distribution of processes that 
may be occurring within the medium. In particular, we will treat common geometries expe- 
riencing a uniform volumetric rate of energy generation q (W/m?) arising from energy con- 
version processes as described in Sec. 15.2. For this situation we cannot represent the medium 
by a thermal circuit, but must solve the heat equation to obtain the temperature distribution, 
and hence the heat flux. 


16.3.1 The Plane Wall 


Consider the plane wall of Fig. 16.11a, in which there is uniform energy generation per unit 
volume (4 is constant) and the surfaces are maintained at T, , and T,,. For constant thermal 
conductivity k, the appropriate form of the heat equation, Eq. 16.3, is 

dT d 


woe 


The general solution for the temperature distribution is 
T= -=0 + Сух + С, (16.43) 
where C, and С, are the constants of integration. By substitution, it may be verified that 


Eq. 16.43 is indeed a solution to the heat equation. For the prescribed boundary conditions 
shown in Fig. 16.11а 
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-L 
Tii 
T,» 
D ШИ 
T.» hg 
(a) (b) (c) 


Figure 10.11 Conduction in a plane wall with uniform heat generation. Temperature distributions 
for (a) Asymmetrical boundary conditions, Eq. 16.44, (b) Symmetrical boundary conditions, 
Eqs. 16.45-16.47 and (c) Adiabatic surface at midplane, Eqs. 16.45-16.47. 


The constants can be evaluated and are of the form 


Tow А 
Ger ш and G з : 


Then the temperature distribution for the asymmetrical boundary conditions case, 
Fig. 16.11a, is 


T(x) (16.44) 


i(i 5) А Т, mi Т,| X ^ Tii РЕ T,» 
2k | 2: Ғы 2 


The heat flux at any point іп the wall may, of course, be determined by using Eq. 16.44 with 
Fourier’s law. Note, however, that with generation the heat flux is no longer independent of x. 
Furthermore, note that the temperature distribution is not linear, but is a quadratic function of х. 

The preceding result simplifies when both surfaces are maintained at a common temper- 
ature, Т, = T,, = T, as shown in Fig. 16.115. The temperature distribution is then 
symmetrical about the midplane, and is given by 


E : 
То)- a(i = 5) +T, (16.45) 


The maximum temperature exists at the midplane, x = 0 


412 
ПО 421 (16.46) 


іп which case the temperature distribution, Eq. 16.45, may be expressed alternatively as 


Т; т Т, ` 


It is important to note that at the plane of symmetry in Fig. 16.11b, the temperature gra- 
dient is zero, (dT/dx),-) = 0. Accordingly, there is no heat transfer across this plane, and it 
may be represented by the adiabatic surface shown in Fig. 16.11с. One implication of this 
result is that Eq. 16.45 also applies to plane walls that are perfectly insulated on one side 
(x = 0) and maintained at a fixed temperature Т, on the other side (x = L). 

To use the foregoing results, the surface temperature(s) Т, must be known. However, a com- 
mon situation is one for which it is the temperature of an adjoining fluid, Т„, and not 7,, which 
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is known. It then becomes necessary to relate T, to T... This relation may be developed by ap- 
plying a surface energy balance. Consider the surface at x — L for the symmetrical plane wall 
(Fig. 16.115) or the insulated plane wall (Fig. 16.11c). The surface energy balance, Eq. 15.14, 
has the form @ а = Фсопо and substituting the appropriate rate equations 

ЕЭ pe A(T, — T.) (16.48) 


dx x-L 


Substituting from Eq. 16.45 to obtain the temperature gradient at x — L, it follows that 


Т, = Ta + = (16.49) 


Hence T, may be computed from knowledge of T», q, L, and h. 

Equation 16.49 may also be obtained by applying an overall energy balance to the plane 
wall of Fig. 16.115 or 16.11c. For Example... relative to a control surface about the wall of 
Fig. 16.11c, the rate at which energy is generated within the wall must be balanced by the 
rate at which energy leaves via convection at the boundary. Equation 15.11a reduces to 

Ep = Es (16.50) 
or, for a unit surface area 
qL = ҚТ, — Т.) (16.51) 


Solving for Т,, Eq. 16.49 is obtained. A 


Example 10.4 Energy Generation in a Plane Wall 
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A plane wall is a composite of two materials, A and B. The wall of material A has uniform energy generation g = 1.5 X 10° 
W/m’, ky = 75 W/m: К, and thickness Ly = 50 mm. The wall of material В has no generation, with kg = 150 W/m- K and 
thickness Lg = 20 mm. The inner surface of material A is well insulated, while the outer surface of material В is cooled by 


a water stream with Т, = 30°C and h = 1000 W/m’: К. 
(a) Determine the temperature T, of the insulated surface and the temperature Т; of the cooled surface. 
(b) Sketch the temperature distribution that exists in the composite under steady-state conditions. 


Solution 


Known: Plane wall of material A with internal energy generation is insulated on one side and bounded by a second wall of 


material B, which is without energy generation and is subjected to convection cooling. 
Find: 

(a) Inner and outer surface temperatures of the composite. 

(b) Sketch of steady-state temperature distribution in the composite. 


Schematic and Given Data: 


То Т, Т, 


1 Т. = 30°C 


3 h 1000 W/m?-K 
Insulation -“ 
| | !! айыда 
da = 1.5 х 106 Wim? q" —> Wn rw 
КА = 75 W/m*K (А) Water Rona, B К солу 
: =n k, = 150 W/m*K Thermal circuit representing wall B 
ñ вт 0 conduction and convection processes 
L, = 50 mm cU = dg = 
` өр 
x 


20 mm 


Figure E10.4a 
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Assumptions: 
Steady-state conditions. 
One-dimensional conduction in x-direction. 
Negligible contact resistance between walls. 
Inner surface of A is adiabatic. 
Constant properties for materials A and B. 


Analysis: 

The outer surface temperature Т; can be obtained by performing an energy balance оп a system about material В 
(Fig. Е16.45). Since there is no generation in this material, it follows that, for steady-state conditions and a unit surface area, 
the heat flux into the material at x = L4 must equal the heat flux from the material due to convection at x = La + Lg. Hence 


q" = ҚТ,- Т.) (1) 
The heat flux 4” can be determined by performing a second energy balance about material A. In particular, since the surface 


at x = 0 is adiabatic, there is no inflow and the rate at which energy is generated must equal the outflow. Accordingly, for a 
unit surface area 


” 


qL, = 9 (2) 


| | Тыл 


x=Ly x=Ly x=lLy+Lg 
Energy balance on Energy balance on 
material A material B 


Combining Eqs. 1 and 2, the outer surface temperature is 


qL 1.5 x 10° W/m? x 0. 
лг сл. 
h 1000 W/m": К 
From Eq. 16.46 the temperature at the insulated surface is 
ША 
= Sar I 3 
077 Эр, 1 (3) 


where T, may be obtained from the thermal circuit shown іп Fig. E16.4a representing the wall В conduction and convection 


processes. That is, 
Т, = Т, ар (RE ER Ja 


conv 


where the resistances for a unit surface area are 


L 1 
ши =. 48 К: EE 


k cony h 
B 
Hence, the temperature at the composite interface is 


( 002m  , 1 
150 W/m-K ` 1000 W/m?- К 
T, = 30°C + 85°C = 115°C 


Т, = 30°C + Jas х 10° W/m?) 0.05 m 


Substituting into Eq. 3, the inner surface temperature of the composite is 


E 2 02. 
0— 2X75 Win: K | | 


From the prescribed physical conditions, the temperature distribution in the composite has the following features, as shown: 
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(a) Parabolic in material A. 

(b) Zero slope at insulated boundary. 
(c) Linear in material B. 

(d) Slope change = kp/k, at interface. 


surface (e). 


Figure E10.4c 


Comments: 
1. Material A, having energy generation, cannot be represented by a thermal circuit element. 


The temperature distribution in the water is characterized by large gradients near the 


2. Since the resistance to heat transfer by convection is significantly larger than that due to conduction in material B, 


R! 


tow Rana = 7.5, the surface-to-fluid temperature difference is much larger than the temperature drop across material B, 


(Т, — Т.У/(Т, — Т.) = 7.5. This result is consistent with the temperature distribution plotted in Fig. E16.4c. 


16.3.2 Radial Systems with Energy Generation (CD-ROM) 
16.3.3 Application of Resistance Concepts 


We conclude our discussion of energy generation effects with a word of caution. In particu- 
lar, when such effects are present, the heat transfer rate is not a constant, independent of the 
spatial coordinate. Accordingly, it would be incorrect to use the conduction resistance 
concepts and the related heat rate equations developed in Sec. 16.2. 


16.4 Heat Transfer from Extended Surfaces: Fins 


In many industrial applications it is desirable to enhance the rate of heat transfer from a solid 
surface to an adjoining fluid. Consider the plane wall of Fig. 16.13a. If Т, is fixed, the heat 
transfer rate may be increased by increasing the fluid velocity, which has the effect of in- 
creasing the convection coefficient h, and/or by increasing the difference between the sur- 
face and fluid temperatures (T, — Т). However, there are many situations for which these 
changes might be insufficient, expensive, and/or impractical. 

Accordingly, another option is shown in Fig. 16.13b. That is, the heat transfer rate may 
be increased by increasing the surface area across which the convection occurs. This may be 
accomplished by employing fins that extend from the wall into the surrounding fluid. Heat 
transfer occurs by conduction within the fin, and by convection from the surfaces of the fin. 

The thermal conductivity of the fin material has a strong effect on the temperature 
distribution along the fin and therefore influences the degree to which the heat transfer rate 
is enhanced. Ideally, the fin material should have a large thermal conductivity to minimize 
temperature variations from its base to its tip. In the limit of infinite thermal conductivity, 
the entire fin would be at the temperature of the base surface, thereby providing the maxi- 
mum possible heat transfer enhancement. 

You are already familiar with several fin applications, including arrangements for cooling 
engine heads on motorcycles and lawn mowers, or for cooling electrical power transformers. 
Consider also the tubes with attached fins used to promote heat exchange between air and 
the working fluid of an air conditioner or heat pump. Two common finned-tube arrangements 
are shown in Fig. 16.14. 

While there are numerous configurations of fins with different methods of attachments to sur- 
faces, in our introductory treatment we will consider two common types widely used in thermal 
systems. First, we'll consider the straight fin, which is an extended surface that is attached to a 


Figure 10.13 Use of fins 
to enhance heat transfer 
from a plane wall. 

(a) Bare surface. 

(b) Finned surface. 
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Gas flow 


Figure 10.14 Schematic 
of typical finned-tube 
heat exchangers. 


excess temperature, 0 


fin parameter, m 


plane wall. Examples of this type include the straight fin with rectangular cross section, 
Fig. 16.15a, and the pin fin with a circular cross section, Fig. 16.15b. Because of their uniform 
cross-sectional geometry, a simple analysis provides an understanding of the conduction- 
convection processes, as well as expressions for the temperature distribution and fin heat rate. 
Second, we will consider the annular fin, Fig. 16.15c, an extended surface that is circumferentially 
attached to a cylinder (tube or pipe). Because the analysis is much more complicated, we will 
introduce design charts that are widely used in engineering practice to determine fin heat transfer 
rates. 

In the next section, we will perform a conduction-convection analysis on the fins of uni- 
form cross section to obtain the temperature distribution. Using the results of this analysis 
in Sec. 16.4.2, we will obtain the fin heat rate, and in Sec. 16.4.3 we will identify key fin 
parameters useful for evaluating their performance in practical applications. 


16.4.1 Сопдисїїоп-СопуесНоп Analysis (CD-ROM) 
16.4.2 Fin Temperature Distribution and Heat Rate 


In the preceding section, we applied the conservation of energy requirement to a differential 
element (system) in fins of uniform cross section, Fig. 16.17a,b, experiencing conduction 
and convection processes. We defined the excess temperature as 


8 = T(x) - T. (16.63) 
and identified the fin parameter 
hP 
т = kA. (16.65) 


where P and A, are the fin perimeter and cross-sectional area, respectively. The resulting lin- 
ear, second-order differential equation with constant coefficients has the general solution of 
the form 


Q(x) = Се" + Ce" (16.66) 


where C, and С, are arbitrary constants. To obtain the temperature distribution we need to 
evaluate the arbitrary constants from two boundary conditions representative of the fin phys- 
ical situation. 

To demonstrate the approach for obtaining the fin temperature distribution, consider case A, 
Fig. 16.17с, the infinite fin. At x = оо, the tip temperature must equal that of the fluid, hence 
this boundary condition has the form 


Figure 10.15 Fin 
configurations. Straight fins 
with uniform cross-sectional 
area: (a) straight rectangular 
fin and (5) straight pin fin. 
(c) Annular fin with 
rectangular cross-sectional 
(b) (c) area. 
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Case Fin tip boundary condition 


Ө (е) = 0 
| 
ХЭ оо 


Infinite fin 


| df 


| 
Prescribed tip x-L 


temperature 


6 (L) 
| Ix = Ясопу 
р dx | —— conv do 
1 -КА,-- -ЛА,0(1) 
1, 


е dx Іх-і. 


| 
Р= лр х= 


A, = лр?/4 Active tip 
(b) (c) 


Fluid, Т. 


сопу 


Figure 10.17 Conduction and convection in a straight бп of uniform cross-sectional area. (а) Rectangular fin. (Р) Pin fin. (с) 
Four common tip boundary conditions; see also Table 16.4. (4) Temperature distribution for the infinite fin (x > 00). 


For the second boundary condition, we prescribe the temperature at the base of the fin, 
TU) = fs 
&(0)— T, — T, = 9, 


Substituting the boundary condition at the fin tip into the general solution, Eq. 16.66 
0-C,ee^-Ce* 

it follows that C, - 0. Substituting the boundary condition at the fin base, x - 0 
0, = Се? + Ce? 


and with С, = 0, it follows that C; = 0,. Accordingly, the temperature distribution for the 
infinite fin is 


a(x) = Өе ""* (16.67) 


which is shown schematically in Fig. 16.17d. Note that the magnitude of the temperature 
gradient decreases with increasing x. This trend is a consequence of the reduction in the con- 
duction heat transfer 4,(х) with increasing x due to continuous convection heat transfer from 
the surface. 

The fin heat rate may be evaluated in two alternative ways, both of which involve use of 
the temperature distribution. The first involves applying Fourier’s law at the fin base, x = 0, 
as shown in Fig. 16.18. That is 


ат 
* dx 


40 
КА, 


— —kA 2 
dr bc * dx 


х-0 


infinite fin 


df 


Lez 


Figure 16.18 


4.0) 
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fin heat rate 


Figure 10.19 


ЇЇЇєтнөрөгосү 


UPDATE 


with Eq. 16.65, the fin heat rate becomes 


qr = VRPEA, Ө, (16.68) 


Conservation of energy dictates that the heat transfer rate by convection, 4солу(Х), must 
equal the heat transfer rate by conduction through the base of the бп, д. Accordingly, the 
alternative formulation for the fin heat rate, 4, using Newton’s law of cooling as shown 
in Fig. 16.19 is 


qr = Qconv — | (солу 
0 


оо оо 


һӨ(х)Рах = һе», | e™ dx = hPm !9, 


0 


q= | h| T(x) — T..|Pdx = | 
0 0 
ay = УЋРКА, Ө, 


which agrees with Eq. 16.68. Recognize that the foregoing integral for the convective heat 
rate represents the area under the curve for the temperature distribution, 0 vs. x, as shown in 
Fig. 16.174. 

In the same manner, but with greater mathematical complexity, we can obtain the fin tem- 
perature distribution and heat transfer rate for the other cases represented in Fig. 16.17c. 
These results are summarized in Table 16.4. Note also how these results can be used to de- 
termine the thermal resistance for a fin. 

In lieu of the somewhat cumbersome expression for heat transfer from a straight fin with 
an active tip, Eq. 16.74 (Table 16.4), it has been shown that accurate predictions can be ob- 
tained by using the adiabatic tip result, Eq. 16.70, with the corrected length of the form 
L. = L + (1/2) for a rectangular fin and L, = L + (D/4) for a pin fin. The correction is 
based upon assuming equivalence between heat transfer from the actual fin with tip convection 
and heat transfer from a longer, hypothetical fin with an adiabatic tip. 


Table 16.4 Temperature Distribution and Heat Rate for Fins of Uniform Cross Section 


Fin Heat 


Tip Condition" 


Temperature 


Case (02-01) Distribution 0/ 87 Transfer Rate q; 
A Infinite fin (L — 9): 
ӨЧ) = 0 ads (16.67) M = V hPKA, 0, (16.68) 
hP 
=,/— 16.65 
m =4] iA, ( ) 
B Adiabatic: cosh m(L — x) 2 | 
d0/dx|,-, = 0 "deb. (16.69) M tanh mL (16.70) 
C Prescribed temperature: (6,/0,) sinh mx + sinh m(L — x) (cosh mL — 0,/60,) 
0) = Ө : (16.71) та т» (16.72) 
Б sinh mL sinh mL 
D Active, convection heat cosh m(L — x) + (h/mk) sinh m(L — x) (16.73) sinh mL + (h/mk) cosh mL 
transfer: : d 2 (16.74)° 
cosh mL + (h/mk) sinh mL h mL + (h/mk) sinh mL 
hO(L) = —kd0/dx\,-, ( ) cosh m (h/mk) sinh m 
"See Fig. 16.17b for relevant surface energy balances. 
"Temperature excess definitions: 0 = T — Т, and 0, = 0(0) = T, — T... 
| Ө, 0 
“Fin thermal resistance is defined as А, г = 0,/4у; see Eq. 16.76 4--- o—^A/A/A,—o 


“А table of hyperbolic functions is provided in Appendix НТ-6. 
“Alternatively, use adiabatic tip result, Eq. 16.70, with corrected length 121, = L + (1/2) for rectangular fin and L. = L + (D/4) for a pin fin. 
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Example 10.0 The Infinite Fin 


A very long rod 5 mm in diameter has one end maintained at 100°C. The cylindrical (lateral) surface of the rod is exposed to 
ambient air at 25°C with a convection heat transfer coefficient of 100 W/m? · К. 

(a) Assuming an infinite length, determine the steady-state temperature distributions along rods constructed from pure copper, 
2024 aluminum alloy, and type AISI 316 stainless steel. What are the corresponding fin heat rates from the rods? 

(b) How long must the rods be for the assumption of infinite length to yield a reasonable estimate of the heat loss? 


Solution 

Known: A long, circular rod exposed to ambient air. 

Find: 

(a) Temperature distribution and fin heat rate when rod is fabricated from copper, an aluminum alloy, or stainless steel. 
(b) How long rods must be to assume infinite length. 


Schematic and Given Data: 


Т. = 25°C . Assumptions: 
h = 100 Wim@K ын 1. Steady-state conditions. 
2 J. 2. One-dimensional conduction along the rod. 
2 3. Infinitely long rod. 
= 47 4. Negligible radiation exchange with surroundings. 
\ L k L3 Dmm 5. Uniform heat transfer coefficient. 


6. Constant properties. 
T, = 100°C 
Figure E10.0a 
Properties: Table HT-1, copper [T = (Т, + T..)/2 = 62.5°C = 335 К]: К = 398 W/m: К. Table HT-1, 2024 aluminum al- 
loy (335 К): k = 180 W/m: К. Table HT-1, stainless steel, AISI 316 (335 K):k = 14 W/m: К. 


Analysis: (a) Subject to the assumption of an infinitely long fin, the temperature distributions are determined from Eq. 16.67, 
which may be expressed as 


= s ae (ih, = ye E 
where m = (hP/ КА)! = (4h/ юу! z Substituting for h and D, as well as for the thermal conductivities of copper, the alu- 


minum alloy, and the stainless steel, respectively, the values of m are 14.2, 21.2, and 75.6 m |. The temperature distributions 
may then be computed and plotted as shown in Fig. E16.6b 


Temperature distribution along the fin 


100 


T (°С) 


60 


0 50 100 150 200 250 300 
x (mm) 
Ші Figure Е10.0Ь 
From Eq. 16.68, the fin heat rate is 
qr = VhPkA, 0, 


Hence for the copper rod, 


а, = [100 W/m? - К(т X 0.005 m) (398 W/m - K) (1/4 (0.005 m]? (100 — 25)°С 
gq = 83 № < 


Similarly, for the aluminum alloy and stainless steel rods, respectively, the fin heat rates are q; = 5.6 W and 1.6 УУ. 
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(b) From the temperature distributions in Fig. E16.6b, it is evident that there is little additional heat transfer associated with 
extending the length of the rod much beyond 250, 150, and 50 mm, respectively, for the copper, aluminum alloy, and stain- 
less steel. Note also that the areas under the temperature distributions are in proportion to the fin heat rates for the three 
materials. (See also Fig. 16.174.) 


Comments: Since there is no heat loss from the tip of an infinitely long rod, an estimate of the validity of this approxima- 
tion may be made by comparing Eqs. 16.70 and 16.68 (Table 16.4). To a satisfactory approximation, the expressions provide 
equivalent results if tanh mL = 0.99 or mL = 2.65. Hence a rod may be assumed to be infinitely long if 


2.65 КА NI? 
1229 Sg (ttr 
m 


hP 
For copper, 
398 W/m: K X (т/4)(0.005 m)? 


1/2 
IL, £z 2) (915 5 | = 187 mm 
100 W/m*: K X т(0.005 m) 


Results for the aluminum alloy and stainless steel are L = 126 mm and L > 35 mm, respectively. The estimates for the infinite 
length, based upon inspection of the temperature distributions of Fig. E16.6b and summarized in part (b), are in reasonable 
agreement with the quantitative approach based upon the fin heat rate considered here. 


16.4.3 Fin Performance Parameters 


Recall that fins are used to increase the heat transfer rate from a surface by increasing the 
effective surface area. However, the fin itself represents a conduction resistance to heat trans- 
fer from the original surface. For this reason, there is no assurance that the heat transfer rate 
will be increased through the use of fins. An assessment of this matter may be made by eval- 

fin effectiveness uating the fin effectiveness £j, which is defined as the ratio of the fin heat transfer rate to 
the heat transfer rate that would exist without the fin. That is 


£,— id 
7  hA,0, 


(16.75) 


where A, is the fin cross-sectional area. Subject to any one of the four tip conditions, the ef- 
fectiveness for a fin of uniform cross section may be obtained by dividing the appropriate 
expression for ду in Table 16.4 Бу AA,0,. In any rational design the value of £; should be as 
large as possible, and in general, the use of fins may rarely be justified unless е; = 2. For 
Example... the fin effectiveness of the infinitely long copper, aluminum alloy, and stainless 
steel rods of Example 16.4 are 56.4, 38.0, and 10.9, respectively. A 


Fin performance may also be quantified in terms of a thermal resistance. Treating the dif- 
ference between the base and fluid temperatures as the driving potential, a fin resistance may 
be defined as 


0, 


fin resistance Rip = F (16.76) 
S 


This result is extremely useful, particularly when representing a finned surface as a thermal 
circuit element. Note that, according to the fin tip condition, the appropriate expression for 
а; is obtained from Table 16.4. 

Dividing Eq. 16.76 into the expression for the thermal resistance due to convection at the 
exposed base, 


1 
R, = = 16.77 
1, hA ( ) 


c 
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and substituting from Eq. 16.75, it follows that 


R,» 
Rip 


g= (16.78) 
Hence the fin effectiveness may be interpreted as a ratio of thermal resistances, and to in- 
crease £y it is necessary to reduce the conduction-convection resistance of the fin. If the fin 
18 to enhance heat transfer, its resistance must not exceed that of the exposed base. 

Another measure of fin thermal performance is provided by the fin efficiency тү. The max- 
imum driving potential for convection is the temperature difference between the base (x — 0) 
and the fluid, 0, = Т, — T... Hence the maximum fin heat rate is the rate that would exist if 
the entire fin surface were at the base temperature: qu, = ^A,0, where Aris the total surface 
area of the fin. However, since any fin is characterized by a finite conduction resistance, a 
temperature gradient must exist along the fin and the above condition is an idealization. A 
logical definition of fin efficiency is therefore 


dr 4/ 
=—= 16.79 
ту dmax лА,9, ( ) 


For Example... the fin efficiency of а 250-mm-long copper rod of Example 16.4, with 
А; == PL, 18 
8.3 W 
100 W/m? : K( X 0.005 m x 0.250 m)(100 — 25)°C 


ту = 0.28 А 

For fins of uniform cross section, the expressions of Table 16.4 for the heat rate can be 
used to calculate the fin efficiency, my. For fins of nonuniform cross section, such expressions 
are very cumbersome, so that practitioners use graphs created by analytical or empirical 
treatment to obtain estimates for fin efficiency as a function of geometric parameters and the 
convection coefficient. An example of such a design aid is Fig. 16.20 for the annular fin of 
rectangular cross section (see also Fig. 16.15с). With knowledge of тү, Eq. 16.79 is conven- 
ient to use for calculating the fin heat rate. 


100 


80 


60 
56 
<< 
= 
40 
LL СЭ + t12 
20 tt L,=L+t/2 
A, = Let 
0 
0 0.5 1.0 1.5 2.0 2.5 
L2? (АКА)? 


Figure 10.20 Efficiency of annular fins of rectangular cross section. 


fin efficiency 
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Example 10.7 Cooling Fins for a Transistor Package 


Heat transfer from a transistor may be enhanced by inserting it in an aluminum sleeve (k = 200 W/m : К) having 12 inte- 
grally machined longitudinal fins on its outer surface. The transistor radius and height аге r, = 2 mm and Н = 6 mm, re- 
spectively, while the fins are of length L = r} — ra = 10 mm and uniform thickness t = 0.7 mm. The thickness of the sleeve 
base is 7) — rı = 1 mm, and the contact resistance of the sleeve-transistor interface is R’, = 1073 m?- K/W. Air at Т, = 
20°C flows over the fin surface, providing an approximately uniform convection coefficient of h = 25 W/m?- К. 

(a) Assuming one-dimensional transfer in the radial direction, sketch the equivalent thermal circuit for heat transfer from the 
transistor case (ғ = г) to the air. Clearly label each resistance. 

(b) Evaluate each of the resistances in the foregoing circuit. If the temperature of the transistor case is T, — 80?C, what is 
the rate of heat transfer from the sleeve? 


Solution 

Known: Dimensions of finned aluminum sleeve inserted over a transistor. Contact resistance between sleeve and transistor. 
Surface convection conditions and temperature of transistor case. 

Find: 

(a) Equivalent thermal circuit. 

(b) Rate of heat transfer from sleeve. 


Schematic and Given Data: 


Transistor Sleeve base 
: t=0.7 mm 
Fin i 
2 Ни R,» 
Air Т,-20% 
Т, = 80°С h= 25 W/m?-K Т, Ұй 


] 4 > 


Transistor T, Ry, = 105m?K/W М 5 
| Ж 1, sleeve 
Т : Т 
І 1 | 
І | І R, fa 
| | Н = 6 mm 
| f | Thermal circuit representing processes 
associated with the finned sleeve 
Sleeve with шин 
longitudinal fins r= 2 тт 
I— r= З mm 
>| гз = 13 mm 
Figure Ң10.7 


Assumptions: 

1. Steady-state conditions. 

2. Negligible heat transfer from the top and bottom surfaces of the transistor. 
3. One-dimensional radial conduction through sleeve base. 

4. Negligible radiation exchange between surfaces and surroundings. 

5. Constant properties. 


Analysis: 

(a) The thermal circuit shown above accounts for the contact resistance between the transistor case and the sleeve, R/,, con- 
duction through the sleeve, А, seevo convection from the exposed sleeve base, R/’,, and conduction—convection from the twelve 
fins, Ау ру. Note that Адо) represents 12 fin-resistance elements in a parallel-circuit arrangement. The elements R,, and А, цэ 
represent parallel heat flow paths from the sleeve outer surface (r;) by convection and through the fins. 

(b) Thermal resistances associated with the contact joint and sleeve (Eq. 16.32) are 


Rie 10? m?- K/W 
R 13.3 K/W 
^*  2mrH 2т(0.002 m)(0.006 m) 
ши) In(3/2) 


R = 0.054 
есе 7 OmHk 2т(0.006 m)(200 W/m- К) шон 
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For a single fin, the thermal resistance follows from Eq. 16.76 with Eq. 16.74 (Table 16.4, active tip condition) for the fin 
heat rate 


0 
R= = [v 


sinh mL + (h/mk) cosh 21 z 
dy 


cosh mL -- (h/mk) sinh mL 
With P = 2(H + f) = 13.4 mm = 0.0134 m and A, = t X H = 4.2 X 10 ° m’, evaluate the parameters 


hP 25 W/m’: K X 0.0134т V^ E 
m = - T EE = 20.0 m 
kA, \200 W/m: K X 42 X 105m 
mL = 20m ! X 0.01 m = 0.20 
h 25 W/m°: K 
mk 20m™ х 200 W/m: К 
(АРКА) = (25 W/m? K X 0.0134 m х 200 W/m: K X 42 X 10 5 2)? = 0.0168 W/K 


0.00625 


Substituting numerical values, using Table HT-6 to evaluate the hyperbolic functions, the thermal resistance for a single fin is 


5; 0.0168 W/K (0.201 + 0.00625 x 1.020)1-! Г 
ai 1.020 + 0.00625 х 0.201 


Hence, the thermal resistance of 12 fins in a parallel-circuit arrangement is 


Rip 
К, уз) = 12 = 24,4 K/W 


For the exposed base, the thermal resistance due to convection is 


1 1 
һ(Олт, — 12)Н 25 М//т2- K (2« X 0.003 — 12 x 0.0007) m х 0.006 m 
Ry, = 638 K/W 


КЬ 


For the parallel resistances of the 12 fins, А, ҳо), and convection from the base, R,,, as shown іп the thermal circuit of 
Fig. E16.7 the equivalent resistance is 


Жа = | ШЕ, арау 3 1/R,,] | = (24.4) ! + (638) ! | ! = 23.5 K/W 


so that the total resistance of the finned sleeve is 


йы = Ку r оо LER = (ШО) ЗР БИК 122345) LAA = HOLY 


and the heat transfer rate from the sleeve is 


пт (50 202 
бы 36.9 K/W 


1.63 W < 


qt 


Comments: Without the finned sleeve, the convection resistance of the transistor case is Ryan = (2mruHh) ! = 531 K/W. 
Hence there is considerable advantage to using the fins. 


16.5 | Transient Conduction 


Many heat transfer applications involve transient or unsteady conduction resulting from a 
change with time of conditions within the system, and/or of the thermal environment of the 
system. In this section, we will consider transient conduction resulting from a change in 
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lumped capacitance 
method 


Figure 10.21 Cooling of 
a hot metal forging. 


convective boundary conditions. For Example... a hot metal billet, suddenly removed from 
a furnace and quenched in a large liquid bath, experiences conduction while the surface is 
cooled by convection heat transfer (Fig. 16.21). The billet eventually reaches a steady-state 
condition with a uniform temperature equal to that of the bath. A 


Our objective in this section is to develop methods for determining the time dependence 
of the temperature distribution within an object during a transient process, as well as deter- 
mining the heat transfer between the object and its environment. 

The method of analysis depends upon the nature of the temperature gradients within the 
object during the transient process. If the temperature of the object is approximately uniform, 
a single temperature can be used to characterize the time response of the object to the con- 
vective boundary change. Termed the lumped capacitance method, an overall energy balance 
is used to determine the variation of temperature with time (Sec. 16.5.1). Because conditions 
for the validity of the method can be clearly established, the method can be applied with con- 
fidence to appropriate applications. 

If there are appreciable temperature differences within the object during the transient 
process, spatial effects must be considered and the temperature distribution must be deter- 
mined by solving the heat equation. We will consider solutions for finite solids (plane walls 
and radial systems—long cylinders and spheres) in Secs. 16.5.2 and 16.5.3, and for semi- 
infinite solids in Sec. 16.5.4. 


16.5.1 Тһе Lumped Capacitance Method 


Consider again the hot metal billet undergoing the quenching process. The billet is ini- 
tially at a uniform temperature 7; and is suddenly immersed in a large liquid bath of lower 
temperature Т. < T; (Fig. 16.21). If the quenching is said to begin at time t = 0, the tem- 
perature of the billet, 7(t) will decrease for time ¢ > 0, until eventually it reaches Т... The 
temperature of the billet decreases as its internal energy is diminished due to convection 
heat transfer from the billet to the liquid bath. The essence of the lumped capacitance 
method is the assumption that the temperature of the solid is approximately uniform at 
any instant during the transient process. For now we assume that this is, in fact, the case; 
we will then determine under what conditions this uniform temperature assumption is 
valid. 


Temperature-Time History: Energy Balance 

Because we have assumed a single temperature can be used to characterize the solid during 
the transient process of Fig. 16.21, we can determine the temperature response by formulat- 
ing an overall energy balance on the solid. This balance will relate the convective heat trans- 
fer rate, at the surface to the rate of change of internal energy. Applying Eq. 15.11a to the 
system of Fig. 16.21, this requirement takes the form 


-Еш-Е, (16.80) 
ОГ 


ат 
ҺАТ — T.) = рус“, (16.81) 


Introducing the temperature difference 


0-T-T. (16.82) 
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and recognizing that (d0/dr) = (аТ/а), it follows that 


Ve do _ 


hA, dt — 7% 


Separating variables and integrating from the initial condition, for which t = 0 and T(O) = Т, 


we then obtain 
Vc f° qo ; 
PT) 1а 
hA, Jo, Ө 0 


i 


where 
== T, (16.83) 

Evaluating the integrals, the temperature-time history has the form temperature-time history 
nS d =} (16.84) 
hA, 0 


or rearranging to obtain the temperature explicitly 


B. um hA, 
ёс = exp] ( )| (16.85) 


Equation 16.84 may be used to determine the time required for the solid to reach some 
temperature Т, or, conversely, Eq. 16.85 may be used to compute the temperature reached 
by the solid at some time f. 

The foregoing results indicate that the difference between the solid and fluid temperatures 
must decrease exponentially to zero as 1 approaches infinity. This behavior is shown in 
Fig. 16.22. From Eq. 16.85 it is also evident that the quantity (рУс/ЛА,) may be interpreted 
as a thermal time constant, which has the form 


1 
T, — (ovo - RC, (16.86) thermal time constant 


where R, is the resistance to convection heat transfer and C, is the lumped thermal capacitance трей thermal 
of the solid. Any increase in R, or C, will cause a solid to respond more slowly to changes in its capacitance 
thermal environment and will increase the time required to reach thermal equilibrium (0 — 0). 


0.368 


Figure 16.22 Transient 
temperature response of lumped 
capacitance solids for different 
thermal time constants т,. 
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Biot number 


Тб L Iah 


r1 


Figure 10.23 Effect of 
Biot number on steady- 
state temperature 
distribution in a plane 
wall with surface 
convection. 


To determine the total energy transfer О (J) occurring up to some time f, we simply write 


Ї 1 
Q -[ ТН 04 
0 


0 


Substituting for 0 from Eq. 16.85 and integrating, we obtain 


Q= = Э] (16.87) 


т, 


Validity of the Lumped Capacitance Method 


It is important to determine under what conditions the lumped capacitance method may be 
used with reasonable accuracy. To develop a suitable criterion, consider steady-state con- 
duction through a plane wall of area A (Fig. 16.23). Although we are assuming steady-state 
conditions, we'll later see how this criterion is readily extended to transient processes. One 
surface is maintained at a temperature Т, and the other surface is exposed to a fluid of tem- 
perature T,, < Т, ү. The temperature of this surface will be some intermediate value, Т, », for 
which Т, < T,, < T,,. Hence, under steady-state conditions the surface energy balance, 
Eq. 15.14 expressed as Goong = сон» reduces to 


where К is the thermal conductivity of the solid. Rearranging, we then obtain 


Т, Ын Т, (1/ХА) Коби AL 
Т, ын T. (1/hA) Қозу К 


Ві (16.88) 


The quantity (4L/k) appearing in Eq. 16.88 is a dimensionless parameter. It is termed the 
Biot number, and it plays a fundamental role in conduction problems that involve surface 
convection effects. According to Eq. 16.88 and as illustrated in Fig. 16.23, the Biot number 
provides a measure of the temperature drop in the solid relative to the temperature differ- 
ence between the surface and the fluid. Note especially the conditions corresponding to Bi < 1. 
The results suggest that, for these conditions, it is reasonable to assume a uniform tempera- 
ture distribution across a solid at any time during a transient process. This result may also 
be associated with interpretation of the Biot number as a ratio of thermal resistances, 
Eq. 16.88. If Bi < 1, the resistance to conduction within the solid is much less than the 
resistance to convection across the fluid boundary layer. Hence, the assumption of a uniform 
temperature distribution is reasonable. 

The significance of the Biot number to transient conduction is illustrated in the follow- 
ing situation. Consider the plane wall of Fig. 16.24, which is initially at a uniform temper- 
ature T;, and experiences convection cooling when it is suddenly immersed in a fluid of 
Т, < Т; The temperature variations with position and time within the solid, denoted as 
T(x, t), are plotted for the two extreme conditions of Biot number, Bi << 1 and Bi > 1. For 
Bi 1, the temperature gradients within the solid are small, and T(x, t) ~ T(t). Virtually 
all the temperature difference is between the solid's surface and the fluid, and the solid tem- 
perature remains nearly uniform as it decreases to T... This corresponds to the condition re- 
quired of the lumped capacitance method. For Bi > 1, the temperature difference across the 
solid is much larger than that between the surface and the fluid. For this condition, spatial 
effects are important, and we must use the heat equation to obtain the temperature distri- 
bution. 
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Figure 10.24 Transient temperature distributions for extreme Biot numbers in a plane wall 
symmetrically cooled by convection. (a) Bi < 1, corresponding to the condition required of the 
lumped capacitance method, and (b) Bi > 1, conditions for which spatial effects are important. 


When confronted with a transient conduction problem involving a sudden change in the 
thermal environment, you should calculate the Biot number. If the following validity criterion 
is satisfied 


AL, 


с 


Ві- < 0.1 (16.89) 


the error associated with using the lumped capacitance method is small. For convenience it 
is customary to define the characteristic length, L., of Eq. 16.89 as the ratio of the solid's 
volume to surface area 


Le. = — (16.90) 


Such a definition facilitates calculation of L, for solids of complicated shapes and reduces 
to the half-thickness for a plane wall of thickness 2L (Fig. 16.24), to r,/2 for a long cylin- 
der and to r,/3 for a sphere. 

Finally, we note that, with L. = V/A, and the thermal diffusivity а = k/pc from Eq. 16.5, 
the exponential term within brackets of Eq. 16.85 can be expressed as 


hA,t ht AL, k t /Ї at 
рУс pel. к pei к 12 


ог 
hA,t 
—— = Bi: Fo (16.91) 
pVc 


where Bi = hL/k and Fo is the Fourier number 


Ео--- (16.92) 


The Fourier number is a dimensionless time, which, with the Biot number, characterizes tran- 
sient conduction problems. Substituting Eq. 16.91 into 16.85, we obtain 

0 Тер 

8 1Т-Т, 


exp(—Bi - Fo) (16.93) 


validity criterion 


characteristic length 


Fourier number 
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Example 10.8 Lumped Capacitance Method: Cooling Process 


In a materials evaluation program, dielectric-coated glass beads of 12.5 mm diameter are removed from a process oven with 
a uniform temperature of 225°C. The beads are cooled in an air stream for which T, = 20°C and the convection coefficient 
is 25 W/m? К. What is the temperature of a bead after 6 min? 


Solution 
Known: А glass bead, initially at a uniform temperature, is suddenly subjected to a convection cooling process. 


Find: Temperature of the glass bead after 6 min. 


Schematic and Given Data: 


Assumptions: 
Glass bead, 711) 1. Temperature of the bead is uniform at 
Т, = 225°C any instant. 


2. The coating has negligible thermal 
resistance and capacitance. 
D=12.5mm 3. Radiation exchange with the surround- 
ings is negligible. 
\ \ 4. Constant properties. 


Figure E16.8 
Properties: Table HT-2, glass, Pyrex (300 K): p = 2225 kg/m, c = 835 J/kg: К, k = 1.4 W/m: К. 


Air stream 


Analysis: То establish the validity of the lumped capacitance method, calculate the Biot number. From Eq. 16.90, the char- 
acteristic length of the spherical bead is 

V труб D 

A, тр? 6 


L. 


and using Eq. 16.89, determine the Biot number, 


5; М.  h(D/6) 25 W/m?-K (.0125 mm/6) 
E л 14 W/m- К 


= 0:037 


Accordingly, Bi < 0.1 so that the bead has a nearly uniform temperature during the cooling process. Using Eq. 16.85, with 
L. = D/6 the temperature T(t) after 6 min is 


сәр 


Т(4) - 20°С | ( 25 УУ/ш2-К ) | 
= ex 5 
(225 = 20)°C "| 2225 kg/m? (0.0125 m/6) 835 J/kg 

T(t) = 20°C + (225 — 20)°С x 0.0978 = 40.0°C < 


Example 10.9 Workpiece Temperature-Time History: Curing Operation 


A 3-mm-thick panel of aluminum alloy (р = 2770 kg/m?, с = 875 J/kg: К, and К = 177 W/m ` K) is finished on both sides 
with an epoxy coating that must be cured at or above Т, = 150°C for at least 5 min. The curing operation is performed in а 
large oven with air at 175°C and convection coefficient of h = 40 W/m?: К. The coating has an emissivity of € = 0.8, and 
the temperature of the oven walls is 175°C, providing an effective radiation coefficient of h„a = 12 W/m? : К. If the panel is 
placed in the oven at an initial temperature of 25°C, at what total elapsed time, t, will the cure process be completed? 


Solution 
Known: Operating conditions for a heating process in which a coated aluminum panel is maintained at or above the cure 


temperature Т, = 150°C for at least 5 min. 
Find: Elapsed time for completion of the cure process, 1.. 
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Schematic and Given Data: 


Assumptions: 

1. Panel temperature 
is uniform at any 
instant. 


Panel temperature history during cure process 


Т. = 175°C 200 


sur 


2. Thermal resistance 
Ar = 300 s (T > 150°C) = of epoxy is negligible. 
3. Radiation exchange 
with the surroundings 
can be characterized 
by an effective 
linearized radiation 
coefficient, Aag. 

4. Constant proper- 
0 100 200 300 400 500 ties. 


Time, (5) 
Figure Н10.0 


m 
a 
o 


100 


--- 
--- 
--- 
--- 
Тетрегаішге, Т(С) 


= 40 W/m?* 
D. - 175°C Г- Epoxy, 


Panel, T(t), Т(0) = T; = 25°C 


a 
o 


Analysis: During the cure operation, the panel surface experiences convection with the fluid at Т», q.,,,, and radiation ex- 
change with the surrounding at Т, = To, 4.4. The total heat rate from the panel surface is 


q conv | drad (h | а) As ШШ = Те) 


where h апа Лл аге the convection and effective radiation coefficients, respectively, апа (Л + Л, а) represents the combined 
convection-radiation coefficient. To assess the validity of the lumped capacitance method, we begin by calculating the Biot 
number, Eq. 16.89, using the combined convection-radiation coefficient 


(h + А) (40 + 12) W/m? х K (0.0015 m) йг 
Bi 4.68 х 10 
k 177 W/m X K 


Since Bi < 0.1, the lumped capacitance approximation is excellent. From Eq. 16.84, the time required for the panel to reach the 
cure temperature is 


рус. Ө, ріс T; - Т, 
"E In— = In 
DA, 0. (+ bed) = T 
2770 kg/m? х 0.0015 mm X 875 J/kg-K 25 — 175 


, 1 - 
: (40 + 12) W/m? -K 1 150 — 175 


125s 


The panel reaches the cure temperature of 150°C in 125 s, hence the total time to complete the 5-min duration cure is 


fe = te + 5 X 60s = (125 + 300) s = 4258 < 


Comments: 

1. Note that the characteristic length L. = V/A, used in the analysis is the half-width of the plate, L. 

2. The temperature-time history for the panel is shown in the graph of Fig. E16.9. Note that the panel has reached the oven 
air and wall temperature upon completion of the cure process (t = t,). If you wanted to reduce the time-to-cure, what pa- 
rameters would you change? 

3. The effective linearized radiation heat transfer coefficient associated with radiation exchange between the panel and its sur- 
roundings was determined from Eq. 15.9. The estimate for h,,4 is based upon the average panel temperature during the heat- 
ing process, Ty. = (T, + Т)/2 = 87.5°C = 360.5 К, 


hag = £o(T, aF N а" 2 


avg avg 


haa = 0.8(5.67 х 107% W/m? · K*)(360.5 + 448)(360.5? + 448)K? = 12.1 W/m? - K 


Remember to use absolute temperatures when evaluating the linearized radiation coefficient. 
4. Use Interactive Heat Transfer (IHT) for analysis of the lumped capacitance method. (CD-ROM) 
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6-9) ЄЗ 
ШШ ttt 


L L 


* = 


x 

L 
Figure 10.25 Plane wall 
with an initial uniform 
temperature subjected to 
sudden convection 


conditions. 


-»х 


dimensionless solution 


16.5.2 The Plane Wall with Convection 


With Bi > 0.1, the lumped capacitance method is no longer appropriate, and the solid cannot 
be approximated by a single temperature during the transient process. Spatial effects must 
be considered as the temperature differences within the solid are appreciable. 

Consider the plane wall of thickness 2L of Fig. 16.25 experiencing one-dimensional con- 
duction in the x-direction. The wall is initially at a uniform temperature, T(x, 0) = Т, and is 
suddenly immersed іп a fluid of Т„ = T;. The resulting temperature distribution as a func- 
tion of location and time, T(x, f), may be obtained by solving the appropriate form of the 
heat equation with the relevant initial and boundary conditions. 


The Heat Equation: Derivation (CD-ROM) 
Solution for the Temperature Distribution 


From a detailed treatment of the heat equation in the preceding section, we showed that the 
dimensionless solution for the transient temperature distribution is a universal function of 
х“, Fo, апа Bi. That is 


x* — x/L (16.100) 
0* = f(x*, Fo, Bi) (16.103) Fo = at/L? (16.101) 
Bi — hL/k (16.102) 


where x* is the dimensionless spatial coordinate, Fo is the dimensionless time (Fourier number, 
Eq. 16.92), and Bi is the ratio of thermal resistances (Biot number, Eq. 16.88). 

Several mathematical techniques can be used to obtain exact solutions for such conduc- 
tion problems, and typically the solutions are in the form of an infinite series. However, ex- 
cept for small values of the Fourier number, Fo < 0.2, the infinite series can be approximated 
by the first term of the series. Using the one-term approximation, the dimensionless form of 
the temperature distribution is 


0* = C exp( Fo) cos ((х%) (16.104a) 


or alternatively as 
0* = 0% cos (6х*) (16.1046) 


where 6% = (Т, — T..)/(T; - Т.) represents the midplane (x* = 0) dimensionless tempera- 
ture, namely 
0* = Сехр(-0Ео) (16.105) 


An important implication of Eq. 16.104b is that the time dependence of the temperature at 
any location within the wall is the same as that of the midplane temperature. The coeffi- 
cients С and 6 are given in Table 16.5 for a range of Biot numbers. 


Total Energy Transfer 


In many situations it is useful to know the total energy that has left (or entered) the wall 
up to any time ¢ in the transient process. The conservation of energy requirement, 
Eq. 15.11b, may be applied for the time interval bounded by the initial condition (t — 0) 
and any time г > 0 

E 


in 


-Еш- АЕ, (16.106) 


Identifying the energy transferred from the wall О with E and setting Е, = 0 and 
AE, = E(t) — E(0), it follows that 

О = -[E(r) — E(0)] (16.1072) 
Or 


Q- - рат t) – T,]dV (16.107) 
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Table 16.5 Coefficients Used іп the One-Term Approximation to the Series Solution for Transient, One-Dimensional 


Conduction in the Plane Wall 


Plane Wall 

Ві C C Bi C С Ві C C 

0.01 0.0998 1.0017 0.25 0.4801 1.0382 5.0 1.3138 1.2402 
0.02 0.1410 1.0033 0.30 0.5218 1.0450 6.0 1.3496 1.2479 
0.03 0.1732 1.0049 0.4 0.5932 1.0580 7.0 1.3766 1.2532 
0.04 0.1987 1.0066 0.5 0.6533 1.0701 8.0 1.3978 1.2570 
0.05 0.2217 1.0082 0.6 0.7051 1.0814 9.0 1.4149 1.2598 
0.06 0.2425 1.0098 0.7 0.7506 1.0919 10.0 1.4289 1.2620 
0.07 0.2615 1.0114 0.8 0.7910 1.1016 20.0 1.4961 1.2699 
0.08 0.2791 1.0130 0.9 0.8274 1.1107 30.0 1.5202 1.2717 
0.09 0.2956 1.0145 1.0 0.8603 1.1191 40.0 1.5325 1.2723 
0.10 0.3111 1.0160 2.0 1.0769 1.1795 50.0 1.5400 1.27277 
0.15 0.3779 1.0237 3.0 1.1925 1.2102 100.0 1.5552 1.2731 
0.20 0.4328 1.0311 4.0 1.2646 1.2287 oo 1.5707 1.2733 


“Bi = hL/k for the plane wall. See Fig. 16.25. 


where the integration is performed over the volume of the wall. It is convenient to nondi- 
mensionalize this result by introducing the quantity 


О, = pcW(T; = 7.) (16.108) 


which is the initial internal energy of the wall relative to the fluid temperature. It is also 
the maximum amount of energy transfer that could occur if the process were continued to 
time f = o. Hence, assuming constant properties, the ratio of the total energy transferred 
from the wall over the time interval / to the maximum possible transfer is 


Q jes 1 
Bu hem V V 


Employing the approximate form of the temperature distribution for the plane wall, Eq. 16.104a, 
the integration prescribed by Eq. 16.109 can be performed to obtain the energy transfer relation 


Q 21 sin б 

0, 5 
where 07 can be determined from Eq. 16.105, using Table 16.5 for values of the coefficients 
Сапа с. 


| (1 — 0*)dV (16.109) 


02 (16.110) 


Additional Considerations 


Because the mathematical problem is precisely the same, the foregoing results can also be 
applied to a plane wall of thickness L, which is insulated on one side (x* = 0) and ехрегі- 
ences convective transport on the other side (x* = +1). This equivalence is a consequence 
of the fact that, regardless of whether a symmetrical or an adiabatic requirement is prescribed 
at x* = 0, the boundary condition is of the form 00*/dx* = 0. 

It should also be noted that the foregoing results can be used to determine the transient 
response of a plane wall to a sudden change in surface temperature. The process is equiva- 
lent to having an infinite convection coefficient, in which case the Biot number is infinite 
(Bi = œ) and the fluid temperature Т. is replaced by the prescribed surface temperature T,. 

Finally, we note that graphical representations of the one-term approximation, referred to as 
the Heisler and Gréber charts, have been developed and are presented in Appendix НТ-7. 
Although the associated charts provide a convenient means for solving transient conduction prob- 
lems for Fo > 0.2, better accuracy can be obtained by using Eqs. 16.104 and 16.110. 


Heisler, Gróber charts 


394 Chapter 16. Heat Transfer by Conduction 


Example 10.10 Plane Wall Experiencing Sudden Convective Heating Process 


A large polymer slab of 50-mm thickness is suspended from a conveyor system that transports the slab through a heat treatment 
oven. The slab is at a uniform temperature of 25°C before it enters the oven, and experiences convection with the hot oven 
air at 175°C and a convection coefficient of 100 W/m? - К. The thermophysical properties of the polymer are р = 2325 kg/m’, 
c = 800 J/kg: K, and k = 1.0 W/m: К. 

(a) What are the appropriate Biot and Fourier numbers 10 min after the slab enters the oven? 

(b) At t = 10 min, what is the temperature at the midplane of the slab, and at its surface? 

(с) What is the heat flux q” (W/m?) to the slab from the oven air at t = 10 min? 

(d) How much energy per unit area has been transferred from the oven air to the slab at t = 10 min? 


Solution 

Known: Polymer slab subjected to sudden change in convective surface conditions. 
Find: 

(a) Biot and Fourier numbers after 10 min. 

(b) Slab midplane and surface temperatures after 10 min. 

(c) Heat flux to the slab at 10 min. 

(d) Energy transferred to the slab per unit surface area after 10 min. 


Schematic and Given Data: 


k— 2L = 50 mm —>| 
Polymer slab 
| Dae Cees Assumptions: 
Т(0,0 | Т(1, t) 1. Polymer slab can be approximated as a plane wall, 


with one-dimensional conduction, experiencing sym- 


metrical convective heating. 
2. Negligible radiation exchange with the surroundings. 


To h 175°C, h = 100 М/т2•К 3. Constant properties. 
i | tf 


-L L 


Figure Н10.10 


Properties: Polymer (given) р = 2325 kg/m?, c = 800 J/kg : К, k = 1.0 W/m ` К; from Eqs. 16.15, a = k/pc = 1.0 W/m: K/ 
(2325 kg/m? x 800 J/kg: К) = 5.38 X 10^" 2/5. 


Analysis: 
(a) At t — 10 min, the Biot and Fourier numbers are computed from Eqs. 16.102 and 16.101, respectively. Hence 


hL 100 W/m?: K X 0.025 m 


Bi 2: < 
Эрээ? 1.0 W/m: К 20 
t 538 х 1077 п2/ X 10 mi 
Fo ш 5.38 0 mune 0 min ous 0516 < 
I5 (0.025 т)? тіп 


(b) With Bi = 2.50, use of the lumped capacitance method is inappropriate. However, since Fo > 0.2, and transient condi- 
tions in the slab correspond to those in a plane wall of thickness 2L, the desired results may be obtained from the one-term 
approximation. Thus, the midplane temperature, Т(0, 1), can be determined from Eq. 16.105 


Wo Wes 2 
0%- ToT = C ехр(-С Fo) 


where, with Bi = 2.50, the coefficients аге 65 = 1.1347 and C = 1.1949 from Table 16.5. With Fo = 0.516 
0% = 1.1949 exp[—(1.1347)? х 0.516] = 0.615 


Hence, after 10 min, the midplane temperature is 


T(0, 10 min) = Т. + 9ҢТ,- Т.) = 175°C + 0.615(25 — 175)°С = 83°С < 


16.7 Chapter Summary and Study Guide 395 


The surface temperature, T(L, t), can be determined from Eq. 16.104b, with x* = x/L = 1 
0%- шог = 0% cos(¢ x*) = 0.615 cos(1.1347) = 0.257 
T(L, 10 min) = 175°C + 0.257(25 — 175)°C = 136°C «1 
(с) Heat transfer to the slab outer surface at x = L is by convection, and at any time 1, the heat flux may be obtained from 
Newton's law of cooling. Hence, at t = 10 min 
qi(L, 10 min) = ду = h[T(L, 10 min) — T,,] 
ат = 100 W/m^: K[136 — 175]°С = -3860 W/m? < 
(d) The energy transfer to the slab over the 10-min interval may be obtained from Eqs. 16.108 and 16.110. With 
DE вш(0) sin(1.1347) 


*= 1 X 0.615 = 0. 
О, t 02 1.1347 0.615 - 0.509 


апа with the maximum possible energy transfer 
ору = Ta) 
where V = AL, the energy per unit surface area is 
О” = 0.509 х 2325 kg/m? х 800 J/kg : K X 0.025 m(25 — 175)°C 
О" = -3.55 х 10 /m? «1 


Comments: 

1. The minus sign associated with ду’ and О” implies that the direction of the heat transfer is from the hot air to the slab. 

2. The temperature distributions in the graphs below are for these conditions: (a) T(x, 10 min) as a function of the x-coordinate 
and (b) 7(0, г) and T(L, 1) as a function of time 1. 


Temperature distribution at т = 10 min Temperature history during heating process 
40 175 
30 150 
9 20 125 
Ж о 
Е °_ 100 
ш 3 
E к 75 
E 100 
50 
90 
25 
8 р 5 10 15 20 25 9% 2 4 6 8 10 
Thickness coordinate, х (mm) Time in oven, t (min) 
(a) (b) 


3. Applying the Heisler and Gróber charts, graphical representations of the one-term approximations. (CD-ROM) 


16.5.3 Radial Systems with Convection (CD-ROM) 
16.5.4 Тһе Semi-Infinite Solid (CD-ROM) 


Chapter Summary and Study Guide 


One-dimensional, steady-state heat transfer occurs in numerous engineering applications. 
The method of analysis using thermal circuits is a powerful approach for practical thermal 
systems. You should be comfortable using equivalent thermal circuits and the expressions 
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Fourier’s law 

thermal conductivity 
heat equation 
temperature distribution 
heat flux, heat rate 
thermal resistances 
thermal circuits 

energy generation 
transient conduction 
thermal diffusivity 


lumped capacitance 
method 


Biot number 


Fourier number 


for the conduction resistances that pertain to the common geometries of the plane wall, 
hollow cylinder, and sphere, as well as thermal resistances for other processes including 
surface convection, radiation exchange between the surface and its surroundings, inter- 
facial thermal contact resistance, and fin heat rate. Using these resistance elements, you 
should be able to construct thermal circuits representative of a system and its boundary 
conditions or surroundings, which could be used to solve for temperatures and heat rates. 

You should also be familiar with how to use the heat equation and Fourier’s law to 
obtain temperature distributions and the corresponding heat fluxes. You should recognize 
effects that volumetric energy generation have on the temperature and heat flux 
distributions. 

When confronted with a transient conduction application, it is important to first calculate 
the Biot number, Bi, the measure of internal conduction thermal resistance to external con- 
vection thermal resistance. If Bi < 0.1, the temperature distribution in the object can be char- 
acterized by a single temperature, and you may use the lumped capacitance method to obtain 
the temperature-time history. However, if the Biot number does not meet this criterion, spatial 
effects must be considered. One-term analytical results were introduced for the plane wall, 
the infinite cylinder, and the sphere. Analytical solutions were provided for the temperature 
distribution in the semi-infinite solid, initially at a uniform temperature, suddenly subjected 
to three types of boundary conditions. (CD-ROM) 

The following checklist provides a study guide for this chapter. When your study of the 
text and end-of-chapter problems has been completed you should be able to 


* write out the meanings of the terms listed in the margins throughout the chapter and 
understand each of the related concepts. The subset of key terms listed here is 
particularly important. 


* explain why the temperature distribution is linear for one-dimensional, steady-state 
conduction in a plane wall with no volumetric energy generation. You should also be 
able to explain whether the heat flux is constant, independent of the direction coordi- 
nate in a plane wall, hollow cylinder, and hollow sphere. 


* define thermal resistance and identify the thermal resistances for these processes and 
represent them in a thermal circuit: conduction in a plane wall; convection from a 
surface to a fluid; radiation exchange between a surface and its surroundings; interfa- 
cial contact between surfaces. Is it proper to include a solid experiencing volumetric 
energy generation in a thermal circuit analysis? 


* write an expression for the steady-state temperature difference between the exposed 
surface and the fluid for the case of a plane wall of thickness L experiencing uniform 
volumetric energy generation 4 having one surface perfectly insulated and the other 
exposed to a convection process (Т, h). You also should be able to determine the 
temperature difference if both surfaces are exposed to the convection process, and to 
sketch the temperature distributions for both cases. 


* sketch the temperature distributions in a straight fin (T, > Т.) for two cases: 100% 
efficiency, low efficiency. 


* explain the physical interpretation of the Biot number and the Fourier number. 


* list dimensionless parameters that are used to represent the temperature distribution 
for one-dimensional, transient conduction in a plane wall, a long cylinder or a sphere, 
with surface convection. 


* sketch the temperature distribution (T-x coordinates) for a plane wall initially 
at a uniform temperature, which experiences a sudden change in convection 
conditions. Show the distributions for the initial condition, the final condition, and 
two intermediate times. 


Problems 


Note: Unless otherwise indicated in the problem statement, use 
values of the required thermophysical properties given in the ap- 
propriate tables of Appendix HT when solving these problems. 


Fourier’s Law and the Heat Equation 


16.1 Consider steady-state conditions for one-dimensional 
conduction in a plane wall having a thermal conductivity 
k = 50 W/m: К and a thickness L = 0.25 m, with no energy 
generation. 


Ls 5 


Determine the heat flux and the unknown quantity for each 
case and sketch the temperature distribution, indicating the di- 
rection of the heat flux. 


Figure P16.1 


Case TCS LEC dT/dx (K/m) 
1 50 -20 
2 -30 -10 
3 70 160 
4 40 -80 
5 30 200 


16.2 (CD-ROM) 


16.3 А one-dimensional system without energy generation has 
a thickness of 20 mm with surfaces maintained at temperatures 
of 275 and 325 K. Determine the heat flux through the system 
if it is constructed from (a) pure aluminum, (b) plain carbon 
steel, (c) AISI 316 stainless steel, (d) pyroceram, (e) Teflon, 
and (f) concrete. 


16.4 The steady-state temperature distribution in а one- 
dimensional wall of thermal conductivity 50 W/m: К and 
thickness 50 mm is observed to be ТОС) = a + bx’, where 
а = 200°C, b = —2000°C/m’, and x is in meters. 

(a) What is the volumetric energy generation rate 4 in the wall? 

(b) Determine the heat fluxes at the two wall faces. In what 
manner are these heat fluxes related to the volumetric 
energy generation rate? 


16.5 (CD-ROM) 


16.6 One-dimensional, steady-state conduction with uniform 
energy generation occurs in a plane wall with a thickness of 
50 mm and a constant thermal conductivity of 5 W/m: К 
(Fig. P16.6). For these conditions, the temperature distribution 
has the form T(x) = a + bx + cx’. The surface at x = 0 has 
a temperature of Т(0) = Т) = 120°C and experiences convec- 
tion with a fluid for which Т, = 20°C and h = 500 УУ/ш?- К. 
The surface at x = L is well insulated. 

(a) Applying an overall energy balance to the wall, calculate 
the generation rate, 4. 
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T, = 120°C 
ыы ж 
Т, = 20°С 
h = 500 \\/т?*К | 
d, к= 5 WIm*K 
Fluid | жээ 
каа: І = 50 тт 
Figure Р10.0 


(9) Determine the coefficients а, b, апа с by applying the 
boundary conditions to the prescribed temperature distri- 
bution. Use the results to calculate and plot the tempera- 
ture distribution. 


The Plane Wall 


16.7 Consider the plane wall of Figure 16.4, separating hot and 
cold fluids at temperatures Т. у and T..», respectively. Using sur- 
face energy balances as boundary conditions at x = 0 and x = L 
(see Eq. 16.9), obtain the temperature distribution within the wall 
and the heat flux in terms of Т», Т, о, hy, hy, К, and L. 


16.8 Consider the composite window of Example 16.1 with a 
thickness L = 62.2 mm. The outside convection coefficient is 
increased to 35 W/m?- K, while all other conditions remain 
the same. 

(a) What is the temperature of the outer surface, Т, ,? 
(b) Calculate the temperature at the interface between the two 
plastics (A and B). 


16.9 Consider the chip cooling arrangement of Example 16.2. 
We found that the chip operating temperature is Т, = 75.3°C 
for a chip power dissipation of 10* W/m?. Calculate the al- 
lowable power dissipation for the same prescribed cooling con- 
ditions when the chip temperature is 85?C. 

16.10 Тһе walls of a refrigerator are typically constructed by 
sandwiching a layer of insulation between sheet metal panels. 
Consider a wall made from fiberglass insulation of thermal 
conductivity k; = 0.046 W/m · К and thickness L; = 50 mm 
and steel panels, each of thermal conductivity k, = 60 W/m: К 
and thickness L, = 3 mm. If the wall separates refrigerated air 
at T, = 4°C from ambient air at Т„„ = 25°C, what is the heat 
transfer rate per unit surface area? Coefficients associated with 
natural convection at the inner and outer surfaces may be ap- 
proximated as h; = h, = 5 W/m’: К. 

16.11 А house has a composite wall of wood, fiberglass insu- 
lation, and plaster board, as indicated in Fig. P16.11. On a cold 
winter day the convection heat transfer coefficients are h, = 
60 W/m? - K and h; = 30 W/m? · К. The total wall surface area 
is 350 т^. 

(a) Determine an expression in symbol form for the total ther- 
mal resistance of the wall, including inside and outside 
convection effects for the prescribed conditions. 
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Figure P16.11 


(b) Determine the total heat rate through the wall. 

(c) If the wind were blowing violently, raising h, to 
300 W/m? K, determine the percentage increase in the 
heat rate. 

(d) What is the controlling resistance that determines the heat 
rate through the wall? 
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16.14 The wall of a drying oven is constructed by sandwiching 
an insulation material of thermal conductivity k = 0.05 W/m: K 
between thin metal sheets. The oven air is at Т„, = 300°C, and 
the corresponding convection coefficient is h; = 30 W/m?- К. 
The inner wall surface absorbs a radiant flux of q^, = 100 W/m? 
from hotter objects within the oven. The room air is at Tao = 
25°C, and the overall coefficient for convection and radiation 


from the outer surface is h, = 10 W/m? : К. 
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(а) Show the thermal circuit for the wall and label all tem- 
peratures, heat rates, and thermal resistances. 

(b) What insulation thickness L is required to maintain the 
outer wall surface at a safe-to-touch temperature of 
T, = 40°C? 

16.15 The rear window of an automobile is defogged by pass- 
ing warm air over its inner surface. If the warm air is at Tọ ; = 
40°C and the corresponding convection coefficient is h; = 
30 W/m’: К, what are the inner and outer surface tempera- 
tures of 4-mm-thick window glass, if the outside ambient air 


temperature is Т„„ = —10°C and the associated convection 
coefficient is h, = 65 W/m? : К? 
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16.17 In a manufacturing process, a transparent film is being 
bonded to a substrate as shown in Fig. P16.17. To cure the 
bond at a temperature Т,, a radiant source is used to provide 
a heat flux qt (W/m?), all of which is absorbed at the bonded 
surface. The back of the substrate is maintained at T, while the 
free surface of the film is exposed to air at Т„ and а convec- 
tion heat transfer coefficient Л. 
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| Bod T L, = 1.0 mm 
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(a) Show the thermal circuit representing the steady-state heat 
transfer situation. Be sure to label all elements, nodes, and 
heat rates. Leave in symbol form. 

(b) Assume the following conditions: Т, = 20°C, h = 
50 W/m’: K, and Т, = 30°C. Calculate the heat flux q% 
that is required to maintain the bonded surface at T; = 60°C. 


16.18 Consider a plane composite wall that is composed of two 
materials of thermal conductivities ką = 0.1 W/m: K and kg = 
0.04 W/m : К and thicknesses Ly = 10 mm and Lg = 20 mm. 
The contact resistance at the interface between the two mate- 
rials is known to be 0.30 m? K/W. Material A adjoins a fluid 
at 200°C for which л = 10 W/m? - К, and material B adjoins 
a fluid at 40°C for which h = 20 W/m?- К. 

(a) What is the rate of heat transfer through a wall that is 2 m 
high by 2.5 m wide? 
(b) Sketch the temperature distribution. 

16.19 A silicon chip is encapsulated such that, under steady- 
state conditions, all of the power it dissipates is transferred by 
convection to a fluid stream for which h = 1000 W/m? · К and 
Т, = 25°C. The chip is separated from the fluid by a 2-mm- 
thick aluminum cover plate, and the contact resistance of the 
chip/aluminum interface is 0.5 X 10 * m?- K/W. 


T — 
Fluid 
Т.А  — 
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Chip 


Figure P10.19 


If the chip surface area is 100 mm? and its maximum allow- 
able temperature is 85°С, what is the maximum allowable 
power dissipation in the chip? 


16.20 Approximately 106 discrete electrical components can 
be placed on a single integrated circuit (chip), with electri- 
cal power dissipation as high as 30,000 W/m?. The chip, 
which is very thin, is exposed to a dielectric liquid at its outer 
surface, with л, = 1000 W/m’: K and Т„„ = 20°C, and is 


joined to a circuit board at its inner surface (see Fig. Р16.20). 
The thermal contact resistance between the chip and the board 
is 1074 m?- K/W, and the board thickness and thermal con- 
ductivity are L, = 5 mm and k, = 1 W/m: К, respectively. 
The other surface of the board is exposed to ambient air for 
which A; = 40 W/m?: K and T,,; = 20°C. 
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Figure P10.20 


(a) Show the thermal circuit corresponding to steady-state 
conditions. Label appropriate resistances, temperatures, 
and heat fluxes. 

(b) Under steady-state conditions for which the chip power dis- 
sipation is Р” = 30,000 W/m”, what is the chip temperature? 
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The Cylindrical Wall 


16.22 А steam pipe of 120-mm outside diameter is covered with 
a 20-mm-thick layer of calcium silicate insulation (k = 
0.089 W/m : К). The pipe surface temperature is 800 K, and 
the ambient air and surroundings temperatures are 300 K. The 
convection and radiation coefficients for the outer surface of 
the insulation are estimated as 5.5 and 10 W/m? : К, respec- 
tively. Determine the heat rate per unit length from the pipe 
(W/m) and the insulation outer surface temperature. 


16.23 А stainless steel (К = 14 W/m · К) tube used to transport 
a chilled pharmaceutical has an inner diameter of 36 mm and a 
wall thickness of 2 mm. The pharmaceutical and ambient air are 
at temperatures of 6°C and 23°C, respectively, while the 
corresponding inner and outer convection coefficients are 
400 W/m? - К and 6 W/m? - К, respectively. 

(a) What is the heat transfer rate per unit tube length? 

(b) What is the heat transfer rate per unit length if a 10-mm- 
thick layer of calcium silicate insulation (kins = 0.050 
W/m > К) is applied to the outer surface of the tube? 


16.24 А thin electrical heater is wrapped around the outer sur- 
face of a long cylindrical tube whose inner surface is maintained 
at a temperature of 5°C. The tube wall has inner and outer radii 
of 25 and 75 mm, respectively, and a thermal conductivity of 
10 W/m - К. The thermal contact resistance between the heater 
and the outer surface of the tube (per unit length of the tube) is 
К, = 0.01 m: K/W. The outer surface of the heater is exposed 
to a fluid with Т, = —10°C and a convection coefficient of 
h = 100 W/m? · К. Determine the heater power per unit length 
of tube required to maintain the heater at Т, = 25°C. 
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The Spherical Wall 


16.27 Consider the spherical liquid-nitrogen storage container 
of Example 16.3. The designer of the container has been asked 
to reduce the daily boil-off rate from 7 to 4 liters/day. What is 
the required thickness of the silica powder insulation? 


16.28 Тһе wall of a spherical tank of 1-m diameter contains an 
exothermic chemical reaction and is at 200°C when the ambi- 
ent air temperature is 25°C. What thickness of urethane foam 
is required to reduce the exterior temperature to 40°C, assum- 
ing the convection coefficient is 20 W/m?- К for both situa- 
tions? What is the percentage reduction in heat rate achieved 
by using the insulation? 


16.29 А spherical, cryosurgical probe may be imbedded in 
diseased tissue for the purpose of freezing, and thereby de- 
stroying, the tissue. Consider a probe of 3-mm diameter whose 
surface is maintained at —30°C when imbedded in tissue that 
is at 37°С. A spherical layer of frozen tissue forms around the 
probe, with a temperature of 0°C existing at the phase front 
(interface) between the frozen and normal tissue. If the ther- 
mal conductivity of frozen tissue is approximately 1.5 W/m: К 
and heat transfer at the phase front may be characterized by a 
convection coefficient of 50 W/m?- К, what is the thickness 
of the layer of frozen tissue? 
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Conduction with Energy Generation: The Plane Wall 


16.32 Consider the composite wall of Example 16.4. Calculate 
the temperature Tọ of the insulated surface if the energy gen- 
eration rate is doubled (4 — 3.0 х 109 W/m?), while all other 
conditions remain unchanged. Sketch the temperature distri- 
butions for this case and for that represented in Example 16.4. 
Identify key differences between the distributions for the two 
cases. 


16.33 Consider the composite wall of Example 16.4. The analy- 
sis was performed assuming negligible contact resistance be- 
tween materials А and B. Calculate the temperature Tọ of the 
insulated surface if the thermal contact resistance is R, = 1074 
m? - K/W, while all other conditions remain unchanged. Sketch 
the temperature distributions for this case and for that repre- 
sented in Example 16.4. Identify key similarities and 
differences between the distributions for the two cases. 


16.34 А plane wall of thickness 0.1 m and thermal conductiv- 
ity 25 W/m: K having uniform volumetric energy generation 
of 0.3 MW/n? is insulated on one side, while the other side is 
exposed to a fluid at 92°С. The convection heat transfer coef- 
ficient between the wall and the fluid is 500 W/m? K. Deter- 
mine the maximum temperature in the wall. 


16.35 Bus bars proposed for use in a power transmission sta- 
tion have a rectangular cross section of height Н = 600 mm 
and width W — 200 mm. The thermal conductivity of the bar 
material is k = 165 W/m: К and the electrical resistance per 
unit length is R, = 1.044 рО/т. The convection coefficient 
between the bar and the ambient air at 30°C is 19 W/m’: К. 
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(a) Assuming the bar has a uniform temperature Т, calculate 
the steady-state temperature when a current of 60,000 A 
passes through the bar. 

(b) Assuming the bar can be approximated as a one-dimen- 
sional plane wall of thickness 2L = W with uniform en- 
ergy generation, estimate the temperature difference 
between the midplane and the surface of the bus bar. Is the 
uniform-temperature assumption of part (a) reasonable? 
Comment on the validity of the plane-wall assumption 
made for estimating the temperature difference. 


16.36 When passing an electrical current J (A), a copper bus 
bar of rectangular cross section (6 mm X 150 mm) experiences 
uniform energy generation at a rate 4 (W/m?) given by д = ад 
where a = 0.015 W/m? - А?. If the bar is in ambient air with 
h = 5 W/m*- K and its maximum temperature must not ex- 
ceed that of the air by more than 30*C, what is the allowable 
current capacity for the bus bar? 


16.37 The steady-state temperature distribution in a composite 
plane wall of three different materials, each of constant ther- 
mal conductivity, is shown as follows. 
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(a) Comment on the relative magnitudes of q5 and 4; and of 
q3 and q4. 

(b) Comment оп the relative magnitudes of k, and kg and of 
kg and Кс. 

(с) Sketch the heat flux as a function of x. 

16.38 А nuclear fuel element of thickness 2L is covered with a 
steel cladding of thickness b. Energy generated within the nu- 
clear fuel at a rate 4 is removed by a fluid at Т„, which adjoins 
one surface and is characterized by a convection coefficient Л. 
The other surface is well insulated, and the fuel and steel have 
thermal conductivities of k, and k,, respectively. 
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Figure P10.38 


(a) Sketch the temperature distribution T(x) for the entire sys- 
tem and describe key features of the distribution. 

(b) For ky = 60 W/m-K, L = 15 mm, b = 3 mm, k, = 
15 W/m : К, = 10,000 W/m’ - К, and Т, = 200°C, what 
are the highest and lowest temperatures in the fuel element 
if energy is generated uniformly at a volumetric rate of 
q = 2 X 10’ W/m?? What are the corresponding locations? 


(c) If the insulation is removed and equivalent convection con- 
ditions are maintained at each surface, what is the corre- 
sponding form of the temperature distribution in the fuel 
element? For the conditions of part (a), what are the high- 
est and lowest temperatures in the fuel? What are the cor- 


responding locations? 
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(CD-ROM) 


16.40 (CD-ROM) 
16.41 (CD-ROM) 
16.42 (CD-ROM) 
16.43 (CD-ROM) 
16.44 (CD-ROM) 


Extended Surfaces and Fins 


16.45 А long, circular aluminum rod is attached at one end to 
a heated wall and transfers heat by convection to a cold fluid. 
(a) If the diameter of the rod is tripled, by how much would 

the heat rate change? 
(b) If a copper rod of the same diameter is used in place of 
the aluminum, by how much would the heat rate change? 


16.46 А long rod passes through the opening in an oven having 
an air temperature of 400°C and is pressed firmly onto the sur- 
face of a billet (Fig. P16.46). Thermocouples imbedded in the 
rod at locations 25 and 120 mm from the billet register temper- 
atures of 325 and 375°C, respectively. What is the temperature 
of the billet? 
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Figure P16.46 


16.47 Consider two long, slender rods of the same diameter but 
different materials. One end of each rod is attached to a base 
surface maintained at 100°C, while the surface of the rods are 
exposed to ambient air at 20°C. By traversing the length of 
each rod with a thermocouple, it was observed that the tem- 
peratures of the rods were equal at the positions хд = 0.15 m 
and xg = 0.075 m, where x is measured from the base surface. 
If the thermal conductivity of rod A is known to be ką = 70 
W/m: K, determine the value of kg for rod B. 


16.48 Тһе extent to which the tip condition affects the thermal 
performance of a fin depends on the fin geometry and thermal 
conductivity, as well as the convection coefficient. Consider an 
alloyed aluminum (k = 180 W/m : К) rectangular fin of length 


L = 10 mm, thickness t = 1 mm, and width w > т. The base 
temperature of the fin is Т, = 100°C, and the fin is exposed to a 
fluid of temperature Т„ = 25°C. Assuming a uniform convection 
coefficient of h = 100 W/m? - К over the entire fin surface, de- 
termine the fin heat transfer rate per unit width ау, efficiency тү, 
effectiveness =, thermal resistance per unit width A; /, and the tip 
temperature 7(L) for Cases B and D of Table 16.4. Contrast your 
results with those based on an infinite fin approximation. 


16.49 А straight fin of rectangular cross section fabricated from 

an aluminum alloy (k = 185 W/m : К) has a base thickness of 

t = 3 mm and a length of L = 15 mm. Its base temperature is 

Т, = 100°C, and it is exposed to a fluid for which Т, = 20°C 

and h = 50 W/m’: К. 

(a) For the foregoing conditions and a fin unit width, calcu- 
late the fin heat rate, efficiency, and effectiveness. 

(b) Compare the foregoing results with those for a fin fabri- 
cated from pure copper (К = 400 W/m · К). 
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16.51 Turbine blades mounted to a rotating disc in a gas tur- 
bine engine are exposed to a gas stream that is at Т„ = 1200°C 
and maintains a convection coefficient of h = 250 W/m*: К 
over the blade. 
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Air coolant 


Figure Р10.51 


The blades, which are fabricated from Inconel, k ~ 20 

W/m: К, have a length of = 50 mm. The blade profile has 

a uniform cross-sectional area of A. = 6 X 107% m? and a 

perimeter of P — 110 mm. A proposed blade-cooling scheme, 

which involves routing air through the supporting disk, is 
able to maintain the base of each blade at a temperature of 

T, = 300°C. 

(a) If the maximum allowable blade temperature is 1050°C 
and the blade tip may be assumed to be adiabatic, is the 
proposed cooling scheme satisfactory? 

(b) For the proposed cooling scheme, what is the heat trans- 
fer rate from each blade to the coolant? 


16.52 Pin fins are widely used in electronic systems to pro- 
vide cooling as well as to support devices (Fig. P16.52). Con- 
sider the pin fin of uniform diameter D, length L, and ther- 
mal conductivity k connecting two identical devices of length 
L, and surface area A,. The devices are characterized by a 
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uniform volumetric energy generation 4 and a thermal con- 
ductivity k,. Assume that the exposed surfaces of the devices 
are at a uniform temperature corresponding to that of the pin 
base, T,, and that convection heat transfer occurs from the 
exposed surfaces to an adjoining fluid. The back and sides of 
the devices are perfectly insulated. Derive an expression for 
the base temperature Т, in terms of the device parameters (k,, 
4. L,, A,), the convection parameters (T.., Л), and the fin pa- 
rameters (k, D, L). 


Heat generating 


device, ke, 4 
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16.53 А very thin disk-shaped electronic device of thickness 
La, diameter D, and thermal conductivity К, dissipates electri- 
cal power at a steady rate P,. The device is bonded to a cooled 
base at T, using a thermal pad of thickness L, and thermal 
conductivity k,. A long fin of diameter D and thermal con- 
ductivity k, is bonded to the energy-generating surface of the 
device using an identical thermal pad. The fin is cooled by an 
air stream, which is at a temperature 7, and provides а 
convection coefficient Л. 
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Figure P16.53 


(a) Construct a thermal circuit of the system. 

(b) Derive an expression for the temperature Т, of the energy- 
generating surface of the device in terms of the circuit 
thermal resistances, Т, and 7... Express the thermal resist- 
ances in terms of appropriate parameters. 

(c) Calculate Т, for the prescribed conditions. 
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16.55 Consider the finned aluminum sleeve of Example 16.7. We 


want to explore what measures could be taken to increase the 
heat transfer rate, while keeping the base temperature at 80°С. 
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(a) One option is to increase the velocity of air flowing over 
the finned surfaces in order to increase the convection 
coefficient. Use the model developed in the example to 
determine the increase in the heat rate by doubling the 
convection coefficient (Л = 50 W/m?- К) while all other 
conditions remain unchanged. 

(b) What other parameters would you consider changing in or- 
der to effect an improvement in the system’s performance? 


16.56 Determine the percentage increase in heat transfer asso- 
ciated with attaching alloyed aluminum (k = 180 W/m : К) 
fins of rectangular profile to a plane wall. The fins аге 50 mm 
long, 0.5 mm thick, and are equally spaced at a distance of 
4 mm (250 fins/m). The convection coefficient associated with 
the bare wall is 40 W/m?- К, and with the fin surfaces is 
30 W/m? К. 
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Lumped Capacitance Method 


16.60 Steel balls 12 mm in diameter are annealed by heating 
to 1150 K and then slowly cooling to 400 K in an air envi- 
ronment for which Т, = 325 К and л = 20 W/m’: К. As- 
suming the properties of the steel to be k = 40 W/m: К, p = 
7800 kg/m?, and с = 600 J/kg · К, estimate the time required 
for the cooling process. 


16.61 Тһе heat transfer coefficient for air flowing over a sphere 
is to be determined by observing the temperature-time history 
of a sphere fabricated from pure copper. The sphere, which is 
12.7 mm in diameter, is at 66°С before it is inserted into an 
air stream having a temperature of 27°С. After the sphere has 
been inserted in the air stream for 69 s, the thermocouple on 
the outer surface indicates 55?C. Assume, and then justify, that 
the sphere behaves as a spacewise isothermal object and cal- 
culate the heat transfer coefficient. 
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16.63 Carbon steel (AISI 1010) shafts of 0.1-m diameter are 
heat treated in a gas-fired furnace whose gases are at 1200 
К and provide a convection coefficient of 100 W/m? - К. If 
the shafts enter the furnace at 300 K, how long must they 
remain in the furnace to achieve a centerline temperature of 
800 K? 


16.64 Ап energy storage unit consists of a large rectangular chan- 
nel, which is well insulated on its outer surface and encloses al- 
ternating layers of the storage material and the flow passage 
(Fig. P16.64). Each layer of the storage material is an aluminum 
slab of width W — 0.05 m, which is at an initial temperature 
of 25?C. Consider conditions for which the storage unit is 
charged by passing a hot gas through the passages, with the 
gas temperature and the convection coefficient assumed to have 
constant values of Т, = 600°C апал = 100 W/m? - К through- 
out the channel. How long will it take to achieve 7596 of the 
maximum possible energy storage? What is the temperature of 
the aluminum at this time? 


Storage 
material 


Figure P16.64 
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16.66 А leaf spring of dimensions 32 mm X 10 mm X 1.1 m is 
sprayed with a thin anticorrosion coating, which is heat-treated 
by suspending the spring vertically in the lengthwise direction 
and passing it through a conveyor oven maintained at an air tem- 
perature of 175?C. Satisfactory coatings have been obtained on 
springs, initially at 25°С, with an oven residence time of 35 min. 
The coating supplier has specified that the coating should be 
treated for 10 min above a temperature of 140°C. How long 
should a spring of dimensions 76 mm X 35 mm X 1.6 m re- 
main in the oven in order to properly heat treat the coating? 
Assume that both springs experience the same convection coef- 
ficient. The thermophysical properties of the spring material are 
p = 8131 kg/m’, c = 473 J/kg: K, and k = 42 W/m: К. 

16.67 А plane wall of a furnace is fabricated from plain carbon 
steel (k = 60 W/m: К, p = 7850 kg/m*, с = 430 J/kg: К) and 
is of thickness L — 10 mm. To protect it from the corrosive 
effects of the furnace combustion gases, one surface of the wall 
is coated with a thin ceramic film that, for a unit surface area, 
has a thermal resistance of R7, — 0.01 m? - K/W. The oppo- 
site surface is well insulated from the surroundings. 
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At furnace start-up the wall is at an initial temperature of 7, = 
300 К, and combustion gases at Т, = 1300 К enter the fur- 
nace, providing a convection coefficient of h = 25 W/m?- К 
at the ceramic film. Hint: In Eq. 16.85 for the temperature 
history, replace the convection coefficient by an overall coef- 
ficient U (1/R,) representing the external resistances due to con- 
vection and the conduction resistance of the film. 


Figure P10.07 


(a) Assuming the film to have negligible thermal capacitance, 
how long will it take for the inner surface of the steel to 
achieve a temperature of 7,; = 1200 К? 

(b) What is the temperature 7, , of the exposed surface of the 
ceramic film at this time? 


16.68 A tool used for fabricating semiconductor devices con- 


sists of a chuck (a thick metallic, cylindrical disk) onto which 
a very thin silicon wafer (p = 2700 kg/m?, c = 875 J/kg: К, 
k = 177 W/m: К) is placed by a robotic arm (Fig. P16.68). 
Once in position, an electric field in the chuck is energized, cre- 
ating an electrostatic force that holds the wafer firmly to the 
chuck. To ensure a reproducible thermal contact resistance be- 
tween the chuck and the wafer from cycle-to-cycle, pressurized 
helium gas is introduced at the center of the chuck and flows 
(very slowly) radially outward between the asperites of the in- 
terface region. 
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Figure Р1 6.08 


An experiment has been performed under conditions for which 
the wafer, initially at a uniform temperature Т,, ; = 100°C, is sud- 
denly placed on the chuck, which is at a uniform and constant 
temperature Т, = 23°C. With the wafer in place, the electrostatic 
force and the helium gas flow are applied. After 15 seconds, the 
temperature of the wafer is determined to be 33°C. What is the 
thermal contact resistance А”, (m? - K/W) between the wafer and 
chuck? Will the value of A7, increase, decrease, or remain the 
same if air, instead of helium, is used as the purge gas? 


16.69 Ап electronic device, such as a power transistor mounted 


on a finned heat sink, can be modeled as a spatially isothermal 
object with energy generation E , and an external convection re- 
sistance R, Consider such a system of mass т, specific heat с, 
and surface area A,, which is initially in equilibrium with the en- 
vironment at 7... Suddenly the electronic device is energized such 
that a constant energy generation E, (W) occurs. 
(a) Following the analysis of Sec. 16.5.1 and beginning with 
a properly defined system, show that the overall energy 
balance on the system has the form 


BL dT 

hA(T — Т.) + E, = mc 3i 

(b) After the device has been energized, it will eventually 

(t — œ) reach a steady-state uniform temperature 7(). 

Using the foregoing energy balance for the steady-state 
condition, show that 


Е, = hA(T(») — T.) 
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(c) Using the energy balance from part (a) and the expression 
for E, from part (b), show that the transient temperature 
response of the device is 


where Ө = T — T(~) and T(%) is the steady-state temper- 
ature corresponding to f — >; Ө; = Т, — T(~); T; is the 
initial temperature of the device; R, is the thermal resist- 
ance 1/hA,; and C, is the thermal capacitance тс. 


16.70 Ап electronic device, which dissipates 60 УУ, is mounted 
оп an aluminum (c = 875 J/kg · К) heat sink with a mass of 
0.31 kg and reaches a temperature of 100°C in ambient air at 
209С under steady-state conditions. If the device is initially at 
20°С, what temperature will it reach 5 min after the power is 
switched on? Hint: See Problem 16.69 for the temperature 
response of this system experiencing energy generation and 
external convection resistance. 


16.71 (CD-ROM) 
16.72 (CD-ROM) 


One-Dimensional Conduction: The Plane Wall 


16.73 Consider the polymer slab of Example 16.10, which is 
suddenly subjected to the hot oven air. At what time will the 
slab surface temperature, T(L, t), reach 125°C? What is the 
midplane temperature, 7(0, 7), at this elapsed time? 


16.74 Annealing is a process by which steel is reheated and 
then cooled to make it less brittle. Consider reheat of a 
100-mm-thick steel plate (p = 7830 kg/m?, c = 550 J/kg К, 
k = 48 W/m: К), which is initially at a uniform temperature 
of Т, = 200*C and is to be heated to a minimum temperature 
of 550°C. Heating is effected in a gas-fired furnace, where 
products of combustion at Т, = 800°C maintain a convection 
coefficient of h = 250 W/m? · К on both surfaces of the plate. 
How long should the plate be left in the furnace? 


16.75 (CD-ROM) 


16.76 А technique being evaluated for eliminating biochemical 
contamination of mail in the postal service processing centers 
uses an electron beam source that serves to chemically alter 
agents, but has the adverse effect of substantially heating the 
mail. After being exposed to an e-beam source for a prescribed 
period of time, tests indicate that the mail within the process 
container (150 mm X 300 mm X 600 mm) reaches a temper- 
ature of 50°С. The effective thermophysical properties of the 
mail packed within the container are k = 0.15 W/m · К and pc 
= 2.0 x 10° J/m? - K. Estimate the time required for the con- 
tents of the container to reach a safe-to-touch temperature of 
439С when the container is subjected to convection cooling 
with ambient air at 259С and a convection coefficient of 
25 W/m: К. Hint: Model the container as a plane wall with 
a thickness 2L — 150 mm; this condition represents the 
limiting one-dimensional approximation to the container. 


16.77 Referring to the semiconductor processing tool of Prob- 
lem 16.68, it is desired at some point in the manufacturing cy- 
cle to cool the chuck, which is made of aluminum alloy 2024. 


404 Chapter 16. Heat Transfer by Conduction 


The proposed cooling scheme passes air at 15°C between the allow the exterior surface to reach 0°C in 60 s? The windshield 
air-supply head and the chuck surface as shown in Fig. P16.77. thermophysical properties are р = 2200 kg/m?, c = 830 
If the chuck is initially at a uniform temperature of 100°C, J/kg : К, and k = 1.2 W/m: К. 

calculate the time required for its lower surface to reach 25°C, 16,80) (CD-ROM) 

assuming a uniform convection coefficient of 50 W/m? · К at 


the head—chuck interface. 16.81 (CD-ROM) 


d Air supply, 20°С Transient Conduction: Radial Systems (CD-ROM) 
16.82 (CD-ROM) 
16.83 (CD-ROM) 
x mm Cooling head 16.84 (CD-ROM) 
=== RO ви " 16.85 (CD-ROM) 
uc 
| 16.86 (CD-ROM) 
Heater coil 
(deactivated) 16.87 (CD-ROM) 
Insulation 


Figure P10.77 


Transient Conduction: The Semi-infinite Solid (CD-ROM) 
16.78 (CD-ROM) 16.88 (CD-ROM) 
16.79 Ап ісе layer forms on a 5-mm-thick windshield of a car 16.89 (CD-ROM) 
while parked during a cold night for which the ambient tem- — 16.90 (CD-ROM) 
perature is —20°С. Upon start-up using a new defrost system, 
the interior surface is suddenly exposed to an air stream at 16:03 45043) 
30°C. Assuming that the ісе behaves as an insulating layer on 16.92 (CD-ROM) 
the exterior surface, what interior convection coefficient would 16.93 (CD-ROM) 


The Heat Equation: Derivation 


The first step is to define a differential system (element), dx * 1 + 1, having a width dx and 
unit cross-sectional area normal to the x-direction as shown in Fig. 16.3. Choosing to for- 
mulate the first law at an instant of time, the next step is to identify the energy processes that 
are relevant to the system. 


Conduction heat fluxes in and out of the system 
Еһ = 4 Еш = deseas 


The conduction heat rate at ће (х + dx)-control surface сап be expressed ав a Taylor series 
expansion neglecting higher order terms 


дау 


Фх+а = qx + — dx 
ox 


where the heat flux 4" is given by Fourier’s law, Eq. 16.1, but the gradient is written as a 
partial derivative since the temperature is a function of the x-coordinate and time. 
Rate of energy generation within the system 


Е = q(dx) 
Rate оў change of energy within the system 


aT 
Ex = p(dx)c - 


The final step is to formulate the conservation of energy requirement on a rate basis, 
Eq. 15.1 1a. Substituting the foregoing expressions for the energy processes, and rearranging, 
the differential energy balance has the form 


En + ЕЁ —Ё, 


out E Es 
@ + ido) - (at: 


ТТ; 
« 232) ал? 


д (3 "T OT 
ON ах) 1 Par 


(16.2) 


Eq. 16.2 is the heat equation. In words, the heat equation states that at any point in the one- 
dimensional medium, the rate of energy transfer by conduction into a unit volume plus the 
volumetric rate of energy generation must equal the rate of change of energy stored within 
the volume. 


?. 
oN 
T 
N 
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Figure 10.3 Differential system, 


dx & dx : К 
2% 2 екеу dx * 1 * 1, for conduction analysis 
” . . . ia 
| inc in a one-dimensional Cartesian 
Б^ x coordinate system. 


heat equation 


Тһе Composite Wall 


Composite walls may also be characterized by series-parallel configurations, such as that 
shown in Fig. 16.6. For many such applications, it is often reasonable to assume one- 
dimensional conditions. Subject to this assumption, two different thermal circuits can be used. 
For case (a) it is presumed that surfaces normal to the x direction are isothermal, while for 
case (b) it is assumed that surfaces parallel to the x direction are adiabatic. Different results 
are obtained for Ro and the corresponding values of q bracket the actual heat transfer rate. 
These differences increase with increasing |kp — kg|, as multidimensional effects become 
more significant. 


Le 


ke (Af2) 


ГА I: Ly 
ke (A/2) k-(A/2) (4/2) 


— X 


(5) 


Figure 10.0 Series-parallel composite wall with convection on both surfaces and equivalent thermal 
circuits: (a) surfaces normal to the x direction are isothermal and (b) surfaces parallel to the x 
direction are adiabatic. 


Table 16.2 Thermal Contact Resistance of Representative Solid/Solid Interfaces 


В". x 104 Box 
Interface (m? K/W) Interface (m? - K/W) 
Silicon chip/lapped aluminum in air 0.3-0.6 Aluminum/aluminum with metallic (Pb) 
(27-500 kN/m?)* coating 0.01-0.1 
Silicon chip/aluminum with 0.02-mm 0.2-0.9 Aluminum/aluminum with Dow Corning 
epoxy 340 grease (~100 kN/m?) ~0.07 
Aluminum/aluminum with indium foil ~0.07 Stainless/stainless with Dow Corning 
filler (—100 kN/m?) 340 grease (—3500 kN/m?) 70.04 
Stainless/stainless with indium foil filler 70.04 Brass/brass with 15-jum tin solder 0.025-0.14 


(—3500 kN/m?) 


“Denotes pressure applied to mating surfaces. 


heat equation: cylinder 


Cylinder 


16.3.2 Radial Systems with Energy Generation 


Energy generation may occur in a variety of radial geometries. Consider the long, solid cylin- 
der of Fig. 16.12, which could represent a current-carrying wire or a fuel element in a nuclear 
reactor. For steady-state conditions the rate of energy generation within the cylinder must equal 
the rate of heat transfer by convection from the surface of the cylinder to a moving fluid. This 
condition allows for the surface temperature to be maintained at a fixed value of T,. 

To determine the radial temperature distribution in the cylinder, we begin with the ap- 
propriate form of the heat equation. Following the same methodology used in Sec. 16.1.2 for 
the plane wall, an energy balance is written for a differential system in the one-dimensional, 
radial (cylindrical) coordinate system. With a constant thermal conductivity, the heat equation 
for a cylinder has the form 


1 T\ à 
25:03 4-0 (16.52) 
ағ 


Separating variables and assuming uniform generation, this expression may be integrated to 
obtain 


dT 4, 
— = -r+ : 
цол a C, (16.53) 


Repeating the procedure, the general solution for the temperature distribution becomes 


T(r) = r+C,nr+C, (16.54) 


To obtain the constants of integration С, and С,, we apply the boundary conditions 


dT 


FU -0 апа T(r.) = T, 


The first condition results from symmetry. That is, for the solid cylinder the centerline is a 
line of symmetry for the temperature distribution and the temperature gradient must be zero. 
Recall that similar conditions existed at the midplane of a wall having symmetrical boundary 
conditions (Fig. 16.115). From the symmetry condition at r = 0 and Eq. 16.53, it is evident 
that C, = 0. Using the surface boundary condition at ғ = r, with Eq. 16.54, we then obtain 
= d 
С,-Т,- 26 г; 


The temperature distribution is therefore 


5 : 
yo) (1 = ; +T, (16.55) 


Figure 16.12 Conduction in a solid cylinder with 
uniform heat generation. 


Evaluating Eq. 16.55 at the centerline and dividing the result into Eq. 16.55, we obtain the 
temperature distribution in dimensionless form 


T(r) -T 2 
=. (5) (16.56) 


where T, is the centerline temperature. The heat rate at any radius in the cylinder can, of 
course, be evaluated by using Eq. 16.55 with Fourier's law. 

To relate the surface temperature, Т,, to the temperature of the cold fluid, 7., either a 
surface energy balance or an overall energy balance may be used. Choosing the second ap- 
proach, —E,4 + E, = 0, we obtain 


—h(2ur,L(T, — T.) + q(mr2L) = 0 


or, rearranging find 


qro 
Т, = Т, + 
: 2h 


(16.57) 


To determine the radial temperature in the sphere, we would use the same approach as 
for the cylinder. The appropriate form of the heat equation for a sphere in the radial (spher- 
ical) coordinate system is 


! 2 (n5) | 4 0 (16.58) 
гдг ðr) k | 
which has the general solution 
2 С 
T(r) = c ей 


From the symmetry condition at the center, and with a specified surface temperature, the 
boundary conditions are 


ат 


di -0 апа T(r) = T, 


r=0 


The temperature distribution 18 therefore 


- : 
T(r) = E (: = ") +T, (16.59) 


о 


Applying an overall energy balance to the sphere, we obtain the expression relating the sur- 
face temperature to the temperature of the cold fluid 


T, = Ta + 22 (16.60) 


heat equation: sphere 


Sphere 


Example 10.5 Encapsulated Radioactive Wastes 


Radioactive waste (k,,, = 20 W/m - К) is packed into a stainless steel (k,, = 15 W/m · К) tube with inner and outer radii equal to 
гу = 200 mm апа r, = 250 mm. The waste provides a uniform generation rate of 1 X 10? W/m’, while the outer surface of the 
tube is exposed to coolant flow for which h = 500 W/m? : K and Т, = 25°C. Determine the maximum temperature in the system. 


Solution 
Known: Tube containing radioactive waste with uniform energy generation cooled at the outer surface. 
Find: Maximum temperature in the system. 


Schematic and Given Data: 


rp = 250 mm 


Coolant ыы Т, Ta 
i 4--- 0—/AA,—0—N/A/—o 
; Stainless steel tube А ; 
129 = 15 W/m*K Кола Қо 
--»- 
T =25°C Radinactnie waste Equivalent thermal circuit representing 


conduction in the tube and convection 


= 2. 
h = 500 W/m**K on its outer surface 


Ky = 20 WimeK 

q= 1х 10° Wim? 
Figure E10.5 

Assumptions: 

1. Steady-state conditions. 

2. One-dimensional radial conduction. 

3. Uniform volumetric energy generation in the waste. 

4. Constant properties. 


Analysis: The maximum temperature in the system will occur in the radioactive waste at the centerline, 7(0) = T,. From 
Eq. 16.55, for the temperature distribution in the waste with ғ = 0, find 


тш ор. (1) 


where Т, = T(7,). Using the thermal circuit shown above, the heat rate per unit length of the tube can be expressed as 
TED 
Б Кы Яг [Soo 


р 


4 (2) 


where Ё а and Rion, represent the tube wall conduction and convection resistances, Eqs. 16.32 апа 16.41, respectively 
In(r;/r;) 1n(250/200) 
cud | mk. | 2m X 15 Wim: K 


1 1 
n C = 
Y Ж2ты) | 15 УУ/ш:К(2т X 0.250 m) 


2.37 х 1077”: K/W 


“ТУ I) с ДУ 


From an overall energy balance on the waste, it follows that 
q' = (т) = 1 х 10° W/m?°(m X 0.2507? = 1.257 х 10* W/m 
Rearranging Eq. 2, and substituting numerical values, the waste surface temperature is 
Te) = Т. + 4 (8а + Roony) = 25°C + 1.257 X 10° W/m(2.37 + 1.27) X 102° m- K/W 
T,, = (25 + 45.8)°C = 70.8°C 
Hence, the centerline temperature, Eq. 1, is 


7 1 X 10° W/m? (0.200 ш)? 
g 4 х 20 W/m: К 


+ 70.8°C = 50.0°C + 70.8°C = 121°C < 


16.4.1 Conduction-Convection Analysis 


We are primarily interested in knowing the extent to which particular extended surface or fin 
arrangements could improve heat transfer from a surface to the surrounding fluid. To deter- 
mine the heat transfer rate associated with a fin, we must first obtain the temperature distri- 
bution along the fin. As we have done for previous conduction analyses, we will define an 
appropriate differential system (element), identify the relevant processes, and perform an en- 
ergy balance to obtain a differential equation, the solution of which provides the tempera- 
ture distribution. 

Consider the straight rectangular and pin fins of Fig. 16.16a, b. The analysis is simplified 
if certain assumptions are made. We choose to assume one-dimensional conditions in the 
longitudinal (x) direction, even though conduction within the fin is actually two dimensional. 
However, in practice fins are thin and temperature changes in the longitudinal direction are 
much larger than those in the transverse direction. Hence we may assume one-dimensional 
conduction in the x direction. We will consider steady-state conditions and also assume that 
the thermal conductivity is constant, that radiation exchange from the surface is negligible, 
that generation effects are absent, and that the convection heat transfer coefficient h is uni- 
form over the surface. 

Applying the conservation of energy requirement, Eq. 15.11a, to the differential element 
of Fig. 16.16c, we obtain 


ax ~ Чу+ах T conv -0 (16.61) 
From Fourier’s law, the conduction heat rate at х is 


ат 


qx - с dx 


where A, is the cross-sectional area. Using a truncated Taylor series, the conduction heat rate 
at x + dx may be expressed as 


and substituting from Fourier's law for 4,, it follows that 


dT а (ат 
: kA, + kA а 
@х+ах с dx (8) X 


Figure 10.10 Straight fins of uniform cross section. (a) Rectangular fin. (b) Pin fin. (с) Energy 
balance on a differential system (element) along the straight fin. 


The convection heat transfer rate may be expressed as 
dq, = ВАА, (Т — Т.) = hP(T — Т.Дах 


where dA, is the surface area of the differential element of extent dx in the x direction and 
P is the perimeter. Substituting the foregoing rate equations into the energy balance, Eq. 16.61, 
we obtain 
ат hP 
dx? КА, 


(T- 7. -0 (16.62) 


To simplify the form of this equation, we transform the dependent variable by defining an 
excess temperature 0 as 


excess temperature 0(х) = T(x) - Т, (16.63) 


Since Т, is a constant, 40/4х = dT/dx. Substituting Eq. 16.63 into Eq. 16.62, we then 


obtain 
420 
-5 т9-0 (16.64) 
Х 
where the fin parameter, т, is defined as 
ЛР 
fin parameter, т т = LA. (16.65) 


Equation 16.64 is a linear, homogeneous, second-order differential equation with constant 
coefficients. Its general solution is of the form 


004) = Се + Сет" (16.66) 


By substitution it may be verified that Eq. 16.66 is indeed a solution to Eq. 16.62. 


Example 10.9 Workpiece Temperature-Time History: Curing Operation 


4. Rather than treat Л as a constant during the heating process, we can write the energy balance, Eq. 16.81, to include the 
radiation rate equation, Eq. 15.7 


C Qcow ~ rad — E, 
ПАТЕТ = азии" — 7.) pM 


This differential equation is difficult to solve and evaluate analytically. Interactive Heat Transfer (ІНТ) includes ап integral 
function, DER(T, г), that can be used to represent the temperature-time derivative providing the capability to numerically 
integrate first-order differential equations. The energy balance would have this form in the Workspace 


(-h*(T - Tinf) - eps*sigma*(T^4 - Tsur^4))*As = rho*V*c*DER(T,t) 


After hitting the Solve button, the Diff/ Integral Equations pad will appear, identifying the independent variable t and provid- 
ing boxes (Start, Stop, and Step) for entering the integration limits and time increment, Ат, respectively, as well as the Initial 
Condition (IC). Using this method of solution for the example, we find t, = 124 s, suggesting that the value of the linearized 
radiation coefficient was properly estimated. Reminder: Use absolute temperature units in the energy balance calculations. See 
the Ше on your CD-ROM entitled Things You Should Know About IT and IHT for special tips on using /НТ for this application. 


The Heat Equation: Derivation 

In Sec. 16.1.2 we derived the heat equation for unsteady, one-dimensional (x-direction) con- 

ditions, Eq. 16.2. For constant properties with no generation, the heat equation reduces to 
or ar 


д2 «дї 16.94) 


where the thermal diffusivity was defined іп Eq. 16.5 as 


To solve this differential equation for the temperature distribution, T(x, f), it is necessary to 
specify an initial condition and two boundary conditions. For the plane wall of Fig. 16.25, 
these conditions are 


Initial condition T(x, 0) = 7, (16.95) 
oT 
Boundary condition at x = 0 Т = (0 (16.96) 
Х|х-0 
xy oT 
Boundary condition at х = L k С = h[T(L, f) Ta] (16.97) 
X Ix-L 


Equation 16.95 presumes a uniform temperature distribution at time t = 0; Eq. 16.96 reflects 
the symmetry requirement for the midplane of the wall; and Eq. 16.97 describes the surface 
condition experienced for time f > 0. 

It is evident that, in addition to depending upon x and 1, temperatures in the wall also 
depend on a number of physical parameters. In particular 


T = T(x, t, T, Tus L, k, 0, h) (16.98) 


There is an advantage to casting the problem in dimensionless form. This may be done by 
arranging the relevant variables of the governing equations into suitable groups. Consider the 
dependent variable T. If the temperature difference 0 = T — 7,18 divided by the maximum pos- 
sible temperature difference, Ө; = T; — T.., the dimensionless temperature may be defined as 

0: Td. 
Wee ые с А 16. 
0 | (16.99) 
Accordingly, 0% must lie in the range 0 = 07 = 1. А dimensionless spatial coordinate may 
be defined as 


х* = — (16.100) 


where L is the half-thickness of the plane wall. The dimensionless time 


at 
Fo= 12 (16.101) 
is defined in terms of the Fourier number, Eq. 16.92. From manipulation of the boundary 
condition at x = L, Eq. 16.97, the dimensionless group representing the Biot number would 
be identified 


Bi = — (16.102) 


Recall from Eq. 16.88 that the Biot number is the ratio of the thermal resistance for con- 
duction within the solid to resistance for convection across the fluid boundary layer. 


In dimensionless form, the functional dependence can now be expressed as 
0% = f(x*, Fo, Bi) (16.103) 


Recall that a similar functional dependence, without the x* variation, was obtained for the 
lumped capacitance method, as shown in Eq. 16.93. 

Comparing Eqs. 16.98 and 16.103, the considerable advantage associated with casting the 
problem in dimensionless form becomes apparent. Equation 16.103 implies that for a pre- 
scribed geometry, the transient temperature 0% is a universal function of х”, Fo, and Bi. That 
is, the dimensionless solution assumes a prescribed form that does not depend on the par- 
ticular values of Т, Т, L, k, о, or h. Since this generalization greatly simplifies the presen- 
tation and utilization of transient solutions, the dimensionless variables are used extensively 
in subsequent sections. 


Example 10.10 Plane Wall Experiencing Sudden Convective Heating Process 


3. The foregoing results could also be obtained by applying the Heisler and Gróber charts of Appendix HT-7. For example, 
using Fig. HT-7.1 with Bi ! = 0.40 and Fo = 0.516, the corresponding value of the midplane temperature is 85°C. For 
x* = 1 and Ві! = 0.40, Fig. HT-7.2 yields @(L, 10 min)/0,(10 min) = 0.4. It follows that the surface temperature is 


T,(L, 10 min) = Т, + 0.4[7,(10 min) — Т.) 
TAL, 10 min) = 175°C + 0.38[85 — 175]°C = 139°C 


and the surface heat flux is qz = —3600 W/m?. With Bi = 2.50 and Bi*Fo = 3.23, Fig. HT-7.3 yields Q/Q, = 0.48. Substi- 
tuting from Eq. 16.108, it follows that the energy transfer per unit area is 


OLAS par = m) = 55552210 Nima 


The foregoing results are in good agreement with those obtained from the more accurate one-term approximation. 


16.5.3 Radial Systems with Convection 


For an infinite cylinder or sphere of radius r, (Fig. 16.26), which is at an initial uniform tem- 
perature and is subjected to sudden convective conditions, results similar to those of 
Sec. 16.5.2 may be developed. That is, an exact infinite-series solution may be obtained for 
the time dependence of the radial temperature distribution, but a one-term approximation 
may be used for most conditions. The infinite cylinder is an idealization that permits the 
assumption of one-dimensional conduction in the radial direction. It is a reasonable 
approximation for cylinders having an L/r, z 10. 


Temperature Distributions 


For the infinite cylinder and the sphere, the series solutions to the heat equation can again 
be approximated by a single term for Fo > 0.2. Hence, as for the case of the plane wall, the 
time dependence of the temperature at any location within the radial system is the same as 
that of the centerline or centerpoint. 


Infinite Cylinder Тһе one-term approximation for the dimensionless temperature distribu- 
tion is 
0* = Cexp(-QFo)J (£r*) (16.111a) 
where Fo = at/r? and rearranging 
0* = eu Gr) (16.111b) 
where 07 represents the dimensionless centerline temperature and is of the form 
05 = Cexp(-QFo) (16.111c) 


Values of the coefficients C and $ have been determined and are listed in Table 16.6 for a range 
of Biot numbers. . is the Bessel function of the first kind, of order zero, and can be evaluated 
as a function of its argument from Table HT-6 or by using the /HT intrinsic function JO(x). 


Sphere The one-term approximation for the dimensionless temperature distribution is 


i 2 П Р 
0% = Cexp( б Fo); 4 sin(Cr*) (16.112a) 
r 
or 
e* = os Li (09) (16.112b) 
4 ner Я 


бт 
where 0% represents the dimensionless center temperature and is of the form 
0% = Сехр(-0Ро) (16.112c) 
Values of the coefficients С and С have been determined and are listed in Table 16.6 for a 


range of Biot numbers. 


Total Energy Transfer 


As for the plane wall in Sec. 16.5.2, conservation of energy may be used to determine the 
total energy transfer from the infinite cylinder or the sphere over the time interval from 0 to f. 
Substituting from the solutions, Eqs. 16.111b and 16.112b, and introducing Q, from 
Eq. 16.108, the results are as follows. 


Infinite Cylinder 


J£) (16.113) 


dix T(r, 0) = T 


ttt 


o 
Figure 10.20 Infinite 
cylinder or sphere with 
an initial uniform 
temperature subjected to 
sudden convective 
conditions. 


Sphere 
2 = 1 T [sin(£) — < cos(£)] (16.114) 


Values of the center temperature 07 are determined from Eqs. 16.111c or 16.112c, using the 
coefficients of Table 16.6 for the appropriate system. J, is the Bessel function of the first 
kind, of order one, and can be evaluated as a function of its argument from Table HT-6 or 
by using the JHT intrinsic function J\(x). 


Additional Considerations 


As for the plane wall, the foregoing results may be used to predict the transient response of 
long cylinders and spheres subjected to a sudden change in surface temperature. Namely, an 
infinite Biot number is prescribed, and the fluid temperature Т, is replaced by the constant 
surface temperature Т. 

Graphical representations of the one-term approximations are presented in Appendix HT-7. 


Table 16.6 Coefficients Used in the One-Term Approximation to the Series Solution for 
Transient, One-Dimensional Conduction in the Infinite Cylinder and Sphere 


Infinite Cylinder Sphere 

Ві C С C C 
0.01 0.1412 1.0025 0.1730 1.0030 
0.02 0.1995 1.0050 0.2445 1.0060 
0.03 0.2439 1.0075 0.2989 1.0090 
0.04 0.2814 1.0099 0.3450 1.0120 
0.05 0.3142 1.0124 0.3852 1.0149 
0.06 0.3438 1.0148 0.4217 1.0179 
0.07 0.3708 1.0173 0.4550 1.0209 
0.08 0.3960 1.0197 0.4860 1.0239 
0.09 0.4195 1.0222 0.5150 1.0268 
0.10 0.4417 1.0246 0.5423 1.0298 
0.15 0.5376 1.0365 0.6608 1.0445 
0.20 0.6170 1.0483 0.7593 1.0592 
0.25 0.6856 1.0598 0.8448 1.0737 
0.30 0.7465 1.0712 0.9208 1.0880 
0.4 0.8516 1.0932 1.0528 1.1164 
0.5 0.9408 1.1143 1.1656 1.1441 
0.6 1.0185 1.1346 1.2644 1.1713 
0.7 1.0873 1.1539 1.3525 1.1978 
0.8 1.1490 1.1725 1.4320 1.2236 
0.9 1.2048 1.1902 1.5044 1.2488 
1.0 1.2558 1.2071 1.5708 1.2732 
2.0 1.5995 1.3384 2.0288 1.4793 
3.0 1.7887 1.4191 2.2889 1.6227 
4.0 1.9081 1.4698 2.4556 1.7201 
5.0 1.9898 1.5029 2.5704 1.7870 
6.0 2.0490 1.5253 2.6537 1.8338 
7.0 2.0937 1.5411 2.7165 1.8674 
8.0 2.1286 1.5526 1.7654 1.8921 
9.0 2.1566 1.5611 2.8044 1.9106 
10.0 2.1795 1.5677 2.8363 1.9249 
20.0 2.2881 1.5919 2.9857 1.9781 
30.0 2.3261 1.5973 3.0372 1.9898 
40.0 2.3455 1.5993 3.0632 1.9942 
50.0 2.3572 1.6002 3.0788 1.9962. 
100.0 2.3809 1.6015 3.1102 1.9990 
оо 2.4050 1.6018 3.1415 2.0000 


“Bi = hr,/k for the infinite cylinder and sphere. See Fig. 16.26. 


Example 10.11 Quenching a Spherical Workpiece іп ап Oil Bath 


A sphere of 10-mm diameter, initially in equilibrium at 400°C in a furnace, is suddenly placed in a well-stirred oil bath op- 
erating at 20°C with a convection coefficient of 6000 W/m? - К. The thermophysical properties of the material are p = 3000 
Ко/т?, c = 1000 J/kg: K, a = 6.66 х 1076 m/s and k = 20 W/m ` К. Calculate the time f, required for the center of the 
sphere to cool to 50°C. 


Solution 
Known: Temperature requirements for cooling a sphere. 
Find: Time t, required to satisfy the cooling requirement. 


Schematic and Given Data: 


Т. = 20°C 
h = 6000 W/m?*K 
Oil bath 7 
Assumptions: 
1. One-dimensional conduction in the r-direction. 
Sphere, r, = 5 mm . 
р = 3000 kg/m? 2. Constant properties. 
c = 1000 J/kg*K 
Т,= 400С | q-6.66 x 1076 m?/s 
T(0, t.) = 50°С К = 20 W/m*K 
Figure Ң10.11 


Analysis: То determine whether the /итреа capacitance method can be used, the Biot number is calculated using Eq. 16.89, 
with L, = r,/3 


h(r,/3) 6000 W/m? · K(0.005 m/3) 
Bi, 0.50 
k 20 W/m: K 


Hence, the lumped capacitance method is not appropriate since Bij,, > 0.1. Spatial effects are significant and the one-term 
approximation must be used for the calculation. The time at which the center temperature reaches 50°C, that is, T(0, t) = 
50°С, can be obtained by rearranging Eq. 16.112c 


1 0% 1 ibo E) T 
In In х 
(е Т; Баг Te 


Fo 


where t, = Fo r2/c. For the one-term approximation the Biot number is defined as 


hr, 6000 W/m? - K X 0.005 m 
k 20 W/m: K 


1211 = = 1.50 


Table 16.6 yields С = 1.376 апа ¢ = 1.800. It follows that the Fourier number is 


1 | 1 T (GO = AC по 
(1.8007 [1.376 (400 ~ 20C] ~ 
and the time required for the center termperature to reach 50°C is 
Т2 0.005 m? 
t, = Fo 0.88 2. 5 eis 
о 6.66 х 107° m/s 


Note that, with Fo — 0.88, use of the one-term approximation is justified. 


Comments: Тһе surface temperature of the sphere at 1, = 3.3 s may be obtained from Eq. 16.112с. With 0% = 0.079 and 
r* = 1, find 


Т(ғ,1)- T. 0.079 
T= Т, 1.800 


ež (r) = sin (1.800) = 0.0427 


апа 


T(r, t) = 20°C + 0.0427(400 — 20)°C = 36°C 


Note that the difference between the sphere surface and center temperatures is 14°C, so indeed spatial effects are appreciable 
during the quenching process. 


16.5.4 Тһе Semi-Infinite Solid 


Another simple geometry for which analytical solutions may be obtained is the semi-infi- 
nite solid. Since, in principle, such a solid extends to infinity in all but one direction, it is 
characterized by a single identifiable surface (Fig. 16.27). If a sudden change of conditions 
is imposed at this surface, transient, one-dimensional conduction will occur within the solid. 
The semi-infinite solid provides a useful idealization for many practical problems. It may 
be used to determine transient heat transfer near the surface of the earth or to approximate 
the transient response of a finite solid, such as a very thick slab. 

The heat equation for transient conduction in a semi-infinite solid is given by Eq. 16.2 
with no energy generation (4 = 0). The initial condition is T(x, 0) = Т, and the interior 
boundary condition is of the form 


T(x — 0,1) = T, 


That 18, far removed from the surface, the temperature remains at the initial temperature 7, 
during the transient process. 

Closed-form solutions have been obtained for three important surface conditions, instan- 
taneously applied at 1 = 0. These conditions are shown in Fig. 16.27. They include (A) ap- 
plication of a constant surface temperature Т, 7 T; (B) application of a constant surface heat 
flux ас, and (C) exposure of the surface to a fluid characterized by Т, # T; and the convec- 
tion coefficient h. The temperature distributions for these three cases are shown in Fig. 16.27 
and the analytical solutions are summarized next. 


Case (B) Case (C) 
T(x, 0) = Т, T(x, 0) =Т, 
-k ATIAx|, o= 4 -k ATIAx|, -o = ALT. — ТО, 01 


x x 


Figure 10.27 Transient temperature distributions in a semi-infinite solid for three surface 
conditions: constant surface temperature, constant surface heat flux, and surface convection. 


L5 Figure 10.28 Temperature histories 
in a semi-infinite solid with surface 
convection. 


Case A Constant Surface Temperature: 7(0, /) = T, 


Шш, ( : ) 16.115 

Пет з шин 
КТ, – Т, 

а (16.116) 
Tat 
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Case B Constant Surface Heat Flux: д” = д” 


-24ш/т)/? (=) qox ( x ) 
Tet) = Т, n ехр\ Tar n erfc сүүлт (16.117) 
: T 
Case C Surface Convection: —k 3 = Т, — Т(0, 0)] 
X | x=0 
Т) = ЭР” ( х ) 
Жозе; яг 2Vat 
hx | kat x һу 
E кр )| “(22 + л (16.118) 


The Gaussian error function, erf 10, is defined in Appendix НТ-6, which also provides tabu- 
lated values for the argument w. The complementary error function, егіс 10, is defined as 
егіс w = 1 — erf и). These functions can also be evaluated by using the /НТ intrinsic func- 
tions ERF(x) and ERFC(x). 

Temperature histories for the three cases are shown in Fig. 16.27, and distinguishing fea- 
tures should be noted. With a step change in the surface temperature, (case A), temperatures 
within the medium monotonically approach the surface temperature Т, with increasing f, 
while the magnitude of the surface temperature gradient, and hence the surface heat flux, de- 
creases as f 1/2. In contrast, for a fixed surface heat flux (case B), Eq. 16.117 reveals that 
Т(0, t) = T,(t) increases monotonically as 77. For surface convection (case C), the surface 
temperature and temperatures within the medium approach the fluid temperature Т„ with in- 
creasing time. As Т, approaches T., there is, of course, a reduction in the surface heat flux, 
4:0 = h[T.. — T,(t)]. Specific temperature histories computed from Eq. 16.118 are plotted 
іп Fig. 16.28. The result corresponding to Л = © is equivalent to that associated with a sud- 
den change in surface temperature, case A. That is, for h = «o, the surface instantaneously 
achieves the imposed fluid temperature (T, = 7.), and with the second term on the right- 
hand side of Eq. 16.118 reducing to zero, the result is equivalent to Eq. 16.115. 


Example 10.12 Water Main Experiencing Sudden Surface Temperature Change 


In laying water mains, utilities must be concerned with the possibility of freezing during cold periods. Although the problem 
of determining the temperature in soil as a function of time is complicated by changing surface conditions, reasonable estimates 
can be based on the assumption of a constant surface temperature over a prolonged period of cold weather. What minimum 
depth x,, would you recommend to avoid freezing under conditions for which soil, initially at a uniform temperature of 20°C, 
is subjected to a constant surface temperature of —15°C for 60 days? 


Solution 
Known: Temperature imposed at the surface of soil initially at 20°C. 
Find: Minimum pipe depth to avoid freezing, Xm. 


Schematic and Given Data: 


Atmosphere Г Т,--15% 
Assumptions: 
Soil 1. One-dimensional conduction in x. 
T, = 20°C 2. Soil is a semi-infinite medium. 
Г Xm 3. Constant properties. 
Q Т(х,, 60d) =0°С |. 
Water main 


Figure Н10.12 


Properties: Table HT-3, soil (300 К): р = 2050 kg/m’, k = 0.52 W/m: K, с = 1840 J/kg - K, а = (k/pc) = 0.138 х 1076 m’/s. 
Analysis: The prescribed conditions correspond to those of case A of Figure 16.27, and the transient temperature response 
of the soil is governed by Eq. 16.115. Hence, at the time / = 60 days after the surface temperature change, 


207 t) = T, ( Xm ) 
erf 
TER 2Vat 
Sie ee шн; ( an ) 
0) - = ' 277 


Using the error function table in Appendix HT-6, find 


Xm 
— = = 0:40 
2Vat 
and the minimum depth to avoid freezing the water main is 
3600 s ||24 h | |'? 
х » = 0.80 Vat = 0.80 | (0.138 х 1075 m?/s)(60 days) | т : d | — 0.68m «1 
ay 


16.2 One-dimensional, steady-state conduction without gener- 
ation occurs in the system shown. The thermal conductivity is 
25 W/m: К and the thickness L is 0.5 m. 


5 х «d Figure P10.2 


Determine the unknown quantities for each case in the ac- 
companying table and sketch the temperature distribution, in- 
dicating the direction of the heat flux. 


dT/dx qx 
Case Ti Т, (К/ш) (W/m?) 
1 400 K 300 K 
2 100°C —250 
© 80°С +200 
4 =5°С 4000 
5 30°С —3000 
16.5 The temperature distribution across a wall 0.3 m thick at a 


certain instant of time is T(x) = a + bx + cx’, where T is in de- 

grees Celsius and x is in meters, a = 200°C, b = —200°C/m, and 

с = 30°C/m’. The wall has a thermal conductivity of 1 W/m К. 

(a) On a unit surface area basis, determine the rate of heat 
transfer into and out of the wall and the rate of change of 
energy stored by the wall. 

(b) If the cold surface is exposed to a fluid at 100°C, what is 
the convection coefficient? 


16.12 Consider a composite wall that includes an 8-mm-thick 
hardwood siding, 40-mm by 130-mm hardwood studs on 
0.65-m centers with glass fiber insulation (paper faced, 28 kg/m’), 
and a 12-mm layer of gypsum (vermiculite) wall board. 


Wood siding 


Stud 


Insulation 


Wall board 


40 mm —>| - 


Figure P10.12 


What is the thermal resistance associated with a wall that is 
2.5 m high by 6.5 m wide (having 10 studs, each 2.5 m high)? 


16.13 A firefighter's protective clothing, referred to as a turnout 
coat, is typically constructed as an ensemble of three layers 
separated by air gaps, as shown in Fig. P16.13. 

Representative dimensions and thermal conductivities for 
the layers are as follows. 


Layer Thickness (mm) k(W/m: К) 
Shell (s) 0.8 0.047 
Moisture barrier (mb) 0.55 0.012 
Thermal liner (0) 3:9 0.038 


Thermal 
liner (1) 


Moisture 
barrier (mb) 


Air gap 


Air gap 
Figure P10.13 


The air gaps between the layers are 1 mm thick, and heat is 
transferred by conduction and radiation exchange through the 
stagnant air. The linearized radiation coefficient for a gap may 
be approximated as, A4 = 0(Т, + TaT? + T2) = 40T ie 
where Т,,, represents the average temperature of the surfaces 
comprising the gap and the radiation flux across the gap may 

be expressed as qz, = haai — D). 

(a) Represent the turnout coat by a thermal circuit, labeling all 
the thermal resistances. Calculate and tabulate the thermal 
resistances per unit area (m? · K/W) for each of the layers, 
as well as for the conduction and radiation processes in the 
gaps. Assume that a value of Tavs = 470 К may be used to 
approximate the radiation resistance of both gaps. Com- 
ment on the relative magnitudes of the resistances. 

(b) For a pre-flash-over fire environment in which firefighters 
often work, the typical radiant heat flux on the fire-side of 
the turnout coat is 0.25 W/cm?. What is the outer surface 
temperature of the turnout coat if the inner surface temper- 
ature is 66°C, a condition that would result in burn injury? 


16.16 The rear window of an automobile is defogged by at- 
taching a thin, transparent, film-type heating element to its in- 
ner surface. By electrically heating this element, a uniform heat 
flux may be established at the inner surface. The interior air 
temperature and convection coefficient are T; = 25°C and 
h; = 10 W/n? K, while the exterior (ambient) air tempera- 
ture and convection coefficient are Т„„ = —10°C and h, = 65 
W/m?:K. For 4-mm-thick window glass, determine the 
electrical power required per unit window area to maintain an 
inner surface temperature of 15?C. 


16.21 Consider a power transistor encapsulated in an alu- 
minum case that is attached at its base to a square aluminum 
plate of thermal conductivity k = 240 W/m: К, thickness 
L — 6 mm, and width W — 20 mm (Fig. P16.21). The case 
is joined to the plate by screws that maintain a contact pres- 
sure of 1 bar, and the back surface of the plate transfers heat 
by natural convection and radiation to ambient air and large 
surroundings at Т, = Ты = 25°C. The surface has an emis- 
sivity of £ = 0.9, and the convection coefficient is h = 4 
W/m?: К. The case is completely enclosed such that heat 
transfer may be assumed to occur exclusively through the base 
plate. If the air-filled aluminum-to-aluminum interface is char- 
acterized by an area of A, = 2 X 1075 m? and a thermal con- 
tact resistance of R”, = 2.75 X 10 ^ m°- K/W, what is the 


- үү Теш 


Transistor 
case 
T, s Реес | — Base plate, (k,£) 
— Interface, A, 
W 
Enclosure | ! ' 
Air 
Т. її 
ын 26752) 2 : 
L 
Figure P1 6.21 


maximum allowable power dissipation if the surface temper- 
ature of the case, T,,, is not to exceed 85°C? Hint: Assume, 
and then justify, that haa = 7.25 W/m?- К. 


16.25 А 2-mm-diameter electrical wire is insulated by a 2-mm- 
thick rubberized sheath (k = 0.13 W/m - К), and the wire/sheath 
interface is characterized by a thermal contact resistance of 
Ки. = 3 X 10^ m^- K/W. The convection heat transfer coef- 
ficient at the outer surface of the sheath is 10 W/m? - К, and 
the temperature of the ambient air is 20°С. If the temperature 
of the insulation may not exceed 50?C, what is the maximum 
allowable electrical power that may be dissipated per unit length 
of the conductor? 


16.26 Consider the tube of radius ғ; maintained at Т, covered 
with insulation of thickness f — r — r; and thermal conduc- 
tivity К experiencing convection on the exposed surface 
(Т,, h). The objective of this problem is to demonstrate that 
there exists a critical insulation radius г,, = k/h, below which 
q' increases with increasing ғ, and above which д’ decreases 
with increasing r. 


t=r-r,; 


Insulation, k 


, , 
Копа Roon 
Thermal circuit representing processes of 
conduction in the insulation and convection 
from the surface 


Figure P16.26 


(a) Write expressions for the thermal resistances associated 
with the thermal circuit shown above, as well as for the 
total thermal resistance per unit length, Riot 


Case 1 Case 2 


(b) Consider the case when r; = 5 mm, k = 0.055 W/m · К, 
and h = 5 W/m?-K. Calculate and plot R',,4, R'onv and 
Ri, as a function of insulation thickness f = r — r; for the 
range 0 = t = 50 mm. 

(c) From your graph of part (b) determine the radius for which 
the total resistance is a minimum. How does this value 
compare with the definition of the critical insulation ra- 
dius r,, = k/h? 

(d) Drawing on your analysis, explain in words why it is pos- 
sible that increasing the thickness of insulation on a tube 
could increase the heat transfer rate. 


16.30 A spherical vessel used as a reactor for producing phar- 


maceuticals has a 10-mm-thick stainless steel wall (k — 17 

W/m : К) and an inner diameter of 1 m. The exterior surface 

of the vessel is exposed to ambient air (Т„ = 25°C) for which 

a convection coefficient of 6 W/m? : К may be assumed. 

(a) During steady-state operation, an inner surface tempera- 
ture of 50°С is maintained by energy generated within the 
reactor. What is the heat loss from the vessel? 

(b) If a 20-mm-thick layer of fiberglass insulation (k — 0.040 
W/m: К) is applied to the exterior of the vessel and the 
rate of energy generation is unchanged, what is the inner 
surface temperature of the vessel? 


16.31 A composite spherical shell of inner radius r, — 0.25 m 


is constructed from lead (k = 35 W/m: K, MP = 601 К) of 
outer radius r, = 0.30 m and stainless steel (k = 15 W/m : К) 
of outer radius r, — 0.31 m. The cavity is filled with radioac- 
tive wastes that generate energy at a rate of g = 5 X 10° W/m’. 
It is proposed to submerge the container in ocean waters at a 
temperature of Т, = 10°C and provide a uniform convection 
coefficient of h = 500 W/m’ K at the outer surface of the con- 
tainer. Are there any problems associated with this proposal? 


16.39 А plane wall of thickness 2L and thermal conductivity К 


experiences a uniform volumetric energy generation rate q. As 
shown in the sketch for case 1, the surface at x = —L is per- 
fectly insulated, while the other surface is maintained at a 
uniform, constant temperature T,. For case 2, a very thin, di- 
electric strip is inserted at the midpoint of the wall (x — 0) in 
order to electrically isolate the two sections, A and B. The ther- 
mal resistance of the strip is RY = 0.0005 т> · K/W. The pa- 
rameters associated with the wall are k = 50 W/m- K, L = 
20 mm, g = 5 X 10° W/m’, and T, = 50°С. 


Thin dielectric strip, R7 


Те T, 
; 1 »х | А ИГЕ: 
-L 0 +L -L 0 +L 
Figure P10.39 


(a) Sketch the temperature distribution for case 1 on T — x 
coordinates. Describe the key features of this distribution. 


Identify the location of the maximum temperature in the 
wall and calculate this temperature. 

(b) Sketch the temperature distribution for case 2 on the same 
T — x coordinates. Describe the key features of this 
distribution. 

(c) What is the temperature difference between the two walls 
at x = 0 for case 2? 

(d) What is the location of the maximum temperature in the 
composite wall of case 2? Calculate this temperature. 


Apple, 80 mm 
diameter 


Air 
ee = 520 


Conduction with Energy Generation: Radial Systems Figure P16.43 


16.40 A 25-mm-diameter stainless steel rod through which 
electrical current passes experiences uniform energy genera- 
tion. The rod has a thermal conductivity of 15 W/m ` К and an 


electrical resistivity of 0.7 х 10 5 О: m. What current is 


required to maintain the centerline of the rod to a temperature and outer radii equal toti = 0.5 m and r, = 0.6 п Energy is 
100°C above the ambient temperature when the convection co- generated volumetrically within the wastes at a uniform rate of 
efficient is 25 W/m? - K? 4 = 10° W/m", and the outer surface of the container is exposed 


to a water flow for which h = 1000 W/m? К and Т, = 25°C. 


Determine the apple center and surface temperatures. 


16.44 Radioactive wastes (К = 20 W/m · К) are stored in a 
spherical, stainless steel (k,, = 15 W/m · К) container of inner 


16.41 А long, cylindrical rod of diameter 200 mm with thermal 
conductivity of 0.5 W/m  K experiences uniform volumetric 
energy generation of 24,000 W/m’. The rod is encapsulated by 
a circular sleeve having an outer diameter of 400 mm and a 


thermal conductivity of 4 W/m · К. The outer surface of the Radioactive wastes, 


sleeve is exposed to cross flow of air at 279С with a convec- kw d 
tion coefficient of 25 W/m’ - К. Stainless steel, 
(a) Find the temperature at the interface between the rod and Ks 
sleeve and on the outer surface. 
(b) What is the temperature at the center of the rod? 
16.42 The cross section of a long, cylindrical fuel element in a T. T. 
nuclear reactor is shown. Energy generation occurs uniformly Figure P16.44 
in the thorium fuel rod, which is of diameter D — 25 mm and 
is wrapped in a thin aluminum cladding. (a) Evaluate the outer- and inner-surface temperatures, T; „апа 


Т, respectively. 
(b) What is the maximum temperature in the system, and 


p where is its location? 
2 16.50 Consider the use of rectangular, straight, stainless steel (k = 
—> 15 W/m · К) fins on a plane wall whose temperature is 100°C. 


The adjoining fluid is at 20°C, and the associated convection co- 

Thorium Thin aluminum Ё efficient is 75 W/m? - К. The fin is 6 mm thick and 20 mm long. 

ше cladding Figure P16.42 (a) Calculate the fin efficiency, effectiveness, and heat rate per 
unit length. 

(b) Compare the foregoing results with those for a fin fabri- 
cated from pure copper (k = 400 W/m · К). 


It is proposed that, under steady-state conditions, the system 
operates with a generation rate of q = 7 X 108 W/m? and cool- 


ing system characteristics of Т, = 95°C and Л = 7000 
W/m? К. Is this proposal satisfactory? 16.54 А very long rod of 5 mm diameter and uniform thermal 


conductivity k = 25 W/m · К is subjected to a heat treatment 
process. The center, 30-mm-long portion of the rod within the 
induction heating coil experiences uniform volumetric energy 
generation of 7.5 X 10° W/m’. 


16.43 Unique characteristics of biologically active materials 
such as fruits, vegetables, and other products require special 
care in handling. Following harvest and separation from pro- 
ducing plants, glucose is catabolized to produce carbon diox- 
ide and water vapor with attendant energy generation. Con- 
sider a carton of apples, each of 80-mm diameter, which Induction heating coil E 
is ventilated with air at 5°C providing a convection coefficient 
of 7.5 W/m? · К. Within each apple, energy is uniformly gen- | | a= | 
erated at a total rate of 4000 J/kg · day. The density and thermal Region — — ҒА эө өө ө ө sien Tong Той, 
conductivity of the apple are 840 kg/m? and 0.5 W/m: К, experiencing:g = pecu mii 5-mm dia. 
respectively. Figure Р10.54 


The unheated portions of the rod, which protrude from the heat- 

ing coil on either side, experience convection with the ambi- 

ent air at Т, = 20°C and h = 10 W/m’: К. Assume that there 

is no convection from the surface of the rod within the coil. 

(a) Calculate the steady-state temperature Т, of the rod at the 
midpoint of the heated portion in the coil. 

(b) Calculate the temperature of the rod Т, at the edge of the 
heated portion. 


16.57 Тһе end of a rectangular bar surrounded by insulation is 
maintained at 100°C and is exposed to ambient air as shown 
in the schematic. A linear array of pin fins (N = 10) is affixed 
to the end surface to enhance the heat transfer rate from the 
bar. The pin fins (k = 65 W/m: К) are 3 mm in diameter and 
12 mm long. The ambient air temperature is 25?C, and the con- 
vection coefficient over the bar end surface and pin fins is 
10 W/m? - K. 


End of bar, T, 


Pin fin, N = 10 
T, h 


*—— 
—€63 


Figure P16.57 


Determine the percentage increase in the heat transfer rate as- 
sociated with attaching the pin fins to the bar end. 


16.58 Ав more and more components are placed on a single in- 
tegrated circuit (chip), the level of power dissipation continues 
to increase. However, this increase is limited by the maximum 
allowable chip operating temperature, which is approximately 
759С. To maximize heat transfer, it is proposed that a 4 X 4 
array of copper pin fins be metallurgically joined to the outer 
surface of a square chip that is 12.7 mm on a side. 


Chip, Pe, Т, 


Top view Pin fins, D, Sideview 


E 
W 
Chip 
+ БД Rs 
Contact Air 
Pate is resistance, ПЕ 1 > 
К, ЈАс LT 
Board, k, — 


Figure P10.58 


(a) Sketch the equivalent thermal circuit for the pin—chip—board 
assembly, assuming one-dimensional, steady-state condi- 
tions and negligible contact resistance between the pins and 
the chip. Label appropriate resistances, temperatures, and 
heat rates. 

(b) For the conditions prescribed in Problem 16.20, what is 
the maximum power dissipation P, in the chip when the 
pins are in place? That is, what is the value of P, for 7, — 
75°C? The pin diameter and length are D, = 1.5 mm and 
L, = 15 mm. 


16.59 Ап annular alloyed aluminum (k = 180 W/m · К) fin of 
rectangular profile is attached to the outer surface of a circular 
tube having an outside diameter of 25 mm and a surface tem- 
perature of 250°C. The fin is 1 mm thick and 10 mm long, and 
the temperature and the convection coefficient associated with 
the adjoining fluid are 25°C and 25 W/m? · К, respectively. 
(a) What is the heat rate per fin? 

(b) If 200 such fins are spaced at 5-mm increments along the 
tube length, what is the heat rate per meter of tube length? 


16.62 А solid steel sphere (AISI 1010), 300 mm in diameter, 
is coated with a dielectric material layer of thickness 2 mm 
and thermal conductivity 0.04 W/m : К. The coated sphere is 
initially at a uniform temperature of 500°C апа is suddenly 
quenched in a large oil bath for which T, = 100°C and h = 
3300 W/m?- К. Estimate the time required for the coated 
sphere temperature to reach 140°C. Hint: Neglect the effect of 
energy storage in the dielectric material, since its thermal ca- 
pacitance (pcV) is small compared to that of the steel sphere. 


16.65 Energy storage systems commonly involve a packed bed 
of solid spheres, through which a hot gas flows if the system 
is being charged or a cold gas flows if it is being discharged 
(Fig. P16.65). In a charging process, heat transfer from the hot 
gas increases thermal energy stored within the colder spheres; 
during discharge, the stored energy decreases as heat transfer 
occurs from the warmer spheres to the cooler gas. 


ЭДЭР 
(р, с, К, е 
Packed bed 
Gas —- 
—»- 
Т, һ --> 
Figure P10.05 


Consider a packed bed of 75-mm-diameter aluminum spheres 
(р = 2700 Ке/т?, с = 950 J/kg - К, k = 240 W/m: К) and a 
charging process for which gas enters the storage unit at a tem- 
perature of T,; = 300°C. If the initial temperature of the 
spheres is Т; = 25°C and the convection coefficient is h = 
75 W/m? - К, how long does it take a sphere near the inlet of 
the system to accumulate 90% of the maximum possible en- 
ergy? What is the corresponding temperature at the center of 
the sphere? Is there any advantage to using copper instead of 
aluminum? 


16.71 А long wire of diameter Г = 1 mm is submerged іп ап 
oil bath of temperature Т„ = 25°C. The wire has an electrical 
resistance per unit length of А, = 0.01 Q/m. If a current of 
I= 100 A flows through the wire and the convection coeffi- 
cient is л = 500 W/m?- К, what is the steady-state tempera- 
ture of the wire? From the time the current is applied, how 
long does it take for the wire to reach a temperature that is 
within 1°C of the steady-state value? The properties of the wire 
are p = 8000 келп, с = 500 J/kg : К, and k = 20 W/m: К. 


16.72 The objective of this problem is to develop thermal mod- 
els for estimating the steady-state temperature and the transient 
temperature history of the electrical transformer shown below. 


Figure P10.72 


The external transformer geometry is approximately cubical, 
with a length of 32 mm to a side. The combined mass of the 
iron and copper in the transformer is 0.28 kg, and its weighted- 
average specific heat is 400 J/kg - К. The transformer dissipates 
4.0 W and is operating in ambient air at T,, = 20°C, with a con- 
vection coefficient of 10 W/m? - К. Hint: See Problem 16.69 
for the temperature response of this system experiencing inter- 
nal energy generation and external convection resistance. 
(a) Estimate the time required for the transformer to come 
within 5?C of its steady-state operating temperature. 
(b) Is the lumped-capacitance method valid for this applica- 
tion? Is your estimate for the required time optimistic? 


16.75 Тһе 150-mm-thick wall of a gas-fired furnace is con- 
structed of fire-clay brick (k = 1.5 W/m- К, p = 2600 kg/m’, 
c = 1000 J/kg: К) and is well insulated at its outer surface. 
The wall is at a uniform initial temperature of 20°С, when the 
burners are fired and the inner surface is exposed to products 
of combustion for which Т, = 950°C апа h = 100 W/m? K. 
How long does it take for the outer surface of the wall to reach 
a temperature of 750°C? 


16.78 The strength and stability of tires may be enhanced by 
heating both sides of the rubber (k = 0.14 W/m ` К, a = 6.35 X 
1075 m?/s) in a steam chamber for which Т„ = 200°C. In the 
heating process, a 20-mm-thick rubber wall (assumed to be un- 
treaded) is taken from an initial temperature of 25°C to a mid- 
plane temperature of 150°C. If steam flow over the tire surfaces 
maintains a convection coefficient of h = 200 W/m’: К, how 
long will it take to achieve the desired midplane temperature? 


16.80 Copper-coated, epoxy-filled fiberglass circuit boards are 
treated by heating a stack of them under high pressure as shown 
in Fig. P16.80. The purpose of the pressing-heating operation 
is to cure the epoxy that bonds the fiberglass sheets, impart- 
ing stiffness to the boards. The stack, referred to as a book, is 
comprised of boards and pressing plates, which prevent epoxy 


from flowing between the boards and impart a smooth finish 
to the cured boards. The platens at the top and bottom of the 
stack are maintained at a uniform temperature by a circulating 
fluid. The cure condition is achieved when the epoxy has been 
maintained at or above 170°C for at least 5 min. The effective 
thermophysical properties of the stack or book are k = 0.613 
W/m: К and pc = 2.73 х 106 Ј/т? - К. 
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Figure P10.80 


If the book is initially at 15°C and, following application of pres- 
sure, the platens are suddenly brought to a uniform temperature 
of 190°C, calculate the elapsed time /, required for the midplane 
of the book to reach the cure temperature of 170°C. 


16.81 Consider the energy storage unit of Problem 16.64, but 
with a masonry material of p = 1900 kg/m’, с = 800 J/kg: К, 
and k = 0.70 W/m: К used in place of the aluminum. How 
long will it take to achieve 75% of the maximum possible en- 
ergy storage? What are the maximum and minimum tempera- 
tures of the masonry at this time? 


Transient Conduction: Radial Systems 


16.82 Cylindrical steel rods (AISI 1010), 50 mm in diameter, 
are heat treated by drawing them through an oven 5 m long in 
which air is maintained at 750°C. The rods enter at 50°C and 
achieve a centerline temperature of 600°C before leaving. For 
a convection coefficient of 125 W/m? - К, estimate the speed 
at which the rods must be drawn through the oven. 


16.83 А long cylinder of 30-mm diameter, initially at a uniform 
temperature of 1000 K, is suddenly quenched in a large, 
constant-temperature oil bath at 350 K. The cylinder properties 
are k = 1.7 W/m: K, c = 1600 J/kg: К, and р = 400 kg/m’, 
while the convection coefficient is 50 W/m? - К. Calculate the 
time required for the surface of the cylinder to reach 500 K. 


16.84 А long rod 40 mm in diameter, fabricated from sapphire 
(aluminum oxide) and initially at a uniform temperature of 
800 K, is suddenly cooled by a fluid at 300 K having a heat 
transfer coefficient of 1600 W/m? - К. After 35 s, the rod is 
wrapped in insulation and experiences no heat losses. What 
will be the temperature of the rod after a long period of time? 


16.85 In heat treating to harden steel ball bearings (c = 
500 J/kg - К, p = 7800 kg/m’, k = 50 W/m · K), it is desirable 
to increase the surface temperature for a short time without 
significantly warming the interior of the ball. This type of heat- 
ing can be accomplished by sudden immersion of the ball in 


a molten salt bath with Т, = 1300 К and h = 5000 W/m’: К. 
Assume that any location within the ball whose temperature 
exceeds 1000 K will be hardened. Estimate the time required 
to harden the outer millimeter of a ball of diameter 20 mm, if 
its initial temperature is 300 K. 


16.86 Ina process to manufacture glass beads (k = 1.4 W/m: К, 
р = 2200 kg/m’, с = 800 J/kg : К) of 3-mm diameter, the beads 
are suspended in an upwardly directed airstream that is at 
Т, = 15°C and maintains a convection coefficient of h = 400 
W/m’: К. If the beads are at an initial temperature of T, = 
477°C, how long must they be suspended to achieve a center 
temperature of 80°С? What is the corresponding surface 
temperature? 


16.87 A cold air chamber is proposed for quenching steel ball 
bearings of diameter D — 0.2 m and initial temperature 7; — 
400*C. Air in the chamber is maintained at —15?C by a re- 
frigeration system, and the steel balls pass through the cham- 
ber on a conveyor belt. Optimum bearing production requires 
that 70% of the initial internal energy content of the ball above 
—15°C be removed. Radiation effects may be neglected, and 
the convection heat transfer coefficient within the chamber is 
1000 W/m? - K. Estimate the residence time of the balls within 
the chamber, and recommend a drive velocity of the conveyor. 
The following properties may be used for the steel: k — 
50 W/m: K, a = 2 X 107° 12/5, and c = 450 J/kg: К. 
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Figure P16.87 


Transient Conduction: The Semi-infinite Solid 


16.88 А thick steel slab (p = 7800 kg/m*, с = 480 J/kg: К, 
k = 50 W/m: K) is initially at 300°C and is cooled by water 
jets impinging on one of its surfaces. The temperature of the 
water is 25°С, and the jets maintain an extremely large, 
approximately uniform convection coefficient at the surface. 
Assuming that the surface is maintained at the temperature of 
the water throughout the cooling, how long will it take for the 
temperature to reach 50°С at a distance of 25 mm from the 
surface? 


16.89 Asphalt pavement may achieve temperatures as high as 
50°С on a hot summer day. Assume that such a temperature 
exists throughout the pavement, when suddenly a rainstorm re- 
duces the surface temperature to 20°С. Calculate the total 
amount of energy (J/m?) that will be transferred from the 
asphalt over a 30-min period in which the surface is maintained 
at 20°С. 


16.90 А tile-iron consists of a massive plate maintained at 
150°C by an imbedded electrical heater. The iron is placed in 
contact with a tile to soften the adhesive, allowing the tile to 
be easily lifted from the subflooring. The adhesive will soften 


sufficiently if heated above 50°С for at least 2 min, but its tem- 
perature should not exceed 120°C to avoid deterioration of the 
adhesive. Assume the tile and subfloor to have an initial tem- 
perature of 25°C and to have equivalent thermophysical prop- 
erties of К = 0.15 W/m; К and pc, = 1.5 X 10° J/m? - К. 


*— — Tile, 4—mm thickness 


*— Subflooring 
Figure Р10.00 


What time is required to sufficiently soften the adhesive so the 
tile can be lifted? Will the adhesive temperature exceed 120°C? 


16.91 A thick oak wall, initially at 25°C, is suddenly exposed 


to combustion products for which Т; = 800°C and h = 20 
W/m? · К. Determine the time of exposure required for the sur- 
face to reach the ignition temperature of 400°C. 


16.92 А simple procedure for measuring surface convection 


heat transfer coefficients involves coating the surface with a 
thin layer of material having a precise melting point tempera- 
ture. The surface is then heated and, by determining the time 
required for melting to occur, the convection coefficient is 
determined. The following experimental arrangement uses the 
procedure to determine the convection coefficient for gas flow 
normal to a surface. Specifically, a long copper rod is encased 
in a super insulator of very low thermal conductivity, and a 
very thin coating is applied to its exposed surface. 


as flow 
Th 


Surface coating 


Copper rod, 
k = 400 W/m*K, a= 107^m?/s 
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Figure Р10.02 


If the rod is initially at 25°С and gas flow for which Л = 200 
W/m? - K and T, = 300°C is initiated, what is the melting point 
temperature of the coating if melting is observed to occur at 
t = 400 s? 


16.93 Standards for firewalls may be based on their thermal 


response to а prescribed radiant heat flux. Consider a 
0.25-m-thick concrete wall (p = 2300 kg/m?, с = 880 J/kg · К, 
k = 1.4 W/m: К), which is at an initial temperature of 7, = 
259С and irradiated at one surface by lamps that provide a 
uniform heat flux of q” = 10* W/m’. The absorptivity of the 
surface to the irradiation is о, — 1.0. If building code re- 
quirements dictate that the temperatures of the irradiated and 
back surfaces must not exceed 325°C and 25°C, respectively, 
after 30 min of heating, will the requirements be met? 


HEAT TRANSFER BY 
CONVECTION 


Introduction... 


Thus far we have focused on heat transfer by conduction and have considered 
convection only as a possible boundary condition for conduction problems. In Sec. 
15.1.2, we used the term convection to describe heat transfer between a surface and 
an adjacent fluid when they are at different temperatures. Although molecular motion 
(conduction) contributes to this transfer, the dominant contribution is generally made 
by the bulk or gross motion of fluid particles. We learned also that knowledge of the 
convection coefficient is required to use Newton’s law of cooling to determine the 
convective heat flux. In addition to depending upon fluid properties, the convection 
coefficient depends upon the surface geometry and the flow conditions. The 
multiplicity of independent variables results from the fact that convection transfer is 
determined by the boundary layers that develop on the surface. Determination of the 
convection coefficient by treating these effects is viewed as the problem of convection. 

In this chapter, our first objective is to develop an understanding of boundary chapter objectives 
layer phenomena and the features that control the convection coefficient. Our 
second objective is to learn how to estimate convection coefficients in order to 
perform analyses on thermal systems experiencing different types of flow and heat 
transfer situations. 

We begin by addressing the problem of convection. We will build upon your 
understanding of the hydrodynamic (velocity) boundary layer concepts from 
Chap. 14 and introduce the thermal boundary layer, the region of the fluid next to 
the surface in which energy exchange is occurring, and discuss its influence on the 
convection coefficient. The chapter is then partitioned in three parts, each involving 
means to estimate the convection coefficient. In the first part, we will consider 
forced convection and introduce methods for estimating convection coefficients 
associated with external and internal flows. In the second part, we will consider 
free convection and present methods for estimating the convection coefficients for 
common geometries. The third part concludes the chapter with a discussion of heat 
exchangers, an extremely important thermal systems application involving 
convection heat transfer between two fluids separated by a solid surface. 


The Problem of Convection 


The problem of convection is to determine the effects of surface geometry and flow 
conditions on the convection coefficient resulting from boundary layers that develop on 
the surface. To introduce these effects, consider forced convection flow of a fluid with a 
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free stream velocity u» and temperature Т„ in parallel, steady, incompressible flow over a 
flat plate with a uniform temperature T, (Т, > Т..) as shown in Fig. 17.1. We use this situa- 
tion to develop an understanding of geometry and flow effects and, in subsequent parts of 
the chapter, extend the concepts for other flow conditions. 


17.1.1 Тһе Thermal Boundary Layer 


As you learned in Sec. 14.8, the hydrodynamic boundary layer is the thin region next to the 
surface in which the velocity of the fluid changes from zero at the surface (no slip condition) 
to the free stream velocity some distance from the surface. At each location x along the plate, 
the boundary layer thickness, 5(x), was defined as the distance from the surface (y = 0) to 
that distance at which и = 0.99u., (see Fig. 14.13). The fluid flow is characterized by two 
distinct regions: a thin fluid layer (the boundary layer) in which velocity gradients and shear 
stresses are large, and a region outside the boundary layer (the free stream) in which veloc- 
ity gradients and shear stresses are negligible. We use the subscript © to designate conditions 
in the free stream outside the boundary layer. 

Just as a hydrodynamic boundary layer develops when there is fluid flow over a surface, 
a thermal boundary layer develops if the free stream and surface temperatures differ. Consider 
laminar flow over the flat plate shown in Fig. 17.2a. At the leading edge, the temperature pro- 
file is uniform, with 7(0,y) — T... Fluid particles that come into contact with the plate achieve 
the plate's surface temperature, 7,. In turn, these particles exchange energy with those in the 
adjoining layer, and the temperature gradients develop in the fluid. The region of the fluid in 
which these temperature gradients exist is the thermal boundary layer, and its thickness 6, 
is typically defined as the value of y for which the ratio [(T, — T)/(T, — Т.) = 0.99. With 
increasing distance from the leading edge, the effects of heat transfer penetrate further into 
the free stream, and the thermal boundary layer grows in a similar manner as does the 
hydrodynamic boundary layer, Fig. 17.2b. 

The relation between conditions in the thermal boundary layer and the convection coef- 
ficient can readily be demonstrated. As shown in Fig. 17.2c, at any distance x from the lead- 
ing edge, the /ocal heat flux may be obtained by applying Fourier’s law to the fluid at y = 0 
in terms of the thermal conductivity of the fluid, k, and the temperature gradient at the sur- 
face. That is 


(17.1) 
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Figure 17.2 Fluid with uniform free stream velocity u. and temperature T, in laminar flow over a flat 
plate with uniform temperature Т, (Т, > Т.). (a) Thermal boundary layer, (Р) Hydrodynamic boundary 
layer, and (c) Local heat flux determined from the temperature gradient at the surface, Eq. 17.1. 


17.1 The Problem of Convection 


This expression is appropriate because at the surface, the fluid velocity is zero (no-slip con- 
dition) and energy transfer occurs by conduction. Recognize that the surface heat flux is 
equal to the convective flux, which is expressed by Newton’s law of cooling 


45 = Cony = АТ, — Т.) (17.2) 


By combining the foregoing equations, we obtain an expression for the local convection 
coefficient 


—kàT/ày|,-o 


Л, 
| T,= Т, 


(17.3) 


Conditions in the thermal boundary layer strongly influence the temperature gradient at the 
surface, which from Eq. 17.1 determines the rate of heat transfer across the boundary layer, 
and from Eq. 17.2 determines the local convection coefficient. 

Referring to the thermal boundary representation of Fig. 17.2a, note that as б, increases 
with x, the temperature gradients in the boundary layer must decrease with x. Accordingly, 
the magnitude of 97/9y|, . decreases with х, and it follows that q” and л, decrease with x, 
as shown in Fig. 17.3. | 

As you learned in Sec. 14.8 (see Fig. 14.12), the structure of the flow in the hydrodynamic 
boundary layer can undergo a transition from laminar flow near the leading edge to turbulent 
flow. As shown in Fig. 17.4, the thermal boundary has flow characteristics and temperature 
profiles that аге a consequence of the hydrodynamic boundary layer behavior. In the /атіпағ 
region, fluid motion is highly ordered and characterized by velocity components in both the 
x- and y-directions. The velocity component v in the y-direction (normal to the surface) con- 
tributes to the transfer of energy (and momentum) through the boundary layer. The resulting 
temperature profile (Fig. 17.4) changes in a gradual manner over the thickness of the 
boundary layer. 

At some distance from the leading edge, small disturbances in the flow are amplified, and 
transition to turbulent flow begins to occur. Fluid motion in the turbulent region is highly ir- 
regular and characterized by velocity fluctuations that enhance the transfer of energy. Due 
to fluid mixing resulting from the fluctuations, turbulent boundary layers are thicker. Ac- 
cordingly, the temperature profiles are flatter, but the temperature gradients at the surface are 
steeper than for laminar flow. Consequently, from Eq. 17.3, we expect the local convection 
coefficients to be larger than for laminar flow, but to decrease with x as shown in Fig. 17.4. 
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Figure 17.4 Thermal boundary layer development on а flat plate showing changes in fluid 
temperature profiles and local convection coefficient in the laminar and turbulent flow regions. 
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In analyzing boundary layer behavior for the flat plate, we identify transition as occur- 
ring at the location x.. The critical Reynolds number, Ке, corresponding to the onset of 
transition, is known to vary from 10° to 3 Х 10°, depending upon surface roughness and tur- 
bulence level of the free stream. A representative value of 


Us X. 


critical Reynolds number Re... = unc 5x10? (17.4) 


15 often assumed for heat transfer calculations and, unless otherwise noted, is used for the 
ETHODOLOGY 


UPDATE calculations of this text. 


17.1.2 Local and Average Convection Coefficients 


As we have seen for the case of parallel flow over a flat plate in Fig. 17.4, the local con- 
vection coefficient h, varies over the surface of the plate. Consider a surface of arbitrary 
shape and of area A,, with a uniform surface temperature Т, (>T,.) exposed to fluid flow with 
a free stream velocity и, and temperature Т, (<T,) (Fig. 17.5). We'd expect the convection 
coefficient to vary over the surface of the arbitrary shape, as well as for the flat plate. For 
both situations the local heat flux, q", can be expressed as 


Figure 17.5 q" = h(T, — Т.) [local] (17.5) 


The total heat transfer rate can be obtained by integrating the local heat flux over the entire 
surface A,. That is 


а = hA(T, — T.) [total] (17.6) 


where h denotes the average convection coefficient obtained from 


average convection =. 1 
ко. p- (x) | hdA, (17.7) 
Єл , Note that for the special case of flow over a flat plate (Fig. 17.6), Л, varies with distance x 
27 4 from the leading edge and Eq. 17.7 reduces to 
ШӨЛ „4 
m o 5 ll h, — 5 h, dx (17.8) 
Lx в-а © X Jo 


Figure 17.0 


Example 17.1 Average Coefficient from the Local Coefficient Variation 


Experimental results for the local heat transfer coefficient h, for flow over a flat plate with an extremely rough surface were 
found to fit the relation 


В) = ш?" 

where a is a coefficient (W/m!? - К) and х (m) is the distance from the leading edge of the plate. 

(a) Develop an expression for the ratio of the average heat transfer coefficient Л, for a plate of length x to the local heat trans- 
fer coefficient h, at x. 

(b) Show qualitatively the variation of h, and h, as a function of x. 


Solution 

Known: Variation of the local heat transfer coefficient, А, (х). 

Find: 

(a) The ratio of the average heat transfer coefficient h(x) to the local value h,(x). 
(b) Sketch of the variation of h, and h, with x. 
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Schematic and Given Data: 
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Analysis: 
(a) From Eq. 17.8 the average value of the convection heat transfer coefficient over the region from 0 to x is 


Figure E17.1 


fi, = Fifa) = | hx) dx 


x Jo 


Substituting the expression for the local heat transfer coefficient 


Қ) = ax 
and integrating, we obtain 
m 1 x x +0.9 
h,=- | тойг | gp HL dis m “(2 = ilie 
“” 38 Js Ж In 0:9 
Rearranging, find the ratio of the average convection coefficient over the region 0 to x to the /ocal value at x 
h 
“= 1.11 < 
һ 


(b) The variation of Л, and h, with х is shown in the graph above. Boundary layer development causes both the local and av- 
erage coefficients to decrease as x 9! in the flow direction. The average convection coefficient from the leading edge to a 
point x on the plate is 1.11 times the /ocal coefficient at that point. 


17.1.3 Correlations: Estimating Convection Coefficients 


Our primary aim in the problem of convection is to determine the convection coefficient for 
different flow conditions and geometries with different fluids. Recognizing that there are nu- 
merous variables associated with any flow situation, our interest is in identifying universal 
functions in terms of dimensionless parameters or groups that have physical significance for 
convective flow situations. The approach is the same one you followed in Sec. 13.5 in forming 
and using dimensionless groups that commonly arise in fluid mechanics. The dimensionless 
groups important to convective heat transfer are introduced in the following paragraphs and 
summarized in Table 17.1. 

The Nusselt number, which represents the dimensionless temperature gradient at the sur- 
face (Eq. 17.3) and provides a measure of the convection coefficient, is defined as 


Nu, — (17.9 Nusselt number 


where L is the characteristic length of the surface of interest. Based upon analytical solutions 
and experimental observations, it has been shown that for forced convection, the local and 
average convection coefficients can be correlated, respectively, by equations of the form 


Nu, = f(x*,Re, Pr) — Nu, = f(Re,, Pr) (17.10, 11) 
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Table 17.1 Important Dimensionless Groups in Convection Heat Transfer 


Group“ Definition“ Interpretation/Application 
Nissel inber Nù hL 17 Dimensionless temperature gradient at (һе surface. Measure 
хаш К (17.9) of the convection heat transfer coefficient. 
VL Ratio of the inertia and viscous forces. Characterizes forced 
Reynolds number, Rez нэ (17.12) : 
v convection flows. 
с, : урда ae 
Prandtl number, Pr pe v (17.13) Ratio of the momentum and thermal diffusivities. Property of 
k a the fluid. 
Grashof mmber Gr, eB(T, = T4)? (17.16) Ratio of buoyancy to viscous forces. Characterizes free con- 
v? vection flows. 
Rayleigh нийг Raz gB(T, — Тр (17.19) Product of Grashof and Prandtl numbers, Ог. Pr. Character- 
vo izes free convection flows. 


“Тһе subscript L represents the characteristic length on the surface of interest. 


Reynolds number 


Prandtl number 


empirical correlations 


where the subscript x has been added to emphasize our interest in conditions at a particular 
location on the surface identified by the dimensionless distance x*. The overbar indicates an 
average over the surface from x* — 0 to the location of interest. 

The Reynolds number, Кет, is the ratio of the inertia to viscous forces, and is used to 
characterize boundary layer flows (Sec. 13.5) 


Re, = — (17.12) 
v 


where V represents the reference velocity of the fluid, L is the characteristic length of the 
surface, and v is the kinematic viscosity of the fluid. 

The Prandtl number, Pr, is a transport property of the fluid and provides a measure of 
the relative effectiveness of momentum and energy transport in the hydrodynamic and ther- 
mal boundary layers, respectively 


v 
Pr=—- =- (17.13) 


where p is the dynamic viscosity and о is the thermal diffusivity of the fluid (Eq. 16.5). 

From Table HT-3, we see that the Prandtl number for gases is near unity, in which case 
momentum and energy transport are comparable. In contrast, for oils and some liquids with 
Pr > 1 (Tables HT-4, 5), momentum transport is more significant, and the effects extend fur- 
ther into the free stream. From this interpretation, it follows that the value of Pr strongly 
influences the relative growth of the velocity and thermal boundary layers. In fact, for a 
laminar boundary layer, it has been shown that 

3 = Pr” (17.14) 

where л is a positive constant, typically п = 1/3. Hence for a gas, $, = $; for an oil $, < б. 
However, for all fluids in the turbulent region, because of extensive mixing, we expect 6, ~ 6. 

The forms of the functions associated with Eqs. 17.10 and 17.11 are most commonly de- 
termined from extensive sets of experimental measurements performed on specific surface 
geometries and types of flows. Such functions are termed empirical correlations and are al- 
ways accompanied by specifications regarding surface geometry and flow conditions. For 
Example... the most general correlation for forced convection external flow over flat plates 
and other immersed geometries has the form 


Nu, = C Re? Pr” (17.15) 
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where C, m and n are independent of the fluid, but dependent upon the surface geometry and 
flow condition (laminar vs. turbulent). For forced convection internal flow, the same general 
correlation form applies, although the boundary layer flow regions have different characteris- 
tics than we've seen for external flow. Ж 


In free convection, the boundary layer flow is induced by thermally driven buoyancy forces 
arising from a difference between the surface temperature 7, and the adjoining fluid 


temperature 7... The flow is characterized by the Grashof number, which is the ratio of the 
buoyancy to viscous forces 


(pecie ай (17.16) 


where g is the gravitational acceleration and | is the volumetric thermal expansion coeffi- 
cient. The local and average convection coefficients are correlated, respectively, by equations 
having the form 


Nu, = f(x*, Gr, Pr) Ма, = f(Gr,, Pr) (17.17, 17.18) 


Note these forms are the same as for forced convection, Eqs. 17.10 and 17.11, where the 
Grashof number replaces the Reynolds number as the parameter to characterize the flow. 
Since the product of the Grashof and Prandtl number appears frequently in free convection 
correlations, it is convenient to represent the product as the Rayleigh number 


Ra = са *®— (17.19) 


which has the same physical interpretation as (һе Grashof number. 

Table 17.1 lists the dimensionless groups that appear frequently in heat transfer practice. 
You should become familiar with the definitions and application of these important convec- 
tion parameters. 


Correlation Selection Rules. Thus far we have discussed forced convection correla- 
tions for flow over the flat plate, and described only major features for correlations as- 
sociated with other flow situations. The selection and application of convection corre- 
lations for any flow situation are facilitated by following a few simple rules: 


ө Identify the flow surface geometry. Does the problem involve flow over a flat 
plate, a cylinder, or a sphere? Or flow through a tube of circular or non-circular 
cross-sectional area? 

* Specify the appropriate reference temperature and evaluate the pertinent fluid 
properties at that temperature. For moderate boundary layer temperature differ- 
ences, the film temperature, Т, defined as the average of the surface and free 
stream temperatures 


LT. 
9$ m9 


(17.20) 


may be used for this purpose. However, we will consider correlations that re- 
quire property evaluation at the free stream temperature, and include a property 
ratio accounting for the nonconstant property effect. 


Grashof number 


Rayleigh number 


film temperature 
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Figure 17.7 


* Calculate the Reynolds number. Using the appropriate characteristic length, calcu- 
late the Reynolds number to determine the boundary layer flow conditions. If the 
geometry is the flat plate in parallel flow, determine whether the flow is laminar, 
turbulent, or mixed. 


* Decide whether a local or surface average coefficient is required. The local co- 
efficient is used to determine the heat flux at a point on the surface; the aver- 
age coefficient is used to determine the heat transfer rate for the entire surface. 


* Select the appropriate correlation. 
At the end of the sections dealing with forced convection external flow (Sec. 17.2) and 
internal flow (Sec. 17.3), and with free convection (Sec. 17.4), the recommended 


correlations are summarized along with guidelines that will facilitate their selection for 
your problem. 


Forced Convection 


External Flow 


In the previous section, we learned that correlations for estimating convection coefficients 
for external forced convection flows provide the Nusselt number as a function of the Reynolds 
number and the Prandtl number, where the function depends upon the geometry of the surface, 
flow conditions, and fluid properties. We will introduce correlations useful for estimating co- 
efficients over a flat plate and curved surfaces of a cylinder and sphere, and illustrate how 
they can be used to compute convection heat rates. 


17.2.1 The Flat Plate in Parallel Flow 


Despite its simplicity, parallel flow over a flat plate (Fig. 17.7) occurs in numerous engineering 
applications. As discussed initially in the previous section, boundary layer flow conditions 
are characterized by the Reynolds number, Eq. 17.12. In the absence of upstream disturbances, 
laminar boundary layer development begins at the leading edge (x — 0), and transition to 
turbulence may occur at a downstream location (х,) for which the critical Reynolds number 
is Ке, = 5 X 10° (Eq. 17.4). We will present correlations that are appropriate for calculat- 
ing the boundary layer thickness as well as the convection coefficient. We begin by consid- 
ering conditions in the laminar boundary layer. 


Laminar Flow 


As illustrated in Fig. 17.2, the hydrodynamic boundary layer thickness б is defined as that 
value of 8(x) for which u/u., = 0.99, and from Eq. 14.19 can be expressed as 


ё = 5x Re, 7? (17.21) 


where the characteristic length in the Reynolds number is x, the distance from the leading edge 


Re, — (17.22) 


It is clear that 6 increases with x, and decreases with increasing и... That is, the higher 
the free stream velocity, the thinner the boundary layer. The /ocal Nusselt number is of 


the form 


hx 1/2 1/3 
Мш.---- 0332Re/^Pr^ (06 = Pr 50] (17.23) 


Note how we have designated a restriction on the range of applicability of the correlation, 
in this instance for the Prandtl number. The ratio of the hydrodynamic to thermal boundary 
layer thickness is 


8 
2 ри? (17.24) 


t 


where ò is given by Eq. 17.21. 

The foregoing results may be used to compute the local boundary layer parameters for 
any 0 < x < x,, where x, is the distance from the leading edge at which transition begins. 
Equation 17.23 implies h, is, in principle, infinite at the leading edge and decreases as a 
in the flow direction, whereas from Equation 17.21 and 17.24, the thickness of the bound- 
ary layers increases as x'? in the flow direction (see Fig. 17.8). Equation 17.24 also implies 
that, for values of Pr close to unity, which is the case for most gases, the hydrodynamic and 
thermal boundary layers experience nearly identical growth. 

The expression for the average convection coefficient for any surface shorter than x, may 
be determined by performing the integration prescribed by Eq. 17.8 using Eq. 17.23 for the 
local coefficient. That is 


202117 САТЫ 
ћ, = – | h,dx = 0.332| — \Рг/ (17.25) 
X Jo Х v o xi? 


1/2 


and since the definite integral has the value 2x 
Л, = 2h,. Hence 


, it follows after some rearrangement that 


hx 


Nu, = = 0.664 Ёе/2 Pr ^ [0.6 = Pr = 50] (17.26) 


If the flow is laminar over the entire surface, the subscript x тау be replaced Бу L, and 
Eq. 17.26 may be used to predict the average coefficient for the entire surface. 

From the foregoing expressions for the local and average coefficients, Eqs. 17.23 and 
17.26, respectively, we see that, for laminar flow over a flat plate, the average convection 
coefficient from the leading edge to a point x on the surface is twice the local coefficient at 
that point. In using these expressions, the effect of variable properties is treated by evaluat- 
ing all the properties at the film temperature defined as the average of the surface and free 
stream temperatures, Eq. 17.20. 


Turbulent Flow 


For turbulent flows, to a reasonable approximation, the hydrodynamic boundary layer thick- 
ness can be expressed as 


8 = 0.37х ВегУ5  [Re, = 108] (17.27) 


and the local Nusselt number is given as 


hx 
Nu, = 2 = 0.0296 Ве? Pr’? | 


Re, = 10% 
i (17.28) 


0.6 < Pr < 60 


where all properties are evaluated at the film temperature, Ту, Eq. 17.20. 
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Figure 17.8 


Figure 17.0 
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Summary. Comparing the results for the turbulent and laminar boundary layers, 
important differences should be noted: 


* For laminar flow, the hydrodynamic and thermal boundary layer thicknesses 
depend on the Prandtl number, the dimensionless number representing the ratio 
of the momentum, and thermal diffusivities (Table 17.1). From Eq. 17.24 

Laminar ò= 8, Pr? 

* For turbulent flow, the boundary layer development is strongly influenced by 

random velocity and less so by molecular motion. Hence, relative boundary 

layer growth does not depend on the Prandtl number, Eq. 17.27. That is, the 
hydrodynamic and thermal boundary thicknesses are nearly equal 

Turbulent д = 6, 
Thermal boundary layer growth is more rapid in the flow direction for turbu- 
lent flow (Fig. 17.9) than for laminar flow (Fig. 17.8) 

Turbulent 8, ~ x45 


Laminar 8, ~ xl? 


е The convection coefficient for turbulent flow is larger than for laminar flow due 
to enhanced mixing in the boundary layer. For turbulent flow (Fig. 17.9), the 
decrease in the convection coefficient in the flow direction is more gradual than 
for laminar flow (Fig. 17.8) 


Turbulent h ~x! 


Laminar m сз 


Mixed Boundary Layer Conditions 


An expression for the average coefficient can now be determined. However, since the tur- 
bulent boundary layer is generally preceded by a laminar boundary layer, we first consider 
mixed flow conditions. 

For laminar flow over the entire plate, Eq. 17.26 can be used to compute the average co- 
efficient for the plate. Moreover, if transition occurs toward the trailing edge of the plate, for 
example, in the range 0.95 = (x,/L) = 1, this equation will also provide a reasonable ap- 
proximation. However, when transition occurs sufficiently upstream of the trailing edge, 
(x,/L) = 0.95, the surface average coefficient will be influenced by conditions in both the 
laminar and turbulent boundary layers. 

In the mixed boundary layer situation, shown in Fig. 17.7, Eq. 17.8 can be used to obtain the 
average convection coefficient for the entire plate. Integrating over the laminar region 
(0 = x = x) and then over the turbulent region (x, < x = L), this equation may be expressed as 


1 Lo L 
һ- (| Nam AX «[ hrb ax) 
Y L 0 ES 


where it is assumed that transition occurs abruptly at x = х,. Substituting from Eqs. 7.23 and 
7.28, for Aam and huw, respectively, we obtain 


= k wu, N? (^ dx и. ү Lodx 1/3 
h; = | > } | 0.332| — === + 0.0296| — —~ |Pr 
L v o x v x x 


Integrating, we then obtain 
Nu, = [0.664 Re? + 0.037(Re7?^ — Re?2)]Pr!^ 
Or 
Nu, = (0.037 Ке? — Аург/2 (17.29) 


where the constant A is determined by the value of the critical Reynolds number Re, e- 
That is 


A = 0.037 Ref? — 0.664 Re!? (17.30) 


If a representative transition Reynolds number of Ке„„ = 5 X 10? is assumed, Eq. 17.29 
reduces to 


0.6 < Pr « 60 
Nu, = (0.037 Re? — 871)Pr'? 5 x 10? «€ Re, = 10? (17.31) 
Re,,— 5 х 10? 


where the bracketed relations indicate the range of applicability. 

It is important to recognize that the transition Reynolds number can be influenced by the 
roughness of the surface, and by disturbances upstream of the boundary layer caused by fluid 
machines such as fans, compressors, and pumps. There are many practical applications where 
it is desirable to use turbulence promoters (turbulators), such as a fine wire or screens, to 
trip the boundary layer at the leading edge. For such a condition, from Eq. 17.29 with A — 0 
(corresponding to Ке, = 0) 


Ré = 0 
х | (17.32) 


ө 4/5 р,1/3 
Ми, = 0.037 Rey” Pr bs < Pr = 50 


where the boundary layer is assumed to be fully turbulent from the leading edge over the 
entire plate. 

To facilitate the selection of correlations appropriate for your application, Table 17.3 
(page 422) provides a summary of the correlations along with their limits of applicability. 


Example 17.2 Laminar Flow over a Flat Plate 
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Air at atmospheric pressure and a temperature of 300°C flows steadily with a velocity of 10 m/s over a flat plate of length 
0.5 m. Estimate the cooling rate per unit width of the plate needed to maintain a surface temperature of 27°C. 


Solution 
Known: Airflow over an isothermal flat plate. 
Find: Cooling rate per unit width of the plate, 4” (W/m). 


Schematic and Given Data: 


Т. = 300°C a 


и = 10 m/s 


Assumptions: 
Іш = 27°С 1. Steady-state conditions. 


Figure Е17.2 


2. Negligible radiation exchange with surroundings. 


Properties: Table HT-3, air (Т, = 437 K, p = 1 atm): v = 30.84 X 10 5 m’/s, К = 36.4 X 107 W/m: K, Pr = 0.687. 


Analysis: For a plate of unit width, it follows from Newton's law of cooling that the rate of convection heat transfer to the 


plate is 


q' = hL(T., — Т) 
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To select the appropriate convection correlation for estimating h, the Reynolds number must be determined to characterize 
the flow 


(ЙЫ, 10 m/s X 0.5m 
v 30.84 х 107% m?/s 


= 110252 10? 


Since Re, < Re,, = 5 X 10°, the flow is laminar over the entire plate, and the appropriate correlation is given by Eq. 17.26 (see 
also Table 17.3, page 423) 


Nu, = 0.664 Rej? Pr’? = 0.664(1.62 x 107)7(0.687)'^ = 236 


Тһе average convection coefficient is then 


Т Nu,k 236 x 0.0364 W/m: K 


“ЛОМ E 
di 0.5 ш ш 


and the required cooling rate per unit width of plate is 


4 = 17.2 WIm?- K X 0.5 m(300 — 27)°C = 2348 W/m «i 


Comments: 
1. Note that the thermophysical properties are evaluated at the film temperature, T; = (T, + 7,)/2, Eq. 17.20. 
2. Using Eq. 7.21, the hydrodynamic boundary layer thickness at the trailing edge of the plate (x = L = 0.5 m) is 


@ = SLR? = S ЖО OS mle 52 ПОР) 2 — O00 qu = 62 amm 
The thermal boundary layer at the same location from Eq. 17.24 is 
3, = 8 Pr '? = 6.2 mm(0.687) = 7.0 mm 


Since Pr = 0.7 < 1, we find that 6 < 6,. Still, note that the magnitudes of the boundary layer thicknesses, ё and 6,, are quite 
similar as expected for gases. 

3. If upstream turbulence is promoted by a fan or grill, or a trip wire were placed at the leading edge, a turbulent boundary con- 
dition could exist over the entire plate. For such a condition, Eq. 17.32 is the appropriate correlation to estimate the convection 
coefficient 


Nu, = 0.037 Re^? Рг! = 0.037(1.62 х 10°)** (0.687)' = 480 
h, = 480(36.4 X 1077 W/m · K)/0.5 m = 35.0 W/m?- К 
The cooling rate per unit plate width is 
4 = 35 W/m*: K X 0.5 m (300 — 27)°С = 4778 W/m 


The effect of inducing turbulence over the entire plate is to double the convection coefficient, and hence, double the required 
cooling rate. 


Example 17.3 Mixed Boundary Layer Flow, Segmented Flat Plate 


A flat plate of width w = 1 m is maintained at a uniform surface temperature, Т, = 230°C, by using independently controlled, 
electrical strip heaters, each of which is 50 mm long. If atmospheric air at 25°C flows over the plates at a velocity of 60 m/s, 
what is the electrical power requirement for the fifth heater? 


Solution 
Known: Air flow over a flat plate with segmented heaters. 
Find: Electrical power required for the fifth heater. 
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Schematic and Given Data: 


Air 
Air 
Т 2590: —— — 1 conv 
и =60т% —> Hester d Т.-25С --» [Heaterl Ap 223060 Heater 5 
Е = 3 = 230°C и = 60 m/s —» | | 
|. —»50 тт „ү Р, 
X Typical Гл = 200 mm EN 
heater [—— — L = 250 mm 
Lax 
Assumptions: 


Steady-state conditions. 
Negligible radiation effects. 
Bottom surface of plate is adiabatic. 


Properties: Table HT-3, air (T; = 400 K, p = 1 atm): v = 2641 X 1076 m?/s, k = 0.0338 W/m: К, Pr = 0.690. 


Analysis: For each of the heaters, conservation of energy requires that 


IP; = Qconv 

The power requirement for the fifth heater may be obtained by subtracting the total convection heat transfer associated with 
the first four heaters from that associated with the first five heaters. Accordingly 

Асопу,5 = hy sLsw(T, = 115) = hy 4Law(T, = ШЫ) 

Асопу,5 = (ДЕГ = hy 4L4ju(T, E ТЫ) 
where h; 4 and Лү. represent the average coefficients over heaters 1 to 4 (0 = x = L,) and heaters 1 to 5 (0 = x = Ls), 
respectively. To characterize the flow, calculate the Reynolds numbers at x = 14 and x = 15 
uly 60ш/8 X 0.200 m 

v 26.41 X 1076 m?/s 


Uxls 60 т/ѕ X 0.250 m 
Re, = = = S xc or 
S= w Yee 


Re, = = AIS (0) 


Since Re, < Re,, = 5 X 10°, the flow is laminar over the first four heaters, and л, may be estimated from Eq. 17.26 where 


xn hi 4L, 


Num 0.664 Re]? Pr? = 0.664(4.56 x 10°)! (0.69)! = 396 


Ее 396 х 0.0338 W/m : К 


= 67 W/m? -K 
i5 0.200 m суш 


Іп contrast, since Re; > Ке, 


ы» the fifth heater is characterized by mixed boundary layer conditions and һу; must be obtained 
from Eq. 17.31 where 


hy sLs 


Nu, = түүх (0.037 Ве — 871УРг/2 = [0.037(5.70 х 10°)*° — 871((0.69)/2 = 546 


TAA 546 X 0.0338 W/m: К 


18 = 74 W/m: К 
0.250 m 


The rate of heat transfer from the fifth heater, and thus the electrical power required, is then 


dens = (74 W/m?  K X 0.250 m — 67 W/m? : K X 0.200 m)1 m(230 — 25)°С = 1050 W 
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Comments: 


300 


250 


200 


л, (W/m?-K) 
о 


100 


The variation of the local convection coefficient along the flat plate тау be determined from Eqs. 17.23 апа 
17.28 for laminar and turbulent flow, respectively, and the results are represented by the solid curves in the graph below. 


Heater 5 
ШШШ 


100 150 200 250 300 


x (mm) 


Figure E17.3b 


The x '/? decrease of the laminar convection coefficient is presumed to conclude abruptly at х, = 220 mm, where transition 
yields more than a fourfold increase in the local convection coefficient. For x > x,, the decrease in the convection coefficient 
is more gradual (x 1/5). The dashed line for h,,,, would apply if fully turbulent conditions existed over the plate. 


Figure 17.10 


Т. 


17.2.2 Тһе Cylinder in Cross Flow 


Another common external flow involves fluid motion normal to the axis of a circular cylin- 
der. Here we consider the long cylinder of diameter D with a uniform surface temperature 
T, experiencing cross flow by a free stream fluid of temperature Т„ with a uniform upstream 
velocity u, (Fig. 17.10). 

In Sec. 14.9 you were introduced to the structure of the flow field and the hydrodynamic 
boundary layer characteristics that influenced the drag coefficient, which was shown to 
be a function of the Reynolds number based upon the cylinder diameter as the 
characteristic length 

pu..D и, 
= == (17.33) 


v 


ep = 


You learned that the free stream fluid is brought to rest at the forward stagnation point, and 
the thin hydrodynamic boundary layer begins to grow as the flow moves toward the rear of 
the cylinder. Depending upon the Reynolds number, a transition from laminar to turbulent 
conditions can occur. This transition influences the location of separation and the formation 
of the wake in the downstream region of the flow (see Figs. 14.16 and 14.17). 

As you would expect from our understanding of boundary layer flow for the flat plate, 
the nature of the hydrodynamic boundary layer strongly influences the formation of the 
thermal boundary layer, and hence the variation of the /ocal convection coefficient over the 
cylinder. The effects of transition, separation, and the formation of the wake control the tem- 
perature profile in a complicated manner, and the convection coefficient shows marked 
changes over the cylinder surface. 

Correlations are available for the local Nusselt number. However, from the standpoint of 
engineering calculations, we are more interested in the overall average condition. From our 
discussion in Sec. 17.1.3, we expect to see correlations for the average convection coefficient 
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Table 17.2 Constants for the Hilpert Correlation, Eq. 17.34, for Circular (Pr = 0.7) and Noncircular (Gases only) Cylinders in 


Cross Flow 
Geometry Rep С т Geometry Rep С т 
Circular Square 
400% 
u -02 b 04-4 0.989 0.330 и. Ф р 5 x 10-10 0.246 0.588 
= банн А 
1 + 
4-40 0.911 0.385 ъы-> [fo 5 x 10-10: 0.102 0.675 
Hexagon 
40-4000 0.683 0.466 о» b 5 х 1081.95 x 10+ 0.160 0.638 
1.95 х 10-10: 0.0385 0.782 
3 105 
4000—40,000 0.193 0.618 s D 5 X 10-10 0.153 0.638 
Vertical plate 
] К 
40,000—400,000 0.027 0.805 и. — Pr D 4 x 101.5 x 104 0.228 0.731 


with the Nusselt number as a function of the Reynolds and Prandtl numbers. The Hilpert 
correlation is one of the most widely used and has the form 


— AD Т 
Мир = -7 = C Ref Pr [Pr = 0.7] (17.34) 


where the cylinder diameter D is the characteristic length for the Nusselt number. The con- 
stants C and m, which are dependent upon the Reynolds number range, are listed in Table 17.2. 
All properties are evaluated at the film temperature, T, Eq. 17.20. 

The Hilpert correlation, Eq. 17.34, may also be used for gas flow over cylinders of noncircular 
cross section, with the characteristic length D and the constants obtained from Table 17.2. 

The Churchill-Bernstein correlation is a single comprehensive equation that covers a wide 
range of Reynolds and Prandtl numbers. The equation is recommended for all Rep Pr > 0.2 
and has the form 


Nup = 0.3 4 


0.62 Rej? Pr!? | 4 Ёер 


5/8 14/5 
RejPr 02] (17.35 
[1 4-(04/Р 27175 x) | [Rep Pr Io S) 


where all properties are evaluated at the film temperature. This correlation is normally pre- 
ferred, unless the simplicity of the Hilpert equation is advantageous. 


Example 17.4 Cylindrical Test Section: Measurement of the Convection Coefficient 


Experiments have been conducted to measure the convection coefficient on a polished metallic cylinder 12.7 mm in diameter 
and 94 mm long (Fig. E17.4a). The cylinder is heated internally by an electrical resistance heater and is subjected to a cross 
flow of air in a low-speed wind tunnel. Under a specific set of operating conditions for which the free stream air velocity and 
temperature were maintained at и, = 10 m/s and 26.2°C, respectively, the heater power dissipation was measured to be P, = 
46 УУ, while the average cylinder surface temperature was determined to be T, = 128.4°C. It is estimated that 15% of the 


power dissipation is lost by conduction through the endpieces. 
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Insulated 
endpiece 


Heated 
cylinder, D 
" Thermocouple 
Air leads ; : ; : 
Determine the convection heat transfer coefficient from the experimental 
observations. 
— Compare the experimental result with the convection coefficient computed 
from an appropriate correlation. 
Power leads 
to electrical heater 
Solution 
Known: Operating conditions for a heated cylinder. 
Find: 


Convection coefficient associated with the operating conditions. 
Convection coefficient from an appropriate correlation. 


Schematic and Given Data: 


T. = 26.2°С T, = 128.4°С 
и, = 10 m/s 2 
Assumptions: 
ТРЕ Steady-state conditions. 
conv = Uniform cylinder surface temperature. 
6 Negligible radiation exchange with surroundings. 

P,=46.0W 
D=12.7 mm 


Properties: Table НТ-3, аш (T; = 350 К): v = 20.92 х 1075 m?/s, k = 30 х 10? W/m: К, Pr = 0.700. 


Analysis: 
The convection heat transfer coefficient may be determined from the experimental observations by using Newton’s law 


of cooling. That is 


h = conv 
A(T, = Т.) 
Since 15% of the electrical power is transfered by conduction from the test section, it follows that goon, = 0.85Р,, and with 
A = трг. 

22 0.85 х 46 W 


һ= 102 W/m? · К 
т X 0.0127 m X 0.094 m (128.4 - 26.2)°C 


Using the Churchill-Bernstein correlation, Eq. 17.35 


Nu, = 03 4 OZREN Бо ! ( Rep T 
бэ T+ (0.4/Pr T |” N282,000 


With all properties evaluated at 7, Pr = 0.70 and 


и20 10ш/8 X 0.0127 m 
v 20.92 х 1076 m?/s 


6071 


ер 
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Note that Rep Pr = 6071 х 0.700 = 4250 >> 0.2, so that the correlation is within the recommended range. Hence, the Nusselt 
number and the convection coefficient are 


= 0.62(6071) 2(0.70)/2 71 5/8145 
NU) | (6071) “( [if GS J |^ = 406 


[1 + (0.4/0.70)?7]'4 282,000 
Age eek 0.30 W/m: К 
h = Nup— = 40. = К il 
w 0.6 0.0127 m 96 W/m 


Comments: 
1. The Hilpert correlation, Eq. 17.34, is also appropriate for estimating the convection coefficient 


Nup = C Ве" Рг? 


With all properties evaluated at the film temperature, Rep = 6071 and Pr = 0.70. Hence, from Table 17.2, find for the given 
Reynolds number that C = 0.193 and m = 0.618. The Nusselt number and the convection coefficient are then 


№, = 0.193(6071)9515(0.700)?9 = 37.3 


NI È 0.030 W/m: К 
h=N = ЛУ. = ?.K 
un SS бй BB Vm 


2. Uncertainties associated with measuring the air velocity, estimating the heat transfer from cylinder ends, and averaging the 
cylinder surface temperature, which varies axially and circumferentially, render the experimental result accurate to no better 
than 1596. Accordingly, calculations based on the two correlations used here are within the experimental uncertainty of the 
measured result. 


17.2.3 The Sphere 


Boundary layer effects associated with flow over a sphere are much like those for the circu- 
lar cylinder, with transition and separation both playing prominent roles in influencing the 
variation of the local convection coefficient. From the standpoint of engineering calculations, 
our interest is in the average condition for the spherical surface. For this purpose, the Whitaker 
correlation is recommended and has the form 


V — [071 < Pr < 380 
3 | : (17.36) 


Nu, = 2 + (0.4Rej” + 0.0 веўгур 1. 
i ады 3.5 < Rep < 7.6 x 10° 


Note that for this correlation, w, is evaluated at the surface temperature Т,, and the remain- 
ing properties are evaluated at the free stream temperature Т. The property ratio (р/р) 
accounts for the nonconstant property effects in the boundary layer. 


Example 17.5 Time to Cool a Sphere in an Air Stream 


The decorative plastic film оп a copper sphere of 10 mm in diameter is cured in an oven at 75°С. Upon removal from the 
oven, the sphere is subjected to an air stream at 1 atm and 239С having a velocity of 10 m/s. Estimate how long it will take 
to cool the sphere to 35°С. 


Solution 
Known: Sphere cooling in an air stream. 
Find: Time 1 required to cool from Т; = 75°C to T(t) = 35°C. 


422 Chapter 17. Heat Transfer by Convection 


Schematic and Given Data: 


Air Copper sphere 


nomm Assumptions: 


1. Negligible thermal resistance and capacitance for the plastic film. 
р.-1аіт —» ? : g а 
и = 10 m/s —3 2. Spatially isothermal sphere with Bi < 1. 
T= 23°C — 3. Negligible radiation effects. 


T; = 75°C, T(t) = 35°C 
Figure 517.5 


Properties: Table HT-1, copper (Т, = 328 К): p = 8933 kg/m’, k = 399 W/m ` К, c = 387 J/kg - К. Table HT-3, air (Т, = 
296 К): ш = 181.6 X 1077 N : s/m, v = 15.36 х 10°° m?/s, k = 0.0258 W/m · К, Pr = 0.709. Table HT-3, air (Т, = 328 К): 
ш = 197.8 X 1077 N- s/m?. 


Analysis: The time required to complete the cooling process may be obtained from results for a lumped capacitance (see 
Comment 1). In particular, from Eq. 16.84 


рс” 1 = 
t= ІП 
ҺА, Т-Т, 
or, with V = т 3/6 and A, = «D? 
Тоо Шел, 
БЛ тел. 


То estimate the average convection coefficient, use the Whitaker correlation, Eq. 17.36 


1/4 
Nu, = 2 + (0.4Веу? + ШУ 
Bs 
where the Reynolds number is 


oD 10 m/s X 0.01 
Rep = = й 
v 15.36 х 107° m/s 


Hence the Nusselt number and the convection coefficient are 


181.6 х 107 N- s/m?\'4 
81.6 0 m) — 474 


Nu, = 2 + [0.4(6510)'? + 0.06(6510)221(0.709) x ( 
Е шаш (зло ото») 197.8 X 1077 N` s/m? 
О Жз 02 K 
р aa NEQUE 122 W/m? -K 

D 0.01 m 


The time required for cooling is then 


8933 kg/m? x 387 J/kg : К X 0.01 wa (3 = 23) 
п 


СОЮ 
6 х 122 Wim?-K = 23) à 


Comments: 
1. Тһе validity of the lumped capacitance method may be determined by calculating the Biot number. With Eqs. 16.89 
and 16.90 


М.  h(r,/3) 122 W/m?: K X 0.005 m/3 
: К, 399 W/m ` К 


S 07 


апа since Bi < 0.1, the criterion is satisfied. 

2. Note that the thermophysical properties of copper and air corresponding to the average surface temperature were eval- 
uated at Т, = (Т, + T(t))/2 = (75 + 35)°C/2 = 328 К. 

3. Although their definitions are similar, the Nusselt number is defined in terms of the thermal conductivity of the fluid, 
whereas the Biot number is defined in terms of the thermal conductivity of the solid. 
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Table 17.3 Summary of Convection Heat Transfer Correlations for External Flow 


Flow Coefficient Correlation“ Range of Applicability 
Flat plate 
Laminar = ò = 5х Вег!? (17.21) 
Госа! Nu, = 0.332 Ке//2 Pr! (17.23) 0.6 = Рг = 50 
- 8, = ò Pr !^ (17.24) 
Average Nu, = 0.664 Re}? Pr? (17.26) 0.6 = Pr = 50 
Turbulent Local $ = 0.37x Re; /5 (17.27) Re, = 10% 
Local Nu, = 0.0296 Ref? Pr! (17.28) Re, = 105, 0.6 x Pr = 60 
Average Nu, = 0.037 Re? Pr!^ (17.32) Ве,. = 0, 0.6 = Pr = 60 
c" = 5 5 8 
Mixed Average Nu, = (0.037 Re^ — 871)Pr'? (17.31) Beg = 5 X 10, = Ке, = 10 
0.6 = Pr = 60 
Cylinders? Average Мир = C Re? Рг! (Table 7.2) (17.34) Pr = 0.70 
Average Ми» = 0.3 + {0.62 Re? Рг’ 
х (1 + (04/Р Р 1: ^Y Rep Pr > 0.2 
X [1 + (Rej/282,000) 515 (17.35) 
Sphere Average Nu, = 2 + (0.4 Rej? 3.5 < Вер < 7.6 х 107 
+ 0.06 Ве3)Рго(р/р,) ^ 17.36) 0.71 < Pr < 380 


“Thermophysical properties are evaluated at the film temperature, T; = (Т, + T,)/2, for all the correlations except Eq. 17.36. For that correlation, 
properties are evaluated at the free stream temperature Т, or at the surface temperature Т, if designated with the subscript s. 


"For the cylinder with noncircular cross section, use Eq. 17.34 with the constants listed in Table 17.2. 


17.2.4 Guide for Selection of External Flow Correlations 


In this section you have been introduced to empirical correlations to estimate the convection co- 
efficients for forced convection flow over flat plates, cylinders, and spheres. For your convenience 
in selecting appropriate correlations for your problems, the recommended correlations have been 
summarized in Table 17.3. While specific conditions are associated with each of the correlations, 
you are reminded to follow the rules for performing convection calculations outlined in Sec. 17.1.3. 


Internal Flow 


In the previous section you saw that an external flow, such as for the flat plate, is one for 
which boundary layer development on a surface continues without external constraints. In 
contrast, for internal flow in a pipe or tube, the fluid is constrained by a surface, and hence 
eventually the boundary layer development will be constrained. In Chap. 14 you learned that 
when flow enters a tube, a hydrodynamic boundary layer forms in the entrance region, 
growing in thickness to eventually fill the tube. Beyond this location, referred to as the fully 
developed region, the velocity profile no longer changes in the flow direction. 

We begin by considering thermal boundary layer formation in the entrance and fully 
developed regions, and how the convection coefficient is determined from the resulting 
temperature profile. We will introduce empirical correlations to estimate convection 
coefficients for laminar and turbulent flows in the fully developed region, deferring consid- 
eration of correlations for the entrance region to a more advanced course in heat transfer. 
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17.3.1 


Hydrodynamic and Thermal Considerations 


The development of the boundary layer for laminar flow in a circular tube is represented in 
Fig. 17.11a (see also Fig. 14.3). In Sec. 14.1.2 you learned that because of viscous effects, 
the uniform velocity profile at the entrance will gradually change to a parabolic distribution 
as the boundary layer 6 begins to fill the tube in the entrance region. Beyond the hydrodynamic 
entrance length, Xp the velocity profile no longer changes, and we speak of the flow as 
hydrodynamically fully developed. The extent of the entrance region, as well as the shape of 
the velocity profile, depends upon Reynolds number, which for internal flow has the form 


r- Inviscid flow region 


u(r, x) 


(a) 


main thermal condition T, » T (r,O) 


pu,D — u,D 4m 
Rep = —— = —— = (17.37) 
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Fully developed region 


Thermal entrance region | 
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(b) 


Figure 17.11 Boundary layer development for laminar flow in a circular tube: (a) The hydrodynamic boundary layer and velocity 
profiles. (b) The thermal boundary layer and temperature profiles for surface thermal condition: constant temperature, Т,. 
(c) Velocity and temperature profiles for determining the mean (average) temperature at a location x. 


where u, is the mean (average) velocity; D, the tube diameter, is the characteristic length; 
and т 18 the mass flow rate. In a fully developed flow, the critical Reynolds number corre- 
sponding to the onset of turbulence is 


Rep, ~ 2300 (17.38) 


although much larger Reynolds numbers (Кер, = 10,000) are needed to achieve fully turbu- 
lent conditions. For /aminar flow (Rep = 2300), the hydrodynamic entry length has the form 


Xfd,h 
( ) < 0.05 Rep (17.39) 
р lam 

while for turbulent flow, the entry length is approximately independent of Reynolds number 
and that, as a first approximation 


ee (=) Zeo (17.40) 
D Jub 
For the purposes of this text, we shall assume fully developed turbulent flow for (x/D) > 10. 
If fluid enters the tube of Fig. 17.11b at x = 0 with a uniform temperature T(r, 0) that is 
less than the constant tube surface temperature, Т,, convection heat transfer occurs, and a ther- 
mal boundary layer begins to develop. In the thermal entrance region, the temperature of the 
central portion of the flow outside the thermal boundary layer, 9, remains unchanged, but in 
the boundary layer, the temperature increases sharply to that of the tube surface. At the thermal 
entrance length, x4, the thermal boundary layer has filled the tube, the fluid at the centerline 
begins to experience heating, and the thermally fully developed flow condition has been reached. 
For laminar flow, the thermal entry length may be expressed as 


Хи, 
( w) = 0.05RepPr [Rep < 2300] (17.41) 
lam 


From this relation and by comparison of the hydrodynamic and thermal boundary layers of 
Fig. 17.1 la and 17.11Р, it is evident that we have represented a fluid with a Pr < 1 (gas), as the 
hydrodynamic boundary layer has developed more slowly than the thermal boundary layer 
(хал > Ха). For liquids having Pr > 1, the inverse situation would occur. 

For turbulent flow, conditions are nearly independent of Prandtl number, and to a first 
approximation the thermal entrance length is 


Хи, 
( 2) -10 [Вер = 10,000] (17.42) 
р turb 


which is the same criterion as for the hydrodynamic entry length, Eq. 17.40. 

In Fig. 17.11b we have shown temperature profiles for laminar flow experiencing heating 
with a uniform surface temperature condition (T, is constant). Note that the temperature gra- 
dient at the surface is steepest in the entrance region, implying that the convection coeffi- 
cient in the entrance region is likely to be higher than in the fully developed region. 

Since the fluid is being heated within the tube, we know that the mean (average) tempera- 
ture of the fluid is increasing in the flow direction, and consequently the temperature profile is 
changing shape. Thermal conditions in the thermally fully developed region shown in 
Fig. 17.11b are characterized by three key features: the mean temperature is increasing (or de- 
creasing if a cooling condition), the relative shape of the temperature profiles is constant, and 
the convection coefficient is constant. We'll now explain these features, and then introduce ар- 
propriate forms of the convection rate and energy balance equations for fully developed region 
flow analyses. 
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mean temperature 


convection rate equation 


The Mean Temperature. As shown in Fig. 17.11c, the temperature and velocity profiles at 
a particular location in the flow direction x each depend on radius, r. The mean temperature 
of the fluid, also referred to as the average or bulk temperature, shown on the figure as 7,(х), 
is defined in terms of the energy transported by the fluid as it moves past location x. For in- 
compressible flow, with constant specific heat c,, the mean temperature is found from 


| uTdA, 
А 
p а 17.43 
т us A, ( ) 
where и,, is the mean velocity. For a circular tube, dA, = 2тгғағ, and it follows that 
2 То 
Т,----| uTrdr (17.44) 
Unt о ЈО 


The mean temperature is the fluid reference temperature used for determining the convection 
heat rate with Newton’s law of cooling and the overall energy balance. 


Newton’s Law of Cooling. To determine the convective heat flux at the tube surface, 
Fig. 17.11с, Newton’s law of cooling, also referred to as the convection rate equation, 18 
expressed as 


Gs = Gony = h(T, — Tn) (17.45) 


where h is the local convection coefficient. Depending upon the method of surface heating 
(cooling), Т; can be a constant or can vary, but the mean temperature will always change in 
the flow direction. Still, the convection coefficient is a constant for the fully developed 
conditions we examine next. 


Fully Developed Conditions. The temperature profile can be conveniently represented as the 
dimensionless ratio (T, — T)/(T, — T„). While the temperature profile T(r) continues to change 
with x, the relative shape of the profile given by this temperature ratio is independent of x for 
fully developed conditions. The requirement for such a condition is mathematically stated as 


r3 TAD la" 


(17.46) 


where Т, is the tube surface temperature, Т is the local fluid temperature, and Т, is the mean 
temperature as shown in Fig. 17.12a. Since the temperature ratio is independent of x, the 
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Figure 17.12 Thermally fully developed flow characteristics for constant surface temperature 
heating. (a) Relative shape of the temperature profile remains unchanged in the flow direction 
(х > x). (b) Convection coefficient is constant for x > ху. 


derivative of this ratio with respect to ғ must also be independent of x. Evaluating this de- 
rivative at the tube surface (note that Т, and Т, are constants insofar as differentiation with 
respect to r is concerned), we obtain 


(27) 
дг T UL. 


Substituting for дТ/дг from Fourier's law, which, from Fig. 17.1, is of the form 


—T/àr|,..,. 
T 


5 т 


f(x) 


шиг: 


and for q; from Newton's law of cooling, Eq. 17.45, we obtain 


h 
# f(x) = constant 


Г (17.47) 


Hence, in the thermally fully developed flow of а fluid with constant properties, the local 
convection coefficient is a constant, independent of x. Equation 17.47 is not satisfied in the 
entrance region where h varies with x. 

Because the thermal boundary layer thickness is zero at the tube entrance, the coefficient is 
extremely large near x = 0, and decreases markedly as the boundary layer develops, until the 
constant value associated with the fully developed conditions is reached as shown in Fig. 17.12b. 


17.3.2 Energy Balances and Methods of Heating 


Because the flow in a tube is completely enclosed, an energy balance may be applied to de- 
termine the convection heat transfer rate, dcon, in terms of the difference in temperatures at 
the tube inlet and outlet. From an energy balance applied to a differential control volume in 
the tube, we will determine how the mean temperature Т,(х) varies in the flow direction with 
position along the tube for two surface thermal conditions (methods of heating/cooling). 


Overall Tube Energy Balance. Consider the tube flow of Fig. 17.14a. Fluid moves at a 
constant flow rate m, and convection heat transfer occurs along the wall surface. Assuming 
that fluid kinetic and potential energy changes are negligible, there is no shaft work, and re- 
garding c, as constant, the energy rate balance, Eq. 5.11b, reduces to give 


Tmi) (17.48) 


conv = тс (Т, ин 


where Т,, denotes the mean fluid temperature and the subscripts і апа о denote inlet and 
outlet conditions, respectively. It is important to recognize that this overall energy balance 


AG cony » qyP dx 


кке 
! | 
WT, —>! | — йс, (Т, + AT) 


І 
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ЦЭ 
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Figure 17.14 Energy balances for steady flow іп а tube. (а) Overall tube balance for the convection 
heat rate, Eq. 17.48. (b) Balance on a differential control volume for determining T,,(x), Eq. 17.50. 
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surface thermal 
condition 


is a general expression that applies irrespective of the nature of the surface thermal or 
tube flow conditions. 


Energy Balance on a Differential Control Volume. We can apply the same analysis to a 
differential control volume within the tube as shown in Fig. 17.14b by writing Eq. 17.48 in 
differential form 


Acony = MCAT „p (17.49) 


We can express the rate of convection heat transfer to the differential element in terms of the 
surface heat flux as 


Aqeony = qs Рах (17.50) 
where P is the surface perimeter. Combining Eqs. 17.49 and 17.50, it follows that 
агРах = тс,4Т,, 


By rearranging this result, we obtain an expression for the axial variation of 7,, in terms of 
the surface heat flux 


dT, ар» 
Nc Em [surface heat flux, 4: | (17.51) 


dx mc, 


or, using Newton's law of cooling, Eq. 17.45, with q! = (ҚТ, — Т,), in terms of the tube 
wall surface temperature 


— = —h(T, — Т) [surface temperature, Т, | (17.52) 


The manner in which the quantities on the right-hand side of Eqs. 17.51 and 17.52 vary with 
x should be noted. For a circular tube of uniform diameter (P = ТР), the quantity (Р/ тс) 15 а 
constant. In the fully developed region, the convection coefficient Л is also constant, although it 
varies with x in the entrance region (see Fig. 17.12b). Finally, although T, can be a constant, T, 
must always vary with x. The solutions to Eqs. 17.51 and 17.52 for T,,(x) depend upon the 
surface thermal condition. We will now consider two special cases of interest: constant surface 
heat flux (q;) and constant surface temperature (Т). It is common to find one of these conditions 
existing in practical applications to a reasonable approximation. 


Thermal Condition: Constant Surface Heat Flux, q? 


For constant surface heat flux thermal condition (Fig. 17.15), we first note that it is a simple 
matter to determine the total heat transfer rate, оло Since фу is independent of х, it follows that 


сопу = 4:(Р:1) (17.53) 


që = constant 


111114! 


NU 
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Figure 17.15 Internal flow through a circular 
mx tube with the surface thermal condition 
0 L corresponding to constant surface heat flux, q}. 


This expression сап be used with the overall energy balance, Eq. 17.48, to determine the 
fluid temperature change, Т, = Tmi 


For constant q; it also follows that the right-hand side of Eq. 17.51 is a constant inde- 
pendent of x. Hence 


Integrating from x — 0 to some axial position x, we obtain the mean temperature distribu- 
tion, Т,„(х) 


[qi = constant] (17.54) 


Accordingly, the mean temperature varies linearly with x along the tube (Fig. 17.16). More- 
over, from Newton’s law of cooling, Eq. 17.45, we also expect the temperature difference 
(Т, — Tm) to vary with x as shown in Fig. 17.16. This difference is initially small (due to the 
large value of л at the entrance) but increases with increasing x due to the decrease in A that 
occurs as the boundary layer develops. However, in the fully developed region we know that 
h is independent of x. Hence from Eq. 17.45 it follows that (T, — Т) must also be inde- 
pendent of x in this region. 


Example 17.0 Thermal Condition: Constant Surface Heat Flux q” 


A system for heating water from an inlet temperature of Т, 


ni 


= 20°C to an outlet temperature of Tp o 
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Fully 
developed 
region 


Entrance 
region 


q; = constant 


Figure 17.10 


= 60°C involves passing 


the water through a tube having inner and outer diameters of 20 and 40 mm. The outer surface of the tube is well insulated, 
and electrical power dissipation within the wall provides for a uniform volumetric generation rate of д = 10° W/m*. 


(a) For a water mass flow rate of m = 0.1 kg/s, how long must the tube be to achieve the desired 
(b) Do fully developed hydrodynamic and thermal conditions exist in the flow? 


outlet temperature? 


(с) If the inner surface temperature of the tube is Т, = 70°C at the outlet (x = L), what is the local convection heat transfer 


coefficient at the outlet? 


Solution 
Known: 
Find: 

(a) Length of tube needed to achieve the desired outlet temperature. 

(b) Whether fully developed hydrodynamic and thermal conditions exist. 
(c) Local convection coefficient at the outlet. 


Internal flow through thick-walled tube having uniform volumetric energy generation. 


Schematic and Given Data: 


4- 10° w/m? 


Tube 


Water І IT, ,= 70°C 
— À 2 D Em oo conv * a e 3 І B --» 
: 1 o 
m= 0.1 kg/s Т,,-20С-71 қ То = 60°C 
І 
/ Insulation 
22 —- 
Outlet, o 
---Х 
Inlet, i 


Assumptions: 

1. Steady-state conditions. 
2. Uniform heat flux. 

3. Negligible potential 
energy and kinetic 
energy effects. No shaft 
work. 

4. Constant properties. 
5. Adiabatic outer tube 
surface. 


Figure E17.0a 
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Properties: Table HT-5, water (Т, = (Tm, i + Tn, o)/2 = 313 K): c, = 4.179 kJ/kg ` K, р = 5.56 X 10:51 s/m. 


Analysis: 
(a) Since the outer surface of the tube is adiabatic, the rate at which energy is generated within the tube wall must equal the 


rate at which it is convected to the water (E, = conv) 
Gq De DES 


From the overall tube energy balance, Eq. 17.48, it follows that 


ср 


ОС 
4200 PL = тет, — Т, 


m,o 123) 


Solving for L and substituting numerical values with c, evaluated at Tn = (Tni + T,,)/2, the required tube length is 
4mc, т 7 4 X 0.1 kg/s X 4179 J/kg: К 
т(Р2- р) ` "^  "" т(0.042 — 0.02°)m? x 10° W/m? 


(60 — 20)°С = 17.7m < 


(b) To determine whether fully developed conditions exist, calculate the Reynolds number to characterize the flow. From Eq. 17.37 


4m 4 X 0.1 kg/s 
Rep = 5 2596 
"Di т(0.020 m)(6.57 X 10 "^N : s/m’) 


Since Кер is nearly 10,000, the flow is fully turbulent. The hydrodynamic and thermal entry length is given as 
Xj1/D = 10 so that ху = 10D = 10 X 0.020 т = 0.2 m. We conclude that, to a good approximation, fully developed condi- 
tions exist over the entire tube since L >> х (17.7 m vs. 0.2 m). 

(c) From Newton's law of cooling, Eq. 17.45, the local convection coefficient at the tube exit is 


227 = n 
Assuming that uniform generation in the wall provides a constant surface heat flux, with 
т conv 5 D; Р D; 6 3 (0.042 == 0.02?) т> d 5 
Фу = DL q m Т 10° W/m хосе т 1.5 х 10° W/m 


it follows that the local coefficient at the outlet is 


1.5 x 104 W/m? 
v (70 — 60)°C 


1500 W/m’: К < 


Comments: 

1. Since conditions are fully developed over the entire tube, the local convection coefficient and the temperature differ- 
ence (T, — Т,) are independent of x for this constant heat flux condition. Hence, h = 1500 W/m?: K and (T, — Т,) = 
10°С over the entire tube. The inner surface temperature at the tube inlet is then Т,; = 30°С. The fluid and tube surface 
temperature distributions are shown in Fig. E17.6b. 

2. For the constant surface heat flux condition, the exact shape of the temperature profile in the fully developed region does not 
change in the flow direction (x; > x) as illustrated in Fig. E17.6c. Compare this behavior to that for constant surface tempera- 
ture condition, Fig. 17.12a, where it is the relative shape that remains unchanged in the fully developed region. 


Fully developed region 


Figure Б17.05,с 


Т, Т, = constant 
[ X 
І 
Ты ^ Т, 
y к т т,о 
БІ... 1 = 
І 
I 
Figure 17.17 Internal flow through a circular tube 
х | with the surface thermal condition corresponding 
0 1 to constant surface temperature, Т, 


Thermal Condition: Constant Surface Temperature, T, 


Results for the total heat transfer rate and the axial distribution of the mean temperature are 
entirely different for the constant surface temperature condition (Fig. 17.17). Defining AT 
as (T, — Т,), Eq. 17.52 may be expressed as 

dT, ФАТ) Р 


" = ---һАТ 
ах ах тс 


With P/mc, constant, separate variables and integrate from the tube inlet to the outlet 


NT Р | 


ar АТ тс 


or 


АТ L 
In— = (1 Л ax) 
AT; тс, \L Jo 


From the definition of the average convection heat transfer coefficient, Eq. 17.8, it follows that 


8 > T, = constant 17.55 
АТ” m hy, (Т, = constant] (17.55a) 


In 


where Лу, or simply Л, is the average value of л for the entire tube. Alternatively, taking the 
exponent of both sides of the equation 


AT, Т, = 155 ( 
А, T-T, ^ 


m,i 


PL _ 
1) (Т, = constant] (17.55b) 


тс, 


If we had integrated from x = 0 to some axial position, we obtain the mean temperature dis- 
tribution, Т,„(х) 


un T, x Px — 
0. exp( — i) (Т, = constant] (17.56) 
=T, тс 


m,i p 


5 


5 


where / is now ће average value of h from the tube inlet to x. This result tells us that the 
temperature difference (T, — Т) decreases exponentially with distance along the tube axis. 
The axial surface and mean temperature distributions are therefore as shown in Fig. 17.18. 
Determination of an expression for the total heat transfer rate ¢,,,, is complicated by the 
exponential nature of the temperature decrease. Expressing Eq. 17.48 in the form 


(conv m mc, (T, Ты) (Т, 7; )] ын тс (АТ, ш АТ,) 


т,о р 


and substituting for mc, from Eq. 17.55a, we obtain the convection rate equation 


Qo = NAAT m ГТ, = constant] (17.57) 
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where A, is the tube surface area (A, = Р · L) and АТ,, is the log mean temperature differ- 
ence (LMTD) 

log mean temperature AT, — AT, 

difference (LMTD) AT im = ш(47,/АТ) (17.58) 


Equation 17.57 is a form of Newton’s law of cooling for the entire tube, and АТ, is the ap- 
propriate average of the temperature difference over the tube length. The logarithmic nature of 
this average temperature difference is due to the exponential nature of the temperature decrease. 

A common variation of the foregoing constant surface temperature condition is one for 
which the outer tube surface is exposed to the freestream temperature of an external fluid, 
T... This case is treated in the following section. 


Example 17.7 Thermal Condition: Constant Surface Temperature, T, 


Steam condensing on the outer surface of a thin-walled circular tube of 50-mm diameter and 6-m length maintains a uniform 
surface temperature of 100°C. Water flows through the tube at a rate of m = 0.25 kg/s, and its inlet and outlet temperatures 


are Tp; = 15°C and Т,, = 57°C. What is the average convection coefficient associated with the water flow? 


Solution 


Known: Flow rate and inlet and outlet temperatures of water flowing through a tube of prescribed dimensions and surface 


temperature. 


Find: Average convection heat transfer coefficient. 


Schematic and Given Data: 


Assumptions: 

1. Negligible outer surface 
convection resistance and tube 
wall conduction resistance; 
hence, tube inner surface is at 
T, = 100°С. 

2. Negligible kinetic and 
potential energy effects. No 
shaft work. 

3. Constant properties. 


Figure Е17.7 


Properties: Table HT-5, water (Т, = (Tmi + Т„„)/2 = 36°С = 309 К): c, = 4178 J/kg - К. 


Analysis: Combining the overall tube energy balance, Eq. 17.48, with the convection rate equation, Eq. 17.57, the average 
convection coefficient is given by 


= тс, (Eas z Don) 
тры АТ, 


From Еа. 17.58, the log mean temperature difference is 


Ш ЭШ ture ue (10220501 = (i) 


т.о 


АТ, 61.6°С 
ЕП О ЕЕ оооу 
Hence, the average convection coefficient is 
. 0.25 kg/s X 4178 J/kg K (57 — 15)°C 
pa- = ХЭРГЭЭ 


т X 0.05 ш X 6m 61.6°C 


Comments: Note that the properties for use in the energy balance and convection correlations are evaluated at the average 
mean temperature defined as Т, = (Tn; + Т„„)/2. 


Surface Thermal Condition: External Fluid (CD-ROM) 


17.3.3 Convection Correlations for Tubes: Fully Developed Region 


To use many of the foregoing results for internal flow, the convection coefficients must be 
known. In this section we present correlations for estimating the coefficients for fully 
developed laminar and turbulent flows in circular and noncircular tubes. The correlations 
for internal flow are summarized in Table 17.5 (page 438) along with guidelines to facilitate 
their selection for your application. 


Laminar Flow 


The problem of laminar flow (Rep < 2300) in tubes has been treated theoretically, and the 
results can be used to determine the convection coefficients. For flow in a circular tube 
characterized by uniform surface heat flux and laminar, fully developed conditions, the Nusselt 
number is a constant, independent of Rep, Pr, and axial location 


hD 
Nu, = кла 4.36 [4% = constant] (17.61) 


When the thermal surface condition is characterized by a constant surface temperature, the 
results are of similar form, but with a smaller value for the Nusselt number 


hD 
Nup = Am 3.66 (Т, = constant] (17.62) 


In using these equations to determine л, the thermal conductivity should be evaluated at T,,,. 


Table 17.4 Nusselt Numbers for Fully Developed Laminar Flow in Noncircular Tubes for 
Constant Т, and q; Surface Thermal Conditions“ 


"EN 
Up = Ї 
b 
Cross Section 2 Constant q; Constant Т, 
а 
© Е 436 166 
a LJ 1.0 3.61 2.98 
(oy 1.43 3.73 3.08 
b 
d 2.0 4.12 3.39 
b 
a ЖШ 3.0 4.79 3.96 
b 
a 4.0 5.33 4.44 
Ь 
а — 8.0 6.49 5.60 
[кеткеш] p 823 7.54 
Heated 
ae oo 5.39 4.86 
CUT insulated | 


A шин 3.11 2.47 


“The characteristic length is the hydraulic diameter, D}, Eq. 17.63. 
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For applications involving convection transport in noncircular tubes, to at least a first ap- 
proximation, the foregoing correlations can be applied by using the hydraulic diameter as 
the characteristic length 


hydraulic diameter D, = (17.63) 


where A, and P are the flow cross-sectional area and the wetted perimeter, respectively. It is 
this diameter that should be used in calculating the Reynolds and Nusselt numbers. This 
approach is less accurate for noncircular tubes with cross sections characterized by sharp 
corners. Table 17.4 (previous page) presents correlations covering many of such cases for 
the same surface thermal conditions associated with the circular tube. 


Example 17.0 Laminar Flow Application: Solar Collector 


One concept used for solar energy collection involves placing a tube at the focal point of a parabolic reflector (concentrator) 
and passing a fluid through the tube. 


r- Insulation 


с: Absorber tube 


M 
їЯ414 22 


Figure E17.0a 


The net effect of this arrangement can be approximated as one of creating a condition of uniform heating at the surface of 
the tube. That is, the resulting heat flux to the fluid 4” can be assumed to be a constant along the circumference and axis of 
the tube. Consider operation with a tube of diameter D = 60 mm on a sunny day for which q” = 2000 W/m’. 

(a) If pressurized water enters the tube at m = 0.01 kg/s and T,,; = 20°C, what tube length L is required to obtain an exit 
temperature of 80°С? 

(b) What is the surface temperature at the outlet of the tube, where fully developed conditions can be assumed to exist? 


Solution 

Known: Internal flow with uniform surface heat flux. 
Find: 

(a) Length of tube L to achieve required heating. 

(b) Surface temperature 7,(L) at the outlet section, x = L. 


Schematic and Given Data: 


а! = 2000 Wim? Assumptions: 


“иш па. | | | | | | | | | | | | 5 хо ee constant properties. 


ht 3. Negligible kinetic and potential energy effects. No shaft 
nme work. 
т=з f 4. Constant properties. 

fg 20°С L >| 5. Fully developed conditions at tube outlet. 


—> X 


Figure E17.0b 


Properties: Table HT-5, water (Т, = (Tmi + Tino)/2 = 323 К): с, = 4181 J/kg : К. Table HT-5, water (Tmo = 353 К): k = 
0.670 W/m : K, м = 352 х 10°°N: s/m?, Pr = 22. 


17.3 
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Analysis: 
(a) For constant surface heat flux, Eq. 17.53 can be used with the overall tube energy balance, Eq. 17.48, to obtain 
meN = Teas) mc 
A, = трі = E ор L= (Т, — Т.) 
qs mDq;' ? 1 


Substituting numerical values, the required tube length is 
0.01 kg/s X 4181 J/kg: К 
т X 0.060 m х 2000 W/m? 


20)°C = 6.65m < 


(b) The surface temperature at the outlet can be obtained from Newton’s law of cooling, Eq. 17.45, where 


тэ: 


5,0 h m,o 


To find the local convection coefficient at the tube outlet, the nature of the flow condition must first be established. From 


Equation 17.37 


4m 4 х 0.01 kg/s 
Кер = 5 603 
"Dy т X 0.060 (352 X 10 ^N: s/m) 


Hence the flow is laminar. With the assumption of fully developed conditions, the appropriate heat transfer correlation is Eq. 17.61 


Ми» = = 4.36 
and the local coefficient is 
k 0.670 W/m: K 
pocos as 48.7 W/m^- K 
The surface temperature at the tube outlet is then 
2000 W/m? 


E ;—— + 80°С = 121°C < 
^ 487 Wim: K 


Comments: For this laminar flow condition, from Eq. 17.41, we find the thermal entry length, (ха/ ) = 0.05 Rep Pr = 66.3, 
while L/D = 110. Hence the assumption of fully developed conditions is reasonable. Because the water is pressurized, we assume 


that local boiling does not occur even though T,,, > 100°C. 


Turbulent Flow 

A commonly used expression for computing the local Nusselt number for fully developed 
(hydrodynamically and thermally) turbulent flow in a smooth circular tube is the Dittus- 
Boelter correlation of the form 


0.6 = Pr = 160 
Nu, = 0.023 Rej? Pr” Ке, = 10,000 (17.64) 


L 
— 2 10 
D 


where n = 0.4 for heating (Т, > Т,) and 0.3 for cooling (Т, < 7,). These correlations have 
been confirmed experimentally for the range of conditions shown in the brackets. The 
correlations can be used for small to moderate temperature differences, (Т, — Т,) with all 
properties evaluated at T,,. For flows characterized by large property variations, the Sieder- 
Tate correlation is recommended 


Мир = 0.027Кеў? Є 


Bs 


ae 0.7 = Pr = 16,700 
) Rep = 10,000 (17.65) 


L 
SS 
= 10 
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where all properties except p, are evaluated at Т„. The foregoing correlations can be applied 
to noncircular tubes by using the hydraulic diameter, Eq. 17.63, as the characteristic length 
for the Reynolds and Nusselt numbers. To a good approximation, the foregoing correlations 
can be applied for both constant heat flux and constant temperature surface thermal 
conditions. 

Although Eqs. 17.64 and 17.65 are easily applied and are certainly satisfactory for many 
purposes, errors as large as 25% can result from their use. Such errors can be reduced to less 
than 10% through the use of more comprehensive or application-specific correlations. 
Correlations that account for highly variable properties, laminar-turbulent transition regime 
effects, and surface roughness effects are available in the literature. 

In many applications the tube length will exceed the thermal entry length, 10 = (xz/D) = 
60. Hence, it is often reasonable to assume that the average Nusselt number for the entire 
tube is equal to the value associated with the fully developed region, Мир ~ Мир, For 
short tubes, (xz/D) = 10, Мир will exceed Nupa requiring that entrance region effects 
must be considered. 


Example 17.10 Turbulent Flow Application: Hot Water Supply 


Water flows steadily at 2 kg/s through a 40-mm-diameter tube that is 4 m long. The water enters at 25°С, and the tube tem- 
perature is maintained at 95?C by steam condensing on the exterior surface. Determine the outlet temperature of the water 
and the rate of heat transfer to the water. 


Solution 

Known: Flow rate and inlet temperature of water passing through a tube of prescribed length, diameter, and surface tem- 
perature. 

Find: Outlet water temperature, Т,,,, and rate of heat transfer to the water, q, for the prescribed conditions. 


Schematic and Given Data: 


2 
Assumptions: 
D=40 mm 1. Steady-state conditions. 
2. Negligible kinetic and potential energy effects. No 
shaft work. 


3. Constant properties. 
4. Fully developed flow conditions since L/D = 100. 


Figure Е17.10 


Properties: Table HT-5, water (assume T,,, = 50°C; hence Т, = (T, + Т,2/2 = 37.5°С = 310K): c, = 4178 J/kg: К, 
ш = 695 х 107% №: s/m?, k = 0.628 W/m : К, Pr = 4.62. Table HT-5, water (T, = 95°C = 368 К): р, = 296 х 107% №: s/m?. 


Analysis: Since the tube surface temperature is constant, the water outlet temperature 7,,, can be calculated from the en- 


ergy rate expression of Eq. 17.55b 

T pe ЇЇ ys PL = 

е (ӘЙ ———— if (1) 
Jie Shop mc, 


Knowing Т, the heat rate to the water follows from the overall energy balance, Eq. 17.48 


q = EA 55 Tai (2) 
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To select an appropriate correlation for estimating the average convection coefficient Л, calculate the Reynolds number, 
Еа. 17.37, to characterize the flow 


4m 4 х 2kg/s 
mDp т(0.040 m)695 x 10 5N : s/m? 


Rep = = (910 x (0) 


Hence the flow is turbulent, and with the assumption of fully developed conditions, we select the Dittus-Boelter correlation, 
Eq. 17.64, with n = 0.4 since T, > Т, 


— ID 
Nu = 7 = 0.023 Rej? Pr^^ = 0.023(9.16 х 109)” (4.62)°4 = 396 


7 Nupk 396 x 0.628 W/m: К 


= 2. 
р 0.040 m 6210 W/m“: К 


Using the energy rate expression, Eq. (1) with P = «D, find Т 


95°C -Т,, | -т(0.040 m)4 m 
95°C —25C ^ P круз x 4178 J/kg К 
T,, = 468*C < 


6210 W/m? - к) 


From the overall energy balance, Eq. (2), the heat rate to the water is 


q = 2kg/s X 4176 J/kg: K (46.8 — 25)°С = 182kW < 


Comments: 

1. Since the flow is turbulent and L/D = 100, the assumption of fully developed conditions is justified according to 
Eq. 17.42. 

2. In using the energy relations for the entire tube, properties are evaluated at Т„. Not knowing T,,,, at the outset, we guessed 
Tmo = 50°C and used Т, = 310 K. This was a good guess since the analysis shows Т, = (Inj + T,,,)/2 = (25 + 46.8)°C/2 = 
309 K. For such a situation, recognize that you may have to iterate your analysis until the guessed and calculated tempera- 
tures are in satisfactory agreement. 

3. The Sieder-Tate correlation, Eq. 17.65, would also be appropriate for this situation. Substituting numerical values, find 


22 0.14 695 х 107° 0.14 
Мар = 0.027 Rej? Ө = 0.027(9.16 х 10%)? 4.6212 (хе. - 523 
2 695 х 10 
DE 0.628 W/m: К 
h 2 214 -К 
№ 523 TET 8214 W/m 


Using Eqs. (1) and (2), find Т„„ = 50.3°C and 4 = 212 kW. The results of the two correlations differ by approximately 15%, 
which is within the uncertainty normally associated with such correlations. Note that all properties are evaluated at T,,, except 
for м, which is evaluated at T, 


17.3.4 Guide for Selection of Internal Flow Correlations 


In this section you have been introduced to empirical correlations to estimate the convection 
coefficients for fully developed laminar and turbulent flows in circular and noncircular tubes. 
For your convenience in selecting appropriate correlations for your problems, the recom- 
mended correlations have been summarized in Table 17.5 (next page). While specific con- 
ditions are associated with each of the correlations, you are reminded to follow the rules for 
performing convection calculations outlined in Sec. 17.1.3. 
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Table 17.5 Summary of Forced Convection Heat Transfer Correlations for Internal Flow in Smooth Circular Tubes? 


Flow/Surface Thermal Conditions Correlation^^ Restrictions on Applicability 


Laminar, fully developed, (xj;/D) > 0.05 RepPr 


Constant ду Nu, = 4.36 (17.61) Pr > 0.6, Rep = 2300 
Constant Т, Мар = 3.66 (17.62) Pr > 0.6, Re, x 2300 


Turbulent, fully developed, (x;/D) > 10 


Constant ду or T, (Dittus-Boelter) Мир = 0.023 Re? Pr" (17.64) | 0.6 = Pr = 160, Rep = 10,000, 
n = 0.4 for T, > T,, and n = 0.3 
for T, « T,, 
0.14 
Constant 4" or T, (Sieder-Tate) Мир = 0.027 Rej? Pr'? Ө (17.65) | 0.7 = Pr x 16,700, Rep > 10,000 


“Thermophysical properties in Eqs. 17.61, 17.62, and 17.64 are based upon the mean temperature, T,,. If the correlations are used to estimate the 


average Nusselt number over the entire tube length, the properties should be based upon the average of the mean temperatures, Т, = (Ty; + Т,„,)/2. 
or T, 


m» 


"Thermophysical properties in Eq. 17.65 should be evaluated at T, except for p, which is evaluated at the tube wall temperature Т, or Т,. 


“Бог tubes of noncircular cross section, use the hydraulic diameter, Р,, Eq. 17.63, as the characteristic length for the Reynolds and Nusselt 
numbers. Results for fully developed laminar flow are provided in Table 17.4. For turbulent flow, Eq. 17.64 may be used as a first approximation. 


Free Convection 


IA. Free Convection 


In the preceding sections of this chapter, we considered convection heat transfer in fluid flows 
that originate from an external forcing condition. Now we consider situations for which there 
is no forced motion, but heat transfer occurs because of convection currents that are induced 
by buoyancy forces, which arise from density differences caused by temperature variations 
in the fluid. Heat transfer by this means is referred to as free (or natural) convection. 

Since free convection flow velocities are generally much smaller than those associated with 
forced convection, the corresponding heat transfer rates are also smaller. However, in many 
thermal systems, free convection may provide the largest resistance to heat transfer and there- 
fore plays an important role in the design or performance of the system. Free convection is of- 
ten the preferred mode of convection heat transfer, especially in electronic systems, for reasons 
of space limitations, maintenance-free operation, and reduced operating costs. Free convection 
strongly influences heat transfer from pipes, transmission lines, transformers, baseboard heaters, 
as well as appliances such as your stereo, television and laptop computer. It is also relevant to 
the environmental sciences, where it is responsible for oceanic and atmospheric motions. 

We begin by considering the physical origins and nature of buoyancy-driven flows, and 
introduce empirical correlations to estimate convection coefficients for common geometries. 


17.4.1 Flow and Thermal Considerations 


To illustrate the nature of the boundary layer development in free convection flows, consider 
the heated vertical plate (Fig. 17.20a) that is immersed in a cooler extensive, quiescent fluid. 
An extensive medium is, in principle, an infinite one; a quiescent fluid is one that is other- 
wise at rest, except in the vicinity of the surface. 

Since the plate is hotter than the fluid, T, > Т, the fluid close to the plate is less dense 
than fluid in the quiescent region. The fluid density gradient and the gravitational field cre- 
ate the buoyancy force that induces the free convection boundary layer flow in which the 
heated fluid rises. The boundary layer grows as more fluid from the quiescent region is 


7 0 Quiescent 1,>1.. Quiescent 
fluid fluid, Т. 
Тобы | | 
5 Turbulent 8 
Т(УА 
Т, 
Transition 
с Ка, „=109 
Т 
es І 
u(y) 4 | 
| Laminar 
І 
Xu І 
0 
уш 9 бу 
(а) (5) 


Figure 17.20 Boundary layer development on a heated vertical plate. (а) Velocity and temperature 
profiles in the boundary layer at the location x. (b) Boundary layer transitional flow conditions. 


involved (entrained). The resulting velocity distribution is illustrated in Fig. 17.20a. The ve- 
locity at the surface is zero (the no-slip condition), as was the case for forced convection. 
With increasing distance y from the plate, the velocity increases to a maximum value, then 
decreases to zero as у->% in the quiescent region. Note also that beyond the maximum 
velocity value the velocity gradient decreases and becomes zero (no-shear condition). These 
conditions define the boundary layer thickness 6(x). 

In free convection, the hydrodynamic and thermal boundary layer flows are coupled: ther- 
mal effects induce flow, which in turn affects the temperature distribution. This situation is 
in contrast with forced convection flows where the hydrodynamic conditions control the en- 
ergy transport. The temperature distribution associated with the velocity distribution is shown 
in Fig. 17.20a. At у = 0, the fluid is at the surface temperature, Т„ and the profile has a steep 
gradient at the surface (y = 0), which decreases in the y direction as the temperature even- 
tually decreases to that of the quiescent fluid, T. Note also that the temperature gradient 
eventually becomes zero, corresponding to no heat transfer into the quiescent region. 

The convection coefficient is related to the temperature gradient in the fluid at the surface in 
the same manner as we found for forced convection. That is, steeper gradients are associated with 
thinner boundary layers and larger heat fluxes. For the vertical plate of Fig. 17.20a, we expect 
the convection coefficient to be largest near the leading edge (x = 0) and to decrease with x. 

As with forced convection flows, free convection flows can experience instabilities that 
cause disturbances in the flow to be amplified, leading to transition from laminar to turbulent 
flow (Fig. 17.206). Transition in a free convection boundary layer depends upon the relative 
magnitude of the buoyancy and viscous forces in the fluid. It is customary to correlate the 
occurence of transition in terms of the Rayleigh number, which is the product of the Grashof 
and Prandtl numbers. For vertical plates, the critical Rayleigh number is 

3 
Rase = Gr, Pr = ы ы 10° (17.66) 
Va 

The dimensionless parameter that plays the role of characterizing free convection flows 

is the Grashof number (see also Table 17.1) 


а e (17:67) 
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volumetric thermal 
expansion coefficient 


which indicates the ratio of the buoyancy force to the viscous force. The key buoyancy-related 
parameters are the temperature difference, (T, — T), or if a heating process, (Т, — T,), and 
the volumetric thermal expansion coefficient 


_ _1/ 9 
B= (2) (17.68) 


which is a thermodynamic property relating the variation of density with temperature. For 
an ideal gas, p = p/RT, and it follows that 


1 2) 1 р 1 
= = = 17.69 
В р Е: » PRT? T ( ) 


where T' is the absolute temperature. For liquids and nonideal gases, B must be obtained from 
appropriate tables (see Appendixes HT-4 and HT-5). 
For free convection flows, we expect that the convection coefficient can be functionally ex- 
pressed by equations of the form 
Nu, = f(Gr;, Pr) 


The overbar indicates an average over the surface of the immersed geometry of characteris- 
tic length L. The most common empirical correlations suitable for engineering calculations 
have the form 


__ М 
Nu, = т = CRaj (17.70) 


where the Rayleigh number 


T, — T.I? 
Ва, = Gr, Рг = 8807 (17.71) 


ға 


is based on the characteristic length L of the geometry. Typically, n = 1/4 and 1/3 for laminar 
and turbulent flows, respectively. For turbulent flow it then follows from Eqs. 17.70 and 17.71 
that Л, is independent of L. Note that all properties are evaluated at the film temperature, 
Т,= (Т, + Т.)/2. 

We'll consider now specific forms of correlations for the immersed geometries of the ver- 
tical and horizontal plate, the long horizontal cylinder, and the sphere. The recommended 
correlations are summarized at the end of these sections in Table 17.6 (page 446). 


17.4.2 Correlations: The Vertical Plate 


Expressions of the form given by Eq. 17.70 have been developed for the vertical plate 
Nu; = 0.59 Ra} [10* = Ra, = 10°] (17.72) 
Nu, = 0.10Ral^ [10° = Ra, = 10°] (17.73) 


The Churchill-Chu correlation may be applied over the entire range of Ra; and has the form 


0.387 Ra}! 2 
wa (17.74) 


Nu, = 10825 4 
= { [1 + (0.492/рг)/6 


Although Eq. 17.74 is suitable for most engineering calculations, slightly better accuracy can 
be obtained for laminar flow by using 


0.670 Ва!/* 


Nu, — 0.68 4 
"n [1 + (0.492/рг) 6/9 


(Еа, = 10°] (17.75) 
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The foregoing results can also be applied to vertical cylinders of height L, if the boundary 
layer thickness 6 is much less than the cylinder diameter D, a condition that is generally sat- 
isfied when (D/L) = (35/Gr}). 

For laminar flow of gases (Pr = 0.7), the boundary layer thickness (6 ~ 6,) can be 
estimated using the expression 


5 
= 6(Gr/4) "^ [рг = 0.7, Ва; = 10°] (17.76) 


Example 17.11 Vertical Plate: Glass-Door Firescreen 


A glass-door firescreen, used to reduce loss of room air through a chimney, has a height of 0.71 m and a width of 1.02 m and 
reaches a temperature of 232°C. If the room temperature is 23°C, estimate the convection heat rate from the fireplace to the room. 


Solution 
Known: Glass screen situated in fireplace opening. 


Find: Heat transfer by free convection between firescreen and room air. 


Schematic and Given Data: 


Glass Height, L 2 0.71m 
panel Width, w = 1.02 m А 
Assumptions: 
н 1. Firescreen is at a uniform temperature T,. 
Quiescent ар : 
J p" реа 2. Room air is quiescent. 
| conv Т. = 23°C 3. Costant properties. 
Fire T, = 232°C 


Figure E17. 11 


Properties: Table HT-3, air (T, = (T, + T..)/2 = 400 K): k = 33.8 X 10? W/m: K, v = 264 X 10°° m’/s, а = 383 X 
1079 m’/s, Pr = 0.690, В = (1/7) = 0.0025 КГ. 


Analysis: The rate of heat transfer by free convection from the firescreen to the room is given by Newton’s law of cooling 
a = BANT = Tea) 

where h may be obtained from knowledge of the Rayleigh number. Using Eq. 17.71 

- 86, = TOP 


Qv 
9.8 m/s? (1/400 K)(232 — 23)°С х (0.71 т)? 
(38.3 х 107° m?/s)(26.4 х 10 6 m?/s) 


Rar, 


Ва, = fL) эс 10? 


and from Eq. 17.66 it follows that transition to turbulence occurs оп the panel. Using the Churchill-Chu correlation, Eq. 17.74, 
and substituting for the Rayleigh number, find 


БН 0.387 Ка//6 2 

сон [ost e $m) 
0.387(1.813 х 109)/6 2 

[1+ а iid 


Nu; = {0.825 + 


Hence, the average convection coefficient is 


Nu,k 147(33.8 х 10? W/m: K) 
1208 0.71 m 


n = 7.0 W/m? : K 


and the heat transfer by free convection between the firescreen and room air is 


q = 7.0 Wim? - K(1.02 х 0.71)m? (232 — 23)°С = 1060 W < 
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Comments: 


1. If h were computed using the simpler correlation of Eq. 17.73, we would obtain л = 5.8 W/m? · К, and the heat transfer 
prediction would be approximately 20% lower than the foregoing result. This difference is within the uncertainty normally 
associated with using such correlations. 

2. Radiation heat transfer effects are often significant relative to free convection. Using the radiative exchange rate equation, 
Eq. 15.7, and assuming в = 1.0 for the glass surface and Т = 23°C, the net rate of radiation heat transfer between the firescreen 


and the surroundings is 


Gra = <Ао(Т72- Т) = 1(1.02 х 0.71)m? (5.67 х 10-5 W/m? - K*) (505^ — 296*)K* 
daa = 2355 УУ 

The linearized radiation coefficient is given by Eq. 15.9 
haa = €0(T, + Т,.)(72 + T2) = 1(5.67 х 10° W/m? - K*)(505 + 296)(505? + 2967)K? 


Nyaa = 


15.6 W/m?: К 


Note that the radiation coefficient (radiation heat rate) is more than twice the convection coefficient (convection heat rate) for 


this application. 


17.4.2 Correlations: The Horizontal Plate 


For a vertical plate, heated (or cooled) relative to an ambient fluid, the plate is aligned with 
the gravitational field, and the buoyant force induces fluid motion in the upward (or down- 
ward) direction. If the plate is horizontal, the buoyancy force is normal to the surface. The 
flow patterns and heat transfer rate depend strongly on whether the surface is hot or cold 
and on whether it is facing upward or downward. These four combinations and the general 
features of their convection currents are represented in Fig. 17.21. 

For a hot surface facing downward (Case A) and a cold surface facing upward (Case B), 
the tendency of the fluid to ascend and descend, respectively, is impeded by the plate. The 
flow must move horizontally before it can ascend or descend from the edges of the plate, 
and convection heat transfer is somewhat ineffective. 

For a hot surface facing upward (Case C) and a cold surface facing downward (Case D), 
flow is driven by ascending and descending parcels of fluids, respectively. Conservation of 
mass dictates that warm fluid ascending (cold fluid descending) from a surface be replaced 
by descending cooler fluid (ascending warmer fluid) from the ambient, and heat transfer is 
much more effective than for cases A and B. 

The correlations widely used for horizontal plates corresponding to these arrangements 
use the characteristic length L defined as 


1-2 17.77 
27 (17.77) 


where A, апа Р are the plate surface area and perimeter, respectively. The recommended 
correlations for the average Nusselt number are 


Hot Surface Facing Downward or Cold Surface Facing Upward (Cases A and B) 


Nu, -027Ва [10° < Ra, < 1019 (17.78) 


Hot Surface Facing Upward or Cold Surface Facing Downward (Cases С апа D) 


Nu; = 0.54 Ral^ [10^ = Ба, = 107] (17.79) 
Nu, = 0.15Raj? [10° = Ra, = 10!!] (17.80) 
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ALA АЛАУ ДО. 


Plate, T, > T., 


B 2 Е “Ч Plate, T, > Т (VM 
— Plate, T, < Т y 
Fluid, T... 


Case A Case B Case C Case D 


Figure 17.21 Free convection buoyancy-driven flows for hot (T, > Т.) and cold (T, < Т.) 
horizontal plates: Case A — hot surface facing downwards, Case B — cold surface facing upwards, 
Case C — hot surface facing upwards, and Case D — cold surface facing downwards. 


Example 17.12 Horizontal Plate: Cooling an Electronic Equipment Enclosure 
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An array of power-dissipating electrical components is mounted on the bottom side of a 1.2 m by 1.2 m horizontal aluminum 
alloy plate (е = 0.25), while the top side is cooled by free convection with ambient, quiescent air at Т, = 300 К and by 
radiation exchange with the surroundings at 7, = 300 К. The plate is sufficiently thick to ensure a nearly uniform upper 


surface temperature and is attached to a well-insulated enclosure. 


Tsur Quiescent 
air, Т. Aluminum 


plate, 7, 
Ж NN ШШ! IE | Ш Electrical 
Қ 22 components 
fe Enclosure 
Ё Figure Е17.12а 
If the temperature of the plate is not to exceed 57°C, what is the maximum allowable power dissipation in the electrical com- 
ponents? 
Solution 


Known: Horizontal plate and maximum allowable temperature experiencing free convection and radiation exchange. 
Find: Maximum allowable electrical power dissipation, P... 


Schematic and Given Data: 


Assumptions: 

1. Steady-state conditions. 

2. Plate is isothermal. 

m 1,= 350 K,e= 0.25 3. Negligible heat transfer from other surfaces of the 
ee enclosure. 


Quiescent ын 
air 


i ee Se al 


ё хат 4. Radiation exchange is between a small, gray object 
2 (plate) апа large isothermal surroundings. 
өн 5. Constant properties. 


e 


Figure E17.12b 


Properties: Table HT-3, air (T, = 325 К, 1 atm): v = 18.4 X 10 5 m’/s, k = 0.028 W/m: К, a = 262 X 107° m/s. 
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Analysis: From an overall energy balance on the enclosure and plate, the electrical power dissipation is the sum of the heat 
transfer rates by free convection and radiation exchange (Eq. 15.7) 


Р, = оу + rad 
IB = PA = T) е = 155 
For free convection from the horizontal plate, the characteristic length from Eq. 17.77 is 
L=A JP = (17 2« 12 a AG 3612) @ тп 
and from Eq. 17.71, the Rayleigh number with B = 1/Т, (Eq. 17.69) is 
gB(T, — T.)? 9.8 m/s*(325 К)! (50 К) (0.3 т)? 
© va (184 X 10-5 m/s) (262 x 10-5 m/s) 


Using the correlation of Eq. 17.80 for a hot surface facing upward (Case C), find the average convection coefficient 


Ra, = 844 x« ПОЇ 


шанг 
Nu, = = 0.15 Raj? = 0.15(8.44 х 107/3 = 65.8 


Р 0.028 W/m: К 
m oe Ы оК 
0.3 т 


The allowable electrical power is 
P, = [6.1 W/m? - K(350 — 300)K + 0.25(5.67 х 1075 W/m? - K*)(350* — 300*)K*](1.44 m?) 
P, = 446 W + 141 W = 587 W 
Comments: Note that heat transfer by free convection and radiation exchange comprise 76% and 24%, respectively, of the 


total heat rate. It would be beneficial to apply a high emissivity coating to the plate as a means to enhance radiative heat trans- 
fer, and hence, the allowable electrical power. 


17.5.3 Correlations: The Horizontal Cylinder and Sphere 


Ambient fluid, T., 


As shown in Fig. 17.22 for a heated cylinder, the boundary layer development begins at 
| | Ө = 0° апа concludes at Ө < 180° with the formation of a plume ascending from the cylin- 
Plume der. If the flow remains laminar over the entire surface, the distribution of the local convec- 
tion coefficient is characterized by a maximum at 0 = 0°, and a decrease with increasing 0. 
VAN This steady decrease could be disrupted at Rayleigh numbers sufficiently large (Rap = 10°) 
by the occurrence of transition to turbulence within the boundary layer. If the cylinder is 
Т, cooled relative to the ambient fluid, the plume descends from the cylinder. 

Bounda Expressions of the form given by Eq. 17.70 for prescribed Rayleigh number ranges have 

layer been developed by Morgan for the long, horizontal cylinder: 
p Мир = 0.850 Ra9' [10° = Rap 104 (17.81) 
Figure 17.22 Мир = 0.480 Ra}? [10* = Rap = 107] (17.82) 
Nup = 0125НА 95 [107 < Rap < 10") (17.83) 


In contrast, the Churchill-Chu correlation is recommended for a wide Rayleigh number range 


0.387 Ван? 
[1 + (0.559/Рг)°?/!6 


2 
Nu, = foso | т”) [Rap ж 1077) (17.84) 


Boundary layer development for the isothermal sphere is similar to that for the cylinder 
with the formation of a plume. The Churchill correlation is recommended for estimating the 
average convection coefficient 


ЖЕК | 0.589 Ка)” ài 
Nu = 2 d [1 + (0469 рг) 7495 [Pr = 0.7, Rap 51011) (17.85) 
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Example 17.13 Horizontal Cylinder: High Pressure Steam Line 


A horizontal, high-pressure steam pipe of 0.1-m outside diameter passes through a large room whose wall and аш tempera- 
tures are 23°C. The pipe has an outside surface temperature of 165°C and an emissivity of е = 0.85. Estimate the heat transfer 
from the pipe per unit length. 


Solution 
Known: Surface temperature of a horizontal steam pipe. 
Find: Heat transfer from the pipe per unit length 4” (W/m). 


Schematic and Given Data: 


. - ~] Assumptions: 
E 1 Ta, = 23°С | 1. Pipe surface area is small compared to surroundings. 
2. Room air is quiescent. 
D=01m / conv Li da 3. Radiation exchange is between a small, gray surface (pipe) 
and large isothermal surroundings. 
их шинээ 4. Constant properties. 
T, = 165°C, ғ = 0.85 


Figure Е17.13 
Properties: Table HT-3, air (Тр = 367 К): k = 0.0313 W/m: К, v = 22.8 X 10 5 m/s, а = 32.8 X 107° m’/s, Pr = 0.697, 
= 2705 O k. 


Analysis: The total heat transfer per unit length of pipe due to convection and radiation exchange (Eq. 15.7) is 
q = өле ar @ = ЛтїХТ, E ШЫ) ar enDo(T; = T.) 
The free convection coefficient may be estimated with the Churchill-Chu correlation, Eq. 17.84 
Eu (0 үл 0.387 Ван? | 
u : у 
2 И (0550/0) р 

where the Rayleigh number from Eq. 17.71 is 

88(7, = Т.)р? 
Е va 

9.8 ш/8:(2.725 x 107° K~')(165 — 23)°C (0.1 т)? 

(22.8 х 10 6 п2/5)(32.8 х 107% m?/s) 


Rap 


5.073 X 10° 


ap 


Substituting for the Rayleigh number into the correlation, find 

0.387(5.073 x 109/6 2 
[1 + саа, ЭЭ 
and the average convection coefficient for the cylinder is 


Ан 0.0313 W/m : К 


h N 
po? 0.1m 


Мир = {0.60 | 


x 23.3 = 729 W/m? -K 


The total heat transfer rate from the pipe is 


q = 7.29 Wim? : K (m X 0.1 m)(165 — 23)°C 
+ 0.85 (m X 0.1 m)(5.67 х 1075 W/m? - K*)(438* — 296°) K* 


q! = (325 + 441) W/m = 766 W/m < 


Comments: 1. Note that the heat transfer by free convection and radiation exchange comprise 42 and 58%, respectively, of 
the total heat rate. It would be beneficial to apply a low emissivity coating to the pipe as a means to reduce the radiation ex- 
change, and hence the heat transfer from the pipe to the room. 

2. Equation 17.82 could also be used to estimate the Nusselt number and the convection coefficient, with the result that 
Мир = 22.8 and Л = 7.14 W/m? · К. These results are about 2% lower than the foregoing ones. Generally we expect differ- 
ences between correlation results of 10-15%, rather than the excellent agreement found here. 
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Table 17.6 Summary of Free Convection Correlations for Immersed Geometries 


Geometry Recommended Correlation Restrictions 

Vertical plates? 
! нэ | 0.387 Ral’ 2 5 
Nu, = 40.825 + [1 + (0:492/Р 6827 (17.74) Ка, = 10^" 


Horizontal plates? 
Case A or B: 


Hot surface down or cold surface up 


dL / 
hh dd 


Case C or D: 


2 ach Nu, = 0.27 Ral^ (17.78) 10° = Ra, = 10!° 


Hot surface up or cold surface down 


UN RU 


Horizontal cylinder 


Nu, = 0.54 Ка; (17.79) 105 = Ra, = 107 
Nu, = 0.15 Ra? (17.80) 107 = Ra, = 10" 
Е | 0.387 Raj А " 

Қар = 4 0.60 4 ПГЗ (0.559/Pr RT (17.84) Вар 10 


Nu. =24 0.589 Вау“ (17.85) Rap = 10!! 
üp = T 4 
= [1 + (0.469 Pr)?/16]*» Pr = 0.7 


“The correlation may be applied to a vertical cylinder if (D/L) = (35/Gr}*). 
"The characteristic length is defined as L = A,/P, Eq. 17.77. 


17.4.5 Guide for Selection of Free Convection Correlations 


In this section you have been introduced to empirical correlations to estimate the convection 
coefficients for free convection heat transfer for vertical and horizontal plates, the horizon- 
tal cylinder, and the sphere. For your convenience in selecting appropriate correlations for 
your problems, the recommended correlations have been summarized in Table 17.6. Specific 
conditions are associated with each of the correlations, and you are reminded to follow the 
rules for peforming convection calculations outlined in Sec. 17.1.3. 


Convection Application: Heat Exchangers 


Heat Exchangers 


The process of heat exchange between two fluids that are at different temperatures and 
separated by a solid wall occurs in many engineering applications. The device used to 
implement this exchange is termed a heat exchanger, and specific applications can be found 
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in space heating and air-conditioning, power production, waste heat recovery, and chemical 
processing. 

In Sec. 5.3 you considered the form of the control volume energy balance and its appli- 
cation to a heat exchanger (Example 5.7). In this section we will extend heat exchanger analy- 
sis to include the convection rate equation, and demonstrate the methodology for predicting 
exchanger performance. 


17.5.1 Heat Exchanger Types 


Heat exchangers are typically classified according to flow arrangement and type of con- 
struction. In this introductory treatment, we will consider three types that are representative 
of a wide variety of exchangers used in industrial practice. 

The simplest heat exchanger is one for which the hot and cold fluids flow in the same or 
opposite directions in a concentric-tube (or double-pipe) construction. In the parallel-flow 
arrangement of Fig. 17.23a, the hot and cold fluids enter at the same end, flow in the same 
direction, and leave at the same end. In the counterflow arrangement, Fig. 17.236, the fluids 
enter at opposite ends, flow in opposite directions, and leave at opposite ends. 

А common configuration for power plant and large industrial applications is the shell- 
and-tube heat exchanger, shown in Fig. 17.23c. This exchanger has one shell with multiple 
tubes, but the flow makes one pass through the shell. Baffles are usually installed to increase 
the convection coefficient of the shell side by inducing turbulence and a cross-flow velocity 
component. 

The cross-flow heat exchanger, Fig. 17.23d, is constructed with a stack of thin plates 
bonded to a series of parallel tubes. The plates function as fins to enhance convection heat 
transfer and to ensure cross-flow over the tubes. Usually it is a gas that flows over the fin 
surfaces and the tubes, while a liquid flows in the tube. Such exchangers are used for air- 
conditioner and refrigeration heat rejection applications. 


— H 
<==: 
“ 


(а) 


Тиһе 


ш. inlet Baffles 


concentric-tube 
heat exchanger 


shell-and-tube 
heat exchanger 


cross-flow 
heat exchanger 


| 


— 


€. € 
Cross flow © 
© Ф © 


Shell Tube Tube 
outlet inlet flow 


(c) (d) 


Figure 17.23 Types of heat exchangers. Concentric tube heat exchangers: (a) Parallel flow and 
(b) Counterflow. (c) Shell-and-tube exchanger with one shell pass and one tube pass (showing 4 tubes, 
cross-counterflow mode of operation). (4) Cross-flow heat exchanger. 
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capacity rates 


17.5.2 Heat Exchanger Analysis: Energy Balances, Rate Equation, 
Overall Coefficient 


To predict the performance of a heat exchanger, it is necessary to relate the total heat trans- 
fer rate to parameters such as the fluid flow rates, inlet and outlet fluid temperatures, the 
overall heat transfer coefficient, and the total surface area for heat transfer. 


The Fluid Energy Balances. Consider the schematic representation of the heat exchanger 
shown in Fig. 17.24a. Assuming steady state, negligible kinetic and potential energy changes, 
no shaft work, and no stray heat transfer to the surroundings, and regarding c, as a constant, 
the energy rate balance, Equation 5.11b, reduces to give 


q= тус, (Т, ин Tho) (17.86a) 

q= т, Cp.c (Teo = Т.) (17.87а) 

where the temperatures аге the mean fluid temperatures and the subscripts / апа с refer to 

the hot and cold fluids, respectively. As before, i and o designate the fluid inlet and outlet 

conditions. Note that these equations have been written so that the heat rate 4 is a positive 
value for both the hot and the cold fluids. 

Equations 17.86a and 17.87a representing the fluid energy balances can be expressed as 

= С,(Т,, тг Tho) (17.86b) 

4- С.(Т,., юэ Ты) (17.875) 


© 


where С, and C, are the hot and cold capacity rates (W/K), respectively 


С, = we С, = тс (17.86с, 17.87с) 


Note that these equations are independent of the flow arrangement, heat exchanger type, as 
well as physical dimensions (surface area). 


The Convection Rate Equation. We seek another expression for relating the heat rate to 
an appropriate temperature difference between the hot and cold fluids, where 


AT T. (17.88) 


V 


R 


conv, 


Figure 1 7.24 Heat exchanger analysis. (а) Energy balances for the hot and cold fluids. (Р) The 
convection rate equation in terms of the thermal resistances for convection and wall conduction and 
the mean fluid temperature difference. 
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Such an expression would be an extension of Newton’s law of cooling, with the overall heat 
transfer coefficient U used in place of the single convection coefficient. 

However, since AT varies with position in the heat exchanger, it is necessary to work with 
a convection rate equation of the form 


а = UAAT,, (17.89) 


where АТ, is an appropriate mean temperature difference and A is the heat exchange sur- 
face area. As we’ll see, this expression depends upon the heat exchanger configuration, and 


flow conditions, as well as physical dimensions. 


The Overall Coefficient. Тһе convection rate equation, Eq. 17.89, can be represented by 
the thermal circuit shown in Fig. 17.24b in terms of the convection thermal resistances on 
the hot- and cold-fluid sides and the wall conduction resistance. It follows that the overall 
heat transfer coefficient may be expressed as 


1 
= Roy h 
UA ) 


1 1 1 
= ( ) R, ( ) (17.90b) 
UA \hAJ, ҺА); 


Note that the calculation of the UA product сап һе based on the hot or cold side since 


R (17.90a) 


conv,c 


Lo do. 1 
UA 0А, ЦА, 


(17.91) 


However, a choice of the hot- or cold-side surface area must be specified because U, = U, 
if A, + А... 

The convection coefficients for the hot and cold side can be estimated using empirical cor- 
relations appropriate for the flow geometry and conditions. The conduction resistance R, is ob- 
tained from Eq. 16.14 for a plane wall or Eq. 16.32 for a cylindrical wall. During normal heat 
exchanger operation, surfaces are subjected to fouling by fluid impurities, rust formation, and 
scale depositions, which can markedly increase the resistance to heat transfer between the fluids. 
For such situations, you would add the fouling resistance (cold and/or hot-side) to Eq. 17.90. 

The fluid energy balances, Eqs. 17.86 and 17.87, and the convection rate equation, 
Eq. 17.89, provide the means to perform the heat exchanger analysis. Before this can be 
done, however, the specific form of АТ, must be established. The appropriate forms of 
АТ, for parallel and counterflow heat exchangers are presented in Secs. 17.5.3 and 17.5.4, 
respectively. 


17.5.3 The Parallel Flow Heat Exchanger 


The hot and cold fluid temperature distributions associated with a parallel flow exchanger 
are shown in Fig. 17.25. The temperature difference AT is initially very large, but de- 
creases rapidly with increasing x, approaching zero asymptotically. It is important to note 
that, for such an exchanger, the outlet temperature of the cold fluid never exceeds that of 
the hot fluid. In Fig. 17.25, the subscripts 1 and 2 designate opposite ends of the heat ex- 
changer. This convention is also used for the counterflow heat exchanger considered in 
Sec. 17.5.4. 

The form of the appropriate mean temperature difference, АТ,, for the parallel flow ex- 
changer may be determined by applying an energy balance to differential control volumes 
(elements) in the hot and cold fluids as shown in the derivation that follows. 
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log mean temperature 
difference 


endpoint temperatures: 
parallel flow exchanger 


Parallel flow 


al Tho 


АТ, 


Figure 17.25 Temperature 
distributions for a parallel-flow heat 
exchanger. 


Log Mean Temperature Difference: Derivation (CD-ROM) 
Log Mean Temperature Difference 


From the derivation in the previous section, we found that the appropriate mean temperature 
difference required in the convection rate equation, Eq. 17.89 


q = ОААТ, 


is the log mean temperature difference (LMTD) and has the form 


ar 2 АТЬ- AT, AT, - AT, 
m AT (AT AT (AT 


(17.96) 


where, from Fig. 17.25, the endpoint temperatures, AT, and АТ,, for the parallel flow 
exchanger are 


AT, = T,,; — T, 


с.і 


АТ, = Tho S 


с,0 


(17.97) 


17.5.4 Тһе Counterflow Heat Exchanger 


The hot and cold fluid temperature distributions associated with a counterflow exchanger are 
shown in Fig. 17.27. In contrast to the parallel-flow exchanger, this configuration provides 
for heat transfer between the hotter portions of the two fluids at one end, as well as between 
the colder portions at the other. For this reason, the change in the temperature difference, 
AT = T, — Т. with respect to x is nowhere as large as it is for the inlet region of the parallel- 
flow exchanger. Note that the outlet temperature of the cold fluid may now exceed the outlet 
temperature of the hot fluid. 


Counterflow 


Figure 17.27 Temperature 
distributions for a counterflow heat 
exchanger. 
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Тһе form of the appropriate mean temperature difference, АТ,, for the counterflow 
exchanger may be obtained from a derivation such as was performed for the parallel flow 
exchanger. The outcome is the same, except for the manner in which the endpoint tempera- 
tures, АТ, and АТ,, are defined. 

The appropriate mean temperature difference required in the convection rate equation, 
Eq. 17.89 

q = UAAT,, 


is the log mean temperature difference and has the form 


АТАТ АТ = АТ, 
In АТ,/АТ| Іп AT,/AT> 


AT im = (17.96) 


where, from Fig. 17.27, the endpoint temperatures, АТ, and AT), for the counterflow 
exchanger are 


AT, -Т,,-Т, (17.98) endpoint temperatures: 


АТ, = Ты— Т, сі 
i counterflow exchanger 


222 


Important differences іп the operation of parallel flow апа counterflow heat exchangers 
should be noted. For the same inlet and outlet fluid temperatures: 


ө The log mean temperature difference for counterflow exceeds that for parallel flow, 
АТ, ce > AT mpr» and, hence, 


ө The surface area required to effect a prescribed heat transfer rate 4 is smaller for 
counterflow than for the parallel flow arrangement, for the same value of U. 


e Note also that T, , can exceed 7, , for the counterflow arrangement, but not for 
parallel flow. 


17.5.5 Special Heat Exchanger Operating Conditions 


In Fig. 17.28, we've shown the temperature distributions associated with three special con- 
ditions under which heat exchangers may be operated. 


е C, > C.. For this case, the hot fluid capacity rate C, is much larger than the cold fluid 
capacity rate С,. As shown in Fig. 17.28a, the hot fluid temperature remains approxi- 
mately constant throughout the exchanger, while the temperature of the cold fluid 
increases. The same condition could be achieved if the hot fluid is a condensing vapor. 
Condensation occurs at a constant temperature, and for all practical purposes, С), — oc. 


C, >> C, С, << Cor 
or a condensing an evaporating 
vapor (С„—> оо) liquid (С, оо) C. SU. 


1 х 2 1 х-- 2 1 х-- 2 


(а) (5) (с) 


Figure 17.28 Special heat exchanger conditions. (а) С, > C, or a condensing vapor. (b) С, << 
С. or an evaporating liquid. (с) А counterflow heat exchanger with equivalent fluid heat 
capacities (С, = C,). 
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е С, << C.. For this case, as shown in Fig. 17.28), the cold fluid temperature remains 
approximately constant throughout the exchanger, while the temperature of the hot 
fluid decreases. The same effect is achieved if the cold fluid experiences evaporation 
for which C, — 9. Note that with evaporation and condensation, the fluid energy 
balances would be written in terms of the phase change enthalpies. 

e C, = C.. The third case, Fig. 17.28c, involves а counterflow exchanger for which the 
heat capacity rates are equal. The temperature difference AT must be constant 
throughout the exchanger, in which case, AT, = AT, = АТ. 


Example 17.14 Counterflow, Concentric Tube Heat Exchanger Analysis 


A counterflow, concentric tube heat exchanger is used to cool the lubricating oil for a large industrial gas turbine engine. The 
flow rate of cooling water through the inner tube (D; = 25 mm) is 0.2 kg/s. The flow rate of hot oil through the outer annulus 
(D, = 45 mm) is 0.1 kg/s. The convection coefficient associated with the oil flow is h, = 40 W/m? · К. The oil and water enter 
at temperatures of 100 and 30°C, respectively. What is the required tube length for an oil outlet temperature of 60°C? 


Solution 
Known: Fluid flow rates and inlet temperatures for a counterflow, concentric tube heat exchanger of prescribed inner and 


outer diameter. 
Find: Tube length to achieve a desired hot fluid outlet temperature, Т„„ = 60°C. 


Schematic and Given Data: 


Т, = 100°C 


h,-40 WIm^K | р = 45mm 3 
-> | D;= 25 тт с 
т qnt apo ts ^" 
Water ] 1 Ч 
1 
1 
Le +x ! 
Figure Е17.14 
Assumptions: 


. Negligible heat loss to the surroundings. 

. Negligible kinetic and potential energy effects. No shaft work. 
. Constant properties. 

. Negligible tube wall thermal resistance and fouling factors. 

. Fully developed conditions for water flow. 


л ы ш гә = 


Properties: Table — HT-5, water (assume Пр = 35:6 = 308 К): с = 4178 Ike: Кор = 725 Х 10°°N: s/m?, k = 
0.625 W/m · К, Pr = 4.85. Table HT-4, ой (Т, = 80°С = 353 К): с, = 2131 J/kg · К. 
Analysis: The heat transfer rate can be obtained from the hot (oil) fluid energy balance, Eq. 17.86a 
4 = тус, (T,; = Tho) = 0.1 kg/s X 2131 kg: К (100 — 60)°С = 8524 У 
Applying the cold fluid energy balance, Eq. 17.87a, the water outlet temperature is 


q 8524 W 
T : Fs | Р 40.29 
БОГ ^ 0.2 kg/s X 4178 J/kg- K сеш е 


p.c 


Accordingly, the use of T, = 35°C, the average temperature of the cold fluid, to evaluate the water properties was a good 
choice. The required heat exchanger length may now be obtained from the convection rate equation, Eq. 17.89 


@ = (UA АМЬ, 
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where А = т ЮГ and from Eqs. 17.96 and 17.98, the log mean temperature difference is 


(Т,; єє 70) = (То эн Ты) 5015-4291) 
In [Thi T Waa Lie m Т, In (59.8/30) 


АТ 


43.2°С 


From Eq. 17.906, the overall heat transfer coefficient in terms of the water-side (7) and oil-side (о) convection coefficients is 


1 


Е (Eee) 


To estimate h; for the water-side (cold fluid), calculate the Reynolds number from Eq. 17.37 to characterize the flow and select 


a correlation 


4m, 4 X 0.2 kg/s 
прш — «(0.025 m)(725 x 105 N : s/m?) 


Rep = = 14,050 


Accordingly, the flow is turbulent, and the convection coefficient may be estimated using the Dittus-Boelter correlation, 


Eq. 17.64, with n = 0.4 since Т, > Т, 
Мир = 0.023 Кеу2 Pr^^ = 0.023(14,050)*°(4.85)°4 = 90 
k | 90x 0.625 W/m: К 


LN 
= une 0.025 m 


2250 W/m? - К 


Since the convection coefficient for the oil-side (hot fluid) is h, = 40 W/m?: К, the overall coefficient is then 


1 


39.3 W/m? - К 
(1/2250 W/m? К) + (1/40 W/m/ К) 13 


and from the convection rate equation it follows that the required length of the exchanger is 


q % 8524 W 
Ит РАТ 39.3 W/m? - К т(0.025 m)(43.2°C) 


= 63.9 m «1 


Comments: 1. The oil-side convection coefficient controls the rate of heat transfer between the two fluids, and the low value 
of Л, is responsible for the large value of L. In practice, multiple-pass construction would be required for a concentric tube 
exchanger with such a large tube length. Alternately, another exchanger type should be considered for this application. 

2. Since the water flow is turbulent and L/D - 2556, the assumption of fully developed flow is justified according to 


Eq. 17.42. 


17.5.6 The Shell-and-Tube and the Cross-Flow Heat Exchangers 


The flow conditions in the shell-and-tube and the cross-flow tube heat exchangers shown in 
Fig. 17.23c and 17.23d are more complicated than for the concentric tube exchangers. 
However, the fluid energy balances, Eqs. 17.86 and 17.87, and the convection rate equation, 
Eq. 17.89, can still be used if the following modification is made to the /og mean temperature 
difference 


АТ, = FAT m cF (17.99) 


That is, the appropriate form of АТ, is obtained by applying a correction factor to the value 
of АТ that would be computed under the assumption of counterflow conditions, Eqs. 17.96 
and 17.98. 

Algebraic expressions for the correction factor F have been developed for various com- 
mon heat exchanger configurations. The results for the exchangers of interest are shown in 


correction factor 
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LMTD method 


NTU-effectiveness 
method 


(a) 


(b) 


Figure 17.20 Correction factor F for heat exchangers: (a) Shell-and-tube configuration with one 
shell and any multiple of two tube passes (two, four, etc., tube passes) as shown in Fig. 17.23c and 
(b) cross-flow configuration as shown in Fig. 17.23d. 


Fig. 17.29. The notation (Т, г) is used on the figures to specify the fluid temperatures, with 
the variable г always assigned to the tube-side fluid. 

An important implication of Fig. 17.29 is that, if the temperature change of one fluid 
is negligible, either P or R is zero and F is 1. Hence, the exchanger behavior is independent 
of the specific configuration. Such would be the case if one of the fluids underwent a 
phase change (see Fig. 17.28a,b). 

The method of heat exchanger analysis that has been described here is referred to as the 
LMTD method. 'The use of the method is clearly facilitated by knowledge of the hot and 
cold fluid inlet and outlet temperatures. Such applications may be classified as heat exchanger 
design problems; that is, problems in which the temperatures and capacity rates are known, 
and it is desired to size the exchanger. Alternatively, if the exchanger type and size are known, 
and the fluid outlet temperatures need to be determined, the application is referred to as a 
performance | calculation problem. Such problems аге best analyzed Бу the 
NTU-effectiveness method, which is widely used in engineering practice and treated in more 
advanced courses in thermal system engineering. 


Example 17.15 Shell-and-Tube Heat Exchanger Analysis 


A shell-and-tube heat exchanger must be designed to heat 2.5 kg/s of water from 15 to 85°C. The heating is to be accom- 
plished by passing hot engine oil, which is available at 160°C, through the shell side of the exchanger. The oil is known to 
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provide ап average convection coefficient of Л, = 400 W/m? · К on the outside of the tubes. Ten tubes pass the water through 
the shell. Each tube is thin walled, of diameter D = 25 mm, and makes eight passes through the shell. If the oil leaves the 
exchanger at 100°C, what is its flow rate? How long must each tube be to accomplish the desired heating? 


Solution 

Known: Fluid inlet and outlet temperatures for a shell-and-tube heat exchanger (one shell, eight tube passes; see also 
Fig. 17.23c) with N = 10 tubes. 

Find: 

(a) Oil flow rate required to achieve specified outlet temperature. 

(b) Tube length required to achieve specified water heating. 


Schematic and Given Data: 


Single shell 


h, = 400 W/mK 


Т, = 160°C 


Eight tube 
passes 


Water 


One tube pass comprised of 
my, 10 tubes, each with D = 25 mm 


Figure Е17.15 


Assumptions: 

. Negligible heat loss to the surroundings. 

. Negligible kinetic and potential energy effects. No shaft work. 
. Constant properties. 

. Negligible tube wall thermal resistance and fouling effects. 

. Fully developed water flow in tubes. 


nk ш гә = 


Properties: Table HT-4, unused engine ой (Т, = 130°C = 403 К): с, = 2350 J/kg: К. Table HT-5, water (Т. = 50°C = 
323 К): с, = 4181 J/kg ` K, p. = 548 х 1079М:5/ш2, k = 0.643 Мт: K, Pr = 3.56. 


Analysis: 
(a) From an energy balance on the cold fluid (water), Eq. 17.87a, the heat transfer required of the exchanger is 


q = mc, (T. — Ты) = 2.5 kg/s X 4181 J/kg: К (85 — 15)°С = 7.317 х 10°W 


Hence, from an energy balance on the hot fluid, Eq. 17.86a, the required oil flow rate is 


q 7.317 X 10°W 
с,(Т,;- Tro) 2350 I/kg- K x (160 — 100)°C 


5.19 kg/s < 


т, 
(9) Тһе required tube length can be obtained from the convection rate equation, Eq. 17.89, using the mean temperature dif- 
ference from Eq. 17.99, where 
q = UAF АТьсь 


From Eq. 17.90b, the overall coefficient can be expressed in terms of the convection coefficients on the inside (water-side), 
hj, and outside (oil-side), h,, of the tube 


1 


T 078) 5 (178) 
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where Л, may be obtained by first calculating Rep. With m, = m,/N = 0.25 kg/s defined as the water flow rate per tube, 
Eq. 17.37 yields 
4m, 4 X 0.25 kg/s 


Rep = = = 
"Dy т(0.025 m)548 X 10 °kg/s:m 


— 23,234 
Since Rep > 2300, the water flow is turbulent, and an appropriate correlation is Eq. 17.64 (Dittus-Boelter) with n = 0.4 since 
ТІ > T 


Мир = 0.023 Rej? Pr°* = 0.023(23,234)*^(3.56)^^ = 119 
k yu, = 0643 Wim: K 
У 0.025 т 


h; D 119 = 3061 W/m? · К 


Hence, the overall coefficient is 


1 
U= = 354 W/m? : K 
(1/400) + (1/3061) D 


Associating Т with the oil and 1 with the water, the correction factor F may be obtained from Fig. 17.29a, where 


160 — 1 = 
IRE сү = 0.86 IDE шеа 0.48 
tis) = ПБ) ПСО — 15 


Hence, F = 0.87. From Eqs. 17.96 and 17.98, the log mean temperature difference for counterflow conditions is 


(Thi 3x ДА) аж (Cie нь T = 75 = 85 
In Г(7,; = 109 ( да БЖ T.i] In (75/85) 


ATy cp = = 79 86 


Solving the convection rate equation for L, with A = N«DL, where N = 10 is the number of tubes, and substituting numerical 
values, find the required tube length 


Е 4 TAL < IO 
UN(TD)F АТ,,св 354 W/m?: K х 10(т0.025 m) х 0.87(79.9°C) 
L= Sn «x 


Comments: 

1. With (L/D) - 37.9 m/0.025 m - 1516, the assumption of fully developed conditions throughout the tube for the water 
flow is justified. 

2. With eight passes, the shell length is approximately L/8 — 4.7 m. 


Chapter Summary and Study Guide 


The objectives of this chapter were to develop an understanding of the physical mechanisms 
that underlie convection heat transfer, and develop the means to estimate convection coeffi- 
cients required for convection calculations. We found that boundary layer phenomena control 
the convection coefficient, and that empirical correlations to estimate the Nusselt number in- 
volving key dimensionless numbers (see Table 17.1) are available for common geometries 
and flow conditions. For forced and free convection flows, respectively, the Reynolds and 
Grashof (or Rayleigh) numbers characterize the flow conditions, while the Prandtl number 
incorporates the fluid properties into the analysis. Summaries of the correlations and 
guidelines for their selection are provided in Tables 17.3, 17.5, and 17.6 for forced convec- 
tion external and internal flows and free convection, respectively. 

We began our treatment by considering external flow over a flat plate and identified the 
characteristics of the hydrodynamic and thermal boundary layers. With negligible upstream 
disturbances, the boundary layer flow is laminar at the leading edge and experiences a trans- 
ition to turbulent flow. We learned that the convection coefficient depends upon the 
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temperature gradient at the surface, which is controlled by the thickness of the boundary 
layer, as well as by the nature of the flow condition. The convective heat flux is given by 
Newton’s law of cooling in terms of the local coefficient and the difference in surface and 
free stream temperatures. 

Іп external flow, the boundary layers grow unconstrained, while in internal flow, the bound- 
ary layers eventually fill the tube. We identified the entrance and fully developed flow regions, 
and recognized the distinctive nature of the velocity and temperature profiles in each region. 
In the fully developed flow region, the convection coefficient does not change in the flow 
direction, but remains constant. The concept of a mean fluid temperature was introduced for 
use in Newton’s law of cooling to calculate the surface heat flux, q” = A(T, — Т,). Correla- 
tions were presented for two types of surface thermal conditions, constant heat flux, д", and 
constant surface temperature, Т). 

For heat transfer by forced convection, the flow originates because of forcing conditions 
by a pump or fan. Heat transfer by free convection occurs because of convection currents 
that are induced by buoyancy forces, due to fluid density differences arising from tempera- 
ture gradients in the fluid near the immersed geometry surface. 

The heat exchanger is a very common, important thermal system that requires applica- 
tion of key convection heat transfer concepts for analyzing performance. Considering the 
common concentric-tube, parallel and counterflow arrangements, two energy relations were 
developed. The overall fluid energy balances provide relations between the heat rate, ca- 
pacity rate, and fluid inlet and outlet temperatures that are independent of the exchanger type 
and flow conditions. The convection rate equation, Newton’s law of cooling, involved the 
overall heat transfer coefficient, surface area, and average temperature difference between 
the two fluids. The overall coefficient is determined by the convection coefficients associ- 
ated with the fluids, and the average temperature difference is the log mean temperature dif- 
ference, which depends upon the exchanger configuration. 

The following checklist provides a study guide for this chapter. When your study of the 
text and end-of-chapter problems has been completed you should be able to 


* write out the meanings of the terms listed in the margins throughout the chapter and 
understand each of the related concepts. The subset of the key terms listed here in the 
margin is particularly important. 


* define the Nusselt number and discuss its physical interpretation. 


* list the general forms of the empirical correlations to estimate convection coefficients 
for forced convection external and internal flow and free convection. Know the rules 
you should follow in selecting correlations for any flow situation. 


* describe the major features of the hydrodynamic and thermal boundary layers for 
parallel flow over a flat plate. Explain the physical features that distinguish a 
turbulent flow from a laminar one. Define the Reynolds number and indicate its 
physical interpretation. Show how the convection coefficient varies over the plate. 


* explain how the convection coefficient in internal flow varies with distance from the 
inlet for the entry region and the fully developed region. List the key hydrodynamic 
and thermal features of fully developed flow. 


* explain under what conditions the Nusselt number associated with internal flow is 
equal to a constant value, independent of Reynolds number and Prandtl number. 


* know the conditions required for free convection and provide the physical 
interpretation of the Grashof number and the Rayleigh number. 


* explain the two possible flow arrangements for a concentric tube heat exchanger: 
parallel and counterflow. For each arrangement, list the restrictions on the fluid outlet 
temperatures and discuss the role of the log mean temperature difference in the 
convection rate equation. 


thermal boundary layer 
convection coefficient 
forced convection 
external, internal flow 
laminar, turbulent flow 


fully developed 
conditions 


free convection 
convection correlations 
Nusselt number 
Reynolds number 
Prandtl number 


Grashof, Rayleigh 
numbers 
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Problems 


Note: Unless otherwise indicated in the problem statement, use 
values of the required thermophysical properties given in the 
appropriate tables of Appendix HT when solving these prob- 
lems. 


The Problem of Convection 


17.1 In flow over a surface, the temperature profile has the form 


T(y) 


where the coefficients A through D are constants. Obtain an 
expression for the convection coefficient h in terms of us, Ta, 
and appropriate profile coefficients and fluid properties. 


= А + Ву + Cy - D 


17.2 Consider conditions for which a fluid with a free stream 
velocity of us = 1 m/s flows over a surface with а charac- 
teristic length of L — 1 m, providing an average convection 
heat transfer coefficient of л = 100 W/m? · К. Calculate the 
dimensionless parameters Nu;, Re;, and Pr for the follow- 
ing fluids: air, engine oil, and water. Assume the fluids to be 
at 300 K. 


17.3 To a good approximation, the dynamic viscosity ы, the 
thermal conductivity К, and the specific heat c, are independ- 
ent of pressure. In what manner do the kinematic viscosity v 
and thermal diffusivity a vary with pressure for an incom- 
pressible liquid and for an ideal gas? Determine v and a of air 
at 350 K for pressures of 1 and 10 atm. 


17.4 Parallel flow of atmospheric air over a flat plate of length 
L = 3 m is disrupted by an array of stationary rods placed in 
the flow path over the plate. 


es md e 26 o Nor e, 
p | 


L 
Figure P17.4 


Laboratory measurements of the local convection coefficient 
at the surface of the plate are made for a prescribed value of 
u, and Т, > T... The results are correlated by an expression 
of the form h, = 0.7 + 13.6x — 3.4x?, where h, has units of 
W/m’: К and x is in meters. Evaluate the average convection 
coefficient Л, for the entire plate and the ratio A; /h; at the 
trailing edge. 

17.5 For laminar flow over a flat plate, the local heat transfer 
coefficient A, is known to vary as х 1/2 where x is the distance 
from the leading edge (x — 0) of the plate. What is the ratio 
of the average coefficient between the leading edge and some 
location x on the plate to the local coefficient at x? 


17.6 For laminar free convection from a heated vertical surface, 
the local convection coefficient may be expressed as A, — 
Cx ^'^, where h, is the coefficient at a distance x from the lead- 
ing edge of the surface, and the quantity C, which depends on 


the fluid properties, is independent of x. Obtain an expression 
for the ratio h,/h,, where Л, is the average coefficient between 
the leading edge (x — 0) and the x location. Sketch the varia- 
tion of h, and h, with x. 


17.7 Experimental results for heat transfer over a flat plate with 
an extremely rough surface were found to be correlated by an 
expression of the form 


Nu, = 0.04 Ве? pr'? 


where Nu, is the local value of the Nusselt number at a posi- 
tion x measured from the leading edge of the plate. Obtain an 
expression for the ratio of the average heat transfer coefficient 
h, to the local coefficient h,. 
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External Flow: Flat Plate 
Laminar and Turbulent Flows 


17.10 Consider flow of air over the flat plate shown in Example 
17.2. Because of the application requirements, it is important 
to maintain a /aminar boundary layer flow over the plate. What 
is the maximum allowable air velocity that will satisfy this flow 
condition if all other parameters remain unchanged? What is 
the required cooling rate for this condition? 


1711 Consider the flat plate with segmented heaters of Exam- 
ple 17.3. If a wire were placed near the leading edge of the 
plate to induce turbulence over its entire length, what is the 
total electrical power required for the first five heaters? 


17.12 Consider the following fluids at a film temperature of 
300 K in parallel flow over a flat plate with velocity of 1 m/s: 
atmospheric air, water, and engine oil. 

(a) For each fluid, determine the hydrodynamic and thermal 
boundary layer thickness at a distance of x — 40 mm from 
the leading edge. 

(b) For each fluid, determine the /ocal convection coefficient 
at x — 40 mm, and the average value over the distance 
from x = 0 to x = 40 mm. 


17.13 Engine oil at 100°C and a velocity of 0.1 m/s flows over 
both surfaces of a 1-m-long flat plate maintained at 20°С. De- 
termine the following: 

(a) The hydrodynamic and thermal boundary layer thicknesses 
at the trailing edge. 

(b) The local heat flux at the trailing edge. 

(c) The total heat transfer per unit width of the plate. 


17.14 Steel plates of length L = 1 m on a side are conveyed 
from a heat treatment process and are concurrently cooled by 
atmospheric air of velocity и, = 10 m/s and Т, = 20°C in 
parallel flow over the plates (Fig. P17.4). For a plate tem- 
perature 300°C, what is the rate of heat transfer from the 
plate? The velocity of the air is much larger than that of the 
plate. 


^ 


Air 
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Figure P17.14 
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External Flow: Flat Plate 
Mixed Flow Conditions 


17.17 Consider flow of air over the plate with segmented elec- 
trical strip heaters as shown in Example 17.3. Calculate the 
power requirement for the fourth plate when the air velocity 
is 78 m/s, all other conditions remaining the same. Sketch the 
variation of the local convection coefficient with distance along 
the plate, and comment on key features. 


17.18 An array of power-dissipating electrical components 
is mounted on the bottom side of a 1.2 m by 1.2 m horizon- 
tal aluminum plate, while the top side is cooled by an air 
stream for which и; = 15 m/s and Т, = 300 К. The plate is 
attached to a well-insulated enclosure such that all the 
dissipated power must be transferred to the air. Also, the 
aluminum is sufficiently thick to ensure a nearly uniform 
plate temperature. 


Aluminum 
plate, T, 


< Electrical 
¿4 components 


Enclosure 


Figure P17.18 


If the temperature of the plate is not to exceed 350 K, what is 
the maximum allowable power dissipation? 


1719 Air at a pressure and a temperature of 1 atm and 50°C, 
respectively, is in parallel flow over the top surface of a flat 
plate that is heated to a uniform temperature of 100°C. The 
plate has a length of 0.20 m (in the flow direction) and a width 
of 0.10 m. The Reynolds number based on the plate length is 
40,000. 
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(a) What is the rate of heat transfer from the plate to the air? 
(b) If the free stream velocity of the air is doubled and the 
pressure is increased to 10 atm, what is the rate of heat 
transfer? Hint: See Problem 17.3 for comments on the pres- 
sure dependence of the relevant thermophysical properties. 


17.20 Consider atmospheric air at 25°C and a velocity of 25 m/s 
flowing over both surfaces of a 1-m-long flat plate that is main- 
tained at 125°C. Determine the rate of heat transfer per unit 
width from the plate for values of the critical Reynolds number 
corresponding to 10?, 5 х 105, and 106, 
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External Flow: Flat Plate 
Segmented Sections 


17.22 Consider flow of air over the plate with segmented elec- 
trical strip heaters as shown in Example 17.3. Calculate the 
rate of heat transfer from the first and the sixth heater. Com- 
pare these results with that from Example 17.3 for the fifth 
heater. Relate their relative values to the plot shown in the 
example for the variation of the convection coefficient, A(x). 


17.23 Anelectric air heater consists of a horizontal array of thin 
metal strips that are each 10 mm long in the direction of an 
air stream that is in parallel flow over the top of the strips. 
Each strip is 0.2 m wide, and 25 strips are arranged side by 
side, forming a continuous and smooth surface over which the 
air flows at 2 m/s. During operation each strip is maintained 
at 500°C and the air is at 25°С. 

(a) What is the rate of convection heat transfer from the first 
strip? The fifth strip? The tenth strip? АП the strips? 

(b) Repeat part (a), but under conditions for which the flow is 
fully turbulent over the entire array of strips. 


17.24 Consider weather conditions for which the prevailing 
wind blows past the penthouse tower on a tall building. The 
tower length in the wind direction is 10 m, and there are 10 
window panels. 


Ambient 
air 


Figure P17.24 


Calculate the average convection coefficient for the first, third, 
and tenth window panels when the wind speed is 5 m/s. Use 
a film temperature of 300 K to evaluate the thermophysical 
properties required of the correlation. Would this be a suitable 
value of the film temperature for ambient air temperatures in 
the range —15 = Т, = 38°C? 
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|Ш| 1725 Air at 27°C with a free stream velocity of 10 m/s is used 
= 


to cool electronic devices mounted on a printed circuit board 

as shown in Fig. P17.25. Each device, 4 mm by 4 mm, dissi- 

pates 40 mW, which is transferred by convection from the top 

surface. A turbulator is located at the leading edge of the board, 

causing the boundary layer to be turbulent. 

(a) Estimate the surface temperature of the fourth device lo- 
cated 15 mm from the leading edge of the board. 

(b) What is the minimum free stream velocity if the surface 
temperature of this device is not to exceed 80°C? 


Air 
--- 
> : 
= Turbulator Fourth device 
x= 15 mm — — ——» Printed 
„+ circuit 
board 
Figure Р17.25 
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External Flow: Flat Plate 
Energy Balance Applications 


17.27 Тһе Weather Channel reports that it is a hot, muggy day 
with an air temperature of 90°F, a 10 mph breeze out of the 
southwest, and bright sunshine with a solar insolation of 
400 W/m’. Consider the wall of a metal building over which 
the prevailing wind blows. The length of the wall in the wind 
direction is 10 m, and the emissivity is 0.93. Assume that all 
the solar irradiation is absorbed, that irradiation from the sky 
is negligible, and that flow is fully turbulent over the wall. 
Estimate the average wall temperature. 


17.28 Consider the wing of an aircraft as a flat plate of 2.5-m 
length in the flow direction. The plane is moving at 100 m/s 
in air that is at a pressure of 0.7 bar and a temperature of 
— 10°С. The top surface of the wing absorbs solar radiation at 
a rate of 800 W/m?. Assume the wing to be of solid construc- 
tion and to have a single, uniform temperature. Estimate the 
steady-state temperature of the wing. 


17.29 Initially the top surface of an oven measuring 0.5 m by 
0.5 m is at a uniform temperature of 47°С under quiescent 
room air conditions (Fig. P17.29). The inside air temperature 
of the oven is 150°C, the room air temperature is 17°C, and 
the heat transfer from the surface is 40 W. In order to reduce 
the surface temperature and meet safety requirements, room 
air is blown across the top surface with a velocity of 20 m/s 
in a direction parallel to an edge. 

(a) Calculate the thermal resistance due to the oven wall and 
internal convection associated with the quiescent room air 
condition (when the surface is at T, = 47°С). Represent 
this condition (case A) by a thermal circuit and label all 
elements. 

(b) Assuming internal convection conditions to remain un- 
changed, determine the heat transfer from the top surface 


Ambient air, 
[1750 
A Top surface Air 


of oven 


Figure P17.29 


under forced convection conditions. Represent this condi- 
tion (case B) by a thermal circuit and label all elements. 

(c) Estimate the surface temperature achieved with the forced 
convection condition (case B). 


17.30 One-hundred electrical components, each dissipating 
25 W, are attached to one surface of a square (0.2 m X 0.2 m) 
copper plate, and all the dissipated power is transferred to water 
in parallel flow over the opposite surface. A turbulator at the 
leading edge of the plate acts to trip the boundary layer, and 
the plate itself may be assumed to be isothermal. The water 
velocity and temperature are и, = 2 m/s and Т, = 17°C, and 
its thermophysical properties may be approximated as v = 
0.96 х 1079 m?/s, k = 0.620 W/m ` K, and Pr = 5.2. 
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Figure Р17.30 


(a) What is the temperature of the copper plate? 

(b) If each component has a plate contact surface area of 
100 mm? and the corresponding contact resistance is 
2 х 1075 m?- K/W, what is the component temperature? 
Neglect the temperature variation across the thickness of 
the copper plate. 
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External Flow: Cylinder in Cross Flow 


17.32 Consider the following fluids, each with a velocity of 
и, = 5 m/s and a temperature of T., = 20°C, in cross flow over 
a 10-mm-diameter cylinder maintained at 50°С: atmospheric 
air, saturated water, and engine oil. Calculate the rate of heat 
transfer per unit length, q'. 


17.33 Assume that a person can be approximated as a cylinder 
of 0.3-m diameter and 1.8-m height with a surface tempera- 
ture of 24°С. Calculate the body energy loss while this person 
is subjected to а 15-m/s wind whose temperature is —5?C. 


17.34 То enhance heat transfer from a silicon chip of width 
W = 4mm ona side, a copper pin fin is brazed to the surface 
of the chip as shown in Fig. P17.34. The pin length and di- 
ameter аге L = 12 mm and D = 2 mm, respectively, and at- 
mospheric air at и,, = 10 m/s and Т, = 300 К is in cross flow 
over the pin. The surface of the chip, and hence the base of 
the pin, are maintained at a temperature of Т, — 350 K. 


—- De 
Pin 
Air fin 
йы, > 
T, эн 
Зэ. 


25 22 Figure Р17.34 

(а) Assuming the chip to have a negligible effect on flow over 
the pin, what is the average convection coefficient for the 
surface of the pin? 

(b) Neglecting radiation and assuming the convection coeffi- 
cient at the pin tip to equal that calculated in part (a), de- 
termine the pin heat transfer rate. 

(c) Neglecting radiation and assuming the convection coefficient 
at the exposed chip surface to equal that calculated in part 
(a), determine the total rate of heat transfer from the chip. 


17.35 А horizontal copper rod 10 mm in diameter and 100 mm 
long is inserted in the air space between surfaces of an elec- 
tronic device to enhance heat dissipation. The ends of the rod 
are at 90°C, while air at 25°C is in cross flow over the cylinder 
with a velocity of 25 m/s. What is the temperature at the mid- 
plane of the rod? What is the rate of heat transfer from the rod? 


17.36 А 25-mm-diameter, high-tension line has an electrical re- 
sistance of 1075 Олт and is transmitting a current of 1000 A. 
(a) If ambient air at 10°C and 10 m/s is in cross flow over the 

line, what is its surface temperature? 
(b) If the line may be approximated as a solid copper rod, what 
is its centerline temperature? 


17.37 Hot water at 50°С is routed from one building in which 
it is generated to an adjoining building in which it is used for 
space heating. Transfer between the buildings occurs in a steel 
pipe (k = 60 W/m · К) of 100-mm outside diameter апа 8-mm 
wall thickness. During the winter, representative environmen- 
tal conditions involve air at Т, = —5°C and и, = 3 m/s in 
cross flow over the pipe. 

(а) If the cost of producing the hot water is $0.05 per kW - h, 
what is the representative daily cost of energy loss from 
an uninsulated pipe to the air per meter of pipe length? 
The convection resistance associated with water flow in 
the pipe may be neglected. 

(b) Determine the savings associated with application of a 
10-mm-thick coating of urethane insulation (k — 0.026 
W/m - К) to the outer surface of the pipe. 
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External Flow: Spheres 


17.41 Water at 20°С flows over a 20-mm-diameter sphere with 
a velocity of 5 m/s. The surface of the sphere is at 60°C. What 
is the rate of heat transfer from the sphere? 


17.42 Air at 25°С flows over a 10-mm-diameter sphere with a 
velocity of 25 m/s, while the surface of the sphere is main- 
tained at 75°С. 

(a) What is the rate of heat transfer from the sphere? 

(b) Generate a plot of the heat transfer rate as a function of 
the air velocity for the range 1 to 25 m/s. 

17.43 Atmospheric air at 25°С and a velocity of 0.5 m/s flows 
over a 50-W incandescent bulb whose surface temperature is at 
140°C. The bulb may be approximated as a sphere of 50-mm 
diameter. What is the rate of heat transfer by convection to the air? 

17.44 A spherical, underwater instrument pod used to make 
soundings and to measure conditions in the water has a diam- 
eter of 85 mm and dissipates electrical power of 300 W. 

(a) Estimate the surface temperature of the pod when sus- 
pended in a bay where the current is 1 m/s and the water 
temperature is 15?C. 

(b) Inadvertently, the pod is hauled out of the water and 
suspended in ambient air without deactivating the power. 
Estimate the surface temperature of the pod if the air tem- 
perature is 15?C and the wind speed is 3 m/s. 


17.45 А spherical workpiece of pure copper with a diameter of 
15 mm and an emissivity of 0.5 is suspended in a large fur- 
nace with walls at a uniform temperature of 600°C. Air flows 
over the workpiece at a temperature of 900°C and a velocity 
of 7.5 m/s. 

(a) Determine the steady-state temperature of the workpiece. 

(b) Estimate the time required for the workpiece to come 
within 5°C of the steady-state temperature if it is at an ini- 
tial, uniform temperature of 25°C. 


17.46 А thermocouple junction is inserted in a large duct to 
measure the temperature of hot gases flowing through the duct. 


Duct Т 


Thermocouple 


junction 


Figure P17.40 


(a) If the duct surface temperature T, is less than the gas tem- 
perature Т,, will the thermocouple sense a temperature that 
is less than, equal to, or greater than 7,2 Justify your an- 
swer on the basis of a simple analysis. 

(b) A thermocouple junction in the shape of a 2-mm-diameter 
sphere with a surface emissivity of 0.60 is placed in a gas 
stream moving at 3 m/s. If the thermocouple senses a 
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temperature of 320°C when the duct surface temperature 
is 175°C, what is the actual gas temperature? The gas may 
be assumed to have the properties of air at atmospheric 
pressure. 
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Internal Flow: Boundary Layer and 
Energy Balance Considerations 


17.48 Compare the hydrodynamic and thermal entry lengths for 
oil, water, and ethylene glycol flowing through a 25-mm- 
diameter tube with a mean velocity and temperature of u,, = 
50 mm/s and Т, = 27°C, respectively. 


17.49 Velocity and temperature profiles for laminar flow in a 
tube of radius r, = 10 mm have the form 


u(r) = 0.1[1 — (r/r y] 
T(r) = 344.8 + 75.(r/r, — 18.8(r/r,)4 


with units of m/s and K, respectively. Determine the correspon- 

ding value of the mean (or bulk) temperature, Т,, at this axial 

position. 

17.50 Atmospheric air enters the heated section of a circular 
tube at a flow rate of 0.005 kg/s and a temperature of 20°C. 
The tube is of diameter D = 50 mm, and fully developed con- 
ditions with h = 25 W/m? - K exist over the entire length of 
L = 3 m. Within the heated section length, a uniform heat flux 
of а! = 1000 W/m? is maintained. 

(a) Determine the total heat transfer rate g and the mean tem- 
perature of the air leaving the tube T, o. 

(b) What is the value of the surface temperature at the tube 
inlet 7,; and outlet 7, o? 

(с) Sketch the axial variation of Т, and Т, with distance from 
the inlet x. On the same figure, also sketch (qualitatively) 
the axial variation of Т, and Т, for the more realistic case 
in which the local convection coefficient varies with x. 


17.51 Atmospheric air enters а 10-m-long, 150-mm-diameter 
uninsulated heating duct at 60°С and 0.04 kg/s. The air outlet 
temperature is 30°С and the duct surface temperature is ap- 
proximately constant at T, — 15?C. 

(a) Determine the heat transfer rate. 

(b) Calculate the log mean temperature difference, AT m- 

(c) What is the average convection coefficient for air flow Л? 

(d) Sketch the axial variation of T, and Т, with distance from 
the inlet x. Comment on the key features of the distributions. 


Internal Flow Applications: 
Fully Developed, Laminar Flow 


17.52 Ethylene glycol flows at 0.01 kg/s through a 3-mm- 
diameter, thin-walled tube. The tube is coiled and submerged 
in a well-stirred water bath maintained at 25°С. If the fluid 
enters the tube at 85°С, what heat rate and tube length are 
required for the fluid to leave at 35°С? Neglect heat transfer 
enhancement associated with the coiling. 

17.53 Inthe final stages of production, a pharmaceutical is ster- 


ilized by heating it from 25 to 75?C as it moves at 0.2 m/s 
through a straight thin-walled stainless steel tube of 12.7-mm 


diameter. A uniform heat flux is maintained by an electric re- 
sistance heater wrapped around the outer surface of the tube. 
If the tube is 10 m long, what is the required heat flux? 
Neglecting entrance effects, what is the surface temperature at 
the tube exit? Fluid properties may be approximated at 
p = 1000 kg/m’, c, = 4000 J/kg: K, р = 2 X 10? kg/s : m, 
k = 0.48 W/m ` К, and Pr = 10. 

17.54 Ап electrical power transformer of diameter 300 mm and 
height 500 mm dissipates 1000 W. It is desired to maintain its 
surface temperature at 47°С by supplying glycerin at 24°С 
through thin-walled tubing of 20-mm diameter welded to the 
lateral surface of the transformer. All the power dissipated by 
the transformer is assumed to be transferred to the glycerin. 


Transformer 


Figure PITO4 


Assuming the maximum allowable temperature rise of the 
coolant to be 6°С and fully developed flow throughout the tube, 
determine the required coolant flow rate, the total length of 
tubing, and the lateral spacing 5 between turns of the tubing. 


17.55 You are designing an operating room heat exchange de- 
vice to cool blood (bypassed from a patient) from 40 to 30°С 
by passing the fluid through a coiled tube immersed in a vat 
of water-ice mixture. The volumetric flow rate is 1077 m?/min; 
the tube diameter (D) is 2.5 mm; and 7,; and T,,, represent 

the inlet and outlet temperatures of the blood. 

(a) At what temperature would you evaluate the fluid proper- 

ties in determining h for the entire tube length? 

(b) If the properties of blood evaluated at the temperature for 
part (а) are p = 1000 Ке/т?, v = 7 x 1077 m/s, k = 0.5 
W/m: K, and c, = 4000 J/kg : K, what is the Prandtl num- 
ber for the blood? 

(c) Is the blood flow laminar or turbulent? 

(d) Neglecting all entrance effects and assuming fully devel- 
oped conditions, calculate the value of Л for heat transfer 
from the blood. 

(e) What is the total heat rate from the blood as it passes 
through the tube? 

(f) When free convection effects on the outside of the tube 
are included, the average overall heat transfer coefficient 
U between the blood and the ice—water mixture can be ap- 
proximated as 300 W/m? - К. Determine the tube length 1, 
required to obtain the outlet temperature T, 


17.56 Air flowing at 3 X 107 kg/s and 27°C enters a rectangular 
duct that is 1 m long and 4 mm by 16 mm on a side. A uniform 


heat flux of 600 W/m? is imposed оп the duct surface. What is 
the temperature of the air and of the duct surface at the outlet? 


17.57 Air flowing at 4 X 1074 kg/s and 27°C enters a triangu- 
lar duct that is 20 mm on a side and 2 m long. The duct sur- 
face is maintained at 100°C. Assuming fully developed flow 
throughout the duct, determine the air outlet temperature. 
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Internal Flow Applications: 
Fully Developed, Turbulent Flow 


17.60 Water flowing at 2 kg/s through a 40-mm-diameter tube 
is to be heated from 25 to 75°C by maintaining the tube sur- 
face temperature at 100°C. What is the required tube length for 
these conditions? 


17.61 Atmospheric air enters a 10-m-long, 150-mm-diameter 
uninsulated heating duct at 60°С and 0.04 kg/s. The duct sur- 
face temperature is approximately constant at T, = 15°С. 
What are the outlet air temperature and the heat rate q for 
these conditions? 


17.62 Water flows at 2 kg/s through a 40-mm-diameter tube 
4 m long. The water enters the tube at 25°С, and the surface 
temperature is 90°С. What is the outlet temperature of the 
water? What is the rate of heat transfer to the water? 


17.63 Consider a thin-walled tube of 10-mm diameter and 2-m 
length. Water enters the tube from a large reservoir аёт = 0.2 
kg/s and T;,; = 47°C. If the tube surface is maintained at a uni- 
form temperature of 27°С, what is the outlet temperature of 
the water, Т, 2 What is the rate of heat transfer from the water? 


To obtain the properties of water, assume an average mean 
temperature of Т„ = 300 К. 


17.64 Тһе evaporator section of a heat pump is installed in a 
large tank of water, which is used as an energy source dur- 
ing the winter. As energy is extracted from the water, it be- 
gins to freeze, creating an ice/water bath at 0°C, which may 
be used for air conditioning during the summer. Consider 
summer cooling conditions for which air is passed through 
an array of copper tubes, each of inside diameter D — 50 mm, 
submerged in the bath. 

(a) If air enters each tube at a mean temperature of Т = 
24°С and a flow rate of m = 0.01 kg/s, what tube length 
Lis needed to provide an exit temperature of T, = 14°C? 

(b) With 10 tubes passing through a tank of total volume of 
10 m?, which initially contains 8096 ice by volume, how 
long would it take to completely melt the ice? The density 
and heat of fusion of ice are 920 kg/m? and 3.34 X 10? 
J/kg, respectively. 


17.65 Cooling water flows through the 25.4-mm-diameter thin- 
walled tubes of a steam condenser at 1 m/s, and a surface tem- 
perature of 350 K is maintained by the condensing steam. The 
water inlet temperature is 290 K, and the tubes are 5 m long. 
What is the water outlet temperature? Evaluate water proper- 
ties at an assumed average mean temperature, Т, = 300 К. 
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17.66 Тһе core of а high-temperature, gas-cooled nuclear re- 
actor has coolant tubes of 20-mm diameter and 780-mm length. 
Helium enters at 600 K and exits at 1000 K when the flow rate 
is 8 X 107° kg/s per tube. 

(a) Determine the uniform tube wall surface temperature for 
these conditions. 

(b) If the coolant gas is air, determine the required flow rate 
if the heat transfer rate and tube wall surface temperature 
remain the same. What is the outlet temperature of the air? 


17.67 Heated air required for a food-drying process is gener- 
ated by passing ambient air at 20°C through long, circular tubes 
(D = 50 mm, L = 5 m) housed in a steam condenser. Satu- 
rated steam at atmospheric pressure condenses on the outer 
surface of the tubes, maintaining a uniform surface tempera- 
ture of 100°C. If an air flow rate of 0.01 kg/s is maintained in 
each tube, determine the air outlet temperature Т,,, and the 
total heat rate 4 for the tube. 
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17.69 Fluid enters a thin-walled tube of 5 mm diameter and 2 m 
length with a flow rate of 0.04 kg/s and temperature of T„; = 
85°С. The tube surface is maintained at a temperature of T, = 
25°С, and for this operating condition, the outlet temperature is 
Tno = 31.1°С. What is the outlet temperature if the flow rate is 
doubled? Fully developed, turbulent flow may be assumed to 
exist in both cases, and the fluid properties may be assumed to 
be independent of temperature. 


17.70 Air at 1 atm and 285 K enters a 2-m-long rectangular 
duct with cross section 75 mm by 150 mm. The duct is main- 
tained at a constant surface temperature of 400 K, and the air 
mass flow rate is 0.10 kg/s. Determine the heat transfer rate 
from the duct to the air and the air outlet temperature. 
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Internal Flow Applications: 
External Fluid Effects 
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Free Convection: Vertical Plates 


17.81 А vertically mounted, square metallic plate 200 mm on 
а side is maintained at a uniform temperature of 15°С while 
exposed to quiescent air at 40°С. Calculate the average heat 
transfer coefficient for the plate using all of the appropriate 
correlations. Calculate the boundary layer thickness at the 
trailing edge. 
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17.82 Consider a 0.25-m-long plate that is maintained at a 
uniform surface temperature of 70°С and 18 vertically 
suspended in quiescent air at 25°C and one atmosphere. 

(a) Calculate the heat transfer rate from the plate by free 
convection. 

(b) Estimate the boundary layer thickness at the trailing edge 
of the plate. 

(c) How do the heat transfer rates and boundary layer thick- 
ness compare with those which would exist if the air 
were flowing over the plate with a free stream velocity 
of 5 m/s? 


17.83 The components of a vertical circuit board, 150 mm on 
a side, dissipate 5 W. The back surface is well insulated and 
the front surface is exposed to quiescent air at 27°C. 


Circuit board 


Quiescent 
air 


Component 


Figure P17.83 


What is the temperature of the board for an isothermal surface 
condition? 


17.84 Consider an array of vertical rectangular fins which is 
to be used to cool an electronic device mounted in quiescent, 
atmospheric air at Т„ = 27°C. Each fin has L = 20 mm апа 
Н = 150 mm and operates at an approximately uniform tem- 
perature of Т, = 77°C. 


ae 


L 


Quiescent 
air, Т 


Figure Р17.84 


Viewing each fin surface as a vertical plate in an infinite, qui- 
escent medium, estimate the rate of heat transfer from a fin by 
free convection. Comment on the effect of boundary layer for- 
mation on specifying the spacing between fins. 


17.85 During a winter day, the window of a patio door with a 
height of 1.8 m and width of 1.0 m shows a frost line near its 
base (Fig. P17.85). The room wall and air temperatures are 15°C. 


18тх1.0т 


Figure Р17.85 


(a) Estimate the heat transfer through the window due to free 
convection and radiation. Assume the window has a uni- 
form temperature of О°С and the emissivity of the glass 
surface is 0.94. If the room has electric baseboard heating, 
estimate the corresponding daily cost of the window 
energy loss for a utility rate of 0.08 $/kW - h. 

(b) Explain why the window would show a frost layer at the 
base rather than at the top. 


17.86 А thin-walled container with a hot process fluid at 50°С 
is placed in a quiescent, cold water bath at 10°С. Heat trans- 
fer at the inner and outer surfaces of the container may be ap- 
proximated by free convection from a vertical plate. 


Thin-walled container 


Cold water bath 
Тыс = 10°C 


Hot process 
. fluid 
Top = 50°С 


L = 200 mm 


Figure Р17.80 


Determine the overall heat transfer coefficient between the hot 
process fluid and the cold water bath. Assume the properties 
of the hot process fluid are those of water. Hint: Assume the 
container surface temperature is 30°C for estimating the con- 
vection coefficients. 
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Free Convection: Horizontal Plates 


17.88 А horizontal circular grill of diameter 0.25 m and emis- 
sivity 0.9 is maintained at a constant surface temperature of 
130°C. What electrical power is required when the room air 
and surroundings are at 24°C? 


17.89 Ап electrical heater in the form of a horizontal disk of 
400-mm diameter is used to heat the bottom of a tank filled 
with engine oil at a temperature of 5°C. Calculate the power 
required to maintain the heater surface temperature at 70°C. 


17.90 А horizontal opaque, black plate (300 mm Х 300 mm) is 
exposed to a solar flux of 700 W/m? under still air and clear- 
sky conditions. The ambient air temperature is 20°C and the sky 
temperature is —10?C (treat the sky as large isothermal 
surroundings). Assuming that the backside of the plate is insu- 
lated, determine the steady-state temperature of the plate. Hint: 
Assume a value for the film temperature required for use of the 
convection correlation; after calculating the surface temperature, 
check to see if your assumption was reasonable. 


17.91 А 200 mm X 200 mm chill plate (6 = 0.2) is being de- 
signed to maintain biological test samples at 12°C. The hori- 
zontal chill plate is located in a large glove box where the dry, 
quiescent ambient air and surroundings are at 25°C. The bot- 
tom of the chill plate is attached to a thermoelectric cooler, 
which operates with an efficiency of 12%. The efficiency is 
defined as the ratio of the heat rate into the system to the elec- 
trical power consumed by the system. Estimate the electrical 
power required to operate the cooler under these conditions. 


17.92 A horizontal plate 1 m by 1 m is exposed to a net radi- 
ation heat flux of 300 W/m? at its bottom surface. If the top 
surface of the plate is well insulated, estimate the temperature 
the plate reaches when the ambient air is quiescent and at a 
temperature of 0°C. 


17.93 Consider a horizontal 6-mm-thick, 100-mm-long straight 
fin fabricated from plain carbon steel (К = 57 М/т K, € = 
0.5). The base of the fin is maintained at 150?C, while the qui- 
escent ambient air and the surroundings are at 25°С. Assume 
the fin tip is adiabatic. 

(a) Estimate the free convection coefficient for the upper and 
lower surfaces of the fin. Hint: Use an average fin surface 
temperature of 125°C for your analysis. 

(b) Estimate the linearized radiation coefficient based upon the 
assumed average fin surface temperature. 

(c) Using the foregoing results to represent an average com- 
bined convection-radiation coefficient, estimate the fin 
heat rate per unit width, g^ (W/m). 
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Free Convection: Horizontal Cylinder and Sphere 


17.95 А horizontal electrical cable of 25-mm diameter has a 
power dissipation rate of 30 W/m. If the ambient air tempera- 
ture is 27°С, estimate the surface temperature of the cable. As- 
sume negligible radiation exchange. 


17.96 An electric immersion heater, 10 mm in diameter and 300 
mm long, is rated at 550 W. If the heater is horizontally posi- 
tioned in a large tank of water at 20°С, estimate its surface 
temperature. Estimate the surface temperature if the heater is 
accidentally operated in air at 20°С. 


17.97 Under steady-state operation, the surface temperature 
of a small 20-W incandescent light bulb is 125°C when the 
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temperature of the room air and walls is 25°С. Approximat- 
ing the bulb as a sphere 40 mm in diameter with a surface 
emissivity of 0.8, what is the rate of heat transfer from the 
surface of the bulb to the surroundings? 


17.98 А sphere of 25-mm diameter contains an embedded 
electrical heater. Calculate the power required to maintain the 
surface temperature at 94°С when the sphere is exposed to a 
quiescent medium at 20°С for (a) air at atmospheric pressure, 
(b) water, and (c) ethylene glycol. 


17.99 А 25-mm-diameter copper sphere with а low emissivity 
coating is removed from an oven at a uniform temperature of 
85°С and allowed to cool in a quiescent fluid maintained at 25°С. 
(a) Calculate the convection coefficient associated with the 

initial condition of the sphere if the quiescent fluid is air. 
(b) Using the lumped-capacitance method with the convection 
coefficient estimated in part (a), estimate the time for the 
sphere to reach 30°С. 
(c) Repeat your analysis to estimate the cooling time if the 
quiescent fluid is water. 


17.100 Consider a horizontal pin fin of 6-mm diameter and 
60-mm length fabricated from plain carbon steel (К = 57 
W/m: К, £ = 0.5). The base of the fin is maintained at 150°C, 
while the quiescent ambient air and the surroundings are at 
259С. Assume the fin tip is adiabatic. Estimate the fin heat rate, 
ду. Use an average fin surface temperature of 125°C in esti- 
mating the free convection coefficient and the linearized 
radiation coefficient. How sensitive is this estimate to your 
choice of the average fin surface temperature? 
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Heat Exchanger: 
Overall Heat Transfer Coefficient 


17.103 Ina fire-tube boiler, hot products of combustion flowing 
through an array of thin-walled tubes are used to heat water 
flowing over the tubes. At the time of installation, the overall 
heat transfer coefficient was 400 W/m? · К. After 1 year of use, 
the inner and outer tube surfaces are fouled, with correspon- 
ding fouling factors of Ау; = 0.0015 and ХА, = 0.0005 
т?“ K/W, respectively. Should the boiler be scheduled for 
cleaning of the tube surfaces? 


17.104 Steel tubes (k = 15 W/m: K) of inner and outer diam- 
eter D; — 10 mm and D, — 20 mm, respectively, are used in 
a condenser. Under normal operating conditions, a convection 
coefficient of Л, = 7000 W/m? K is associated with conden- 
sation on the inner surface of the tubes, while a coefficient of 
h, = 100 W/m? - К is maintained by air flow over the tubes. 
What is the hot-side overall convection coefficient U;? Is the 
thermal resistance of the tube wall significant? 


17.105 А steel tube (k = 50 W/m - К) of inner and outer diameters 
D, = 20 mm and D, = 26 mm, respectively, is used for heat trans- 
fer from hot gases flowing over the tube (h, = 200 W/m?- К) 
to cold water flowing through the tube (Л = 8000 W/m? · K). 
What is the cold-side overall heat transfer coefficient U,? 
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17.106 А copper tube of inner and outer diameters D; = 13 mm 
and D, = 18 mm, respectively, is used in a shell-and-tube heat 
exchanger (Fig. P17.06). The convection coefficient associated 
with the condensation process is 11,000 W/m? - К. 


Saturated 
steam, 1 atm Tube, copper 
шт * 


Water 
Ту, i= 25°C 
и, ;= 0.2 kg/s 


т,і 


р, D, 
Figure P17. 100 


(a) Estimate the convection coefficient for the internal flow 
assuming fully developed conditions. 

(b) Determine the overall heat transfer coefficient based upon 
the outside area of the tube U,. Compare the thermal re- 
sistances due to internal flow convection, tube wall con- 
duction, and condensation. Represent these resistances in 
a thermal circuit and label all elements. 


Heat Exchangers: Concentric Tube Type 


17.107 Consider the counterflow heat exchanger of Example 
17.14. From the analysis, you saw that the overall coefficient 
is dominated by the hot-side convection coefficient h,. The 
operations manager discovers that a spiral insert for the 
annulus that should increase h, by a factor of 10 is com- 
mercially available. If this enhancement could be achieved, 
what is the required tube length while all other conditions 
remain the same? 


17.108 Consider the counterflow heat exchanger of Example 
17.14. The designer wishes to consider the effect of the cool- 
ing water flow rate on the tube length. All other conditions, in- 
cluding the outlet oil temperature of 60°C, remain the same. 
Calculate the required exchanger tube length L and the water 
outlet temperature Т, if the cooling water flow rate is doubled. 


17.109 Consider a concentric tube heat exchanger with an area 
of 50 m? operating under the following conditions: 


Hot fluid Cold fluid 
Heat capacity rate, КУУ/К 6 3 
Inlet temperature, °C 60 30 
Outlet temperature, °C — 54 


(a) Determine the outlet temperature of the hot fluid. 

(b) Is the heat exchanger operating in counterflow or parallel 
flow, or, can't you tell from the available information? 

(c) Calculate the overall heat transfer coefficient. 


17.110 Consider a very long, concentric tube heat exchanger 
having hot and cold water inlet temperatures of 85 and 15°С. 
The flow rate of the hot water is twice that of the cold water. 


Assuming equivalent hot and cold water specific heats, deter- 
mine the hot water outlet temperature for the following modes 
of operation: (a) Counterflow and (b) Parallel flow. 


17.111 А counterflow, concentric tube heat exchanger used for 
engine cooling has been in service for an extended period of 
time. The heat transfer surface area of the exchanger is 5 т, 
and the design value of the overall convection coefficient is 38 
W/m? · К. During a test run, engine oil flowing at 0.1 kg/s is 
cooled from 110?C to 66?C by water supplied at a temperature 
of 25°С and a flow rate of 0.2 kg/s. Determine whether foul- 
ing has occurred during the service period. If so, calculate the 
fouling factor, Ау (m? K/W). 


17.112 A process fluid having a specific heat of 3500 J/kg · К 
and flowing at 2 kg/s is to be cooled from 80°С to 50°С with 
chilled water, which is supplied at a temperature of 15?C and 
a flow rate of 2.5 kg/s. Assuming an overall heat transfer 
coefficient of 2000 W/m?^- К, calculate the required heat 
transfer areas for the following exchanger configurations: 
(a) Parallel flow, (b) Counterflow. 


17.113 Water at 225 kg/h is to be heated from 35 to 95°С by 
means of a concentric tube heat exchanger. Oil at 225 kg/h and 
210°C, with a specific heat of 2095 J/kg: К, is to be used as 
the hot fluid. If the overall heat transfer coefficient based on 
the outer diameter of the inner tube is 550 W/m’ · К, determine 
the length of the exchanger if the outer diameter is 100 mm. 


17.114 А concentric tube heat exchanger uses water, which is 
available at 15°С, to cool ethylene glycol from 100 to 60°С. 
The water and glycol flow rates are each 0.5 kg/s. Which is 
preferred, a parallel-flow or counterflow mode of operation? 
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17.117 Ina dairy operation, milk at a flow rate of 250 liter/hour 
and a cow-body temperature of 38.6°C must be chilled to a safe- 
to-store temperature of 13°С or less. Ground water at 10?C 18 
available at a flow rate of 0.72 m?/h. The density and specific 
heat of milk аге 1030 kg/m? and 3860 J/kg К, respectively. 
(a) Determine the outlet temperature of the water. 

(b) Determine the UA product of a counterflow heat exchanger 
required for the chilling process. Determine the length of 
the exchanger if the inner pipe has a 50-mm diameter and 
the overall heat transfer coefficient is U = 1000 W/m? K. 

(c) Using the value of UA found in part (a), determine the milk 
outlet temperature if the water flow rate is doubled. What 
is the outlet temperature if the flow rate is halved? 


17.118 In open heart surgery, the patient's blood is cooled be- 
fore the surgery and rewarmed afterward. It is proposed that a 
concentric tube, counterflow heat exchanger of length 0.5 m 
be used for this purpose, with the thin-walled inner tube hav- 
ing a diameter of 55 mm. The specific heat of the blood is 
3500 J/kg: К. The overall heat transfer coefficient is 500 
W/m? K. If water at T,; = 60°C and т, = 0.10 kg/s is used 
to heat blood entering the exchanger at Т; = 18°С and 
т, — 0.05 kg/s, what is the temperature of the blood leaving 
the exchanger? 


17.119 (CD-ROM) 


Heat Exchangers: Shell-and-Tube and Cross-Flow 


17.120 Hot exhaust gases are used in a shell-and-tube ex- 
changer to heat 2.5 kg/s of water from 35 to 85°C. The gases, 
assumed to have the properties of air, enter at 200°C and leave 
at 93°C. The overall heat transfer coefficient is 180 W/m? · К. 
Calculate the surface area of the heat exchanger. 


17.121 Saturated steam at 100°C condenses in a shell-and-tube 
exchanger (single shell, two tube passes) with an overall heat 
transfer coefficient of 2000 W/m? - К. Water enters at 0.5 kg/s 
and 15°C and exits the exchanger at 48°C. Determine the re- 
quired surface area and the rate of steam condensation. 


17.122 An automobile radiator may be viewed as a cross-flow 
heat exchanger. Water, which has a flow rate of 0.05 kg/s, en- 
ters the radiator at 400 K and is to leave at 330 K. The water 
is cooled by air that enters at 0.75 kg/s and 300 K. If the over- 
all heat transfer coefficient is 200 W/m’: K, what is the re- 
quired heat transfer surface area? 
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17.123 А cross-flow heat exchanger used in a cardiopulmonary 
bypass procedure cools blood flowing at 5 liter/min from a 
body temperature of 37°C to 25°C in order to induce body hy- 
pothermia, which reduces metabolic and oxygen requirements. 
The coolant is ice water at 0°C, and its flow rate is adjusted to 
provide an outlet temperature of 15°C. The heat exchanger 
overall heat transfer coefficient is 750 W/m? · К. The density 
and specific heat of the blood are 1050 kg/m? and 3740 
J/kg: K, respectively. 

(a) Determine the heat transfer rate for the exchanger. 
(b) Calculate the water flow rate. 
(с) What is the surface area of the heat exchanger? 


17.124 A single-pass, cross-flow heat exchanger uses hot ex- 
haust gases to heat water from 30 to 80°C at a rate of 3 kg/s. 
The exhaust gases, having thermophysical properties similar 
to air, enter and exit the exchanger at 225 and 100°C, respec- 
tively. If the overall heat transfer coefficient is 200 W/m?” : K, 
estimate the required surface area. 


thermal circuit 


Surface Thermal Condition: External Fluid 


In many applications, it is the temperature of an external fluid, rather than the tube surface, 
that is fixed as shown in Fig. 17.19. In such cases, the results of the previous section for the 
constant surface temperature condition may be used if Т, is replaced by T,, (the free stream 
temperature of the external fluid) and л is replaced by U (the average overall heat transfer 
coefficient). For such cases, it follows that 


» Ts Tro UA, 
=  exp( — 23 (17.59a) 


and the convection rate equation has the form 


4- ТА,АТ, (17.60а) 


The overall heat transfer coefficient for a cylindrical radial system is defined in Sec. 16.2.2, 
and for this application it would include contributions due to convection at the inner and 
outer surfaces. For a thick-walled tube of low thermal conductivity, it would also include the 
effect of conduction across the tube wall. Note that the product UA, yields the same result, 
irrespective of whether it is defined in terms of the inner (U;A,;) or outer (U,A,.,) surface 
areas of the tube (see Eq. 16.36). Also note that (UA,) ' is equivalent to the total thermal re- 
sistance between the two fluids, in which case Eqs. 17.59a and 17.60a may be expressed as 


AT, ue i 
ЖЕ” еш” ew( е) (17.59b) 
and 
а= ийн (17.605) 
Ro 


The £hermal circuit representing the internal and external convection resistances and the tube 
wall conduction resistance is shown in Fig. 17.19b. 
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Figure 17.10 External surface thermal condition. (a) Heat transfer between fluid flowing over a 
tube passing through the tube. (b) Thermal circuit for calculating the convection heat rate. 


Example 17.8 Surface Thermal Condition: External Fluid T. 


A thin-walled, uninsulated 300-mm-diameter duct is used to route chilled air at 0.05 kg/s through the attic of a large com- 
mercial building. The convection coefficient associated with the duct air flow is 3 W/m? : К. The attic air is at 37°C, and natural 
circulation provides a convection coefficient of 2 W/m? - К at the outer surface of the duct. If chilled air enters a 15-m-long 
duct at 7°C, what is its exit temperature and the heat transfer rate? 


Solution 

Known: Length and diameter of air conditioning duct; inlet temperature, flow rate, and convection coefficient for chilled 
air; and, temperature and convection coefficient associated with attic air. 

Find: Chilled air exit temperature and the heat transfer rate. 


Schematic and Given Data: 


T, = 37°C, h, = 2 W/m?-K 


Assumptions: 
1. Steady-state conditions. 
2. Negligible tube wall conduction resistance. 


T .=7¢ 3. Negligible axial kinetic and potential energy 
m effects. No shaft work. 
4. Negligible radiation exchange with 
xe surroundings. 
5. Constant properties. 
Chilled air 


i = 0.05 kg/s, h, = З WIm?-K 
Figure E17.8a 


Properties: Table HT-3 air (assume Т, = 300 К, 1 atm): c, = 1007 J/kg · К. 


Analysis: Тһе chilled air exit temperature may be obtained from the energy relation, Eq. 17.59a 


Те = Tno UA, 
= exp 5 
П = Tg mc, 


where the overall heat transfer coefficient is 


E й. ay 179511 5 
0 (s -i) E | x) W/m: К = 12 W/m?: К 


With A, = «DL, and substituting numerical values, find 


2402-0112 ( 1.2 W/m? : Кт(0.3 m)15 c) 
(7-лүс ОР, 0.05 kg/s X 1007 J/kg: K 
Pon = SC — (e = NRC XK Oe = Ise 9 
The heat transfer rate to the chilled air is 


а = mc (Tno — Т.) = 0.05 kg/s х 1007 J/kg · K(15.6 — 7)°С = 433 W < 


Comments: 

1. The average fluid mean temperature is Т, = (Ty = T,,;)/2 = (37 + 15.6)°C/2 = 26.3°С = 299 К. Our assumed value 
of 300 K at which to evaluate the specific heat of the chilled air was a satisfactory one. 

2. The total thermal resistance between the two fluids, К, can be represented by the thermal circuit, where Rot = Бор ^ Ra. 


Remember, the mean temperature difference required to calculate the heat rate is the log mean temperature difference, AT, 
(see Eq. 17.60b) 


Log-Mean Temperature Difference: Derivation 


The form of the average temperature difference, АТ, may be determined by applying an en- 
ergy balance to differential control volumes (elements ) in the hot and cold fluids. As shown 
in Fig. 17.26, each element is of length dx and the heat transfer surface area is dA. It follows 
for the hot fluid 


dq = —C,dT, (17.92) 
and for the cold fluid 
dq = С.АТ, (17.93) 


where С, and С, are the hot and cold fluid capacity rates, Eqs. 17.86c and 17.87с, respec- 
tively. The heat transfer across the surface area dA may be expressed by the convection rate 
equation in differential form 


dq = UATdA (17.94) 


where AT = Т, — T, is the local temperature difference between the hot and cold fluids. 
To determine the integrated form of Eq. 17.94, we begin by substituting Eqs. 17.92 and 
17.93 into the differential form for the temperature difference 


ДАТ) = dT, — dT, 
to obtain 


ДАТ) = -4(1 4 4) 


Л с 


Substituting for dg from Eq. 17.94 and integrating across the exchanger, we obtain 


? d(AT : 
| мин 16 | 3l dA 
1 AT C, Cj 


AT, 1 1 
Іп = —UA t (17.95) 
АТ, С, С; 
it 
C, — T, = (221 —>T,,+ dT, — 
Ü - if аА Heat transfer 
ry! surface area 
С. — le => d = — 
=| 


Parallel flow 


4 д 


АТ, 


Figure 17.20 Temperature 
distributions and differential 
elements for the analysis to derive 
the mean temperature difference. 


Substituting for С, апа С, from the fluid energy balances, Eqs. 17.86b апа 17.87b, respec- 
tively, it follows that 


Rearranging this expression and noting, from Fig. 17.26 for the parallel-flow exchanger, that 


AT, = (Ты T Ты) АТ, = (Tio = ) 


we obtain 
27 АТ,- АТ, 
4-94 n(AT>/AT;) 


Comparing the above expression with Eq. 17.89, we conclude that the appropriate mean tem- 
perature difference is the log mean temperature difference, ATy,. Accordingly 


АТ, - AT, АТ,- АТ, 
In(AT3/T,) | In(AT,/AT>) 


АТ, = AT im = (17.96) 


ШЕ! 17.8 Consider air flow over a flat plate of length L = 1 m un- 


der conditions for which transition occurs at x, = 0.5 m based 
on the critical Reynolds number, Ке, = 5 X 10°. In the lam- 
inar and turbulent regions, the local convection coefficients are, 
respectively 


(А) = бийг? ша(Х) = Cur o 


where C, = 8.845 W/m'?- K, С. = 49.75 W/m’? - К, and 

x has units of m. 

(a) Evaluating the thermophysical properties of air at 350 K, 
determine the velocity of the air flow. 

(b) Develop an expression for the average convection coeffi- 
cient, а(х), as a function of distance from the leading 
edge, x, for the laminar region, 0 = x = x, 

(c) Develop an expression for the average convection coeffi- 
cient, /,4(x), as a function of distance from the leading 
edge, x, for the turbulent region, х, = x = L. 

(d) On the same coordinates, plot the local and average con- 
vection coefficients, h, and h,, respectively, as a function 
of xforO =x =L. 

17.47 Consider flow over a flat plate for which it is desired to 

determine the average heat transfer convection coefficient over 

the short span x, to x», hy_», where x; > хі. Show that the span- 
wise average can be determined from the expression 


1 БЕ E 
hi» (һьх» = хі) 
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where h, and h, аге the average convection coefficients over 
the distances 0 to x, and 0 to x», respectively. Write ап ex- 
pression for the heat rate per unit width of the plate for this 
span, 41-2, in terms of the appropriate coefficient and the dif- 
ference between the surface and free stream temperatures. 


17.15 Consider flow of air over the flat plate shown in Exam- 
ple 17.2. Calculate the required cooling rate per unit width of 
the plate if the air is at a pressure of 6 kN/m’ (instead of at at- 
mospheric pressure), with all other conditions remaining the 
same. Hint: See Problem 17.3 for comments on the pressure 
dependence of the relevant thermophysical properties. 


ГЕВ) 17.16 The surface of a 1.5-m-long flat plate is maintained at 40°C, 


and water at a temperature of 4°C and a velocity of 0.6 m/s flows 

over the surface. Because of upstream disturbances in the flow, 

turbulence is induced over the entire length of the plate. 

(a) Calculate the heat transfer rate per unit width of the plate, 
а” (W/m). 

(b) Create a plot of 4” as a function of the water velocity for 
the range 0.2 to 10 m/s. 


ЇЕ 1721 Consider air at a film temperature of 300 K and 1 atm in 


parallel flow over an isothermal, 1-m-long flat plate with a ve- 

locity of 10 m/s. 

(a) Plot the variation of the local heat transfer coefficient, h, (x), 
with distance along the plate for three flow conditions cor- 
responding to transition Reynolds numbers of (i) 5 х 10°, 
(ii) 2.5 X 10°, апа (iii) 0 (the flow is fully turbulent). 

(b) What are the average heat transfer coefficients for the en- 
tire plate, Лу, associated with the three flow conditions of 
part (a)? 


— 


17.26 А flat plate of width 1 m is maintained at a uniform sur- 


face temperature of T, — 1509С by using independently con- 
trolled, rectangular modules of thickness a — 10 mm and 
length b = 50 mm having a uniform volumetric generation, 
4 (W/m*). Each module is insulated from its neighbors, as well 
as on its back side. Atmospheric air at 25°С flows over the 
plate at a velocity of 30 m/s. The thermophysical properties 
of the module are k = 5.2 W/m: К, с, = 320 J/kg: К, and 
p = 2300 kg/m’. 

Insulation Module, 4 
T,- 150°C 


T„= 25°С 
и 30 m/s 


L—— ——^v- L - 700 mm >+ ЖА ME 


=> X 


а= 10mm 


Figure P17.26 


(a) Find the required volumetric generation, 4 (W/m?), in a 
module positioned at a distance 700 mm from the leading 
edge. 

(b) Find the maximum temperature Tmax in the heat-generat- 
ing module. 


17.31 The aid to marine navigation shown in Fig. P17.31 


consists of a single-pile structure with a flashing light at the 
top, a day marker, and a solar panel to power the light. The 
square solar panel has an area of 0.09 m? and a solar-to-electrical 
power conversion efficiency of 12%. The panel surface has a 
solar absorptivity of 0.85 and an emissivity of 0.90. 


Solar panel 
700 W/m? 
Flashing т | 4 = 0.09 т? 
Solar light 


panel л cm 
» Battery 
y С вох 
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Figure Р17.31 


Estimate the temperature of the solar panel when the ambient 
air temperature is 25°C, there is a 4 m/s breeze, and the solar 
irradiation is 700 W/m?. Assume that the wind is in parallel, 
fully turbulent flow over the panel, the backside of the panel 
experiences no heat transfer, and there is negligible irradiation 
from the sky. 


17.38 Ап aluminum power transmission line with a diameter of 


20 mm has an electrical resistance of К = 2.636 X 1074 
ohm/m and carries a current of 700 A. The line is subjected to 


frequent and severe cross winds, increasing the probability of 

contact between adjacent lines, thereby causing sparks and 

creating a potential fire hazard for nearby vegetation. The rem- 
edy is to insulate the line, but with the adverse effect of 
increasing the conductor operating temperature. 

(a) Calculate the conductor temperature when the air tempera- 
ture is 20°C and the line is subjected to cross flow with a 
velocity of 10 m/s. 

(b) Calculate the conductor temperature for the same condi- 
tions, but with a 2-mm-thick insulation having a thermal 
conductivity of 0.15 W/m - К. 


17.39 An uninsulated steam pipe is used to transport high- 
temperature steam from one building to another. The pipe is 
of 0.5-m diameter, has a surface temperature of 150°C, and is 
exposed to ambient air at — 10°C. The air moves in cross flow 
over the pipe with a velocity of 5 m/s. 

(a) What is the heat transfer rate per unit length of pipe? 

(b) Consider the effect of insulating the pipe with a rigid ure- 
thane foam (k = 0.026 W/m : K). Evaluate the heat trans- 
fer rate with a 50-mm-thick insulation layer. 


17.40 A long, cylindrical, electrical heating element of diame- 
ter D = 10 mm, thermal conductivity k = 240 W/m · К, density 
р = 2700 kg/m, and specific heat c, = 900 J/kg - К is installed 
in a duct for which air moves in cross flow over the heater at 
a temperature and velocity of 27°C and 10 m/s, respectively. 
(a) Neglecting radiation, estimate the steady-state surface tem- 

perature when, per unit length of the heater, the power dis- 
sipation is 1000 W/m. 

(b) If the heater is activated from an initial temperature of 
27°С, estimate the time required for the surface tempera- 
ture to come within 10°С of its steady-state value. Hint: 
Use the lumped capacitance method of analysis described 
in Problem 16.69. 


17.47 Consider a sphere with a diameter of 20 mm and a surface 
temperature of 60°С that is immersed in a fluid at a temperature 
of 30°С and a velocity of 2.5 m/s. Calculate the heat rate when 
the fluid is (a) water and (b) air at atmospheric pressure. Ex- 
plain why the results for the two fluids are so different. 


17.58 You have been asked to perform a feasibility study on 
the design of a blood warmer to be used during the transfusion 
of blood to a patient (Fig. P17.58). This exchanger is to heat 
blood taken from the bank at 10°С to 37°С at a flow rate of 
200 milliliters/min. The blood passes through a rectangular 


Plate ; 
Tube at 40°С Uniform temperature plates 
1.6 mm 
ьи M 
+ | 6.4 mm 
Front view Side view 
(with one plate removed) Tube — 


Figure P17.58 


cross-section tube, 6.4 mm by 1.6 mm, which is sandwiched 

between two plates held at a constant temperature of 40°C. 

(a) Compute the length of the tubing required to achieve the 
desired outlet conditions at the specified flow rate. Assume 
the flow is fully developed and the blood has the same 
properties as water. 

(b) Assess your assumptions and indicate whether your analy- 
sis over- or under estimates the necessary length. 


17.59 Oil at 150°C flows slowly through a long, thin-walled 
pipe of 30-mm inner diameter. The pipe is suspended in a room 
for which the air temperature is 20°С and the convection co- 
efficient at the outer tube surface is 11 W/m? · К. Estimate the 
heat loss per unit length of tube. 


17.68 Air at 200 kPa enters a 2-m-long, thin-walled tube of 
25-mm diameter at 150°C and 6 m/s. Steam at 20 bar condenses 
on the outer surface. 

(a) Determine the outlet temperature and pressure drop of the 
air, as well as the rate of heat transfer to the air. 

(b) Calculate the parameters of part (a) if the pressure of the 
air is doubled. 


17.71 То slow down large prime movers like locomotives, a 
process termed dynamic electric braking is used to switch the 
traction motor to a generator mode in which mechanical power 
from the drive wheels is absorbed and used to generate elec- 
trical current. As shown in Fig. P17.71, the electric power is 
passed through a resistor grid (a), which consists of an array 
of metallic blades electrically connected in series (Р). The blade 
material is a high-temperature, high electrical resistivity alloy, 
and the electrical power is dissipated as volumetric energy 
generation (4). To cool the blades, a motor-fan moves high- 
velocity air through the grid. 
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(a) Treating the space between the blades as a rectangular chan- 
nel of 220-mm Х 4-mm cross section and 70-mm length, es- 
timate the heat transfer rate per blade if the airstream has an 
inlet temperature and velocity of 25°C and 50 m/s, respec- 
tively, while the blade has an operating temperature of 600°C. 

(b) On a locomotive pulling a 10-car train, there may be 2000 
of these blades. Based on your result from part (a), how 


long will it take to slow a train whose total mass is 10° kg 
from a speed of 120 km/h to 50 km/h using dynamic elec- 
tric braking? 


17.72 Passage of an electrical current through a thick-walled, 
stainless steel pipe of inside and outside diameters D; — 20 
mm and D, — 40 mm provides a uniform heat generation rate 
of g = 106 W/m?. The outer surface of the pipe is insulated, 
while water flows through the pipe at a rate of т = 0.1 kg/s. 
(a) If the water inlet temperature is Т, ; = 20°С and the desired 
outlet temperature is 7, = 40°C, what is the required pipe 
length? 
(b) What are the location and value of the maximum pipe sur- 
face temperature? 


17.73 Тһе surface of a 50-mm-diameter, thin-walled tube is 
maintained at 100°C. In one case air is in cross flow over the 
tube with a temperature of 25°С and a velocity of 30 m/s. In 
another case air is in fully developed flow through the tube with 
a temperature of 25°С and a mean velocity of 30 m/s. Com- 
pare the heat flux from the tube to the air for the two cases. 


17.74 A coolant flows through a rectangular channel (gallery) 
within the body of a mold used to form metal injection parts 
(Fig. P17.74). The gallery dimensions are a — 90 mm and 
b = 9.5 mm, and the fluid flow rate is 1.3 X 107° m?/s. The 
coolant temperature is 15°С, and the mold wall is at an 
approximately uniform temperature of 140°C. 
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coolant, т 
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Figure P17.74 


To minimize corrosion damage to the expensive mold, it is cus- 
tomary to use a heat transfer fluid such as ethylene glycol, rather 
than water. Compare the convection coefficients of water and 
ethylene glycol for this application. What is the trade-off 
between thermal performance and minimizing corrosion? 


17.75 А thin-walled, uninsulated 0.3-m-diameter duct is used 
to route chilled air at 0.05 kg/s through the attic of a large com- 
mercial building. The attic air is at 37°С, and natural circula- 
tion provides a convection coefficient of 2 W/m?: К at the 
outer surface of the duct. If chilled air enters a 15-m-long duct 
at 7°С, what is its exit temperature and the heat transfer rate? 


Properties of the chilled air may be evaluated at an assumed 
average temperature of 300 K. 


17.76 To cool a vacation home without using a vapor- 
compression refrigeration cycle, air is routed through a plas- 
tic pipe (k = 0.15 W/m: K, D; = 0.15 m, D, = 0.17 m) that 
is submerged in an adjoining body of water. The water 
temperature is nominally at Т„ = 17°C, and a convection co- 
efficient of h, = 1500 W/m? К is maintained at the outer 
surface of the pipe. 


Figure P17.70 


If air from the home enters the pipe at a temperature оҒ7,,, = 29°C 
and a volumetric flow rate of V = 0.025 m/s, what pipe length 


L is needed to provide a discharge temperature of Т„„ = 21°C? 


17.77 Water flows through a thick-walled tube with an inner 


diameter of 12 mm and a length of 8 m. The tube is immersed 

in a well-stirred tank maintained at 85?C. The conduction re- 

sistance of the tube wall (based on the inner surface area) is 
” na = 0.002 m? - K/W. The inlet temperature of the process 
fluid is T„; = 20°С, and the flow rate is 33 kg/h. 

(a) Estimate the outlet temperature of the process fluid Т. 
Assume, and then justify, fully developed flow and ther- 
mal conditions within the tube. 

(b) Do you expect 7,, to increase or decrease if combined 


thermal and hydrodynamic entry conditions exist within 
the tube? 


17.78 Energy is to be removed from a reaction vessel operat- 


ing at 75°С by supplying water at 27°С and 0.12 kg/s through 

a thin-walled tube of 15-mm diameter. The convection coeffi- 

cient between the tube outer surface and the fluid in the ves- 

sel is 3000 W/m? К. 

(a) If the outlet water temperature cannot exceed 47?C, what 
is the maximum rate of heat transfer from the vessel? 

(b) What tube length is required to accomplish the heat trans- 
fer rate of part (a)? 


17.79 A hot fluid passes through a thin-walled tube of 10-mm 


diameter and 1-m length, and a coolant at Т„ = 25°С is in cross 
flow over the tube (Fig. P17.79). When the flow rate is т = 18 
kg/h and the inlet temperature is 7,,; — 85*C, the outlet tem- 
perature is Т„„ = 78°C. Assuming fully developed flow and 
thermal conditions in the tube, determine the outlet tempera- 
ture, Т, if the flow rate is increased by a factor of 2. That is, 
m = 36 kg/h, with all other conditions the same. The 
thermophysical properties of the hot fluid are р = 1079 kg/m’, 


Tube, D= 10mm, 
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Figure Р17.70 


c, = 2637 JMkg:K, p = 0.0034 №: s/m?, and k = 0.261 
W/m: К. 


17.80 Water at a flow rate of m = 0.215 kg/s is cooled from 
70° to 30°C by passing it through a thin-walled tube of diam- 
eter D = 50 mm and maintaining a coolant at Т, = 15°C in 
cross flow over the tube. 
(a) What is the required tube length if the coolant is air and 
its velocity is и, = 20 m/s? 
(b) What is the tube length if the coolant is water and u, = 2 
m/s? 
17.87 А refrigerator door has a height and width of H = 1 m and 
W = 0.65 m, respectively, and is situated in a large room for 
which the air and walls are at Т, = Т = 25°C. The door con- 
sists of a layer of polystyrene insulation (k = 0.03 W/m · K) 
sandwiched between thin sheets of steel (е = 0.6) and polypropy- 
lene. Under normal operating conditions, the inner surface of the 
door is maintained at a fixed temperature of 7,; = 5°C. 
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(a) Estimate the heat transfer through the door for the worst- 
case condition corresponding to no insulation (L = 0). 

(b) Estimate the heat transfer and the outer surface tempera- 
ture for an insulation thickness of L = 15 mm. 


17.94 А stereo receiver/amplifier is enclosed in a thin metallic 
case for which the top, horizontal surface is 0.5 m Х 0.5 m on 
a side. The surface, which is not vented, has an emissivity 
є = 0.8 and is exposed to quiescent ambient air and large 
surroundings for which T, = Тм. = 25°C. For surface 
temperatures in the range 50 = T, = 75°C, compute and plot 
the heat rate from the surface, as well as the contributions due 
to convection and radiation. 


17.101 Consider the hot water pipe of Problem 17.37, but un- 
der conditions for which the ambient air is not in cross flow 
over the pipe and is, instead, quiescent. Accounting for the ef- 
fect of radiation with a pipe emissivity of €, = 0.6, what is the 
corresponding daily cost of heat loss per unit length of the 
uninsulated pipe? 


17.102 Consider the electrical heater of Problem 17.40. If 
the blower were to malfunction, terminating air flow while 
the heater continued to operate at 1000 W/m, what tempera- 
ture would the heater assume? How long would it take to 
come within 10°C of this temperature? Allow for radiation ex- 
change between the heater (= = 0.8) and the duct walls, which 
are also at 27°C. 


17.115 Consider a concentric tube heat exchanger with hot and 
cold water inlet temperatures of 200 and 35°C, respectively. The 
flow rates of the hot and cold fluids are 42 and 84 kg/h, 
respectively. Assume the overall heat transfer coefficient is 
180 W/m? - К. If the exchanger is operated in counterflow with 
a heat transfer area of 0.33 m?, determine the outlet fluid tem- 
peratures. 


17.116 A concentric tube heat exchanger for cooling lubricat- 
ing oil is comprised of a thin-walled inner tube of 25-mm 
diameter carrying water and an outer tube of 45-mm diameter 
carrying the oil. The exchanger operates in counterflow with 
an overall heat transfer coefficient of 60 W/m? - К and the tab- 
ulated average properties. 


T, н T, = 100°C 
| , OU | 
| =. 
Water Ї | m, = 0.1 kg/s 
№, = 0.1 kgs — 4—-—- ----- 
І | 
—Ó— 
Ty, in= 30°C P out 
Figure P17.116 
Properties Water Oil 
p (kg/m?) 1000 800 
с, (J/kg: K) 4200 1900 
v (m?/s) 7 х 1077 1x 10° 
k (W/m: K) 0.64 0.134 
Pr 4.7 140 


(a) If the outlet temperature of the oil is 60°C, determine the 
total heat transfer and the outlet temperature of the water. 
(b) Determine the length required for the heat exchanger. 


17.119 А counterflow, concentric tube heat exchanger is de- (b) After 3 years of operation, performance is degraded by 


signed to heat water from 20 to 80°C using hot oil, which is fouling on the water side of the exchanger, and the water 
supplied to the annulus at 160°C and discharged at 140°C. The outlet temperature is only 65°C for the same fluid flow 
thin-walled inner tube has a diameter of D; = 20 mm, and the rates and inlet temperatures. What are the corresponding 
overall heat transfer coefficient is 500 W/m? · К. The design values of the heat transfer rate, the outlet temperature of 
condition calls for a total heat transfer rate of 3000 W. the oil, the overall heat transfer coefficient, and the water- 


(a) What is the length of the heat exchanger? side fouling factor, Ау? 
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HEAT TRANSFER BY 
RADIATION 


Introduction... 


When a temperature difference exists between two surfaces, a net heat transfer 

by radiation can occur even in the absence of any intervening medium. In Section 
15.1.3, you were introduced to key radiation processes (emission, irradiation, 
absorption and reflection), the radiative properties (emissivity, absorptivity, and 
reflectivity), and the rate equation (Stefan-Boltzmann law). 

In this chapter we will expand on those introductory concepts and present 
new methods to deal with radiation transfer from spectrally-selective surfaces and 
radiation exchange between surfaces in enclosures. Spectrally selective refers to 
preferential emission and absorption properties associated with different wavelengths 
of radiation. Examples of such behavior include absorption and reflection 
characteristics of snow and solar collector surfaces. Examples of enclosures are 
furnaces and ovens having important features such as radiation shields and insulated 
walls. We will treat enclosure surfaces as gray (without preferential spectral 
properties), an assumption that facilitates the analysis and is representative of 
many practical applications. 

The objectives of this chapter are threefold. The first objectives is to develop a 
deeper understanding of thermal radiation fundamentals. The second objective is 
to develop the methodology for performing energy balances on single surfaces 
having spectrally-selective radiative properties. The third objective is to develop 
the relationships required for calculating the radiative exchange between surfaces 
that comprise an enclosure. 

We begin by treating the radiation field quantities, methods for performing surface 
energy balances, and characteristics of the blackbody. Thereafter the chapter is 
separated into two parts. The first part deals with spectrally-selective surfaces and 
detailed treatment is given to the radiative properties required to perform surface 
energy balances. The second part is about the gray-surface enclosure, which involves 
using the view factor to describe the geometrical features of the enclosure and the 
development of a network representation to facilitate radiative exchange analysis. 


118.1 Fundamental Concepts 


Consider an object that is initially at a higher temperature 7, than that of its surroundings 
Тм» but around which there exists a vacuum (Fig. 18.1). The presence of the vacuum pre- 
cludes energy loss from the surface of the object by conduction or convection. However, our 
intuition tells us that the object will cool and eventually achieve thermal equilibrium with its 
surroundings. This cooling is associated with a reduction in the internal energy stored by the 
object and is a direct consequence of the emission of thermal radiation from the surface. In 
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Figure 18.1 A hot object experiences cooling by 
Surroundings radiation transfer and eventually achieves thermal 
equilibrium with its surroundings. 


turn, the surface will intercept and absorb radiation originating from the surroundings. 
However, if T, > T,, the net heat transfer rate by radiation аһ is from the surface, and 
the surface will cool until Т, reaches Т... 

We associate thermal radiation with the rate at which energy is emitted by matter as a 
result of its temperature. At this moment, thermal radiation is being emitted by all the matter 
that surrounds you: by the furniture and walls of the room if you are indoors, or by the 
ground, the buildings, the atmosphere and the sun if you are outdoors. The mechanism of 
emission is related to energy released as a result of oscillations or transitions of the many 
electrons that constitute matter. These oscillations are, in turn, sustained by the internal energy, 
and therefore the temperature, of the matter. Hence, we associate the emission of thermal 
radiation with thermally excited conditions within the matter. 

We know that radiation originates due to emission by matter and that its subsequent trans- 
port does not require the presence of any matter. But what is the nature of this transport? One 
theory views radiation as the propagation of a collection of particles termed photons or quanta. 
Alternatively, radiation may be viewed as the propagation of electromagnetic waves. In any case 
we attribute to radiation the standard wave properties of frequency v and wavelength А. For 
radiation propagating in a particular medium, the two properties are related by А = c/v, where 
c is the speed of light in the medium. For propagation in a vacuum, с, = 2.998 х 10* m/s. The 
unit of wavelength is commonly the micrometer (jum), where 1 jum = 10 5 m. 

The complete electromagnetic spectrum is delineated in Fig. 18.2. The short wave- 
length gamma rays, X rays, and ultraviolet (UV) radiation are primarily of interest to the 
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Figure 18.2 Spectrum of electromagnetic radiation identifying the spectral region thermal radiation 
pertinent to heat transfer. 
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high-energy physicist and the nuclear engineer, while the long wavelength microwaves 
and radio waves are of concern to the electrical engineer. It is the intermediate portion of 
the spectrum, which extends from approximately 0.1 to 100 um and includes a portion 
of the UV and all of the visible and infrared (IR) regions, that is termed thermal radiation 
and is pertinent to heat transfer. 

Thermal radiation emitted by a surface encompasses a range of wavelengths. As shown 
in Fig. 18.3, the magnitude of the radiation varies with wavelength, and the term spectral is 
used to refer to the nature of this dependence. Emitted radiation consists of a continuous, 
nonuniform distribution of monochromatic (single-wavelength) components. As we will find, 
both the magnitude of the radiation at any wavelength and the spectral distribution vary with 
the nature and temperature of the emitting surface. 

The spectral nature of thermal radiation is one of two features required for its description. 
The second feature relates to its directionality. While some surfaces may emit preferentially 
in certain directions, we show in Fig. 18.4 the directional distribution of emitted radiation 
that is uniform in all directions. We refer to this distribution as diffuse and to the surface as 
a diffuse emitter. The diffuse assumption greatly simplifies analysis, and provides a good ap- 
proximation for many engineering applications. 

It is important to recognize that we have imposed restrictions on our treatment of radia- 
tion analysis. In addition to simplifying the directionality distribution for diffuse conditions, 
we will consider emission as a surface phenomena, deferring to more advanced study 
volumetric phenomena that are present with gases and semitransparent solids such as glasses 
and salts. Further, we will consider the medium that separates the surfaces experiencing 
radiation exchange to be nonparticipating; that is, it neither absorbs nor scatters surface 
radiation, and it emits no radiation. These restrictions will still allow you to perform 
engineering analysis on many practical thermal systems. 


18.2 | Radiation Quantities and Processes 


We will consider three quantities that describe the thermal radiation field undergoing inter- 
actions (processes) with a surface. The emissive power and irradiation relate to the processes 
of emission from a surface and to radiation incident on a surface, respectively. The radiosity 
relates to radiation leaving a surface by emission and reflected irradiation. We assume that 
the radiation is diffuse, but distinguish between spectral and total wavelength conditions. Us- 
ing these concepts, we will write surface energy balances in two different forms that will be 
useful for problem solving and developing analysis methods. 


18.2.1 Emissive Power 


Recall that emission occurs from any surface that is at a finite temperature. The concept of 
emissive power is introduced to quantify the rate of radiation emitted per unit surface area. 
The spectral emissive power, E, (W/m? : um), is defined as the rate at which radiation of 
wavelength X is emitted in all directions into the hemispheric space from a surface, per unit 
surface area and per unit wavelength interval dì about А (Fig. 18.5). 

The total emissive power, E (W/m?), 18 the rate at which radiation is emitted per unit 
area in all possible directions and at all possible wavelengths. Accordingly, as illustrated 
in Fig. 18.6 


E- | E(N) dd (18.1) 
0 


18.2 Radiation Quantities and Processes 


18.2.2 Irradiation 


The foregoing approach may be applied to incident radiation (Figs. 18.7 and 18.8). Such ra- 
diation may originate from emission and reflection occurring at other surfaces or from the 
surroundings and radiation sources such as lamps. The incident radiation represents a radia- 
tive flux, termed the irradiation, which encompasses radiation incident from all directions. 

The spectral irradiation, Су (W/m? : jum), is defined as the rate at which radiation of wave- 
length А is incident on a surface, per unit area of the surface and per unit wavelength inter- 
val dX about А. 

If the total irradiation, С (W/m?), represents the rate at which radiation is incident per 
unit area from all directions and at all wavelengths. That is 


с- | G,(d) ах (18.2) 
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where G (À) is given by the spectral distribution such as illustrated in Fig. 18.8. 


18.2.3 Radiosity 


The third radiative flux of interest, termed radiosity, accounts for the radiant energy leaving 
a surface. Since this radiation includes the reflected portion of the irradiation, as well as di- 
rect emission (Fig. 18.9), the radiosity is generally different from the emissive power. 

The spectral radiosity, J, (W/m? - рт), is defined as the rate at which radiation of wave- 
length А leaves a unit area of the surface, per unit wavelength interval dX about X 


Л = E, + Gyr (18.3) 


where Е is the spectral emissive power representing the direct emission component, апа Gh ref 
is the reflected portion of the spectral irradiation G,. The total radiosity, J (W/m°), associated 
with the entire spectrum can be expressed as the integral of the spectral quantities 


J- | Ла- | (E, + Суй) d (18.4а) 
0 0 


or in terms of the total emissive power and the reflected portion of the total irradiation 


J=E+ бы (18.4b) 


18.2.4 Surface Energy Balances with Radiation Processes 


Following the methodology of Sec. 15.2, it is important to recognize two forms of surface 
energy balances that will be useful with radiation processes. 

We are interested in performing energy balances on spectrally-selective, single surfaces 
experiencing emission and irradiation. Quite frequently, the properties that control the 
emission and absorption of irradiation are different, as we'll soon see. For this situation, from 
Eq. 15.14, the surface energy balance represented in Fig. 18.10 has the form 


таала =E= Gabs (18.5a) 


where дла пе: is the net radiative flux leaving the surface, E is the total emissive power of the 
surface, and G,» is the absorbed portion of the total irradiation С. Since @ але is the net ra- 
diative flux, it differs from the radiosity J, which represents only the radiant flux leaving the 
surface. 
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Table 18.1 Glossary of Thermal Radiation Quantities 


Quantities 


Definition 


Emissive power 


Rate of radiant energy emitted by a surface in all directions per unit area of the surface, E, (W/m? : рт) 
or E (W/m?)); Eq. 18.1. Modifiers: spectral or total. 


Irradiation Rate at which radiation is incident on a surface from all directions per unit area of the surface, 
С, (W/m? : jum) or С (W/m); Eq. 18.2. Modifiers: spectral or total. 

Radiosity Rate at which radiation leaves a surface due to emission and reflection (reflected irradiation) in all direc- 
tions per unit area of the surface, J, (W/m? : jum) or J (W/m?); Eqs. 18.3 and 18.4. Modifiers: spectral 
or total. 

Modifiers Definition 

Diffuse Refers to directional uniformity of radiation field associated with emission, irradiation, and reflection. 

Spectral Refers to a single-wavelength (monochromatic) or narrow spectral band; denoted by the subscript А. 

Total Refers to all wavelengths; integrated over all wavelengths (0 < X < >) 


" 
f rad, net 


Figure 18.11 


The surface energy balance can be written in an alternative form in terms of the total ra- 
diosity and total irradiation. For the surface of Fig. 18.11 


dapa = J — С (18.5b) 


where @ але 15 the net radiation leaving the surface by radiation, J is the total radiosity of the 
surface, and G is the total irradiation. Recall from Eq. 18.4b that the radiosity is the sum of 
the emitted and reflected irradiation leaving the surface. It is not always convenient to calcu- 
late the radiosity, and hence Eq. 18.5a may be more useful. However, when dealing with 
radiative exchange between surfaces in enclosures (Sec. 18.7), Eq. 18.5b will be required. 


18.2.5 Summary: Radiation Quantities 


The emissive power, E, irradiation, G, and radiosity, J, are the quantities that describe the 
radiation processes experienced by a surface. You should know their definitions and 
understand how they are employed in the surface energy balances of Eqs. 18.5a and 18.5b 
to calculate the net radiation leaving a surface. Table 18.1 summarizes the definition of these 
quantities and the other related terms. 


Example 18.1 Radiation Processes and Surface Energy Balances 


The total emissive power for the surface of a solar collector plate is 525 W/m’. The spectral distribution of the surface irradiation 
is shown below, and 85% of the irradiation is absorbed, while 15% is reflected. 


600 


G, (W/m?-um) 


1 15 2 2.5 
A (um) 
Figure Е18.1 


(a) What is the total irradiation on the plate, С? What is the absorbed total irradiation, Gws? (b) What is the total radiosity, 
J, of the plate for these conditions? (c) What is the net radiative flux leaving the surface, Gina net? 
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Solution 

Known: Total emissive power, spectral distribution of irradiation, fraction of irradiation absorbed and reflected for a surface. 
Find: (а) The total irradiation and the absorbed total irradiation, (b) the total radiosity, and (с) net radiative flux leaving the 
surface. 


Analysis: (a) The total irradiation may be obtained from Eq. 18.2, where the integral is readily evaluated by breaking it into 
parts. The units for G, and А are W/m? · jum and рт, respectively. 


со 0.5 иш lpm 2.5 jum oo 
G -| бал = | Суал + | Суал + | Сал + | Gd 
0 


0 0.5 1 DS 
G = 0.5G, (A, — 0) + (№ — №) + 0.56, (М, — №) +0 
С = 0.5 х 600(0.5 — 0) + 600(1.0 — 0.5) + 0.5 х 600(2.5 — 1.0) + 0 
С = 150 + 300 + 450 = 900 W/m? < 


With о — 0.85 representing the fraction of irradiation that is absorbed, the absorbed irradiation is 
Gas = aG = 0.85 X 900 W/m? = 765 W/m? < 


(b) The total radiosity is the sum of the direct emission and reflected irradiation. From Eq. 18.4b, with p = 0.15 represent- 
ing the fraction of irradiation that is reflected, find 


J == ap (65 PEG 
J = 525 W/m? + 0.15 х 900 W/m? = 660 W/m? < 


(с) From Eq. 18.5а, the surface energy balance сап be written in terms of {һе emissive power and the absorbed total irradi- 
ation to obtain the net radiative flux leaving the surface 


“т = B = Gy, = DS Whar = П Wie = —DAD We 
Alternatively, from Equation 18.5b, the surface energy balance can be written in terms of the total radiosity and total irradiation 
Фала = J — G = 660 W/m? — 900 W/m? = —240 W/m? < 
Since the sign is negative, it follows that the net radiative flux is into the solar collector surface. 
Comments: 
1. Generally, radiation sources do not provide such a regular spectral distribution as prescribed above. However, the proce- 
dure for computing the total irradiation from knowledge of the spectral distribution remains the same, although evaluation of 
the integral is likely to involve more detail. 


2. Be sure you recognize the equivalence of performing radiative surface energy balances using the two forms shown above, 
as we'll use both in subsequent sections. 


[ТЕ] Blackbody Radiation 


Before attempting to describe the radiation characteristics of real surfaces, it is useful to introduce 
the concept of a blackbody. An ideal surface having the following properties is called a blackbody: 


e A blackbody absorbs all incident radiation, regardless of wavelength and direction. 
ө For a prescribed temperature and wavelength, no surface can emit more energy 

than a blackbody. blackbody properties 
ө Although the radiation emitted by a blackbody is a function of wavelength and 

temperature, it is independent of direction. That is, the blackbody is a diffuse emitter. 


As the perfect absorber and diffuse emitter, the blackbody serves as a standard against which 
the radiative properties of actual surfaces are compared. 
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blackbody emission 


blackbody irradiation on 
interior surfaces 
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CN. Isothermal surface, "T 
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Figure 18.12 Characteristics of an isothermal blackbody cavity. (а) Complete absorption. 
(b) Diffuse emission from an aperture. (c) Diffuse irradiation on interior surfaces. 


Although closely approximated by some special surfaces, no surface has precisely the 
properties of a blackbody. The closest approximation is achieved by a cavity with a small 
aperture whose inner surface is at a uniform temperature (Fig. 18.12). This isothermal cavity 
has the following characteristics: 


e Complete absorption. If radiation enters through the small aperture (Fig. 18.122), it 
is likely to experience multiple reflections before reemergence. Hence, the radiation 
is almost entirely absorbed by the cavity, and blackbody behavior is approximated. 


е Blackbody emission. From thermodynamic principles it may be argued that the ra- 
diation leaving the aperture depends only on the surface temperature (Fig. 18.120). 
Тһе blackbody emission is diffuse and with the blackbody spectral emissive power, 
Е. Note the use of the subscript b to denote blackbody conditions. 


ө Blackbody irradiation on interior surfaces. The radiation field within the cavity, 
which is the cumulative effect of emission and reflection from the cavity surface, 
must be of the same form as the radiation emerging from the aperture. It follows 
that a blackbody radiation field exists within the cavity. Accordingly, апу small 
surface in the cavity (Fig. 18.12c) experiences blackbody irradiation for which 


Gy = E (MT) [isothermal cavity] (18.6) 


Note that blackbody radiation exists within the cavity irrespective of whether the 
surface is highly reflecting or absorbing. 


18.3.1 The Planck Distribution 


The specíral distribution of blackbody emission is well known, having first been determined 
by Planck. It is of the form 


с 
Х.|ехр(С/АТ)-1| 


E (a, T) = (18.7) 


where the first and second radiation constants are C, = 2mhc = 3.742 X 108 W - uum*/m? 
and С, = (hc,/k) = 1.439 х 10* рт · K, and T is the absolute temperature of the blackbody. 
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Ата T= 2898 ит-К 


Solar radiation 


% 
2000K * 


1000 K 


Spectral emissive power, E; , (У!/т2 um) 


Figure 18.13 Spectral 

blackbody emissive 

01 02 0406 1 2 4 6 10 20 40 60 100 power (Planck spectral 
Wavelength, A(um) distribution). 


Note that C, and С; are calculated from the universal constants, Л, k, and c,, which are the 
Planck constant, the Boltzmann constant and the speed of light in a vacuum, respectively. 
(See inside front cover for values of the physical constants.) 

Equation 18.7, known as the Planck spectral distribution, is plotted in Fig. 18.13 for 
selected temperatures. Several important features should be noted: 


* Тһе emitted radiation varies continuously with wavelength. 


* At any wavelength the magnitude of the emitted radiation increases with increasing 
temperature. 


e The spectral region in which the radiation is concentrated depends on temperature, 
with comparatively more radiation appearing at shorter wavelengths as the tempera- 
ture increases. 


18.3.2 Wien's Displacement Law 


E, p (à, T) 


From Fig. 18.13 we see that the blackbody spectral distribution has a maximum and that the 
corresponding wavelength X,,,, depends on temperature. The nature of this dependence is 
obtained by differentiating Eq. 18.7 with respect to А and setting the result equal to zero. In Amax 4 
so doing, we obtain 


МыхТ = C; (18.8)  Wien's displacement law 


where the third radiation constant is C4 = 2897.8 wm: К. 

Equation 18.8 is known as Wien’s displacement law, and the locus of points described by 
the law is plotted as the dashed line of Fig. 18.13. According to this result, the maximum 
spectral emissive power is displaced to shorter wavelengths with increasing temperature. For 
solar radiation, the maximum emission is in the middle of the visible spectrum (А = 0.50 um) 
since the sun emits approximately as a blackbody at 5800 K. For a blackbody at 1000 K, 
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E, , (a, T) 


Stefan-Boltzmann law 


band emission fraction 


peak emission occurs at 2.90 jum, with some of the emitted radiation appearing in the visible 
region as red light. With increasing temperature, shorter wavelengths become more prominent, 
until eventually significant emission occurs over the entire visible spectrum. For Example... 
a tungsten filament lamp operating at 2900 К (Nmax = 1 jum) emits white light, although 
most of the emission remains in the IR region. А 


18.3.3 The Stefan-Boltzmann Law 


Substituting the Planck distribution, Eq. 18.7, into Eq. 18.1, the total emissive power of a 
blackbody, Е,, тау be expressed as 


m " c 
E, = | E, d\ = | : ! ах 
0 o X [exp(C,/AT) = 1] 


The result obtained from performing the integration is termed the Stefan—Boltzmann law 
having the form 


E, = oT (18.9) 


where the Stefan—Boltzmann constant, which depends on С, and С», has the numerical value 
с = 5.670 х 1075 W/m?: K* 


This simple but important law enables the calculation of the amount of radiation emitted in 
all directions and over all wavelengths from knowledge of the blackbody temperature. 


18.3.4 Blackbody Band Emission 


It is often necessary to know the fraction of the total emission from a blackbody that is in a 
certain wavelength interval or spectral band. Such information is useful to determine the 
extent of spectral regions that influence radiative exchange, as well as for evaluation of the 
radiative properties as we'll see in the next section. 

For a prescribed temperature and in the wavelength interval from 0 to А, the band emission 
fraction is determined by the ratio of the shaded section to the total area under the black- 
body curve of Fig. 18.14a. Accordingly, the band fraction has the form 


А A 
E, , ах | Ex, dX 
| 2.6 | Ab AT Е 


) ) Nb 
Fon) = Te = Я - | z 4(ХТ) = ДАТ) (18.10а) 
| оТ o of 
Ey, dX 
0 
1.0 
0.8 
5 2 0.6 
ч = 0.4 
0.2 
0 
à о 4 8 12 16 20 
АТ х 10° (ит) 
(а) (5) 


Figure 18.14 The band emission fraction. (а) Radiation emission from a blackbody in the spectral 
band 0 to А. (b) Fraction of the total blackbody emission in the spectral band from 0 to АТ as a 
function of А7. 


Table 18.2 Blackbody Radiation Band Emission Fractions 


18.3 Blackbody Radiation 


АТ 
(um: К) F (022) 
200 0.000000 
400 0.000000 
600 0.000000 
800 0.000016 
1,000 0.000321 
1,200 0.002134 
1,400 0.007790 
1,600 0.019718 
1,800 0.039341 
2,000 0.066728 
2,200 0.100888 
2,400 0.140256 
2,600 0.183120 
2,800 0.227897 
2,898 0.250108 
3,000 0.273232 
3,200 0.318102 
3,400 0.361735 
3,600 0.403607 
3,800 0.443382 


AT 
(um: К) Е (022) 
4,000 0.480877 
4,200 0.516014 
4,400 0.548796 
4,600 0.579280 
4,800 0.607559 
5,000 0.633747 
5,200 0.658970 
5,400 0.680360 
5,600 0.701046 
5,800 0.720158 
6,000 0.737818 
6,200 0.754140 
6,400 0.769234 
6,600 0.783199 
6,800 0.796129 
7,000 0.808109 
7,200 0.819217 
7,400 0.829527 
7,600 0.839102 
7,800 0.848005 


АТ 
(итп. К) Foo) 

8,000 0.856288 
8,500 0.874608 
9,000 0.890029 
9,500 0.903085 
10,000 0.914199 
10,500 0.923710 
11,000 0.931890 
11,500 0.939959 
12,000 0.945098 
13,000 0.955139 
14,000 0.962898 
15,000 0.969981 
18,000 0.980860 
20,000 0.985602 
25,000 0.992215 
30,000 0.995340 
40,000 0.997967 
50,000 0.998953 
75,000 0.999713 
100,000 0.999905 


Note: the shaded entry corresponds to the blackbody maximum, АТ = 2898 um · К, shown in Fig. 18.13. 


Since the integrand (E, ,/о17) is exclusively a function of the wavelength-temperature prod- 
uct АТ, the integral of Eq. 18.10a can be evaluated to obtain Fo. ,,; as a function of only AT. 
The results are presented in Table 18.2 and Fig. 18.140. 

The band emission fraction may also be used to obtain the fraction of the blackbody ra- 


diation in the spectral region between апу two wavelengths А, and №,, using 


Брсиф” 


Edi- | 


Ey, dN 


оТ 


= ољ) 


Бол) 


Example 18.2 Characteristics of Blackbody Radiation 


Consider a large isothermal enclosure that is maintained at 2000 K. (a) Calculate the emissive power of the radiation that 
emerges from a small aperture on the enclosure surface. (b) What is the wavelength A, below which 10% of the emission is 
concentrated? What is the wavelength А, above which 10% of the emission is concentrated? (c) Determine the maximum spec- 
tral emissive power and the wavelength at which this emission occurs. (d) What is the irradiation incident on a small object 


placed inside the enclosure? 


Solution 
Known: 


Find: 


Large isothermal enclosure at 2000 K. 


(a) Emissive power of a small aperture on the enclosure. 


(b) Wavelengths below which and above which 10% of the radiation is concentrated. 


(c) Maximum spectral emissive power and wavelength at which it occurs. 
(d) Irradiation on a small object inside the enclosure. 


(18.10b) 
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Schematic and Given Data: 


1 Е= ЕДТ) 


Assumptions: Areas of aperture and object 
are very small relative to enclosure surface. 


E, (T) 


ы 


Enclosure, цас м 
T = 2000 K Mum) 


Figure E18.2 


Analysis: 
(a) Emission from the aperture of any isothermal enclosure will have the characteristics of blackbody radiation. Hence, from 
Еа. 18.9, the blackbody spectral emissive power is 


E = E(T) = оТ“ = 5.670 x 1075 W/m? - K*(2000 КУ” 
E = 9.07 х 10° W/m? <] 
(b) The wavelength ^, corresponds to the upper limit of the spectral band (0 — ,) containing 10% of the emitted radiation. 
With Ао) = 0.10 it follows from Table 18.2 that 217 = 2200 jum К. Hence 
(XT) 2200рш-К 
T 2000K 


The wavelength №, corresponds to the lower limit of the spectral band (A, — >) containing 10% of the emitted radiation. With 
Eq. 18.10b 


№ = = 11 рт < 


Құла = Fos — Fosay = 1 — Еол) = 0.1 


Recognizing that Ко.) = 0.9, it follows from Table 18.2 that 4,7 = 9382 рт: K. Hence 


MT) 9382 pm: K 
В r 4.69 um < 
T 1200K 


(c) From Wein's law, Eq. 18.8, when T = 2000 К, find Nmax = 2898 um - K/2000 К = 1.45 рт. Hence, from Equation 18.7, 
the spectral emissive power corresponding to the peak of the blackbody curve is 


с 
Nmaxlexp(C3/NmaxT) - 1] 
3.742 X 10° W : pm*/m? 
(1.45 uum) [exp(1.439 х 10* jum - K/(1.45 иш X 2000 K)) — 1] 
E, „(1.45 рт, 2000 K) = 4.11 X 105 W/m? : um. < 


H8 Sewell) Eos 


[ЕУ (ХО Г) ез. 


An approximate value for the blackbody spectral emissive power сап be read from the Planck distribution plotted іп Fig. 18.13. 
(d) Irradiation of any small object inside the enclosure can be approximated as being equal to emission from a blackbody at 
the enclosure surface temperature. Hence, from Eq. 18.6, С = E;(T), in which case from part (a) 


G=O07 < lo wine < 


Example 18.3 Blackbody Band Emission Fraction 


A surface emits as a blackbody at 1500 K. What is the rate per unit area (W/m?) at which it emits radiation in the wavelength 
interval 2 jum =’ = 4 pum? 


Solution (CD-ROM) 
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Spectrally Selective Surfaces 


Having developed the notion of a blackbody to describe ideal surface behavior, we consider 
now the behavior of real surfaces. In this part of the chapter we introduce the radiative prop- 
erties and identify the characteristics of spectrally selective surfaces. The examples illustrate 
the methodology for performing energy balances on such surfaces. 


18.4 Radiative Properties of Real Surfaces 


We begin by defining the spectral and total emissivity, the radiative properties that describe 
the emission process. We will also introduce the radiative properties of absorptivity, 
reflectivity, and transmissivity that characterize the interception of irradiation with real sur- 
faces. The interrelationships between the properties are developed. Representative radiative 
properties are provided for different classes of materials, and examples relevant to spectrally 
selective surface applications are presented. 


18.4.1 Surface Emission: Emissivity 


It is important to acknowledge that, in general, the spectral radiation emitted by a real surface 
differs from the Planck spectral distribution (Fig. 18.15). Hence the emissivity may assume 
different values according to whether one is interested in emission at a given wavelength 
(spectral) or for all wavelengths (total). 
The spectral emissivity, еу, is defined as the ratio of the spectral emissive power of a 
surface to that of a blackbody at the same temperature and for the same wavelength 
anes? (18.11) 
€ (A, T) = ———— . 
à Б, 0.7) 
Тһе total emissivity, еу, is defined as the ratio of the total emissive power of a surface to that 
of a blackbody at the same temperature 


(T) 21 (18.12) 
e(T) = А 
2269) 
Substituting from Eqs. 18.1 and 18.11, it follows that 
| (А, Т)Е, (A, T) ах 
(Т) = = (18.13) 


E,(T) 


If the emissivities of the surfaces are known, it is a simple matter to compute their emis- 
sive powers. Specifically, if 6,(Х,7) is known, it may be used with Eqs. 18.7 and 18.11 to 
compute the spectral emissive power at any wavelength and temperature. Similarly, if e(T) 
is known, it may be used with Eqs. 18.9 and 18.12 to compute the total emissive power of 
the surface at any temperature. 


Typical values of the total emissivity for selected classes of materials are shown in 
Fig. 18.16. 


Blackbody, T 
Real surface, T 


Exp AT) 


X 
Figure 18.15 


spectral emissivity 


total emissivity 
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Metals, as received and unpolished 
Metals, oxidized 


Oxides, ceramics 
Highly polished metals, foils, films Carbon, graphites 
Polished metals Minerals, glasses 
Metals, as received Vegetation, water, skin 


0 005010 0.15 Special paints, anodized finishes 


0 0.2 0.4 0.6 0.8 1.0 
Total emissivity, € 


Figure 18.10 Representative values of the total emissivity, =. 


Example 18.4 Total Emissivity from the Spectral Emissivity Distribution 


A diffuse surface at 1600 K has the spectral emissivity shown as follows. Determine (a) the total emissivity and (b) the total 


emissive power. 


£j (A) 


Solution 
Known: 
Find: 

(a) Total emissivity, €. 


T = 1600 K 
A, = 2 um 
Ay = 5 um 


Figure E18.4a 


Spectral emissivity of a diffuse surface at 1600 K. 


(b) Total emissive power, E. 


Assumptions: 


Analysis: 


Surface is a diffuse emitter. 


(a) The total emissivity is given by Eq. 18.13, where the integration can be performed in parts 


х 2pm 5pm 
| Е.Е,» ах 3l Еу, ах e| Бр ах 
б | 


0 2 um 
Т 


Е, Е, Е, 


and using Eq. 18.10a with the band emission fractions to represent the integrals 


e= 1 (0-2 pm) ap Єз Foss pm) — Ео-> onal 
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From Table 18.2 we obtain the bond emission fractions 

MT = 2 [ий Ж ППС = 20008: Foo = OE 

MT = 5 um X 1600 К = 8000 pm: К: F045 um) = 0.856 
Hence the total emissivity for this spectrally selective material at 1600 K is 

є = 0.4 X 0.318 + 0.8[0.856 — 0.318] = 0.558 < 

(b) From Eq. 18.12, the total emissive power is 

B= би рл = sol 

Е = 0.558(5.67 x 1075 W/m? - K*)(1600 K)* = 207 kW/m? < 


Comments: 


1. The spectral emissivity, €, is an intrinsic property of the material, which, to a first approximation, is independent of the 
material temperature. However, the total emissivity can be strongly dependent upon temperature because of the behavior of 
the product е,(Х,7): E, „(\,Т) in the integration of Eq. 18.13. For a more detailed explanation and use of Interactive Heat 


Transfer (IHT) to evaluate Коо. у), see Comment 2 (CD-ROM). 


18.4.2 Irradiation: Absorptivity, Reflectivity, Transmissivity 


In Sec. 18.2 we defined the spectral irradiation G, (W/m? · jum) as the rate at which radiation 
of wavelength А is incident оп a surface per unit area of the surface and per unit wavelength 
interval dÀ about А. The total irradiation С (W/m?) encompasses all spectral components and 
may be evaluated from the spectral distribution, Eq. 18.2. 

Consider the processes resulting from the interception of this radiation by a semitrans- 
parent medium such as a glass plate (Fig. 18.17). The term semitransparent refers to a medium 
in which radiation not reflected is absorbed or transmitted. For this general situation, por- 
tions of the spectral irradiation may be reflected (ref), absorbed (abs), and transmitted (tr). 
From a radiation balance on the medium, it follows that 


Gy = Gy ret + Gh abs + Gy (18.14) 


Recognize that there is no net effect of the reflected or transmitted radiation on the medium, 
while the absorbed radiation has the effect of increasing the internal energy of the medium. 
For an opaque medium, С, „ = 0, and the spectral irradiation is either absorbed or reflected 
at the surface of the medium. In the subsections that follow, we will introduce the radiative 
properties to characterize the absorption, reflection, and transmission processes. 


Absorptivity 


The absorptivity is the fraction of the irradiation absorbed by a medium. Recognizing that 
surfaces may exhibit selective absorption with respect to the wavelength of the incident 
radiation, we define the spectral absorptivity, o (X), as 


= Gy (А) 
БЕЗІ 


о (X) (18.15) 


The total absorptivity, о, represents an integrated value over all wavelengths and is defined 
as the fraction of total irradiation absorbed by a surface 


(18.16) 


Irradiation 
б, 


Reflection 
б, ret 


б, abs 


| Transmission 


Gy tr 


Figure 18.17 


spectral absorptivity 


total absorptivity 
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solar absorptivity 


spectral reflectivity 


total reflectivity 


Using Eqs. 18.2 and 18.15, the total absorptivity can be calculated from the spectral 
absorptivity, o, and the spectral irradiation, С), as 


а = = (18.17) 


Accordingly, о depends on ће spectral distribution of the incident radiation (Су) as well as 
on the nature of the absorbing surface (a,). 

In general, o, is only weakly dependent upon the surface (medium) temperature; hence, 
the total absorptivity a is nearly independent of the surface temperature. 

In contrast, the total emissivity € is strongly dependent upon the surface temperature. From 
Eq. 18.13, note that е depends upon the spectral distributions of the emission (Е, ;) and the 
spectral emissivity (£,). Although е, is also weakly dependent upon the surface temperature, 
E, (ST) is strongly dependent upon temperature. For an illustration of this behavior, see 
Comment 1 of Ex. 18.4. 


Solar Absorptivity. Because a depends on the spectral distribution of the irradiation, its 
value for a surface exposed to solar radiation may differ appreciably from its value for the 
same surface exposed to longer wavelength radiation originating from a source of lower tem- 
perature. Since the spectral distribution of solar radiation is nearly proportional to that of 
emission from a blackbody at Т; = 5800 К (see Fig. 18.13) 


Gys С Е, „№, Ts) 


it follows from Eq. 18.17 that the total absorptivity to solar radiation, termed the solar 
absorptivity, as, сап be approximated as 


| o, X)E, (^, 5800 К) dì 
0 


(18.18) 


As ~ 


| E, (, 5800 К) ах 
0 


The integrals of Eqs. 18.17 and 18.18 can be evaluated in the same manner as for the total 
emissivity, Eq. 18.13, using the band emission fractions, F(o_,,), of Table 18.2. 


Reflectivity 


The reflectivity is the fraction of the incident radiation reflected by a surface. The spectral 
reflectivity, рО, is defined as the fraction of the spectral irradiation that is reflected from 
the surface 


Gy (№) 
\ = 18.19 
Тһе total reflectivity, р, is then defined as 
Gree 
p= (18.20) 
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in which case, the total reflectivity is related to the spectral reflectivity and spectral irradi- 
ation by 


= (18.21) 
| G(r) dd 
0 


The reflection from surfaces can be idealized as diffuse (uniformly in all directions, rough 
surfaces) or specular (mirror-like, polished surfaces). In our treatment of the irradiation 
process and its associated radiative properties, we are assuming diffuse conditions, a rea- 
sonable assumption for most engineering applications. 


Transmissivity 


The transmissivity is the fraction of the incident radiation transmitted through a semitransparent 
material. The spectral transmissivity is defined as the fraction of the spectral irradiation that 
is transmitted through the medium 


2 Gy 03) 
^7 (18.22) 


Тһе total transmissivity, т, is then defined as 


em (18.23) 


in which case, the total transmissivity is related to the spectral transmissivity and spectral 
irradiation by 


T= — = = (18.24) 


18.4.3 Radiation Property Interrelationships 


Surface Radiation Balances. Іп Sec. 18.4.2, we considered the general situation of irradi- 
ation interacting with a semitransparent medium. From the radiation balance on the medium, 
including the processes of reflection, absorption, and transmission, Eq. 18.14, and the fore- 
going definitions of their respective spectral properties, it follows that 


р, +а,+т,=1 (18.25) 
апа for the total properties over the entire spectrum, 
р+а+т=1 (18.26) 


If the medium is opaque, there is по transmission. Accordingly, absorption and reflection аге 
the surface processes for which the properties on a spectral and total basis are related as 


р, ta = 1 р+а = 1 | opaque medium] (18.27, 18.28) 


Hence knowledge of one property implies knowledge of the other. 


spectral transmissivity 


total transmissivity 


484 Chapter 18. Heat Transfer by Radiation 


diffuse surface 


ry 2 
Figure 18.18 


gray surface 


Emission and Absorption Properties. In the foregoing sections we separately considered the 
spectral and total radiation properties associated with the processes of emission and absorption. 
For a surface that emits and reflects uniformly, called a diffuse surface, the spectral emissivity 
and absorptivity are equal 


& = ay [diffuse surface | (18.29) 


The proof for this equality involving the directionality characteristics of the radiation fields, 
referred to as Kirchhoff’s law, is given in more advanced treatments of the subject. 

Assuming the existence of a diffuse surface, we now consider what additional conditions 
must be satisfied for an equality between the fotal properties. From Eqs. 18.13 and 18.17, 
the equality between the total emissivity and the total absorptivity applies if 


о 


| & E, (№, T) dX 9 | aG (A) dN 

0 ! 1) 

= Е = 18.30 
: ЕДТ) G о (18.30) 


With ё = о), it follows by inspection that 


є-а (18.31) 


if either of the following conditions is satisfied: 


e The irradiation corresponds to emission from a blackbody at the surface temperature 
Т, in which case GA) = EA, T) and G = ЕТ), or 


* The surface is gray, that is, оу апа е, are independent of А. 


The most likely situation corresponding to the first condition is when an object is in thermal 
equilibrium with its surroundings. The gray surface is one for which е, and a, are inde- 
pendent over the spectral regions of the irradiation and the surface emission. 

A set of conditions for which gray surface behavior may be assumed is illustrated in 
Fig. 18.18. Note that the spectral distributions for the irradiation, G,, and surface emission, 
Еу, are concentrated in a region for which the spectral properties of the surface are con- 
stant, №, <А < №. Accordingly, from Eq. 18.30, € = €,,, and a = o, in which case а = ғ. 
However, if the irradiation or emission were in a spectral region corresponding to 
X <A, Ord > M, gray surface behavior could not be assumed. 


18.4.4 Summary: Spectrally Selective and Gray Surfaces 


Considerable detail has been required to define the spectral and total radiative properties, as 
well as to introduce their interrelationships. Recall that the objectives of this chapter involve 
analyses with spectrally selective and gray surfaces. To make clear the distinction between 
them, the key property concepts are summarized. 


9 £, = оу: this equality holds for diffuse conditions associated with the surface 
and/or radiation processes. In this text we deal exclusively with diffuse 
conditions. Eq. 18.29. 

ө £ +a: while £, = о, values for ғ and о are separately determined from the 
spectral distributions for emission and irradiation, Eqs. 18.13 and 18.17 or 18.18, 
respectively. This surface is termed as spectrally selective. 


Spectral emissivity, €), 
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1.0 1.0 
Stainless steel,1200 К 
oxidized evaporated film 
0.8 0.8 
£ 8 
= Stainless steel, х 
06 5 06 Mus as received, dull > 
Stainless steel, 5 : a 
800 K clean Е paint 5 
Ф a 
oO 
0.4 з 0.4 5 
5 5 
5 E 
0.2 0.2 
0 0 : 
0.2 0.4 0.6 1 2 4 6 10 20 0.2 0.4 0.60.81 2 4 6 8 10 20 
Wavelength, Ашт) Wavelength, Хит) 
(a) (b) 


Figure 18.19 Spectral dependence of the (a) spectral emissivity at elevated temperatures and (b) spectral reflectivity or 
absorptivity near room temperature of selected opaque materials. 


9 g = a: applies when any type of surface is in thermal equilibrium with its sur- 
roundings. Eq. 18.31. 


* є = a: applies when the surface has no spectral character іп the wavelength re- 
gion of importance (Fig. 18.18) so that 6, = a, = € = a = constant. Such a 
surface is called a diffuse-gray surface. Eq. 18.31. diffuse-gray surface 


In engineering practice, when deciding on which type of surface is appropriate for an applica- 
tion, it is necessary to examine the spectral dependence of the material’s properties. Spectral 
emissivity and reflectivity properties for selected opaque materials are shown in Fig. 18.19. We 
illustrate in Ex. 18.5 (Comment 2) and Ex. 18.6 (Comment 3) how to approximate the spectral 
behavior of real spectrally selective materials so that total properties can be readily evaluated. 


In the next part of this chapter on enclosure analysis, we will treat the surfaces as diffuse- 


gray. In the following application-type examples, we illustrate how to perform energy 
balances on spectrally selective surfaces. 


Example 18.5 Heating Application: Spectrally Selective Workpiece 


A small, solid metallic sphere has an opaque, diffuse coating for which a, = 0.8 for X = 5 wm and a, = 0.1 for à > 5 pm. 
The sphere, which is initially at a uniform temperature of 300 К, is inserted into a /arge furnace whose walls are at 1200 К. 
Eventually, the sphere reaches the furnace wall temperature. (a) For the initial condition, determine the total absorptivity and 
emissivity of the coating, and the net heat flux by radiation leaving the sphere. (b) For the final condition, determine the total 
absorptivity and emissivity of the coating. 


Solution 
Known: Small metallic sphere with spectrally selective absorptivity, initially at T,; = 300 К, is inserted into a large furnace 
at T, = 1200 К. Finally, the sphere reaches T, = 1200 К. 


Find: 
(a) Total absorptivity and emissivity of the coating, and net radiative heat flux leaving the sphere for the initial condition. 
(b) Total absorptivity and emissivity of the coating for the final condition. 
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Schematic and Given Data: 


aG ; 
0.8 
4 rad net 
fo Sphere, Т, 


Furnace 
enclosure, T, cE, 


Assumptions: 
Coating is opaque and diffuse. 
Irradiation approximates emission from a blackbody at 7; since the furnace surface is much larger than that of the sphere. 


Analysis: From Eq. 18.17, the total absorptivity is expressed as 


| ЕСИ ах | ох (X)E, (^, 1200 К) dd 


E,(1200 К) 


where the spectral distribution of the irradiation is that of a blackbody (Eq. 16.7) 
G, = БМ. Ту) = Қ.А 1200 K) 


The integration can be performed in parts represented by band emission fractions, Eq. 18.10 


3, % 
| E, „(№, 1200 K) ах | Е, (A, 1200 K) dd 
( м 


0 


1 
229 0 5 


Е,(1200 К) are E,(1200 K) 
oS an 0-эх) ар anll E: 2511 


From Table 18.2, for the value №7; = 5 jum X 1200 K = 6000 иш: К, find Бо.) = 0.738. Hence, the total absorptivity for 
the initial condition is 


a = 0.8 X 0.738 + 0.1(1 — 0.738) = 0.62 


From Eq. 18.13, the total emissivity for the coating at the sphere initial temperature Т,, is expressed as 


| EEr (^. Т,) ах 
0 


E,T,,) 


where £, = a, since the coating is diffuse. The integration can be performed in parts represented by the band emission frac- 
tions, Eq. 18.10 


M % 
| Е, (A, 300 K) ах | E, (^, 300 K) ах 
£ — 0, : E 0,5 2 


E,(300 К) 


E,(300 K) 
E> Chi) яг о 21- Еол] 


From Table 18.2, for the value X,7,; = 5 jum X 300 К = 1500 jum К, find Коу) = 0.014. Hence, the total emissivity for 
the initial condition is 


є = 0.8 X 0.014 + 0.1(1 — 0.014) = 0.11 
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The sphere experiences emission and absorbed irradiation originating from the furnace wall. From an energy balance on the 
sphere as represented in Fig. E18.5 (see also Fig. 18.10 and Eq. 18.5a), the net radiation heat flux leaving the sphere is 


бий == aG = EE (Tu) 15 аЕ,(Т) 
Expressing the blackbody total emissive powers using the Stefan—Boltzmann law, Eq. 18.9, and substituting numerical values, find 


ES = £oT;, = aol} 
"але = 0.11(5.67 X 107* W/m? - K*)(300 K)* — 0.62(5.67 х 10 * W/m? · K*)(1200 K)* 
Фала = (0.11 X 459)W/m? — 0.62(1.177 х 10°) = (50.5 - 7.29 х 10*)W/m? = —72.8 kW/m? < 


ll 


The minus sign implies that the net radiant flux is into the sphere. 

(b) Because the spectral characteristics of the coating and the furnace temperature remain fixed, there is no change in the 
value of о with increasing time. However, as Т, increases with time, the value of е will change. After a sufficiently long time, 
T, = T,, which corresponds to the thermal equilibrium condition, so that € = a. That is, for the final condition, 


=a ue» 4 


Comments: 

1. The equilibrium condition that eventually exists (Т, = Т) satisfies the condition required for the equality of Eq. 18.31. 
Hence, a must equal £ for the final condition. 

2. The spectral emissivity distribution of the diffuse coating as shown in Fig. E18.5 corresponds to that for a heavily oxidized 
metallic or a nonmetallic material. This idealized distribution is representative of the spectra for oxidized stainless steel or 
silicon carbide as shown in Fig. 18.19a. 

3. Approximating the sphere (mass m with specific heat c) as a lumped capacitance and neglecting convection, an energy 
balance for the system, Ein = 1228 - E can be expressed as 


dT, 
dt 


(aG)A, — (£o T?)A, = mc 


This differential equation could be solved to determine T(t) for t > 0. However, the variation of е that occurs with increasing 
time would have to be included in the solution, or a suitable average value could be used as a first estimate. 


Example 18.Ó Solar Application: Spectrally Selective Spacecraft Panel 


A spacecraft panel maintained at 300 K is coated with an opaque, diffuse white paint having the spectral reflectivity distri- 
bution shown below. The spacecraft is in а near-earth orbit and is exposed to solar irradiation of 1353 W/m? as well as to 
deep space at 0 К. What is the net radiative heat flux leaving the panel surface? 


0.95 Pig 
< 
Pa,3 
0.05 |^ 
0 03 1.0 1.5 
ХМит) 
Figure E18.0a 
Solution 


Known: Panel with spectrally selective radiative properties operating at prescribed surface temperature in near-earth orbit. 
Find: Net radiative heat flux leaving the panel surface. 
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Schematic and Given Data: 


a space, 0 K 


G, = 1353 W/m? : 
Assumptions: 
| | | | 1. Steady-state conditions. 
2. Panel surface is opaque and 
diffuse. 
Panel 


SUO 3. Spectral distribution of solar 
P) irradiation is proportional to that for 
[Р пеї 


blackbody radiation at 5800 К. 
4. Panel radiates to deep space at 0 K. 


Surface energy balance on panel 


Figure E18.0b 
Analysis: As represented in Fig. E18.6b, from Equation 18.5a, the surface energy balance on the panel has the form 


Que: E Gabs ЕН b es Gs 
The solar absorptivity can be obtained using Eq. 18.18, where the integration is performed in parts, which in turn are repre- 
sented by band emission fractions 


© Х| 
| o E, (^. T;) | EX» | 
0 0 


№ oo 
o, 5E, s | Oy 3E, ь 
à M 


> ЕТ) Е, E E, 


Os = Go + Calo — =з + Sl = Қо] 
ag = (1 — 0) х 0.03345 + (1 — 0.95)[0.8808 — 0.03345] + (1 — 0.05)[1 — 0.8808] 
as = 0.226 


Since the surface is opaque a, = 1 — ру. From Fig. E18.6a, Хү = 0.3 jum, № = 1.5 wm, and 7, = 5800 К. The band emission 
fractions from Table 18.2 are 

217; = 0.3 X 5800 = 1740 um: K: Foo, = 0.03345 

АТ, = 1.5 X 5800 = 8700 ил: К: Fon, = 0.8808 
The total emissivity is calculated from Eq. 18.13, and the integration can be performed using appropriate band emission frac- 


tions. However, recognize that with №7, = 1.5 jum X 300 K = 450 рт : К from Table 18.2, Еу, = 0.000. Accordingly, 
the spectral region of importance is А > Aj, so that 


e= 3 = 1 — руз = 1 — 0.05 = 0.95 


Substituting numerical values for the radiative properties into the energy balance, and with E, = GJ. the net radiative heat 
flux leaving the panel surface is 


4ле = 0.95(5.67 х 1075 W/m? - КЭ(300 K)* — 0.226 х 1353 W/m? 
Алала = 413 W/m? — 305 W/m? = 108 W/m? < 


Comments: 

1. Since the net radiative flux leaving the panel is positive, the panel is behaving as a radiator, rejecting energy dissipated 
within the spacecraft to deep space. 

2. Recognize that the absorption of solar irradiation and emission, respectively, are controlled by the short- and long-wave- 
length characteristics of the spectral absorptivity. The ratio of a;/e is an important parameter for spacecraft thermal control 
and solar collectors. The coating of this example has as/e = 0.226/0.95 = 0.23, and functions as a radiator. For a collector 
panel, a coating with a ratio greater than unity would be required. 

3. The spectral reflectivity distribution of the diffuse white coating as shown in Fig. E18.6a is an idealized representation for 
a white paint such as that shown in Fig. 18.19b. 


Radiative Exchange Between Surfaces іп Enclosures 


Thus far we have restricted our attention to radiation processes that occur at a single surface. 
Now we will consider the problem of radiative exchange between two or more surfaces. In 
general, radiation may leave a surface due to both direct emission and reflection (radiosity), 
and upon reaching a second surface, experience absorption as well as reflection. The radia- 
tive exchange depends upon the surface geometries and their orientations, as well as on their 
radiative properties and temperatures. 

We begin by establishing the geometrical features of the radiation exchange problem by 
developing the concept of the view factor. Using the view factor, we then treat black surface 
exchange, which does not have the complications of multiple-surface reflections present with 
non-black surfaces. Analyzing radiation exchange between non-black, opaque surfaces in an 
enclosure is greatly simplified through two major assumptions: the surfaces are diffuse-gray 
(= = а), and are characterized by a uniform radiosity and irradiation. The importance of these 
assumptions will become evident as we develop the means to calculate radiative exchange. 


18.5 The View Factor 


The view factor (also called a configuration or shape factor) accounts for the geometrical 
features for the radiation exchange between two surfaces. The view factor F; is defined as 
the fraction of the radiation leaving surface i that is intercepted by surface j. For the arbi- 
trarily oriented surfaces A; and A; of Fig. 18.20 


4-і 


F; = — 18:32 
ат (18.32) 


where q; ,; is the radiative flux leaving A; that is intercepted Бу Ад, J; is the radiosity of sur- 
face А;, which represents the radiative flux leaving A; in all directions. It is assumed that the 
surfaces are isothermal, diffuse, and have a uniform radiosity. 

Two important relationships involving the view factors should be recognized. For the ar- 
bitrarily oriented surfaces (Fig. 18.20), we can write 


AF; = AF ji (18.33) 


This expression, termed the reciprocity relation, is useful in determining one view factor 
from knowledge of the other. This relation is a consequence of the diffuse nature of the 
radiation from the surfaces. 

For surfaces forming an enclosure (Figure 18.21), the summation rule 


УЕ = 1 (18.34) 


j=l 


can be applied to each of the N surfaces in the enclosure. This rule follows from the re- 
quirement that all radiation leaving surface i must be intercepted by the enclosure surfaces. 
The term F; appearing in the summation represents the fraction of the radiation that leaves 
surface i and is directly intercepted by i. If the surface is concave, it “sees itself” and F; is 
nonzero. However, for a plane or convex surface, F; = 0. 

There are several approaches for evaluating the view factors. For some situations, it may 
be possible to determine F; by inspection. That is, by intuition stemming from the physical 
interpretation of F;, with consideration to the surface arrangement, you can sometimes 
recognize the fraction of radiation leaving А; that is intercepted by А, 


18.5 The View Factor 


Figure 18.20 


view factor 


reciprocity relation 


summation rule 
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Figure 18.21 
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i р? 
1, Fj 


(a) 


0.1 0.2 


0.1 0.2 0.4 0.60.8 1 2 4 6 810 


Figure 18.22 View factors for three-dimensional geometries: (a) small surface coaxial, parallel to disk, (b) coaxial parallel disks 


7 D +42 


(Aj << А) (18.35) 


Е;= 215 -[S?-4(r/r] 2) (1836 


147 
шалган: (18.37) 
Rjz rilL, Қ- r/L (18.38) 


0.203 05 10 2 345 10 
X/L 


(d) 


(c) aligned parallel rectangles, and (d) perpendicular rectangles with a common edge. 


18.5 Тһе View Factor 491 


Table 18.3 View Factors for Two-Dimensional Geometries 


Geometry/Relation 
Parallel Plates with Midlines Connected Inclined Parallel Plates of Equal Perpendicular Plates with a Common 
by Perpendicular Width and a Common Edge Edge 
>] : 7 
es | p j A 
| 7 | 
L | 2 1 
| | : : 
j i 
|+ wj »| ы w - ы Wi >| 
[0% + Wy + 4)” — (W; - W} + 4] /ш)- ло р? 
Fy = : : Е; = 1 Б ай, Клм. E 
2W; 2 ij 2 
W; = w/L, W; = шуут. (18.39) (18.41) 


Analytical solutions Тог F; have been obtained for many common surface arrangements 
and are available in equation, graphical, and tabular forms. View factors for selected two- 
dimensional configurations (infinitely long in the direction perpendicular to the page) are 
presented in Table 18.3 (Eqs. 18.39-41). View factors for three-dimensional geometries are 
presented in Fig. 18.22 (Eqs. 18.35-38). In conjunction with these results, you may also use 
the reciprocity relation and summation rule to determine the required view factors. 


Example 18.7 Calculating View Factors for Diffuse Surfaces 


Determine the view factors Е, and Р», for the following geometries: 


(ша A>, hemisphere, T 
diameter D LzD 
(— — —]A,, disk, 1 


diameter 2/2 


9-45 


ZZ 


(c) Figure E18.7Za,b,c 


(a) Long open channel. 
(b) Hemispherical-disk arrangement; find also Ғ and F3. 
(c) End and side of a circular tube of equal length and diameter. 


Solution 
Known: Surface geometries. 
Find: View factors. 


Assumptions: Diffuse surfaces with uniform radiosities. 


Analysis: Тһе desired view factors are obtained from inspection, the reciprocity relation, 
the summation rule and/or use of a chart. 

(a) Long open channel of length L. Complete the enclosure by defining the third surface Аз, 
which is symmetrical in form to Аҙ. Applying the summation rule for surface A}, 


18 аР йш аР IP = 1! Figure E18.7d 
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By inspection: since A, does not see itself, it follows that Е = 0. Also, since A; and Аҙ are symmetrically positioned with 
respect to A,, by symmetry we recognize that Бү, = Ез, hence 
Е = 0.5 < 
From the reciprocity relation between surfaces A, and A, 
A 2111 Ж/А 4 
Hy = S 0.5 0.5 = 0.637 < 
A» (271 m/4) х L т 


(b) Hemisphere of diameter D over а disk of diameter D/2. By inspection, recognize that A, sees only A», hence, it follows that 


F,=1.0 < 
From the reciprocity relation between surfaces A, and А; 
2 
йз = ~ u = 10 = 025 | 
By inspection, based upon a symmetry argument that A, sees as much of itself as it does of А, and А; combined, it follows that 
Fy = 0.50 < 


Applying the summation rule to surface A, 
ЕЕЕ» ar з = 1 
Fy, = 1 — Ед--Е,-(- 0.125 = 0.50 = 0.375 4 


(с) Circular tube. Apply the summation rule to surface A, 
Їй ar Fig ар Fig = 1! 
By inspection, Е = 0, and from the chart for the coaxial, parallel disks, Fig. 18.22b, with (r;/L) = 0.5 and (L/r,) = 2, find 
Ез = 0.17 
Substituting numerical values into the summation rule 


Fo l=, UE cq 0-07-05 а 


From the reciprocity relation between surfaces A, and A), find 


A D^/A 
БООСОН me 0.83 = 021 < 
T. 


Comments: 

1. Note that the summation rule must be applied to an enclosure. To complete the enclosure in part (a), it was necessary to 
define a third hypothetical surface A; (shown by dashed lines), which we made symmetrical in form to А». 

2. Recognize that the solutions follow a systematic procedure by applying the reciprocity relation and summation rule. Always 
look for instances to deduce the shape factor by inspection as has been illustrated in this example. 


18.6 Blackbody Radiation Exchange 


For surfaces that may be approximated as blackbodies, radiation leaves only as a result of 
emission, none of the incident radiation is reflected. We develop first the relation for the net 
exchange between two black surfaces, and then extend the treatment for determining the net 
radiation from a black surface in an enclosure. 

Consider radiation exchange between two black surfaces of arbitrary shape (Fig. 18.23а). 
Recalling from our discussion in Sec. 18.6, q; , is the rate at which radiation leaves the surface 
i and is intercepted by surface j. From Eq. 18.32, it follows that 


dij = (Adi) Fy (18.42) 
or, since the radiosity equals the emissive power for a black surface, J; = Ep; 


dij = AF Es 


18.6 Blackbody Radiation Exchange 


Figure 18.23 Radiation transfer between black surfaces. (a) Net exchange between two surfaces, 
ау» Network elements representing (Р) net exchange between two surfaces, 4;, in terms of the space 
radiative resistance and blackbody emissive powers, and (c) net rate from surface A, due to 
exchange with the remaining surfaces (Ал, Аз) in a three-surface enclosure, 41. 


Similarly 
4-1 = АД Ey 
The net radiative exchange between the two surfaces can then be defined as 
dj = dij — Yi (18.43) 
from which it follows that 


qi — AF E, — AF Ey 


Jo 


Using the view factor reciprocity relation, Eq. 18.33, and rearranging, we find 


Ey m Е} 


іт 18.44) network element 
ШЕТТЕ цан 


or in terms of the surface temperatures using Eq. 18.9 


qi = A;Fjo(T; p Tj) (18.45) 


Note that the expression for the net exchange of Eq. 18.44 can be represented by the network 
element of Fig. 18.23 associated with the driving potential (Ej; — Е) and a space or space resistance 
geometrical radiative resistance of the form (АГ, а 
Тһе foregoing results can also be used to evaluate the net radiation transfer from any sur- 
face in an enclosure of black surfaces. For an enclosure with three surfaces maintained at 
different temperatures, the net rate of radiation from surface A, is due to exchange with the 
remaining surfaces (A, А;) and сап be expressed as 


di = di + 4із (18.46) 


JEn Ep Еу — Ез 
(AF2) (AF)! 


qı (18.47) 


These relations for the black surface can also be represented by network elements as shown 
in Fig. 18.23c. Recognize that we can write a similar relation for each of the surfaces in the 
enclosure, and can, of course, extend the treatment to more than three surfaces. 
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Example 18.8 Enclosure Analysis: Black Surface Exchange 


A furnace cavity, which is in the form of a cylinder of 75-mm diameter and 150-mm length, is open at one end to large sur- 
roundings that are at 27°C. The sides and bottom may be approximated as blackbodies, are heated electrically, are well insu- 
lated, and are maintained at temperatures of 1350 and 1650°C, respectively. 


—D—- 


Side, T, 


Heater wire 


"— — Insulation 
s Bottom, 7, 


ЕЖ--с-оҡ->і 


Figure Е18.8а 
How much electrical power is required to maintain the furnace under steady-state conditions? 


Solution 
Known: Surface temperatures of cylindrical furnace. 
Find: Electrical power required to maintain prescribed temperatures. 


Schematic and Given Data: 


-43 Т.,-300К 
| FEES 43 Assumptions: 
- 1 ЖЗ цасаа | 1. Steady-state conditions. 
| Е, 2. Interior surfaces behave as black- 
| Ay, T, = 1350°C bodies. 
L=0.15m | (аға (AsF54) ! 3. Heat transfer by convection is negli- 
| gible. 
Ал, T; = 1650°C Ед Exp 4. Outer surface of furnace is adiabatic. 
! "— p / x 
e 
D -0.075 m «——>| 4\3 - ; 
Figure E18.8b,c 


Analysis: Тһе electrical power required to operate the furnace under steady-state conditions, Р,, must balance the heat trans- 
fer from the furnace opening. Subject to the foregoing assumptions, the only heat transfer is by radiation through the open- 
ing, which may be treated as the hypothetical surface of area Аҙ, which completes the furnace interior enclosure (41, A», Аз). 
Because the surroundings are large, radiation exchange between the furnace opening and the surroundings may be treated by 
approximating the surface A; as a blackbody at T; = T,,,. The processes associated with A; are represented by the network in 
Fig. Е18.8с from which it follows that 


Jf = Shy = а or Che 
P, = A,Fyo(T; — T3) + А,Ғ,а(Т) — Т3) 


where q; is the net radiative heat rate leaving A; (on the enclosure side of the surface). From Fig. 18.22b for the view factors 
between parellel, coaxial disks with (7;/L) = (0.0375 m/0.15 m) = 0.25 and (L/r;) = (0.15 m/0.0375 m) = 4, find that 


Еж - 0.06 


From the summation rule for surface A,, with F5, = 0 


Ед-1-Е,-Е,-1-(0- 0.06 = 094 
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and using the reciprocity relation 
А, т(0.075 т)?/4 


Fy = Еу = 
UA 1 (0.075 m)(0.15 m) 


х 0.94 = 0.118 


From symmetry considerations, find that Е; = Е = 0.118. With А, = «DL and A, = тР2/4, and substituting numerical 
values, the electrical power required is 


P, = (m X 0.075 m X 0.15 m)0.118(5.67 х 1075 W/m? - K*)[(1623 K)* — (300 K)*] 
+ (т(0.075 m)?/4) х 0.06 (5.67 х 1075 W/m? - K*)[(1923 K)* — (300 K)*] 
Р, = 1639 W + 205 W = 1844 W < 


Radiation Exchange Between Diffuse-Gray Surfaces 
in an Enclosure 


For an enclosure comprised of opaque, nonblack surfaces, radiation may leave a surface by 
emission and by reflection of irradiation that originates from other surfaces in the enclosure 
as shown in Fig. 18.24a. We begin the enclosure analysis problem by formulating surface 
energy balances to obtain relations for the net radiation leaving a surface, and representing 
the results with network elements. We will apply the network to the two-surface enclosure, 
considering also the special case of the radiation shield, and to the three-surface enclosure 
having one reradiating (insulated) surface. 


18.7.1 Radiation Exchange Relations: Network Representation 


The term qj, which is the net rate at which radiation leaves surface i, represents the net ef- 
fect of radiative interactions at the surface. As shown in Fig. 18.24) (see also Fig. 18.11 and 
Eq. 18.5b), it is equal to the difference between the surface radiosity and irradiation, and may 
be expressed as 


qi = Ai(J; — 6) (18.48) 


From the definition of the radiosity, Eq. 18.4b, with Eq. 18.12 for the emissive power and 
Eq. 18.20 for the reflected irradiation, find 


Ji = E; + Gu; = £y + р, (18.49) 


T, Ay, є 


Figure 18.24 Net radiation exchange in an enclosure of diffuse-gray surfaces. (a) Schematic of the 
enclosure. (b) Radiative balance according to Eq. 18.48. (c) Network element representing the net 
radiation transfer from the surface, q; in terms of the surface radiative resistance. (d) Network 
element representing the exchange between two surfaces, q;; in terms of the space or geometrical 
radiative resistance. 
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net radiative heat rate 
leaving surface 


surface radiative 
resistance 


radiation exchange 
between surfaces 


space radiative resistance 


and solving for the irradiation G, find 


Ji - £i, Л — £iÉy 
С; = = (18.50) 
р; l1 — & 


where, from Eq. 18.28, p; = 1 — a; = 1 — е, since €; = a; for an opaque, diffuse-gray surface 
(Eq. 18.31). Substituting Eq. 18.50 into 18.48, it follows that the net radiative heat rate leaving 
surface A; has the form 


Ey – Ji 
qi = ( (18.51) 


1 — €,)/¢;A; 


This relation may be represented by the network element of Fig. 18.24c where (Е; — J;) is 
the driving potential and (1 — €;)/€;A; is viewed as the surface radiative resistance. This 
element represents a diffuse-gray surface; if the surface were black, this element would not 
appear in the network we are attempting to build. 


Space Radiative Resistance. Consider now radiation exchange between two of the surfaces 
in the enclosure of Fig. 18.24a. Following the treatment for blackbody exchange (see 
Eqs. 18.42-43), recall that the term @;_„ was defined as the rate at which radiation leaves 
surface i and is intercepted by surface j. Hence, the net radiation exchange between the two 
surfaces can be expressed as 
dj = dioj 7 djoi (18.52) 
From Eq. 18.42, in terms of the surface radiosities (not the emissive powers), it follows that 
dij — (AJ) Fi =: (AJ) Ер (18.53) 


and using the view factor reciprocity relation 


di = (18.54) 


The component q;; may be represented by a network element for which (J; — Jj) is the 
driving potential and (AF)! is a space or geometrical radiative resistance (Fig. 18.244). 


Energy Balance on Node J;. From Eq. 18.51, we see that the net radiation transfer (cur- 
rent flow) to surface i through its surface resistance, q;, must equal the net rate of radiation 
transfer (current flows) from i to all the other surfaces through the corresponding space 
resistances, qij, as given by Eq. 18.54. These equations are represented by the network in 
Fig. 18.25 for the surface A, in a three-surface enclosure. The network corresponds to an 
energy balance on the node representing the radiosity (potential). From the network we can 
see that the net rate of radiation transfer from surface Aj, 41, is equal to the sum of the 
components related to radiative exchange with the other surfaces in the enclosure and 
has the form 


Ji — Jo Jh (18.55) 
q = q 2 Ї 4 3 Ї ... - Ї - Ї Tw : 
A (AE) * (АЕ)! 


The network representation of the diffuse-gray surface (Fig. 18.25) serves as a useful 
tool for visualizing and calculating radiation exchange. In the next section, we apply this 
network to a two-surface enclosure. 
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412 
к.” 
Surface radiative E 1 
esistance == ~ 200b cl 
ғы" j^ jati ^7 a -eyeA шин 
41 Space radiative 175131 
resistances A Ј, A 2 ГА 
qı = q12 +43 = + (18.55) 
eA, eee (AF (AF 
Node for applying 
surface energy balance 
J3 ыг? 
413 


Figure 18.25 Surface and space radiative resistances comprising the network representing surface A, 
in a three-surface enclosure. Equations 18.51 and 18.55 are energy balances on the J, surface node. 


18.7.2 The Two-Surface Enclosure 


The simplest example of an enclosure is one involving two surfaces that exchange radiation 
only with each other. Such a two-surface enclosure is shown schematically in Fig. 18.26a. 
From an overall energy balance on the enclosure, we recognize that the net rate of radiation 
transfer from surface 1, дү, must equal the net rate of radiation transfer to surface 2, 4». Since 
there are only two surfaces in the enclosure, it follows that both quantities must equal the 
net rate at which radiation is exchanged between 1 and 2, д. Accordingly 


qi = =Ф = 42 (18.56) 


We сап use the network representation of Fig. 18.25 for each of the surfaces to construct the 
network corresponding to the two-surface enclosure shown in Fig. 18.26b. The total resistance to 
radiation exchange between surface 1 and 2 is comprised of two surface resistances and the space 
resistance. Hence the net radiation exchange between the two surfaces can be expressed as 


_ o(Tt — Т») 
1-6 1 T 


£A, Af. £A» 


di (18.57) 


where E, = оТ“ from Eq. 18.9. 

The forgoing result may be used for any two diffuse-gray surfaces that form an enclosure. 
The application of Eq. 18.57 to important common geometries is summarized in Table 18.4. 
Note that the net radiative heat rate, Eq. 18.61, for the small convex object in large isothermal 
surroundings corresponds to the exchange equation you first encountered in Chap. 15 (Eq. 15.15). 


"m 1-8 1 1-е; 
„12, & 
анаша Ед “41 J, Af Jn 24; Ер 
1 WNW? YI OO N/N/V/—0 2 

--- —> —- 

Ej - Л 4\2 J2- Ер 
ArT 4-7 (Тє А, 7425 (1- 6,4; 

(5) 


Figure 18.20 The two-surface enclosure. (а) Schematic. (b) Network representation of the 
enclosure with two surface- and one space-radiative resistances, Eq. 18.57. 
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radiation shields 


Radiation 
shield 
Ед Л J31 Ез J3,2 J2 22 

— — —||— —> o—//AV^—o—,//^—o—,/AV/^—o—/AV/^—o—,/ ио 
41 413 4з2 742 41 1-1 1 1-83] 1-32 1 1-е, 

Raa 814 АуРуз £3143 — Жз2Аз АзЕзә — £545 

83,2 
Ay, Tj, £ | A», To, £2 
Аз, T3 
(а) (5) 


Figure 18.27 Radiation exchange between large parallel planes with a radiation shield. 
(a) Schematic. (b) Network representation with four surface- and two space-radiative resistances. 


Radiation Shields. Radiation shields constructed from low emissivity (high reflectivity) 
materials, can be used to reduce the net radiation transfer between two surfaces. Consider plac- 
ing a shield, surface 3, between the two, large parallel planes of Fig. 18.27a. Without the radi- 
ation shield, the net rate of radiation transfer between surfaces 1 апа 2 is given by Eq. 18.57. 
However, with the radiation shield, additional resistances are present, as shown in Fig. 18.27b, 
and hence, the heat rate is reduced. Note that the emissivity associated with one side of the 
shield (е; |) may differ from that associated with the opposite side (£55) and the radiosities will 


Table 18.4 Net Radiative Exchange Equations for Common Diffuse-Gray, Two-Surface Enclosures 
from Application of Eq. 18.57 


Large (Infinite) Parallel Planes 


4 m4 
Ai, Ty, £ Ар=А›=А Энэ Ас(Ті Тз) 
— сей 18 1 ї 1 ! (18.58) 
A», Ta, еҙ n ёр £ 
Long (Infinite) Concentric Cylinders 
A; n _ сА(Тү = Т») 
— = 412 1 [e 
А) h Жы (5) (18.59) 
Р, = 1 [2n £5 Р 
Concentric Spheres 
A, 11 = СА (Т — T2) 
A n цайг > “(ғу (18.60) 
Еа-1 £i 22 г) 
Small Convex Object in Large Surroundings 
А, " 
A» 42 = сАє(Тү — Т5) (18.61) 


18.7 Radiation Exchange Between Diffuse-Gray Surfaces іп ап Enclosure 499 


always differ. Summing the resistances and recognizing that Е; = F32 = 1, it follows that 


A,o(T} — Т») 
1 1 — £3; 1 — £32 1 


£ £31 £35 е; 


412 (18.62) 


Recognize that the resistances associated with the radiation shield become very large when 
the emissivities еҙ and £5» are very small. 


Example 18.9 Radiation Shield for a Cryogenic Fluid Transfer Line 


A cryogenic fluid flows through a long tube of 20-mm diameter, the outer surface of which is diffuse and gray with €; = 0.02 
and T, = 77 K. This tube is concentric with a larger tube of 50-mm diameter, the inner surface of which is diffuse and gray 
with €, = 0.05 and Т, = 300 K. The space between the surfaces is evacuated. (a) Calculate the heat transfer to the cryogenic 
fluid per unit length of tubes. (b) If a thin radiation shield of 35-mm diameter and £4 = 0.02 (both sides) is inserted midway 
between the inner and outer surfaces, calculate the change (percentage) in heat transfer per unit length of the tubes. 


Solution 

Known: Сопсепігіс tube arrangement with diffuse-gray surfaces of different emissivities and temperatures. 
Find: 

(a) Heat transfer by the cryogenic fluid passing through the inner tube without the radiation shield. 

(b) Percentage change in heat transfer with the radiation shield inserted midway between inner and outer tubes. 


Schematic and Given Data: 


| F = о [А Shield Assumptions: 
Ё 20 бы D4535 тий 1. Surfaces are diffuse and gray. 
7 250. £4 = 0.02 | 
2. Space between tubes is evacuated. 
— 2 B— а 3. Conduction resistance for radiation shield is 
Т,-77К negligible. 
: im 4. Concentric tubes form a two-surface enclosure (end 
m effects are negligible). 
Without shield (wo) With shield (w) 


Figure Е18.0 


Analysis: 
(a) The network representation of the system without the shield (wo) is shown in Fig. 18.26, and the desired heat rate may 
be obtained from Eq. 18.59, where 


(трт - 75) 


Я.о 
1 il — yf ID) 
I (2) 
ЕТ £5 р, 


Hence, the heat rate from the cryogenic fluid per unit tube length is 
2204 5.67 X 107% Wim? - К(т х 0.02 m)[(77 K)* — (300 K)*] 
te ыг 1 1- ШЕШІ z) 
0.02 005 \0.05m 


4, = —0.50 Wim < 


The negative sign implies that the radiative heat transfer is into the cryogenic fluid. 
(9) The network representation of the system with the shield (10) is shown in Fig. 18.27, and the desired heat rate is now 


Ey, — Еу о(Т| E Tj) 


dw 


Rua Ry 
where the total radiation resistance is the sum of four surface and two space radiative resistances 
1 = 21 1 [к= £4 1 [| = £5 
Rea = | + 2 | | 
&(vDiL)  (wD,L)F 3 €3(7D3L) (т031)Е (тр) 
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Substituting numerical values, find 


R -H 1 — 0.02 | 1 | 17:10:02 1 | 1 - 0.05 \ 

" L(0.02(a X 0.02m) (тх 0.02 m)1 10.02(т X 0.035 т) (т Xx 0.035 m)1 0.05(т X 0.05 m) 
1 1817 

Кы = 7 (779.9 + 15.9 + 891.3 + 9.1 + 121.0) = 7 me 


Hence, the heat rate with the radiation shield is 


q, _ 5-67 X 1075 W/m? - K*[(77 K)* = (300 К)! 


Gn = = = -0.25 W/m < 
L 1817 m 
The percentage change in the heat transfer to the cryogenic fluid is then 
hy = Chiro (-0.25 W/m) - (—0.50 W/m) 
х 100 = x 100 = —50% < 
dis —0.50 W/m 2 


reradiating surface 


18.7.3 The Three-Surface Enclosure with a Reradiating Surface 


We can use the network representation of Fig. 18.25 for a single surface to construct the net- 
work corresponding to a three-surface enclosure. We will consider the special case (Fig. 18.28) 
where one of the surfaces is perfectly insulated on the backside, with negligible radiation (and 
convection) on the enclosure side. Termed a reradiating surface, the idealized surface is char- 
acterized by zero net radiation transfer (q; = 0). This situation is common in many industrial ap- 
plications, especially furnaces and ovens where radiation is the dominant mode of heat transfer. 

The three-surface enclosure, for which the third surface R is reradiating, is shown in 
Fig. 18.28а, and the corresponding network is shown in Fig. 18.28b. Since surface R is presumed 
to be well insulated with negligible convection effects, the net radiation transfer must be zero. 
That is, gg = 0, and from an overall energy balance on the enclosure, it follows that д = —q». 

Since дк = 0, according to Eq. 18.51, the driving potential for the surface radiative 
resistance element must be zero. Hence, the blackbody emissive power of the reradiating 
surface must equal its radiosity 

Ек = Jr 


If the radiosity of a reradiating surface, Jp, is known, then its temperature is readily determined. 
In such an enclosure, the temperature of the reradiating surface is determined by its interac- 
tion with the other surfaces, and is independent of the emissivity of the reradiating surface. 


Reradiating surface 


Аһ Tg, Єр 


Ay, Tj, £y ——N , Ta, 8) 


(a) (b) 


Figure 18.28 A three-surface enclosure with one surface reradiating. (a) Schematic. (b) Network 
representation with three surface and three space radiative resistances. 
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The network representing the enclosure, Fig. 18.26b, is a simple series-parallel arrange- 
ment, and from its analysis it is readily shown that the net radiation transfer rate is 


а- Ej — Ey 
| 1-8, 1 EL (18.63) 
“А, AF2 + [(V/AiFig) + (1/A2For) |7! £A; 
Knowing д, = —4»;, Eq. 18.51 can be applied to surfaces 1 and 2 to determine their 


radiosities /, and J}. Knowing Л, J, and the geometrical resistances, the radiosity of the 
reradiating surface J, can be determined from the radiation balance on node R (qır — dor = 0) 
doge c = 
(А.Е) (ШАР) 
The temperature of the reradiating surface, Tg, can then be determined from the require- 
ment that оТ = Jp. 

As you have seen for the two- and three-surface enclosure (with one reradiating surface), 
the network representation is convenient for setting up an analysis. For complicated enclosures, 
a more direct approach involves working with the energy balance relations, Eqs. 18.51 and 
18.55. For an N-surface enclosure with N-unknown radiosities (or a combination of N radiosi- 
ties and temperatures), the analysis requires simultaneously solving the system of N-energy bal- 
ance equations. The methods for performing such analysis are provided in more advanced heat 
transfer texts. 


Example 18.10 Three-Surface Enclosure Analysis: Paint Baking Oven 


=0 (18.64) 


temperature of 
reradiating surface 


ГП: норост 


ОРРАТЕ 


A paint baking oven consists of a long, triangular duct іп which a heated surface is maintained at 1200 К and another sur- 
face is insulated. Painted panels, which are maintained at 500 K, occupy the third surface. The triangle is of width W = 1 m 
on a side, and the heated and insulated surfaces have an emissivity of 0.8. The emissivity of the panels is 0.4. (a) During 
steady-state operation, at what rate must energy be supplied to the heated side per unit length of the duct to maintain its 


temperature at 1200 K? (b) What is the temperature of the insulated surface? 


Solution 


Known: Surface properties of a long triangular duct that is insulated on one side and heated and cooled on the other sides. 


Find: 
(a) Rate at which energy must be supplied per unit length of duct. 
(b) Temperature of the insulated surface. 


Schematic and Given Data: 


Equilateral 
triangle 


£208 i ÁN у T, = 1200 K Assumptions: 
% C. ғ. 20.8 h-E 
\ R^ “bR 


1. Steady-state conditions exist. 

2. АП surfaces are opaque, diffuse, 
Ақ-0--- gray, and of uniform radiosity. 

3. Convection effects are negligible. 
4. Surface R is reradiating. 

5. End effects are negligible. 


Figure E18.10 
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Analysis: 
(a) The system may be modeled as a three-surface enclosure with one surface reradiating. The rate at which energy must be 
supplied to the heated surface can be obtained from Eq. 18.63 


Ej — Ер 
1 — 85 il ' [ey 
£A, АҒ + [(1/A\Fir) + (АР) |" £A» 


41 


From symmetry considerations, Fi; = Fir = F5, = 0.5. Also, A, = A; = №: І, where L is the duct length. Substituting 
numerical values, find the heat transfer rate to the duct per unit length as 
~ G 5.67 х 10 * W/m? - K'(1200* — 500) K* 
IL, 1-09 , 1 = Os 
OSxim 12-05:0 2 ш 04x Tm 


ОГ 
qi = 37 kW/m < 


(b) The temperature of the insulated surface can be obtained from the requirement that Jp = Е,р, where Jp is dertermined 
from Eq. 18.64. However, to use this expression J, and J; must be known. Applying the surface energy balance, Eq. 18.51, 
to surfaces 1 and 2, and recognizing from the network, Fig. E18.10, that q} = —q1. it follows that 


jm il = S 
E, | 847 x 1075 ?- K4(1200 K)* — ——— —— x 37,000 W/m = 108,32 2 
Л Би тг уу 415567 X 10% Wim (1200 ку — 0555 д X 37,000 W/m = 108,323 W/m 
һ-Е,- = ш X 10-8 Win? KERKE зэв 000 W/m) = 59,043 W/m? 
л. gj OT (21077 : 


From the energy balance for the reradiating surface, Eq. 18.64, it follows that 


108,323 — Jr Jg — 59,043 
1 1 
WXLX05 WXLX05 


Hence, the radiosity of the reradiating surface is 
Jp = 83,683 W/m? 


Since Jz = Ej, = oT, for the reradiating surface, its temperature is 


жүй 83,683 W/m? ү? 
Ta = = || зїй < 
с 5.67 X 107% W/m? K 


Chapter Summary and Study Guide 


In this chapter we studied radiation processes and properties, and we applied these funda- 
mentals to methods for determining radiative transfer from spectrally selective surfaces and 
between diffuse-gray surfaces comprising an enclosure. 

We described the nature of thermal radiation and then introduced the radiation processes 
of emission and irradiation. The concept of the blackbody, the perfect absorber and ideal 
emitter, provides a basis for our understanding of the spectral distribution of radiation as a 
function of wavelength and temperature. Radiation properties, defined in terms of blackbody 


behavior, describe the interaction between radiation processes and real surfaces. In ош treat- 
ment, we considered diffuse surfaces, for which the equality of the spectral properties applies, 
£y = оу. For ће diffuse-gray surface, a useful model in many engineering applications, the 
equality on a total basis applies, е = a. The equality does not apply, however, to spectrally- 
selective surfaces, which have spectral properties that are different in the wavelength ranges 
associated with the emission and irradiation processes. 

The diffuse and gray surface assumptions allow for expressing the geometrical features 
of radiative exchange between surfaces of an enclosure in terms of the view factor. Based 
upon energy balance relations, we introduced a network representation for the two-surface 
enclosure, treating radiation shields as a special case, and for three-surface enclosures with 
one surface reradiating. 

Many new concepts and terms were introduced in this chapter, so careful reading of the 
material will be required to make you more comfortable with their application. Review the 
terms summarized in Table 18.1, the characteristics of the blackbody listed in Sec. 18.3, and 
property interrelationships summarized in Sec. 18.4.4. 

The following check list provides a study guide for this chapter. When your study of the 
text and end-of-chapter problems has been completed, you should be able to 


* write out the meanings of the terms listed in the margins throughout the chapter and 
understand each of the related concepts. The subset of key terms listed here are 
particularly important. 


* describe the nature of radiation and the important features that characterize radiation. 


* define the spectral and total emissive powers, and explain the role the latter plays in 
a surface energy balance. 

* define the total irradiation and total radiosity, and explain the role they play in a 
surface energy balance. 

9 list the characteristics of a blackbody, and explain the principal role of blackbody 
behavior in radiation analysis. 

* describe the Planck distribution and explain the use of Wien's displacement law, the 
Stefan-Boltzmann law, and the band emission fraction in problem solving. 

* list the important characteristics of the spectrally selective and gray surfaces and 
explain what is a diffuse surface. 

* explain the concept of a view factor and use of the reciprocity relation and the 
summation rule. 

* apply the network representation to calculate net radiant exchange in a two surface, 
diffuse-gray enclosure. 


* explain the use of a radiation shield and whether it is advantageous for the shield to 
have a high surface absorptivity or reflectivity. 


Problems 


Note: Unless otherwise indicated in the problem statement, use 
values of the required thermophysical properties given in 
appropriate tables of Appendix HT when solving these problems. 


is absorbed and 30% reflected. 


(b) What is the radiosity? 
Radiation Quantities and Processes 


181 The spectral distribution of the radiation emitted by a 
diffuse surface may be approximated as shown in Fig. P18.1. 


Problems 503 


thermal radiation 

emissive power 

irradiation 

radiosity 

blackbody 

Planck spectral 
distribution 

Wien's displacement law 

Stefan-Boltzmann law 

spectral, total properties 

spectrally selective surface 

view factor 

networks for enclosures 

radiation shield 


reradiating surface 


The surface has a total irradiation of 1500 W/m”, 70% of which 
(a) What is the total emissive power? 
(c) What is the net radiative heat flux leaving the surface, 


аға? Show your surface energy balance schematically 
and label the radiation processes. 
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0 5 10 15 20 


À (um) Figure P18.1 


18.2 А surface is subjected to the spectral irradiation shown in 
Fig. P18.2. The surface reflects 40% of the irradiation and has 
an emissive power of 600 W/m’. 


G, (W/m?-um) 


Alum) Figure P18.2 

(a) What is the irradiation? 

(b) What is the radiosity? 

(c) What is the net radiative heat flux leaving the surface, 
q'a? Represent the surface energy balance schematically 
and label the radiation processes. 


18.3 Consider a plate that is well insulated on its back side and 
maintained at 200°C by imbedded electrical resistance elements. 
The exposed surface has an emissive power of 1200 W/m?, irra- 
diation of 2500 W/m’, and reflectivity of 30%. The exposed sur- 
face experiences air flow having a free stream temperature of 
20°C with a convection coefficient of 15 W/m? К. 

(a) What is the radiosity, J? 

(b) Determine the net radiation heat flux leaving the surface, 
4 заль. in terms of the radiosity and irradiation. 

(c) Determine the combined convection and net radiation heat 
flux leaving the surface. 

(4) Represent a surface energy balance schematically, and 1а- 
bel all the radiation processes. 

(e) What is the electrical power requirement, Р” (W/m7), to 
maintain the plate under these conditions? 


Blackbody Radiation 


18.4 A spherical aluminum shell of inside diameter D = 2 m 
is evacuated and is used as a radiation test chamber. If the in- 
ner surface is coated with carbon black and maintained at 
600 K, what is the irradiation on a small test surface placed in 
the chamber? If the inner surface were not coated, but still 
maintained at 600 K, what would the irradiation be? 


18.5 Ап enclosure has an inside area of 100 т”, and its inside 
surface is black and is maintained at a constant temperature. A 
small opening in the enclosure has an area of 0.02 т>. The ra- 
diant power emitted from this opening is 70 W. What is the 


temperature of the interior enclosure wall? If the interior surface 
is maintained at this temperature, but is now polished, what will 
be the value of the radiant power emitted from the opening? 


18.6 Тһе energy flux associated with solar radiation incident on 
the outer surface of the earth's atmosphere has been accurately 
measured and is known to be 1353 W/m. The diameters of the 
sun and earth are 1.39 х 10? and 1.29 х 10’ m, respectively, and 
the distance between the sun and the earth is 1.5 X 101! m. 

(a) What is the emissive power of the sun? 

(b) Approximating the sun's surface as black, what is its tem- 
perature? 

(c) At what wavelength is the spectral emissive power of the 
sun a maximum? 

(d) Assuming the earth's surface to be black and the sun to be 
the only source of energy for the earth, estimate the earth's 
surface temperature. 

18.7 Estimate the wavelength corresponding to maximum black- 
body emission from each of the following surfaces: the sun, a 
tungsten filament at 2500 K, a heated metal at 1500 K, human 
skin at 305 K, and a cryogenically cooled metal surface at 60 K. 
Estimate the fraction of the solar emission that is in the follow- 
ing spectral regions: the ultraviolet, the visible, and the infrared. 


18.8 А 100-W light source consists of a filament that is in the 
form of a thin rectangular strip, 5 mm long by 2 mm wide, and 
radiates as a blackbody at 2900 K. 

(a) Assuming that the glass bulb transmits all incident visible 
radiation, what is its efficiency? The efficiency is defined 
as the ratio of the visible radiant power to the consumed 
electrical power. 

(b) Determine the efficiency as a function of filament tem- 
perature for the range from 1300 to 3300 K. 


18.9 (CD-ROM) 


Properties: Emissivity 

18.10 The spectral emissivity of tungsten may be approximated 
by the distribution shown in Fig. P18.10. Consider a cylindri- 
cal tungsten filament that is of diameter D — 0.8 mm and length 
L — 20 mm. The filament is enclosed in an evacuated bulb and 


is heated by an electrical current to a steady-state temperature 
of 2900 K. 


A (ит) 


Figure P18.10 


(a) What is the total emissivity when the filament temperature 
is 2900 K? 
(b) Generate a plot of the emissivity as a function of filament 
temperature for 1300 = Т = 2900 К. 
18.11 (CD-ROM) 


18.12 The spectral emissivity of a diffuse material at 2000 К 
has the distribution shown in Fig. P18.12. 


E 


1.5 


А (ит) Figure Р18.12 


(а) Determine the total emissivity at 2000 К. 
(b) Determine the emissive power over the spectral range 0.8 
to 2.5 jum. 


18.13 For materials A and B, whose spectral emissivities vary 
with wavelength as shown below, how does the total emissiv- 
ity vary with temperature? Explain briefly. 


£y 


X Figure P18.13 


Properties and Energy Balances 


18.14 An opaque surface with the prescribed spectral reflectivity 
distribution is subjected to the spectral irradiation in Fig. P18.14. 


1.0 _ 600 
Е 
>= 
N 
« 0.5 Е 300 
Е 
R 
o 
0 0 
0 5 10 15 0 5 10 15 20 


À (um) 
Figure P18.14 


(a) Sketch the spectral absorptivity distribution. 

(b) Determine the total irradiation on the surface. 

(c) Determine the radiant flux that is absorbed by the surface. 
(d) What is the total absorptivity of this surface? 


À (um) 


18.15 Ап opaque surface, 2 m by 2 m, is maintained at 400 К 
and is simultaneously exposed to solar irradiation with G = 
1200 W/m?. The surface is diffuse and its spectral absorptiv- 
ity is a, = 0, 0.8, 0, and 0.9 for 0 = А = 0.5 pm, 0.5 pm < 
X = ] pm, 1 jum < А — 2 pm, and А > 2 um, respectively. 
Determine the absorbed irradiation, emissive power, radiosity, 
and net radiation heat transfer from the surface. 


18.16 The spectral absorptivity of an opaque surface is shown 
in Fig. P18.16. 
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Figure P18.10 
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What is the solar absorptivity, a,? If it is assumed that £, = 
оу and that the surface is at a temperature of 340 K, what is 
its total emissivity? 

18.17 Тһе spectral absorptivity of an opaque surface and the 
spectral distribution of radiation incident on the surface are de- 
picted below. 
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What is the total absorptivity of the surface? If it is assumed 
that €, = a, and that the surface is at 1000 К, what is its total 
emissivity? What is the net radiant heat flux to the surface? 
18.18 (CD-ROM) 
18.19 The spectral emissivity of an opaque, diffuse surface is 
as shown. 
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À (шті) Figure P18.19 

(a) If the surface is maintained at 1000 K, what is the total 
emissivity? 

(b) What is the total absorptivity of the surface when irradi- 
ated by large surroundings of emissivity 0.8 and tempera- 
ture 1500 K? 

(c) What is the radiosity of the surface when it is maintained 
at 1000 K and subjected to the irradiation prescribed in 
part (b)? 

(d) Determine the net radiation flux leaving the surface for the 
conditions of part (c). 


18.20 (CD-ROM) 


Energy Balance Applications 


18.21 An opaque, horizontal flat plate has a top surface area 
of 3 m’, and its edges and lower surface are well insulated. 
The plate is uniformly irradiated at its top surface at a rate 
of 1300 W. Consider steady-state conditions for which 
1000 W of the incident radiation is absorbed, the plate tem- 
perature is 500 K, and heat transfer by convection from the 
surface is 300 W. Determine the irradiation G, emissive 
power E, radiosity J, absorptivity a, reflectivity p, and emis- 
sivity €. 
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ЇЕ | 18.22 А small workpiece is placed in a large oven having 


£y 


ГЕ. 
EJ 


18 


18 
18 
18 


isothermal walls at Т, = 1000 К with an emissivity of €; = 
0.5. The workpiece experiences convection with moving air at 
600 К and a convection coefficient of h = 60 W/m?- К. The 
surface of the workpiece has a spectrally selective coating for 
which the emissivity has the following spectral distribution: 


1.0 
0.8 


0 5 
À (um) Figure P18.22 

(a) Beginning with identification of all relevant processes for a 
control surface about the workpiece, perform an energy 
balance on the workpiece and determine its steady-state tem- 
perature, Т,. 

(b) Plot the surface temperature Т, as a function of the convec- 
tion coefficient for 10 = h = 120 W/m’: К. On the same 
plot, show the surface temperature as a function of the con- 
vection coefficient for diffuse, gray surfaces with emissivi- 
ties of 0.2 and 0.8. 


.23 A thermocouple whose surface is diffuse and gray with 

an emissivity of 0.6 indicates a temperature of 180°C when 

used to measure the temperature of a gas flowing through a 

large duct whose walls have an emissivity of 0.85 and a uni- 

form temperature of 450°C. 

(a) If the convection heat transfer coefficient between the ther- 
mocouple and the gas stream is h = 125 W/m*: К and 
there are negligible conduction losses from the thermo- 
couple, determine the temperature of the gas. 

(b) Consider а gas temperature of 125°C. Compute and plot 
the thermocouple measurement error as a function of the 
convection coefficient for 10 = Л = 1000 W/m? - К. What 
are the implications of your results? 


.24 Solar irradiation of 1100 W/m’ is incident on a large, flat, 
horizontal metal roof on a day when the wind blowing over the 
roof causes a convection heat transfer coefficient of 25 W/m? - К. 
The outside air temperature is 279С, the metal surface absorp- 
tivity for incident solar radiation is 0.60, the metal surface 
emissivity is 0.20, and the roof is well insulated from below. 
(a) Estimate the roof temperature under steady-state conditions. 
(b) Explain qualitatively the effect of changes in the absorp- 
tivity, emissivity, and convection coefficient on the steady- 
state temperature. 
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.27 Square plates freshly sprayed with an epoxy paint must 


be cured at 140°C for an extended period of time. The plates 
are located in a large enclosure and heated by a bank of infrared 
lamps as illustrated in Fig. P18.27. The top surface of each plate 
has an emissivity of € = 0.8 and experiences convection with 


a ventilation air stream that is at Т„ = 27°C and provides a con- 
vection coefficient of h = 20 W/m?- К. The irradiation from 
the enclosure walls is estimated to be б, = 450 W/m?, for 
which the plate absorptivity is a. = 0.7. 
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air stream 
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Figure Р18.27 


Determine the irradiation that must be provided by the lamps, 
Gy. The absorptivity of the plate surface for this irradiation 
18 Qiamp = 0.6. 
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Environmental and Space Radiation 


18.29 


04), 


A contractor must select a roof covering material from 
the two diffuse, opaque coatings with o, (X) as in Fig. P18.29. 
Which of the two coatings would result in a lower roof tem- 
perature? Which is preferred for summer use? For winter use? 
Sketch the spectral distribution of а) that would be ideal for 
summer use. For winter use. 
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18.30 А radiator on a proposed satellite solar power station 


must transfer by radiation to deep space the electrical power 
dissipated within the satellite. The radiator surface has a solar 
absorptivity of 0.5 and an emissivity of 0.95. What is the equi- 
librium surface temperature when the solar irradiation is 
1000 W/m? and the electrical power dissipation is 1500 W/m?? 


18.31 The exposed surface of a power amplifier for an earth 


satellite receiver of area 130 mm by 130 mm has a diffuse, 

gray, opaque coating with an emissivity of 0.5. For typical am- 

plifier operating conditions, the surface temperature is 58°C 
under the following environmental conditions: air temperature, 

Т, = 27°C; sky temperature, Т, = —20°C; convection coef- 

ficient, h = 15 W/m’ - К; and solar irradiation, G; = 800 W/m’. 

(a) For the above conditions, determine the electrical power 
being dissipated within the amplifier. 

(b) It is desired to reduce the surface temperature by applying 
one of the diffuse coatings (A, B, C) shown in Fig. P18.31. 
Which coating will result in the coolest surface tempera- 
ture for the same amplifier operating and environmental 
conditions? 
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18.32 Itis not uncommon for the night sky temperature in desert 
regions to drop to —40°C. If the ambient air temperature is 
209С and the convection coefficient for still air conditions is 
approximately 5 W/m’: К, can a shallow pan of water freeze? 


View Factors 

18.33 Determine Бү, and F, for the configurations shown in 
Fig. P18.33 using the reciprocity theorem and other basic shape 
factor relations. Do not use tables or charts. 
(a) Long duct 
(b) Small sphere of area A, under a concentric hemisphere of 

area A, = 2A, 

(c) Long duct. What is F5; for this case? 
(d) Long inclined plates (point B is directly above the center 


of Aj) 
f e 
O. 
(b) 
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100 mm a 
Ai 2 


+— 200 mm ——>| 
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Figure P18.33 


18.34 Consider the following grooves, each of width W, that 
have been machined from a solid block of material. 


4, 
А, 


V groove 


Semicircular 
groove 


Rectangular 
groove 


Figure P18.34 
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(a) For each case obtain an expression for the view factor of 
the groove with respect to the surroundings outside the 
groove. 

(b) For the V groove, obtain an expression for the view factor 
Ер, where A, and A, are opposite surfaces. 

(c) If H = 2Win the rectangular groove, what is the view fac- 
tor 273) 


18.35 Calculate all the shape factors associated with (a) а reg- 
ular tetrahedron, whose sides are in the shape of an equilateral 
triangle and (b) a cubical enclosure. 


18.36 Consider the long concentric cylinders with diameters D, 
and D, and surface areas A, and A). 


0% Figure Р18.30 


(а) What is the view factor Е? 
(b) Obtain expressions for the view factors F5, and Р, in terms 
of the cylinder diameters. 


18.37 Consider the two coaxial disks having diameters D — 
250 mm that are separated a distance L — 150 mm. The up- 
per disk has а 125 mm hole. Determine the view factor Е. 
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А, 
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18.38 Consider the perpendicular rectangles shown schemati- 
cally in Fig. P18.38. Determine the shape factor Ес. 


Figure P18.37 
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Figure P18.38 
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Blackbody Radiation Exchange 


18.40 А drying oven consists of a long semicircular duct of di- 
ameter D = 1 m as shown in Fig. P18.40. 
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T, = 1200 K 


2-7, = 325 к 


Е-- D= 1 m— 


Figure P18.40 


Materials to be dried cover the base of the oven, while the 
wall is maintained at 1200 K. What is the drying rate per unit 
length of the oven (kg/s : m) if a water-coated layer of mate- 
rial is maintained at 325 K during the drying process? Black- 
body behavior may be assumed for the water surface and for 
the oven wall. 


18.41 Consider the arrangement of the three black surfaces 
shown in Fig. P18.41, where A, is small compared to A; or Аз. 


Figure P18.41 


Determine the value of Р. Calculate the net radiation heat 
transfer from A, to A; if A, = 0.05 m°, T, = 1000 К, and 
T, — 500 K. 


18.42 А circular disk of diameter D, = 20 mm is located at the 
base of an enclosure that has a cylindrical sidewall and a hemi- 
spherical dome. The enclosure is of diameter D — 0.5 m, and 
the height of the cylindrical section is L — 0.3 m. The disk and 
the enclosure surface are black and at temperatures of 1000 
and 300 K, respectively. 


KÉK—— D 
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Figure P18.42 


What is the net rate of radiation exchange between the disk 
and the hemispherical dome? What is the net rate of radiation 
exchange between the disk and the top one-third portion of the 
cylindrical section? 


18.43 Consider coaxial, parallel, black disks separated a 
distance of 0.20 m as shown in Fig. P18.43. The lower disk of 
diameter 0.40 m is maintained at 500 K and the surroundings 
are at 300 K. What temperature will the upper disk of diame- 
ter 0.20 m achieve if electrical power of 17.5 W is supplied to 
the heater on the back side of the disk? 
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Figure P18.43 
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18.45 Consider the very long, inclined black surfaces (А,, Ал) 


maintained at uniform temperatures of Т) = 1000 K and T, = 
800 K. 
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(a) Determine the net radiation exchange between the surfaces 
per unit length of the surfaces. 

(9) Consider the configuration when а black surface (Аз), 
whose back side is insulated, is positioned along the dashed 
line shown. Calculate the net radiation transfer to surface 
A, per unit length of the surface and determine the tem- 
perature of the insulated surface Аҙ. 
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Figure Р18.45 


18.46 


Two-Surface Enclosures 


18.47 Consider two very large parallel plates with diffuse, gray 
surfaces. 


Т, = 1000K, & =1 


[—- Т, = 500 K, £, = 0.8 
Figure P18.47 


Determine the irradiation and radiosity for the upper plate. 
What is the radiosity for the lower plate? What is the net ra- 
diation exchange between the plates per unit area of the plates? 


18.48 A flat-bottomed hole 6 mm in diameter is drilled to a 
depth of 24 mm in a diffuse, gray material having an emissiv- 
ity of 0.8 and a uniform temperature of 1000 K. 

(a) Determine the radiant power leaving the opening of the 
cavity. 

(b) The effective emissivity £, of a cavity is defined as the ra- 
tio of the radiant power leaving the cavity to that from a 


blackbody having the area of the cavity opening and a tem- 
perature of the inner surfaces of the cavity. Calculate the 
effective emissivity of the cavity described above. 

(c) If the depth of the hole were increased, would е, increase 
or decrease? What is the limit of €, as the depth increases? 


18.49 (CD-ROM) 
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18.51 А very long electrical conductor 10 mm in diameter is 


concentric with a cooled cylindrical tube 50 mm in diameter 
whose inner surface is diffuse and gray with an emissivity of 
0.9 and temperature of 27°C. The electrical conductor has a 
diffuse, gray surface with an emissivity of 0.6 and is dissipat- 
ing 6.0 W per meter of length. Assuming that the space between 
the two surfaces is evacuated, calculate the surface tempera- 
ture of the conductor. 


18.52 Liquid oxygen is stored in a thin-walled, spherical con- 
tainer 0.8 m in diameter, which is enclosed within a second 
thin-walled, spherical container 1.2 m in diameter. The opaque, 
diffuse, gray container surfaces have an emissivity of 0.05 and 
are separated by an evacuated space. If the outer surface is at 
280 K and the inner surface is at 95 K, what is the mass rate 
of oxygen lost due to evaporation? (The heat of vaporization 
of oxygen is hy, = 2.13 X 10° J/kg.) 


18.53 Two concentric spheres of diameters D, = 0.8 m and 
D, = 1.2 m are separated by ап air space and have surface 
temperatures of Т, = 400 К and T, = 300 К. 

(a) If the surfaces are black, what is the net rate of radiation 
exchange between the spheres? 

(b) What is the net rate of radiation exchange between the sur- 
faces if they are diffuse and gray with £, = 0.5 and £, = 
0.05? 

(с) What is the net rate of radiation exchange if D, is increased 
to 20 m, with е; = 0.05, e£, = 0.5, and D, = 0.8 m? What 
error would be introduced by assuming blackbody behav- 
ior for the outer surface (е; = 1), with all other conditions 
remaining the same? 


Radiation Shields 


18.54 Determine the steady-state temperatures of two radiation 
shields placed in the evacuated space between two infinite 
planes at temperatures of 600 and 325 К. All the surfaces are 
diffuse and gray with emissivities of 0.7. 


18.55 Consider two large, diffuse, gray, parallel surfaces separated 
by a small distance. If the surface emissivities are 0.8, what emis- 
sivity should a thin radiation shield have to reduce the radiation 
heat transfer rate between the two surfaces by a factor of 10? 
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18.57 In free space, the end of a cylindrical liquid cryogenic 
propellant tank is to be protected from external (solar) radi- 
ation by placing a thin metallic shield in front of the tank as 
shown in Fig. P18.57. Assume the view factor F,, between 
the tank and the shield is unity; all surfaces are diffuse and 
gray, and the surroundings are at 0 K. Find the temperature 
of the shield T, and the heat flux (W/m^?) to the end of the tank. 
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Figure P18.57 


18.58 
walls are at 300 K, a black panel 0.1 m in diameter is main- 
tained at 77 K. To reduce the heat transfer to this panel, a 
radiation shield of the same diameter D and an emissivity of 
0.05 is placed very close to the panel. Calculate the net heat 
transfer to the panel. 
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18.59 А diffuse, gray radiation shield of 60-mm diameter and 
emissivities of ёр, = 0.01 and £;, = 0.1 on the inner and 
outer surfaces, respectively, is concentric with a long tube 
transporting a hot process fluid. The tube outer surface is 
black with a diameter of 20 mm. The region interior to the 
shield is evacuated. The exterior surface of the shield is ex- 
posed to a large room whose walls are at 17°C and experi- 
ences convection with air at 27°C and a convection heat trans- 
fer coefficient of 10 W/m?-K. Determine the operating 
temperature for the inner tube if the shield temperature is 
maintained at 42°C. 
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Figure P18.59 


Enclosures with a Reradiating Surface 


18.60 Two parallel, coaxial disks, 0.4 m in diameter and sepa- 
rated by 0.1 m, are located in a large room whose walls are 
maintained at 300 K. One of the disks is maintained at a uni- 
form temperature of 500 K with an emissivity of 0.6, while the 
back side of the second disk is well insulated. If the disks are 
diffuse-gray surfaces, determine the temperature of the insu- 
lated disk. 
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18.61 Consider two aligned, parallel, square planes (0.4 m Х (c) Both planes are diffuse and gray with £, = 0.6, е; = 0.8, 


0.4 m) spaced 0.8 m apart and maintained at T, = 500 К and and the surroundings at 0 K. 
Т, = 800 K. Calculate the net radiative heat transfer from sur- (d) Both planes are diffuse-gray (ғ) = 0.6 and е; = 0.8) with 
face 1 for the following special conditions: connecting, reradiating walls. 


(a) Both planes are black, and the surroundings are at 0 К. 18.62 (CD-ROM) 
(b) Both planes are black with connecting, reradiating 


walls. 18.63 (CD-ROM) 


18.9 Тһе dark surface of а ceramic stove top may be approxi- 
mated as a blackbody. The “burners,” which are integral with 
the stove top, are heated from below by electric resistance 
heaters as illustrated in Fig. P18.9. 


Quiescent air, Т. 


Burner, 7, 


Stove top 


Heater, Р, 


Figure P18.9 


Consider a burner of diameter D = 200 mm operating at a uni- 

form temperature of Т, = 250°C іп ambient air at Т„ with a 

convection coefficient 10 W/m? - К. 

(a) Without a pot or pan on the burner, what are the heat trans- 
fer rates by radiation and convection from the burner? 

(b) If the efficiency associated with energy transfer from the 
heaters to the burners is 90%, what is the electrical power 
requirement? 

(c) At what wavelength is the spectral emission a maximum? 

18.11 А zirconia-based ceramic has the spectral, hemispherical 


emissivity shown in Fig. P18.11 and is being considered for 
use as the filament of a light bulb. 
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Figure P18.11 


(a) What is the total emissivity of a zirconia filament operat- 
ing at 3000 K? 

(b) Using the spectral distribution provided in Problem 18.10, 
determine the total emissivity of a tungsten filament at 
3000 K and compare the result with that obtained for 
zirconia. For zirconia and tungsten operating at 3000 K in 
an evacuated bulb, what filament requires the larger power 
consumption? 

(c) With respect to the production of visible radiation, which 
of the two filaments is the more efficient? Justify your 
answer quantitatively. 


18.18 The spectral reflectivity distribution for white paint (Fig. 
18.19b) can be approximated by the following stair-step function: 


оу 0.75 
Мрт) <0.4 
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A small flat-plate coated with this paint is suspended inside a 
large enclosure, and its temperature is maintained at 400 K. 
The surface of the enclosure is maintained at 3000 K and the 
spectral distribution of its emissivity has the following char- 
acteristics: 


е, 0.2 0.9 
\(ит) <2.0 >2.0 


(а) Determine the total emissivity, е, of the enclosure surface. 
(b) Determine the total emissivity, е, and absorptivity, a, of 
the plate. 


18.20 The spectral transmissivity of plain and tinted glass can 
be approximated as follows: 


Plain glass: 
Tinted glass: 


ту = 0.9 
T, = 0.9 


03 = л = 2.5 pm 
05 <А = L5 рт 


Outside the specified wavelength ranges, the spectral trans- 
missivity is zero for both glasses. Compare the solar energy 
that could be transmitted through the glasses. With solar irra- 
diation on the glasses, compare the visible radiant energy that 
could be transmitted. 


18.25 А sphere of 30-mm diameter whose surface is diffuse 
and gray with an emissivity of 0.8 is placed in a large oven 
whose walls are of uniform temperature at 600 K. The tem- 
perature of the air in the oven is 400 K, and the convection 
heat transfer coefficient between the sphere and the oven air 
is 15 W/m? К. 

(a) Determine the net heat transfer to the sphere when its tem- 
perature is 300 K. 
(b) What will be the steady-state temperature of the sphere? 


18.26 А solar panel mounted on a spacecraft has an area of 1 m? 
and a solar-to-electrical power conversion efficiency of 1296. 
The side of the panel with the photovoltaic array has an emis- 
sivity of 0.8 and a solar absorptivity of 0.8. The back side of 
the panel has an emissivity of 0.7. The array is oriented nor- 
mal to solar irradiation of 1500 W/m’. 

(a) Determine the steady-state temperature of the panel and 
the electrical power (W) produced for the prescribed con- 
ditions. 

(b) If the panel were a thin plate without the solar cells, but 
with the same radiative properties, determine the temper- 
ature of the plate for the prescribed conditions. Compare 
this result with that from part (a). Are they the same or 
different? Explain why. 


18.28 Ап instrumentation transmitter pod is a box containing 
electronic circuitry and a power supply for sending sensor sig- 
nals to a base receiver for recording. Such a pod is placed on 
a conveyor system, which passes through a large vacuum braz- 
ing furnace as shown in the sketch. The exposed surfaces of 
the pod have a special diffuse, opaque coating with spectral 
emissivity as shown in Fig. P18.28. 
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To stabilize the temperature of the pod and prevent overheat- 
ing of the electronics, the inner surface of the pod is surrounded 
by a layer of a phase-change material (PCM) having a fusion 
temperature of 87°С and a heat of fusion of 25 kJ/kg. The pod 
has an exposed surface area of 0.040 m? and the mass of the 
PCM is 1.6 kg. Furthermore, it is known that the power dissi- 
pated by the electronics is 50 W. If the pod enters the furnace 
at a uniform temperature of 87°С when all the PCM is in the 
solid state, how long will it take before all the PCM changes 
to the liquid state? 


18.39 Determine the shape factor, F;;, for the perpendicular rec- 
tangles without a common edge. 


Figure P18.39 


18.44 In the arrangement shown, the lower disk has a diame- 
ter of 30 mm and a temperature of 500 K. The upper surface, 
which is at 1000 K, is a ring-shaped disk with inner and outer 
diameters of 0.15 m and 0.2 m. This upper surface is coaxial 
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Figure Р18.44 


with and parallel to the lower disk and is separated by a dis- 
tance of 1 m. Assuming both surfaces to be blackbodies, cal- 
culate their net radiative heat exchange. 


18.46 A tubular heater with a black inner surface of uniform O 


temperature T, = 1000 K irradiates a coaxial disk. 
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(a) Determine the radiant power from the heater that is inci- 
dent on the disk, q,_,,. What is the irradiation on the disk 
G,? 

(b) For disk diameters of D, = 25, 50, and 100 mm, plot 4, ,, 
and G, as a function of the separation distance L, for 
0-1, = 200 mm. 


18.49 An electronic device dissipating 50 W is attached to the 
inner surface of an isothermal cubical container that is 120 mm 
on a side. The container is located in the much larger service 
bay of a space station, which is evacuated and whose walls 
are at 150 K. If the outer surface of the container has an emis- 
sivity of 0.8 and the thermal resistance between the surface 
and the device is 0.1 K/W, what are the temperatures of the 
surface and the device? АП surfaces of the container may be 
assumed to exchange radiation with the service bay. Heat 
transfer through the container restraint may be neglected. 


18.50 A long, thin-walled horizontal tube 100 mm in diameter 
is maintained at 120°C by the passage of steam through its in- 
terior. A radiation shield is installed around the tube, provid- 
ing an air gap of 10 mm between the tube and the shield, and 
reaches a surface temperature of 35°С. The tube and shield are 
diffuse-gray surfaces with emissivities of 0.80 and 0.10, re- 
spectively. What is the radiant heat transfer from the tube per 
unit length? 


18.56 Heat transfer by radiation occurs between two large par- 
allel plates, which are maintained at temperatures T, > Т». To 
reduce the rate of heat transfer between the plates, it is pro- 
posed that they be separated by a thin shield that has different 
emissivities on opposite surfaces. In particular, one surface has 
the emissivity е, < 0.5, while the opposite surface has an emis- 
sivity of 2,. 

(a) How should the shield be oriented to provide the larger re- 
duction in heat transfer between the plates? That is, should 
the surface of emissivity £, or that of emissivity 26,, be ori- 
ented toward the plate at Ту? 

(b) What orientation will result in the larger value of the shield 
temperature 7,2 


18.62 Consider the three-surface enclosure shown. Тһе lower 


plate (А|) is a black disk of 200-mm diameter and is supplied 
with an electrical power of 10,000 W. The upper plate (А), a 
disk coaxial to A,, is а diffuse-gray surface with е; = 0.8 and 
is maintained at T, = 473 K. The diffuse-gray sides between 
the plates are perfectly insulated. Assume convection heat 
transfer is negligible. Determine the operating temperature of 
the lower plate T, and the temperature of the insulated side T}. 


: B 4, T= 473 K, £, = 0.8 
d i n 

L=0.2m | | —[4— Аз, Ts, insulated 
8 Ең Aj, Тү, black surface 


P, = 10,000 W 
Figure P18.02 


18.63 А long, hemicylindrical (1-m radius) shaped furnace used 
to heat treat sheet metal products is comprised of three zones. 
The heating zone (1) is constructed from a ceramic plate of 


Metal products (2 
Т, = 500 K, є = 


Insulating brick (3), 
£4 = 0.6 


r- Ceramic plate (1) 
„| T4 = 1600 K, e, = 0.85 


) 
1 75 


Gas 
burners 


Insulating wall — 
separating zones 


Figure P18.03 


emissivity 0.85 and is operated at 1600 K by gas burners. The 
load zone (2) consists of sheet metal products, assumed to be 
black surfaces, that are to be maintained at 500 K. The re- 
fractory zone (3) is fabricated from insulating bricks having an 
emissivity of 0.6. Assume steady-state conditions, diffuse, gray 
surfaces, and negligible convection. 

(a) What is the heat rate per unit length of the furnace (nor- 
mal to the page) that must be supplied by the gas burners 
for the prescribed conditions? 

(b) What is the temperature of the insulating brick surface for 
the prescribed conditions? 


Example 18.3 Blackbody Band Emission Fraction 


Solution 
Known: Temperature of a surface that emits as a blackbody. 
Find: Rate of emission per unit area at wavelengths between А = 2 and 4 jum. 


Assumptions: Surface emits as a blackbody. 


Analysis: Тһе desired emission may be inferred from Eq. 18.1, with the limits of integration as А) = 2 jum and X, = 4 jum 
4 


JS => = | Ex, dX 
2 


Multiplying and dividing by Е,, this result may be put in a form that allows for use of Table 18.2 in evaluating the spectral 
integration. In particular 


4 
Ey, 
Е(\, >) = s — Os = 0 [Foy EZ Fo. 55] 
2 Ер 


where the band emission fractions can be evaluated from Table 18.2 
МТ = 2 um X 1500 K = 3000 pm: К: F(g-,5 = 0.273 
МТ = 4 jum X 1500 K = 6000 pm: К: Боља = 0.738 
Hence, from the Stefan-Boltzmann law, Eq. 18.9, with E, = cT* it follows that 
E(X, > №) = (0.738 - 0.273)E, = (0.465)Е, 
E(N; > №) = (0.465)(5.67 х 1075 W/m? - КЭ(1500 K)* = 1.33 x 10° W/m? < 


Comments: Тһе emissive power іп the spectral band 2 to 4 wm, E(N; > M), is 46.596 of the emissive power for a black- 
body at 1500 К, Е. 


Example 18.4 Total Emissivity from the Spectral Emissivity Distribution 


2. With increasing temperature, the spectral region in which E, , is concentrated shifts to shorter wavelengths as shown in the 
graph of Fig. Е18.49 for the temperatures of 1000, 1600, and 2000 К. In the integration of Eq. 18.13, E, serves as a weight- 
ing function to the spectral variation of €,. Accordingly, the values of €, at shorter wavelengths become more important with 
increasing temperature. The temperature dependence of the total emissivity using the foregoing procedure was calculated for 
the range 1000 to 2000 K and is shown in the graph of Fig. E18.4c. See the file on your CD-ROM entitled Things You Should 
Know About ІТ and IHT for an introduction to the ІНТ blackbody band emission function used to generate this graph. 
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Answers 


Chapter 1 


Chapter one problems are intended for 
group discussion and individual study. 
Typically, there are no unique solutions, 
and numerical values obtained (if any) 
may vary with the data source. 
Accordingly, answers to chapter one 
problems are not provided. 


Chapter 2 


2.6 

2.8 

2.10 
2.12 
2.14 
2.16 
2.18 
2.20 
2.22 
2.24 
2.28 


2.30 
2.32 


two phases, no; three phases, no 
yes 

195.6 М 

9.5 m/s*; 10 kg, 98.1 N 

8.23 Ibf, 0.824 lb/ft? 

12.825 ft/s”, 0.049 in. 

68.67 N 

33.39 Ibf 

2.905 m? 

44 Ibffin.? 

100°C; 20°С; 0°C; – 17.78°С; 
—40°C; —273.15°C 

—40°F or —40°C 


no 


Chapter 3 


3.2 

3.4 

3.6 

3.8 

3.10 
3.12 
3.14 
3.16 
3.18 
3.20 
3.22 
3.24 
3.26 
3.28 


3.30 
3.32 
3.34 


1200 КІ 

—115.4 ft 

—1200 kJ 

59.67 ft/s; 100.6 ft 
68 KW 

0.9089, —0.216 Btu 
0.15 m? 

—12 kJ 

80.47 KJ 

1.843 KJ/kg 

—160.9 KJ, 400 KJ, 0 KJ, 239.1 kJ 
0.27 hp, 115 RPM 
$0.05 


20, +70; +50, +30; —60, 
+40; —90, +50; +150, -80 


—8.44 К] 
350 kJ 
3.8 X 10° kJ; $8.45 


3.36 —5.2 kW; —28,800 kJ 

338 2.16 kJ 

3.40 600 kJ; $0.027 

3.42 1.96 ft 

3.44 112.6 kPa, 68.89 J, 131.39 J 

3.46 1000, 0; —500, 0; 50, —600; 50, 
—50; power cycle 

3.48 8.28 kJ; 18.78 kJ; —36.9 kJ; 
power cycle 

3.50 10,000 kJ; 40% 

3.52 40% 

3.54 99.9 MW; 7992 x 107 kW - h/ 
year; $63.94 X 10°/year 

3.58 1428.6 kJ, 571.4 КІ 

3.60 8 kW; $128/month 

3.62  $2.11/month 

Chapter 4 

4.2 two-phase liq.-vap.; superheated 
vapor; compressed liquid; 
superheated vapor; solid 

4.4 6.622 КОЛЬ; 127.9°F; 6.015 БОЛЬ 

4.6 67.596; 100% 

4.8 33.56% 

410 0.159 т? 

4.12 857.62 КРа 

414 316, 64.27 Ibf/in? 

4.16 0.642% 

4.18 33.86 Ibf/in.?, 153.13 Ibf/in? 

4.20 3.05% 

422  —3.598 kJ/kg 

424 —3.96 Btu 

426  —1.012 Btu 

4.28 10.38 bar, -32.21 kJ 

4.30 25.43 ft/lb, 1145.1 Btu/Ib; 
227.96°F, 901.29 Btu/Ib; 
4.734 ft/lb, 1478.05 Btu/Ib; 
885.6 Ibf/in.?, 1163.34 Btu/Ib; 
0.85 ft/Ib, 1312.3 Btu/Ib; 
247.1 Ibf/in.?, 1.6813 ft/Ib; 
0.1217 Ibf/in.? 862.6 Btu/Ib; 
0.0176 ft/lb, 289.71 Btu/Ib 

4.32  100.56?F, 0.2675 ft/lb; 


18.85 Ibf/in.? 615.2 Btu/Ib; 
47.6 Ibf/in.? 108.8 Btu/Ib 


4.34 
4.36 
4.38 
4.40 
4.42 
4.44 
4.46 
4.48 
4.50 
4.52 


4.54 
4.56 
4.58 
4.60 
4.62 
4.64 
4.66 
4.68 
4.70 
4.72 
4.74 
4.76 
4.78 
4.80 
4.82 


0.016527 ft/lb, 172.6 Btu/Ib 
0.8477 m*/kg, 107.69 kJ/kg 
-2649 kJ 

-1.477 х 10° kJ 

—63.55 Btu 

2.392 kJ/kg, 20.23 kJ/kg 
—846.5 kJ, — 11,290 kJ 
658.43 J 

36.17 Btu; —71.05 Btu 


35.6 kJ, 844.0 kJ, 228 kJ, 
—1036.4 kJ 


5% 

72°Е 

0.103 т? 

697 Ibf/in.? 

120 kJ 

8.248 kg 

38.796; 0.1396 

460 K 

density ratio — 0.138 
662°R, 26.48 Ibf/in.? 
—62.45 kJ/kg, 0 

0.05 т? 

1.041 kJ/kg: К 
32.88 kJ; 25.15 kJ; 27.25 kJ 
12.1% 


Chapter 5 


5.2 
5.4 
5.6 


5.8 

5.10 
5.12 
5.14 
5.16 
5.18 
5.20 
5.22 
5.24 
5.26 
5.28 


10.2 Ib/s; 0.079; 0.322 
3.74 m/s; 0.6 cm 


0.989 Ib/s; 117.8 ft?/min; 
13.41 ft/s 


715 ft/s, 399°F 

9780 ft?/h, 0.5 air changes/hour 
664.1 m/s; 17 cm’, 6.2 cm? 
1511 ft/s 

8.35 x 10? ft 

125.8 m/s, 1.458 

132.4°F 

7.53 kg/s, 0.108 m? 

9.27 X 104 Ib/h 

19.35 bar 

10,400 kg/s 


5.30 
5.32 
5.34 
5.36 
5.38 
5.40 
5.42 
5.44 
5.46 
5.48 
5.50 
5.52 
5.54 
5.56 
5.58 
5.60 
5.62 
5.64 
5.66 
5.68 


1.91 х 10° Ib/h; 6.93 ft 
—222.8 hp, 262 ft*/min 
-3.03 kw 

-6.42 kW 

32.97 ft/min 

2.19 Btu/s, 3.1 hp 

1.5 hp 


358 Ib/h; —1.792 х 10° Btu/h 


561 kW 

93.7°F 

1.71 Ib/min, 50 gal 
18.0 kg/s 

7 х 10? m/s 

0.89 cm 

0.30 (3096) 

30.5°C 

320 Btu/Ib 

12.85 hp; $6133/yr 
—21.48 kJ/min; 5.47 
—7960 hp, 13,052 hp 


Chapter 6 


6.2 
6.4 
6.8 
6.10 
6.12 


6.14 
6.16 
6.18 
6.20 
6.22 
6.26 
6.28 
6.30 
6.32 
6.34 
6.36 
6.40 
6.42 
6.44 


58.3 kJ/kg, 58.3 kJ/kg, no 
yes, no 

(Ty + 10)/2; (ТсТн)!? 
no; no; yes (the first law) 
irreversible; reversible; 
impossible; irreversible 
952 К 

900 К 

claim invalid 

423°F, 319 Ibf/in.? 

6.7%; ratio = 0.3 

claim invalid 

4.4 kW; 239.7 K 

147.6 kg/h (per kW) 
2.43 kW 

0.76 hp; 0.6 hp; 0.3 hp 
0.87 hp 

$7.16/day, $1.05/day 
17.6 cents/day 


$10.53/day, $2.86/day; $40/day 


Chapter 7 


7.2 
7.6 


46.7% 
F; F; F; F; F; T; F 


7.10 


7.0 


7.14 
7.16 


7.18 


7.20 


7.22 
7.24 
7.26 


7.28 


7.30 
7.32 
7.34 
7.36 
7.38 
7.40 
7.42 
7.44 
7.46 
7.48 


7.50 
7.52 
7.54 
7.56 
7.58 
7.60 


7.62 


7.64 
7.66 
7.68 


7.70 


7432. 


6.6549 kJ/kg · К; 1.303; 4.4468; 
5.9734 


—4.9128 kJ/kg : К; 0.4337; 
0.97515 


—33.6'C, 713.3 kJ/kg 


Ideal gas table: 0.24289 kJ/kg · К; 
0.47632; 0.4769; 0.2701; 
—0.8373. Constant c,: 0.2431 
kJ/kg - К; 0.47684; 0.4862; 
0.2696; —0.8389 


1017°F; 6.897 bar; 4.119 bar; 
39°F; 0.188 m/kg 


—0.4995 kJ/kg : К; —0.5028; 
—0.5027 


348.7 K 
—471.5 kJ, —2391.8 kJ 


59.34 kJ/kg, 44.28 kJ/kg; 153.81 
kJ/kg, 153.81 kJ/kg 


5.97 bar; — 189.6 kJ, —61.6 kJ; 
—0.1797 КИК 


382.2°R; 7.2% 

+; 0; =; +; +; indeterminate 
yes 

no 

no, from the system 

yes, the second law 

6.37 х 1077 kW/K 

8.83 kJ/K; 55.9 kJ/K 

0.014 КУУ/К: 0.017 kW/K 


500°R; 1.5 atm; 4.6 x 10? 
Btu/°R 


no; yes, but unlikely 
323.8 kJ/kg; irreversible 
right to left; — 1740.8 kW 
no 

10 kW 


41.33 Btu/Ib, 0.057 Btu/lb · ^R; 
0.061 Btu/Ib : ^R 


—0.42 kW, 0.0286 kJ/kg · К; 
1.98 Х 10? kW/K 


—30.01 kW; 4.23 х 1077 К/К 
27.2 kg/min; 5.4 X 10? kW/K 


—50.4 kW, 0.403 kg/s; 0.0196 
kW/K, 0.0152 kW/K 

447.8 kJ/kg, 1.034 bar; 448.5 

kJ/kg, 1.026 bar; 401.8 kJ/kg, 
1.233 bar 


0.958 bar, 6199С; 2.11 kW/K 


7.74 
7.76 
7.78 
7.80 


7.82 
7.84 


7.86 


7.88 
7.90 
7.92 
7.94 


1020.5 kJ/kg; 89.8% 
1439 ft/s 
95.1%; 1.66 X 107° #2 


180.09 КУУ, 122°С; 225.16 КУУ, 
80% 


620°F, 0.0398 Btu/lb : °R 


139.3 Btu/s; 0.0176 Btu/s · °R, 
0.0054 Btu/s · °R, 
0.0266 Btu/s · ^R 


—57.37 Btu/Ib, —57.37 Btu/Ib; 
—69.48 Btu/lb, — 13.14 Btu/Ib; 
— 72.79 Btu/lb, 0 


881.21 kJ/kg, 3.03 kJ/kg 
944.3 kg/s 
4.98 hp, greater 


no 


Chapter 8 


8.2 


8.10 
8.14 


8.16 


8.18 


8.20 


8.22 
8.26 
8.28 


8.30 


8.32 


8.34 
8.36 


8.38 


8.40 
8.42 
8.44 
8.48 
8.50 
8.52 


251.8 X 10? kW; 39.79%; 
6.53 X 10° kg/h 


25 m?/kW 


7.075 х 10% Btu/h; 1.996 х 10° 
Btu/h; 35.4%; 1.72 X 10* ft/min 


8.161 х 10* kW; 32.2%; 
—7643 kW; 1963 kg/s 


1175.1 kJ/kg; 3311.6 kJ/kg; 
34.5%; 2136.5 kJ/kg 


1.011 х 10? Btu/h; 4.20 х 108 
Btu/h; 41.8% 


44.9%, x, = 0.8695 
45.5%; 9.93 X 10° kg/h 


7.36 X 10° Btu/h; 43.9%; 
4.70 х 107 Ib/h 


1268.3 kJ/kg; 47.6%; 
1394.1 kJ/kg 


243 X 10° KW; 41.2%; 
6.144 X 10° kg/h 


36.8%; 1.17 х 10° kg/h 


6.428 х 10° Btu/h; 38.3%; 
5.175 X 107 Ib/h 


164.6 Btu/min, 27.8 Btu/min; 
5.62 


2.98 kW; 3.28 tons; 3.87 

5.41 hp; 1229.3 Btu/min; 4.36 
4.015; 15.51 tons 

3.725 kW; 3.402 tons; 3.212 
3.10; 4.564 tons 


22.68 Ib/min; 4133.2 Btu/min; 
2.42; 84.196 


8.56 
8.58 
8.60 


5.17 kW; 22.58 kW; 4.37; 63.5% 


75.49%; 3.35 
3.11 kW, 81%; 4.84 


Chapter 9 


9.2 
9.6 
9.8 
9.12 


9.14 
9.18 
9.20 


9.22 


9.24 


9.26 


9.28 


9.30 


9.36 


9.38 
9.40 


9.42 


9.44 
9.46 


805.2 kJ/kg; 57.5%; 1060 kPa 
27.2 kW 
4575.5°R; 749.8 Ibf/in.?; 51.25% 


90.84 Btu/Ib; 56.5%; 151.4 
Ibf/in.? 


0.812 Btu, 99.5 hp 
20.46; 2.062; 64.7%; 803.9 kPa 


50.11 Btu; 60.3%; 143.8 Ibf/in.?; 
2.47 


15.58 Btu; 3005°R; 56.5%; 
101.4 Ibf/in.? 


1301.5 K; 189.2 kPa; 
297.5 kJ/kg; 59.4% 


1.846 X 1077 kg; 10 kJ/cycle, 
4.084 kJ/cycle; 5.916 kJ/cycle, 
59.2% 


46.7%; 0.562; 1264 kW 


47.9%; 1.08 X 10° Ib/h; 2.49 х 
108 Btu/h 


10,706 ft/min; 1227°R, 1347°R; 
35% 


39.8%; 14.1% decrease 


13.1596; 71.2%; 9.57 x 10° 
Btu/h 


22 kPa, 34.97 kPa, 419.64 kPa, 
419.64 kPa, 158.62 kPa, 22 kPa; 
1009 m/s 


1080 m/s 
766.5 kPa; 1348 m/s 


Chapter 10 


10.4 
10.6 


10.8 


10.10 


10.12 


10.14 
10.16 
10.18 


1.67 bar, 1.11 bar 


IT: 65.46°F; 0.01539, 36.03 
Btu/lb(a), 72.39?F; 44.796, 
0.00973, 29.84 Btu/Ib(a) 


4.2 tons; 6.05 kW 


IT: 38.21 kJ/kg(a); 
0.00709 kg/kg(a) 


9.6°C; 48.63 m"/min; 

0.515 kg/min; 804.1 kJ/min 
12.3°C; —0.0144 kg/kg(a) 
31.75 Btu/s; 0.0149 16/5; 48.7% 
787.5 Btu/min; 0.1078 Ib/min. 


10.20 
10.22 
10.24 
10.26 


76%; 20°C 

81.8%, 14.4°C 

290, 460 Ib/h 

6790 Ib(a)/min, 15,178 Ib/min 


Chapter 11 


11.2 

11.4 

11.6 

11.8 

11.10 
11.12 
11.14 
11.16 
11.18 
11.20 
11.22 
11.24 
11.26 
11.28 
11.30 
11.32 


gage: 60.6 MPa, 8790 psi 
—7.7 psi 

60 kPa 

18.2 ft; 8.73 psi; 21.7 psi 
0.317 ft 

1.55 slug/ft^ 

34.2 deg 

11,400 1ЬҒ 

1.48 MN, ye = 13.4 m 
1350 Ibf 

314 kN, 497 kN 

1680 Ibf 

488 Ibf 

17.2 mm 

0.394 ft 

56,300 Ibf, ур = 13.33 ft 


Chapter 12 


12.2 

12.4 

12.6 

12.8 

12.10 
12.12 
12.14 
12.16 
12.18 
12.20 
12.22 
12.24 
12.26 
12.28 


12.30 
12.32 
12.34 
12.36 
12.38 
12.40 
12.42 


6.72 X 1072 N/m? 
286 N 

1.70 ft/s 

right side; 4.09 Ibf 
3.94 ft/s 

2.69 lbf 

234 Ibf 

38,600 Ibf, 10,800 Ibf 
352 Ibf 

25,700 N, 3520 N 
61.5 N/m’; 45.5 N/m? 
138 ft; 0.909 ft 

162 ft 


У, = [28(p,/p = Dh/ 
(1 — (D/DA 


0.123 ft/s 

6.10 х 107° m?/s 
downhill 

0.881 ft/s 

4.08 hp; 9.94 ft 
28.0 hp 

14,500 ft - Ibf/s 


12.44 
12.46 
12.48 
12.50 
12.52 
12.54 
12.56 
12.58 


12.60 
12.62 
12.64 


0.763 ft/s 

54.1 ft; 2750 lbf/ft?; 46.3 8/5 
17.6 ft 

== 1 km 

26.46 Ibf/in.? 

438.6 K; 561.6 m/s; 0.626 kg/s 
0.4047 kg/s; 0.5943 kg/s 


at 80 Ibf/in.*: 800.5 ft/s, 0.577, 
1.868 x 10°? ft? 

at 40 Ibf/in.?: 1544.8 ft/s, 1.224, 
1.591 x 10°? f? 

4.214 bar 

1.8066 bar; 2.873 bar; 461.4 K 


547 K; 3.796 bar; 0.661 bar; 
2.387 bar; 3.086 bar; 547 K; 
0.498 kg/s; 9.84 X 1072 m? 


Chapter 13 


13.2 
13.4 
13.6 
13.8 
13.10 


13.12 
13.16 
13.18 
13.20 
13.22 
13.24 


13.26 
13.28 


n0; yes; no; no 
D/d?V? p = фа,/4, pVd,/p) 
9)/pV? € = Ф(У/с, 6/6) 
W/pD? w = $(Q/D*o) 
Ар/рУ? = 0.505 (0/4)? for 
133 = D/d = 3.33 


Pressure doubles 
8.65 x 10 ? ft/s 
5.48 ft/min 

400 km/h; 170 N 
4.50 mph; 8.00 ft 


h/H = фа/Н, b/H, рв/т,, 
V/(gH)'?y; 5.00 Ibf/f? 


3.20 lbf 
—0.0809 Ibf/ft 


Chapter 14 


142 
14.4 
14.6 
14.8 
14.10 
14.12 
14.14 
14.16 
14.18 
14.20 
14.22 
14.24 


0.0883 т 

80 < хы < 480 in. 
1.055 D 

0 < h < 0.509 m 
0.0300 

15.9 kN/m? 

35.5 it 

0.0326, laminar 
56.7 

0.581 ft; 3.88 ft; 0.97 ft 
84.0 ft 

0.750 Ibf/in.? 


14.26 
14.28 
14.30 
14.32 
14.34 
14.36 
14.38 
14.40 
14.42 
14.44 
14.46 
14.48 
14.50 
14.52 
14.54 
14.56 
14.58 
14.60 


pump, 127 hp 

1.07 х 10 * m/s 
0.0494 ft/s 

88.5 N 

0.109 ft 

0.0130 m, 0.0183 m 
D, = 0.707 D, 
24,500 Ibf 

15,900 №: m 

558 № 

162 ft - Ibf 

1.06 m/s 

2.15 Ibf, 215 Ibf 
153 mph; 80.5 mph 
0.526 hp, 2.06 hp 
0.288 

146 mph 

yes 


Chapter 15 


15.2 
15.4 
15.6 
15.8 
15.10 
15.12 
15.14 
15.16 
15.20 
15.22 


378°C 

0.10 W/m : К 
2.94 W 

15 mW 

0.35 W, 5.25 W 
726 W, 547 W 
18.4 КУУ, 10.9 КУУ 
788 ув. 709 УУ 
364 К, 380 К 
345°C 


Chapter 16 


16.2 


16.4 
16.6 


16.8 

16.10 
16.12 
16.14 
16.16 
16.18 
16.20 
16.22 
16.24 


-5000 W/m?; 225°C; —20°C; 
—85°C; -309С 
2.0 X 10° W/m? 


1.0 х 106 W/m?; 120°C, 1.0 х 
107 K/m, —1.0 x 10° K/m? 


43°C; 208°C 
14.1 W/m? 
0.185 K/W 

86 mm 

1270 W/m? 

762 W 

49°C 

778 W/m; 400 K 
2377 W/m 


16.26 
16.28 
16.30 
16.32 
16.34 
16.36 
16.38 
16.40 
16.44 
16.46 
16.48 


16.50 


16.54 
16.56 
16.58 
16.60 
16.62 
16.64 
16.66 
16.68 
16.70 
16.72 
16.74 
16.76 
16.78 
16.80 
16.82 
16.84 
16.86 
16.88 
16.90 
16.92 


11 mm 

13.5 mm; 91% 

489 W; 120°C 

250°C 

212°C 

1826 А 

530°C, 380°C 

369 A 

36.6°C, 129.4?C; 337.7°C 
300°C 

144 W/m, 0.92, 19.2, 
0.52 m: K/W, 96.0°C; 151 W/m, 
0.96, 20.1, 0.50 т. K/W, 


95.6°C; 450 W/m, 0, 60.0, 
0.167 m: K/W, 25°C 


0.778, 6.0, 216 W/m; 0.99, 7.6, 
273 W/m 


305°C, 272°C 
1315% 

50.9 W 

0.312 h 

7.0h 

968 s; 456°C 
88 min 

0.0041 m?- K/W 
65.1°C 

1.67 h 

861 s 

2.4h 

1100 8 

46.5 шіп 

7.3 mm/s 

515 К 

4.85 5, 67.8°С 
1793 5 

2.81 тіп; 86°С 
IC 


Chapter 17 


17.2 


17.4 
17.6 
17.8 
17.10 


3802, 6.29 x 10%, 0.71; 690, 
1.82 X 10°, 6403; 163, 
1.17 X 106, 5.84 


10.9 W/m? - K, 1.0 
4/3 

20.9 m/s 

30.8 m/s, 4112 W 


17.12 


17.14 
17.16 
17.18 
17.20 
17.22 
17.24 
17.26 
17.28 
17.30 
17.32 
17.34 
17.36 
17.38 
17.40 
17.42 
17.44 
17.46 
17.48 


17.50 
17.52 
17.54 


17.56 
17.58 
17.60 
17.62 
17.64 
17.66 
17.68 


17.70 
17.72 
17.74 
17.76 
17.78 
17.80 
17.82 


17.84 
17.86 
17.88 
17.90 


3.99, 4.48; 0.93, 0.52; 23.5, 
1.27 mm; 9.76, 19.5; 1977, 
3954; 191, 382 W/m?- К 


6780 W 

90.7 kW/m 

2137 W 

13,580, 9820, 5560 W/m 
1370 W, 1440 W 

8.73, 14.5, 11.1 W/m?- К 
8.71 x 10° W/m, 158°C 
266 K 

27°C; TTC 

71.1; 20,438; 1639 W/m 
235 W/m? : К; 0.868 W; 1.019 W 
27.6°C; 27.6°C 

45.8°C; 68.3°C 

603 K 

3.14 W 

18.7°C; 672°C 

337°C; 197 s 


2.48 х 1075, 1.82; 0.183, 1.06; 
0.111, 16.8 m 


471.2 W; 60°C, 153.4°C 
—1281 W, 15.4 m 


6.87 X 1077 kg/s, 15.3 m, 
30.8 mm 


379 K, 406 K 

18 ш 

10.6 ш 

47.5°C, 188 kW 

1.56 m; 28.3 days 

5.3 х 107° kg/s; 1399 К; 888 К 


198°C, 71.1 N/m?, 221 W; 
195°C, 119 N/m?, 415 W 


2724 W, 312 K 
87.7 m; x = L, 48.2°C 

9326 W/m? · К, 1957 W/m?- К 
13.7m 

10,027 УУ: 3.4 m 

100 m; 12 m 


122 W/m; 23.5 mm; 390 W/m, 
4.7 mm, 5.3 mm 


1.78 W 

347 Wim? - K 
90.2 W 

62°С 


17.92 9ФС 

17.94 100 W at 60°C 
17.96 64.8°C 

17.98 1.6 №; 187 W; 57 W 
17.100 2 W 

17.102 581°C; 183 s 

17.104 135 W/m? : K 


17.106 6610 W/m? · K; 3249 W/m?- К 


17.108 6.63 m, 35.1°C 
17.110 50°C; 61.7°C 
17.112 3.09 m?; 2.64 m? 


17.116 7600 УУ, 48.1°C; 40.3 m 


17.118 26.8°C 

17.120 39.9 m? 
17.122 1.53 m? 
17.124 33.4 m? 


Сһаріег 18 


18.2 


18.4 
18.6 


18.8 

18.10 
18.12 
18.14 
18.16 
18.18 
18.20 
18.22 
18.24 
18.26 
18.28 


1450 W/m?; 1180 W/m?; 
-270 W/m? 


7348 W/m? 


6.30 х 107 W/m?; 5774 К; 
0.5 wm; 278 К 


5.60% 

0.352 

0.636; 307.5 kW/m? 

7500 W/m?; 2250 W/m’; 0.30 
0.774, 0.10 

0.383; 0.958, 0.240 

0.839, 0.568 

800 K 

48.5°С 

57.9°С, 71.7°С; 0.329, 0.217 
0.51 шіп 


18.30 
18.32 
18.34 
18.36 
18.38 
18.40 
18.42 
18.44 
18.46 
18.48 
18.50 
18.52 
18.54 
18.58 
18.60 
18.62 


439 К 

269 К 

0.62. 

І 

0.09 

0.0492 kg/s: m 
7.24 W; 3.58 W 
-0.162 W 

13.4 W, 6825 W/m? 
1.58 W; 0.986 
30.2 W/m 

1.1 X 1075 kg/s 
548 K, 474 K 
89.8 mW 

423 К 

1225 K, 1167 K 
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TABLES FOR FLUID MECHANICS 


ЕМ-1 Properties of Common Fluids 513 
TABLES AND FIGURES FOR HEAT TRANSFER! 

НТ-1 Тһегпорһувіса! Properties of Selected Technical Materials 514 
HT-2  Thermophysical Properties of Selected Common Materials 516 
HT-3  Thermophysical Properties of Gases at Atmospheric Pressure 518 
HT-4  Thermophysical Properties of Saturated Liquids 519 
HT-5 Тһегпорһувіса! Properties of Saturated Water 520 
CD-ROM 


HT-Ó Mathematical Relations and Functions: Hyperbolic Functions, 
Gaussian Error Function, and Bessel Function of the First Kind 

HT-7 Graphical Representation of One-Dimensional, Transient 
Conduction in the Plane Wall, Infinite Cylinder, and Sphere 
(Heisler and Gróber Charts) 


TABLES AND FIGURES FOR THERMODYNAMICS” 


Tables SI E 
T-1 Atomic or Molecular Weights and Critical Properties of Selected 

Elements and Compounds 521 521 
Т-2 Properties of Saturated Water (Liquid-Vapor): Temperature Table 522 9338 
Т-3 Properties of Saturated Water (Liquid-Vapor): Pressure Table 523 540 
1-4 Properties of Superheated Water Vapor 525 542 
Т-5 Properties of Compressed Liquid Water 528 547 
Т-0 Properties of Saturated Refrigerant 134a (Liquid-Vapor): 

Temperature Table 529 548 
7-7 Properties of Saturated Refrigerant 134a (Liquid-Vapor): 

Pressure Table 530 549 
T-8 Properties of Superheated Refrigerant 134a Vapor 531 550 
1-0 Ideal Gas Properties of Air 233 332 
T-10 Ideal Gas Specific Heats of Some Common Gases 534 553 
T-11 Ideal Gas Properties of Selected Gases 535 554 


'The convention used to present numerical values is illustrated by this example: 


T v * 107 к. 10 
(K) (m?/s) (W/m: К) 
300 0.349 521 


where v = 0.349 x 1077 т/б and k = 521 X 1077 W/m: К at 300K. 


?The convention used to present numerical values of the specific volume of liquids in the SI tables is illustrated 
by this example: 


Temp. ор X 10? 
(°C) (m*/kg) 
20 1.0018 


where v, = 1.0018 X 107° m/kg. 
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Figures 
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Properties of Saturated Refrigerant 22 (Liquid-Vapor): Temperature Table 
Properties of Saturated Refrigerant 22 (Liquid-Vapor): Pressure Table 
Properties of Superheated Refrigerant 22 Vapor 

Properties of Saturated Ammonia (Liquid- Vapor): Temperature Table 
Properties of Saturated Ammonia (Liquid-Vapor): Pressure Table 
Properties of Superheated Ammonia Vapor 

Properties of Saturated Propane (Liquid-Vapor): Temperature Table 
Properties of Saturated Propane (Liquid-Vapor): Pressure Table 
Properties of Superheated Propane Vapor 

Properties of Saturated Refrigerant 22 (Liquid-Vapor): Temperature Table 
Properties of Saturated Refrigerant 22 (Liquid-Vapor): Pressure Table 
Properties of Superheated Refrigerant 22 Vapor 

Properties of Saturated Ammonia (Liquid-Vapor): Temperature Table 
Properties of Saturated Ammonia (Liquid- Vapor): Pressure Table 
Properties of Superheated Ammonia Vapor 

Properties of Saturated Propane (Liquid-Vapor): Temperature Table 
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Properties of Superheated Propane Vapor 


Generalized compressibility chart, рь = 1.0 
Generalized compressibility chart, pp = 10.0 
Generalized compressibility chart, 10 = рр = 40 
Psychrometric chart for 1 atm 


Table ЕМ-1 Properties of Common Fluids 


(a) Approximate Physical Properties of Some Common Fluids (SI Units) 


Specific Dynamic Kinematic 
Density, Weight, Viscosity, Viscosity, 
Temperature р y [ v 
(°С) (kg/m?) (kN/m?) (М- s/m?) (m?/s) 

Liquids 
Carbon tetrachloride 20 1,590 15.6 9.58 x 1074 6.03 x 1077 
Ethyl alcohol 20 789 7.74 1.19 х 107 1.51 х 1076 
Gasoline 15.6 680 6.67 3.1 x 10-4 46 X107 
Glycerin 20 1,260 12.4 1.50 x 10*° 1.19 x 107 
Mercury 20 13,600 133 1.57 x 107° 1.15 х 1077 
SAE 30 oil 15.6 912 8.95 3.8 х107 42 x10^ 
Seawater 15.6 1,030 10.1 1.20 х 10? 1.17 X 1076 
Water 15.6 999 9.80 1.12 х 10? 1.12 х 1076 
Gases at Standard Atmospheric Pressure! 
Air (standard) 15 1.23 12.0 1.79 х 107 1.46 х 10? 
Carbon dioxide 20 1.83 18.0 1.47 х 1077 8.03 х 1076 
Helium 20 0.166 1.63 1.94 X 10? 1.15 x 1079 
Hydrogen 20 0.0838 0.822 8.84 x 1076 1.05 x 1074 
Methane (natural gas) 20 0.667 6.54 1.10 X 10? 1.65 х 107° 
Nitrogen 20 1.16 11.4 1.76 х 107° 1.52 х 107° 
Охувеп 20 1.33 13.0 2.04 х 107 1.53 х 1077 
(0) Approximate Physical Properties of Some Common Fluids (Other Units) 

Specific Dynamic Kinematic 

Density, Weight, Viscosity, Viscosity, 
Temperature p y u v 
CF) (slug/ft*) (Ibf/ft*) (dbf - s/ft?) (828) 

Liquids 
Carbon tetrachloride 68 3.09 99.5 2.00 х 105 6.47 x 10% 
Ethyl alcohol 68 1.53 49.3 2.49 х 10° 1.63 х 10? 
Gasoline 60 1.32 42.5 65 x10*5 49 x 10° 
Glycerin 68 2.44 78.6 3.13 X 107. 1.28 x 10°? 
Mercury 68 26.3 847 328 X10? 1.25 x 1079 
SAE 30 oil 60 1.77 57.0 80 x10? 45 x10? 
Seawater 60 1.99 64.0 2.5] X10? 126 x 10? 
Water 60 1.94 624 2.34 10° 1.21 x 10? 
Gases at Standard Atmospheric Pressure! 
Air (standard) 59 238 X 10? 765х102 374X10" 157Х107 
Carbon dioxide 68 3.55 х 1072 114x10' 307x107 8.65 x 10° 
Helium 68 323 х 104 1.04 х 1072 409x107 127 x 10° 
Hydrogen 68 163x104 525x10? 185x107 113 x 10° 
Methane (natural gas) 68 1.29 X10? 4.15 х 10? 2.29 х 1077 1.78 x 1074 
Nitrogen 68 226 X10? 7.28 х 1072 3.68 х 1077 1.63 x 10“ 
Охувеп 68 2.58 х 107 831x107 425x107 1.65 x 10“ 


'For gases at atmospheric pressure, the ideal gas model (Sec. 4.5) applies, and p = p/RT. 
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Table HT-1 Thermophysical Properties of Selected Technical Materials 


Properties at Various Temperatures (K) 


. Properties at 300 K k (W/m: K) / с, (J/kg: K) 
Melting = 
Point p с, К a * 10° 
Composition (K) (kg/m?) (J/kg: K) (W/m:K) (m/s) 100 200 400 600 800 1000 1200 1500 2000 2500 
Metallic Solids 
Aluminum 
Pure 933 2702. 903 237 97.1 302 237 240 231 218 
482 798 949 1033 1146 
Alloy 2024-Т6 775 2770 875 177 73.0 65 163 186 186 
473 787 925 1042 
Beryllium 1550 1850 1825 200 59.2 990 301 161 126 106 90.8 78.7 
203 1114 2191 2604 2823 3018 3227 3519 
Copper 
Pure 1358 8933 385 401 117 482 413 393 379 366 352 339 
252 356 397 417 433 451 480 
Cartridge brass 1188 8530 380 110 33.9 75 95 137 149 
(70% Cu, 30% Zn) 360 395 425 
Germanium 1211 5360 322 59.9 34.7 232 96.8 43.2 27.3 19.8 17.4 17.4 
190 290 337 348 357 375 395 
Gold 1336 19,300 129 217 127 327 323 311 298 284 270 255 
109 124 131 135 140 145 155 
Ігоп 
Pure 1810 7870 447 80.2 23.1 134 94.0 69.5 54Л 433 32.8 28.3 32.1 
216 384 490 574 680 975 609 654 
Plain carbon steel 7854 434 60.5 17.7 58.7 48.8 39.2 31.3 
487 559 685 1168 
AISI 1010 7832 434 63.9 18.8 58.7 48.8 39.2 31.3 
487 559 685 1168 
Stainless steel 8238 468 13.4 3.48 15.2 18.3 21.3 24.2 
А151 316 504 550 576 602 
Molybdenum 2894 10,240 251 138 53.7 179 143 134 126 118 112 105 98 90 86 
141 224 261 275 285 295 308 330 380 459 
Nickel 
Pure 1728 8900 444 90.7 23.0 164 107 80.2 65.6 67.6 71.8 76.2 82.6 
232 383 485 592 530 562 594 616 
Platinum 2045 21,450 133 71.6 25.1 77.5 72.6 71.8 73.2 75.6 78.7 82.6 89.5 99.4 
100 125 136 141 146 152 157 165 179 
5Шсоп 1685 2330 712 148 89.2 884 264 98.9 61.9 422 312 25.7 22.7 
259 556 790 867 913 946 967 992 
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Table HT-1 (Continued) 
Properties at Various Temperatures (K) 
: Properties at 300 K k (W/m: K) / с, (J/kg: K) 
Melting 
Point p с, К a • 10° 
Composition (K) (kg/m?) (Jkg:K) (W/m:K) (ms) 100 200 400 600 800 1000 1200 1500 2000 2500 
Silver 1235 10,500 235 429 174 444 430 425 412 396 379 361 
187 225 239 250 262 277 292 
Tantalum 3269 16,600 140 57.5 24.7 592 57.5 57.8 58.6 59.4 60.2 61.0 62.2 64.1 65.6 
110 133 144 146 149 152 155 160 172 189 
Thorium 2023 11,700 118 54.0 39.1 59.8 54.6 54.5 55.8 56.9 56.9 58.7 
99 112 124 134 145 156 167 
Titanium 1953 4500 522 21.9 9:32 30.5 24.5 20.4 19.4 19.7 20.7 22.0 24.5 
300 465 551 591 633 675 620 686 
Tungsten 3660 19,300 132 174 68.3 208 186 159 137 125 118 113 107 100 95 
87 122 137 142 145 148 152 157 167 176 
Nonmetallic solids 
Aluminum oxide, 2323 3970 765 36.0 11.9 133 55 26.4 15.8 10.4 7.85 6.55 5.66 6.00 
polycrystalline -- -- 940 1110 1180 1225 
Aluminum oxide, 2323 3970 765 46 15:1 450 82 32.4 18.9 13.0 10.5 
sapphire -- — 940 1110 1180 1225 
Beryllium oxide 2725 3000 1030 272 88.0 196 111 70 4T 33 21:5 15 
1350 1690 1865 1975 2055 2145 2750 
Graphite, pyrolytic 2273 2210 
k, || to layers 1950 4970 3220 1390 892 667 534 448 357 262 
К, 1 to layers 5.70 16.8 9.23 4.09 2.68 2.01 1.60 1.34 1.08 0.81 
Cp 709 136 411 992 1406 1650 1793 1890 1974 2043 
Pyroceram, 1623 2600 808 3.98 1.89 5.25 4.78 3.64 3.28 3.08 2.96 2.87 2.79 
Corning 9606 — — 908 1038 1122 1197 1264 1498 
Silicon carbide 3100 3160 675 490 230 87 58 30 
880 1050 1135 1195 1243 1310 
Silicon dioxide, 1883 2220 745 1.38 0.834 0.69 1.14 1.51 1.75 2.17 2.87 4.00 
polycrystalline — — 905 1040 1105 1155 1195 
(fused silica) 
Silicon nitride 2173 2400 691 16.0 9.65 — -- 13.9 11.3 9.88 8.76 8.00 7.16 6.20 
— 578 778 937 1063 1155 1226 1306 1377 
Thorium dioxide 3573 9110 235 13 6.1 10.2 6.6 4.7 3.68 3.12 2.73 2.5 
255 274 285 295 303 315 330 
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Table НТ-2 Thermophysical Properties of Selected Common Materials 


Typical Properties at 300 K 


Density, Thermal Specific 
р Conductivity, k Heat, с, 
Description/Composition (kg/m?) (W/m: К) (J/kg: K) 
Insulating Materials and Systems 
Blanket and Batt 
Glass fiber, paper faced 16 0.046 — 
28 0.038 — 
40 0.035 — 
Board and Slab 
Cellular glass 145 0.058 1000 
Glass fiber, organic bonded 105 0.036 795 
Polystyrene, expanded 
Extruded (R-12) 55 0.027 1210 
Molded beads 16 0.040 1210 
Loose Fill 
Glass fiber, poured or blown 16 0.043 835 
Vermiculite, flakes 80 0.068 835 
160 0.063 1000 
Formed/Foamed-in-Place 
Polyvinyl acetate cork mastic; — 0.100 — 
sprayed or troweled 
Urethane, two-part mixture; 70 0.026 1045 
rigid foam 
Reflective 
Aluminum foil separating fluffy 40 0.00016 -- 


glass mats; 10-12 layers, evacuated; 
for cryogenic applications (150 K) 
Aluminum foil and glass paper 120 0.000017 -- 
laminate; 75-150 layers; evacuated; 
for cryogenic application (150 K) 
Typical silica powder, evacuated 160 0.0017 -- 


Structural Building Materials 


Building Boards 
Gypsum or plaster board 800 0.17 — 
Hardboard, siding 640 0.094 1170 
Particle board, low density 590 0.078 1300 
Particle board, high density 1000 0.170 1300 
Plywood 545 0.12 1215 
Woods 
Hardwoods (oak, maple) 720 0.16 1255 
Softwoods (fir, pine) 510 0.12 1380 
Masonry Materials 
Brick, common 1920 0.72 835 


Concrete (stone mix) 2300 1.4 880 
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Table НТ-2 Thermophysical Properties of Selected Common Materials 


(Continued) 
Density, Thermal Specific 
Description/ Temperature р Conductivity, К Heat, с, 
Composition (K) (kg/m?) (W/m: К) (J/kg K) 
Other Materials 
Asphalt 300 2115 0.062 920 
Coal, anthracite 300 1350 0.26 1260 
Cotton 300 80 0.06 1300 
Foodstuffs 
Apple, red (75% water) 300 840 0.513 3600 
Cake, batter 300 720 0.223 -- 
Cake, fully baked 300 280 0.121 - 
Chicken meat, white 198 -- 1.60 -- 
(74.4% water content) 273 0.476 
Glass 
Plate (soda lime) 300 2500 1.4 750 
Pyrex 300 2225 1.4 835 
Ice 273 920 1.88 2040 
253 -- 2.03 1945 
Leather (sole) 300 998 0.159 -- 
Рарег 300 930 0.180 1340 
Paraffin 300 900 0.240 2890 
Rock 
Granite, Barre 300 2630 2.79 775 
Marble, Halston 300 2680 2.80 830 
Sandstone, Berea 300 2150 2.90 745 
Rubber, vulcanized 
Soft 300 1100 0.13 2010 
Hard 300 1190 0.16 — 
Sand 300 1515 0.27 800 
Soil 300 2050 0.52 1840 
Snow 273 110 0.049 — 
500 0.190 — 
Teflon 300 2200 0.35 — 
400 0.45 — 
Tissue, human 
Skin 300 — 0.37 — 
Fat layer (adipose) 300 — 0.2 — 
Muscle 300 — 0.41 — 
Wood, cross grain 
Fir 300 415 0.11 2720 
Oak 300 545 0.17 2385 
Wood, radial 


Oak 300 545 0.19 2385 
Fir 300 420 0.14 2720 
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Table HT-3 Thermophysical Properties of Gases at Atmospheric Pressure! 


T р с, w+ 107 >. 10° k* 10° a • 10° 
(K) (kg/m?) (kJ/kg : K) (N: s/n) (m?/s) (W/m: К) (m/s) Pr 
Air 
100 3.5562 1.032 71.1 2.00 9.34 2.54 0.786 
150 2.3364 1.012 103.4 4.426 13.8 5.84 0.758 
200 1.7458 1.007 132.5 7.590 18.1 10.3 0.737 
250 1.3947 1.006 159.6 11.44 22.3 15.9 0.720 
300 1.1614 1.007 184.6 15.89 26.3 22.5 0.707 
350 0.9950 1.009 208.2 20.92 30.0 29.9 0.700 
400 0.8711 1.014 230.1 26.41 33.8 38.3 0.690 
450 0.7740 1.021 250.7 32.39 3453 47.2 0.686 
500 0.6964 1.030 270.1 38.79 40.7 56.7 0.684 
550 0.6329 1.040 288.4 45.57 43.9 66.7 0.683 
600 0.5804 1.051 305.8 52.69 46.9 76.9 0.685 
650 0.5356 1.063 322.5 60.21 49.7 87.3 0.690 
700 0.4975 1.075 338.8 68.10 52.4 98.0 0.695 
750 0.4643 1.087 354.6 76.37 54,9 109 0.702 
800 0.4354 1.099 369.8 84.93 357.3 120 0.709 
850 0.4097 1.110 384.3 93.80 59.6 131 0.716 
900 0.3868 1.121 398.1 102.9 62.0 143 0.720 
950 0.3666 1.131 411.3 112.2 64.3 155 0.723 
1000 0.3482 1.141 424.4 121.9 66.7 168 0.726 
1100 0.3166 1.159 449.0 141.8 TAS: 195 0.728 
Helium (He) 
100 0.4871 5.193 96.3 19.8 73.0 28.9 0.686 
120 0.4060 5.193 107 26.4 81.9 38.8 0.679 
140 0.3481 5.193 118 33.9 90.7 50.2 0.676 
180 0.2708 5.193 139 51.3 107.2 76.2 0.673 
220 0.2216 5.193 160 72.2 123.1 107 0.675 
260 0.1875 5.193 180 96.0 137 141 0.682 
300 0.1625 5.193 199 122 152 180 0.680 
400 0.1219 5.193 243 199 187 295 0.675 
500 0.09754 5.193 283 290 220 434 0.668 
700 0.06969 5.193 350 502 278 768 0.654 
1000 0.04879 5.193 446 914 354 1400 0.654 


'For gases at atmospheric pressure, the ideal gas model (Sec. 4.5) applies, and p = p/RT. 


Table НТ-4 Thermophysical Properties of Saturated Liquids 
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Saturated Liquids 


Т р с, ш-102 v - 106 5-10 a+ 107 B+ 10? 
(K) (kg/m?) (kJ/kg - K) (N: s/m?) (m/s) (W/m: К) (m/s) Pr (K^) 
Engine Oil (Unused) 

273 899.1 1.796 385 4280 147 0.910 47,000 0.70 
280 895.3 1.827 217 2430 144 0.880 27,500 0.70 
290 890.0 1.868 99.9 1120 145 0.872 12,900 0.70 
300 884.1 1.909 48.6 550 145 0.859 6400 0.70 
310 877.9 1.951 25.3 288 145 0.847 3400 0.70 
320 871.8 1.993 14.1 161 143 0.823 1965 0.70 
330 865.8 2.035 8.36 96.6 141 0.800 1205 0.70 
340 859.9 2.076 5.31 61.7 139 0.779 793 0.70 
350 853.9 2.118 3.56 41.7 138 0.763 546 0.70 
360 847.8 2.161 2.52 29.7 138 0.753 395 0.70 
370 841.8 2.206 1.86 22.0 137 0.738 300 0.70 
380 836.0 2.250 1.41 16.9 136 0.723 233 0.70 
390 830.6 2.294 1.10 13.3 135 0.709 187 0.70 
400 825.1 2.337 0.874 10.6 134 0.695 152 0.70 
410 818.9 2.381 0.698 8.52 133 0.682 125 0.70 
420 812.1 2.427 0.564 6.94 133 0.675 103 0.70 
430 806.5 2.471 0.470 5.83 132 0.662 88 0.70 
Ethylene Glycol [C,H,(OH),] 

273 1130.8 2.294 6.51 57.6 242 0.933 617 0.65 
280 1125.8 2.323 4.20 37.3 244 0.933 400 0.65 
290 1118.8 2.368 2.47 22.1 248 0.936 236 0.65 
300 1114.4 2.415 1.57 14.1 252 0.939 151 0.65 
310 1103.7 2.460 1.07 9.65 255 0.939 103 0.65 
320 1096.2 2.505 0.757 6.91 258 0.940 73.5 0.65 
330 1089.5 2.549 0.561 5.15 260 0.936 55.0 0.65 
340 1083.8 2.592 0.431 3.98 261 0.929 42.8 0.65 
350 1079.0 2637] 0.342 3.17 261 0.917 34.6 0.65 
360 1074.0 2.682 0.278 2.59 261 0.906 28.6 0.65 
370 1066.7 2.728 0.228 2.14 262 0.900 23.7 0.65 
373 1058.5 2.742 0.215 2.03 263 0.906 22.4 0.65 
Glycerin [C3H;(OH)3] 

273 1276.0 2.261 1060 8310 282 0.977 85,000 0.47 
280 1271.9 2.298 534 4200 284 0.972 43,200 0.47 
290 1265.8 2.367 185 1460 286 0.955 15,300 0.48 
300 1259.9 2.427 79.9 634 286 0.935 6780 0.48 
310 1253.9 2.490 35.2 281 286 0.916 3060 0.49 
320 1247.2 2.564 21.0 168 287 0.897 1870 0.50 
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Table HT-5 Thermophysical Properties of Saturated Water! 


Specific Thermal Expansion 

Heat Viscosity Conductivity Prandtl Coeffi- 

Tempera- (kJ/kg - К) (N^ s/m?) (W/m: К) Number cient, 

ture, T Bre 10° 
(K) Сы, біз Ву? 106 Me ^ 10° к" 10° А 10: Pr, Pr, (K^) 

273.15 4.217 1.854 1750 8.02 569 18.2 12.99 0.815 —68.05 

275 4.211 1.855 1652 8.09 574 18.3 12.22 0.817 —32.74 

280 4.198 1.858 1422 8.29 582 18.6 10.26 0.825 46.04 
285 4.189 1.861 1225 8.49 590 18.9 8.81 0.833 114.1 
290 4.184 1.864 1080 8.69 598 19.3 7.56 0.841 174.0 
295 4.181 1.868 959 8.89 606 19.5 6.62 0.849 221.5 
300 4.179 1.872 855 9.09 613 19.6 5.83 0.857 276.1 
305 4.178 1.877 769 9.29 620 20.1 5.20 0.865 320.6 
310 4.178 1.882 695 9.49 628 20.4 4.62 0.873 361.9 
315 4.179 1.888 631 9.69 634 20.7 4.16 0.883 400.4 
320 4.180 1.895 577 9.89 640 21.0 377 0.894 436.7 
325 4.182 1.903 528 10.09 645 21.3 342 0901 4712 
330 4.184 191 489 10.29 650 21.7 3.15 0.908 504.0 
335 4.186 1.920 453 10.49 656 22.0 2.88 0.916 535.5 
340 4.188 1.930 420 10.69 660 22.3 2.66 0.925 566.0 
345 4.191 1.941 389 10.89 665 22.6 2.45 0.933 595.4 
350 4.195 1.954 365 11.09 668 23.0 229 0.942 624.2 
355 4.199 1.968 343 11.29 671 23.3 2.14 0.951 652.3 
360 4.203 1.983 324 11.49 674 23.7 2.02 0.960 697.9 
365 4.209 1.999 306 11.69 677 24.1 1.91 0.969 707.1 
370 4.214 2.017 289 11.89 679 24.5 1.80 0.978 728.7 
373.15 4.217 2.029 279 12.02 680 24.8 1.76 0.984 750.1 


'See Table T-2 for specific volume, v; and Us. 


Table HT-6 Mathematical Relations and Functions 


Hyperbolic Functions! 


x sinh x cosh x tanh x х sinh x cosh x tanh x 
0.00 0.0000 1.0000 0.00000 2.00 3.6269 3.7622 0.96403 
0.10 0.1002 1.0050 0.09967 2.10 4.0219 4.1443 0.97045 
0.20 0.2013 1.0201 0.19738 2.20 4.4571 4.5679 0.97574 
0.30 0.3045 1.0453 0.29131 2.30 4.9370 5.0372 0.98010 
0.40 0.4108 1.0811 0.37995 2.40 5.4662 5.5569 0.98367 
0.50 0.5211 1.1276 0.46212 2.50 6.0502 6.1323 0.98661 
0.60 0.6367 1.1855 0.53705 2.60 6.6947 6.7690 0.98903 
0.70 0.7586 1.2552 0.60437 2.70 7.4063 7.4735 0.99101 
0.80 0.8881 1.3374 0.66404 2.80 8.1919 8.2527 0.99263 
0.90 1.0265 1.4331 0.71630 2.90 9.0596 9.1146 0.99396 
1.00 1.1752 1.5431 0.76159 3.00 10.018 10.068 0.99505 
1.10 1.3356 1.6685 0.80050 3.50 16.543 16.573 0.99818 
1.20 1.5095 1.8107 0.83365 4.00 27.290 27.308 0.99933 
1.30 1.6984 1.9709 0.86172 4.50 45.003 45.014 0.99975 
1.40 1.9043 2.1509 0.88535 5.00 74.203 74.210 0.99991 
1.50 2.1293 2.3524 0.90515 6.00 201.71 201.72 0.99999 
1.60 2.3756 25779 0.92167 7.00 548.32 548.32 1.0000 
1.70 2.6456 2.8283 0.93541 8.00 1490.5 1490.5 1.0000 
1.80 2.9422 3.1075 0.9468 1 9.00 4051.5 4051.5 1.0000 
1.90 3.2682 3.4177 0.95624 10.000 11013 11013 1.0000 


'The hyperbolic functions are defined as 


"p 
е-е 

2 17285 -х Їїеэр E 

sinh x = z(e" — е”) cosh x = z(e" + е") tanh x = = 
ete cosh x 


* — sinhx 


The derivatives of the hyperbolic functions of the variable и are given as 


du 


d 
inh h 
d (sinh и) — (cosh и) mug 


i най Шина “ний ( 1 үш 
d "s cosh u sinh u ds d anh u E» 


Table НТ-6 Mathematical Relations and Functions (Continued) 


Gaussian Error Function! 


w erf w ш erf ш ш erf w 
0.00 0.00000 0.36 0.38933 1.04 0.85865 
0.02 0.02256 0.38 0.40901 1.08 0.87333 
0.04 0.04511 0.40 0.42839 1.12 0.88679 
0.06 0.06762 0.44 0.46622 1.16 0.89910 
0.08 0.09008 0.48 0.50275 1.20 0.91031 
0.10 0.11246 0.52 0.53790 1.30 0.93401 
0.12 0.13476 0.56 0.57162 1.40 0.95228 
0.14 0.15695 0.60 0.60386 1.50 0.96611 
0.16 0.17901 0.64 0.63459 1.60 0.97635 
0.18 0.20094 0.68 0.66378 1.70 0.98379 
0.20 0.22270 0.72 0.69143 1.80 0.98909 
0.22 0.24430 0.76 0.71754 1.90 0.99279 
0.24 0.26570 0.80 0.74210 2.00 0.99532 
0.26 0.28690 0.84 0.76514 2.20 0.99814 
0.28 0.30788 0.88 0.78669 2.40 0.99931 
0.30 0.32863 0.92 0.80677 2.60 0.99976 
0.32 0.34913 0.96 0.82542 2.80 0.99992 
0.34 0.36936 1.00 0.84270 3.00 0.99998 
'The Gaussian error function is defined as 

erfw = aI e^" dv. 
The complementary error function is defined as 
erfc ш = 1 — erf w, 
Bessel Function of the First Kind 

x Jo(x) х Jax) x Јо) 
0.0 1.0000 1.0 0.7652 2.0 0.2239 
0.1 0.9975 1.1 0.7196 2.1 0.1666 
02 0.9900 12 0.6711 2.2 0.1104 
0.3 0.9776 1:3 0.6201 2.3 0.0555 
0.4 0.9604 1.4 0.5669 2.4 0.0025 
0.5 0.9385 1:5 0.5118 
0.6 0.9120 1.6 0.4554 
0.7 0.8812 1:7 0.3980 
0.8 0.8463 1.8 0.3400 


0.9 0.8075 1.9 0.2818 


HT-7 Graphical Representation of One-Dimensional, Transient Conduction 
in the Plane Wall, Infinite Cylinder, and Sphere (Heisler and 
Grober Charts) 


In Secs. 16.5.2 and 16.5.3, one-term approximations have been developed for transient, one- 
dimensional conduction in a plane wall (with symmetrical convection conditions) and radial 
systems (infinite cylinder and sphere). The results apply for Fo > 0.2 and can conveniently 
be represented in graphical forms that illustrate the functional dependence of the transient 
temperature distribution on the Biot and Fourier numbers. 

Results for the plane wall (Figure 16.25) are presented in Figures HT-7.1 to HT-7.3, which 
are commonly referred to as Heisler charts. Figure HT-7.1 can be used to obtain the midplane 
temperature of the wall, 7(0, 4) = Т.(), at any time during the transient process. If Т, is 
known for particular values of Fo апа Bi, Figure НТ-7.2 can be used to determine the cor- 
responding temperature at any location off the midplane. Hence Figure HT-7.2 must be used 
in conjunction with Figure НТ-7.1. For example, if one wishes to determine the surface tem- 
perature (x* = +1) at some time f, Figure НТ-7.1 would first be used to determine T, at t. 
Figure HT-7.2 would then be used to determine the surface temperature from knowledge of 
T,. The procedure would be inverted if the problem were one of determining the time required 
for the surface to reach a prescribed temperature. 

Graphical results for the energy transferred from a plane wall over the time interval / аге 
presented in Figure HT-7.3, which is commonly referred to as a Gróber chart. These results 
were generated from Eq. 16.110. The dimensionless energy transfer О/О, is expressed ex- 
clusively in terms of Fo and Bi. 

Results for the infinite cylinder are presented in Figures HT-7.4 to HT-7.6, and those for 
the sphere are presented in Figures HT-7.7 to HT-7.9, where the Biot number is defined in 
terms of the radius r,. 


Bi) = ЫМ, 
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Figure НТ-7.1 Midplane temperature as a function of time for a plane wall of thickness 2L. 
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Figure HT-7.2 Temperature distribution in a plane wall of 
thickness 2L. 


The foregoing charts also can be used to determine the transient response of a plane wall, 
an infinite cylinder, or a sphere subjected to a sudden change in surface temperature. For 
such a condition it is only necessary to replace Т, by the prescribed surface temperature Т, 
and to set Bi! equal to zero. In so doing, the convection coefficient is tacitly assumed to be 
infinite, in which case Т, = Т 


s* 
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Figure HT-7.3 Internal energy change as a function of time for a plane wall of thickness 2L. 
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Figure НТ-7.4 Centerline temperature ав a function of time for an infinite cylinder of radius r,. 
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Figure HT-7.5 Temperature distribution in an infinite cylinder of radius r,. 


Figure НТ-7.0 Internal energy change as a function of time for an infinite cylinder of radius r,. 
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Figure HT-7.7 Center temperature as a function of time in a sphere of radius r,. 
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Figure HT-7.8 Temperature distribution in a sphere of radius r,. 
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Figure H'T- 7.0 Internal energy change as a function of time for a sphere of radius r,. 
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Table 1-1 and Table T-1E Atomic or Molecular Weights and Critical Properties of Selected 
Elements and Compounds 


M SI E 

Chemical (kg/kmol) T, D. T, D. 
Substance Formula (Ib/Ibmol) (K) (bar) CR) (atm) 
Acetylene C,H, 26.04 309 62.8 556 62 
Air (equivalent) -- 28.97 133 37.7 239 37.2, 
Аттопіа NH, 17.03 406 112.8 730 111.3 
Argon Ar 39.94 151 48.6 272 47.97 
Benzene СН, 78.11 563 49.3 1013 48.7 
Butane С.Н, 58.12 425 38.0 765 37.5 
Carbon C 12.01 — — — — 
Carbon dioxide CO, 44.01 304 13:9 548 72.9 
Carbon monoxide CO 28.01 133 35.0 239 34.5 
Copper Cu 63.54 — — — — 
Ethane СН, 30.07 305 48.8 549 482 
Ethyl alcohol C,H;0H 46.07 516 63.8 929 63.0 
Ethylene CH, 28.05 283 512 510 50.5 
Helium He 4.003 5:2 2.3 9.33 2.26 
Hydrogen Н, 2.016 332 13.0 59.8 12.8 
Methane CH, 16.04 191 46.4 344 45.8 
Methyl alcohol СН;ОН 32.04 513 79.5 924 78.5 
Nitrogen М, 28.01 126 33.9 227 33.5 
Осїапе СН 114.22 569 24.9 1025 24.6 
Oxygen О, 32.00 154 50.5 278 49.8 
Ргорапе С-Н, 44.09 370 42.7 666 42.1 
Ргору!епе СН, 42.08 365 462 657 45.6 
Refrigerant 12 CCLFP, 120.92 385 41.2 693 40.6 
Refrigerant 22 СНСІЕ, 86.48 369 49.8 665 49.1 
Refrigerant 134а СЕ,СН,Е 102.03 374 40.7 673 40.2 
Sulfur dioxide SO, 64.06 431 78.7 775 777 
Water Н,О 18.02 647.3 220.9 1165 218.0 


Sources: Adapted from International Critical Tables and L. С. Nelson and Е. Е Obert, Generalized Compress- 
ibility Charts, Chem. Eng., 61: 203 (1954). 
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Thermo Tables in SI Units 


Table T-2 Properties of Saturated Water (Liquid—Vapor): Temperature Table 


Specific Volume Internal Energy Enthalpy Entropy 
m/kg kJ/kg kJ/kg kJ/kg: K 
Sat. Sat. Sat. Sat. Sat. Sat. Sat. Sat. 
Temp. Press. Liquid Vapor Liquid Vapor Liquid Evap. Vapor | Liquid | Vapor | Temp. 

“С bar v, X 10? U, Ur и, he lig л, 5r Sg pe 
.01 0.00611 1.0002 206.136 0.00 | 2375.3 0.01 | 2501.3 | 2501.4 | 0.0000 | 9.1562 .01 

4 0.00813 1.0001 15512282 16.77 | 2380.9 16.78 | 2491.9 | 2508.7 | 0.0610 | 9.0514 4 

5 0.00872 1.0001 147.120 20:97 | 228212 20.98 | 2489.6 | 2510.6 | 0.0761 | 9.0257 5 

6 0.00935 1.0001 137.734 25519 [8255576 25.20 | 2487.2 | 2512.4 | 0.0912 | 9.0003 6 

8 0.01072 1.0002 120.917 33.59 | 2386.4 33.60 | 2482.5 | 2516.1 | 0.1212 | 8.9501 8 
10 0.01228 1.0004 106.379 42.00 | 2389.2 42.01 | 2477.7 | 2519.8 | 0.1510 | 8.9008 10 
11 0.01312 1.0004 99.857 46.20 | 2390.5 46.20 | 2475.4 | 2521.6 | 0.1658 | 8.8765 11 
12 0.01402 1.0005 93.784 50.41 | 2391.9 50.41 | 2473.0 | 2523.4 | 0.1806 | 8.8524 12 
13 0.01497 1.0007 88.124 54.60 | 2393.3 54.60 | 2470.7 | 2525.3 | 0.1953 | 8.8285 13 
14 0.01598 1.0008 82.848 58.79 | 2394.7 58.80 | 2468.3 | 2527.1 | 0.2099 | 8.8048 14 
15 0.01705 1.0009 77.926 62,000 6059671 62.99 | 2465.9 | 2528.9 | 0.2245 | 8.7814 15 
16 0.01818 1.0011 73.333 67.18 | 2397.4 67.19 | 2463.6 | 2530.8 | 0.2390 | 8.7582 16 
17 0.01938 1.0012 69.044 СЕВЕ 259858 71.38 | 2461.2 | 2532.6 | 0.2535 | 8.7351 17 
18 0.02064 1.0014 65.038 75.57 | 2400.2 75.58 | 2458.8 | 2534.4 | 0.2679 | 8.7123 18 
19 0.02198 1.0016 61.293 79.76 | 2401.6 79.77 | 2456.5 | 2536.2 | 0.2823 | 8.6897 19 
20 0.02339 1.0018 57.791 83.95 | 2402.9 83.96 | 2454.1 | 2538.1 | 0.2966 | 8.6672 20 
21 0.02487 1.0020 54.514 88.14 | 2404.3 88.14 | 2451.8 | 2539.9 | 0.3109 | 8.6450 21 
22 0.02645 1.0022 51.447 92.32 | 2405.7 92.33 | 2449.4 | 2541.7 | 0.3251 | 8.6229 22 
23 0.02810 1.0024 48.574 96.51 | 2407.0 96.52 | 2447.0 | 2543.5 | 0.3393 | 8.6011 23 
24 0.02985 1.0027 45.883 100.70 | 2408.4 100.70 | 2444.7 | 2545.4 | 0.3534 | 8.5794 24 
25 0.03169 1.0029 43.360 104.88 | 2409.8 104.89 | 2442.3 | 2547.2 | 0.3674 | 8.5580 25 
26 0.03363 1.0032 40.994 109.06 | 2411.1 109.07 | 2439.9 | 2549.0 | 0.3814 | 8.5367 26 
27) 0.03567 1.0035 38.774 113.25 | 2412.5 113.25 | 2437.6 | 2550.8 | 0.3954 | 8.5156 21] 
28 0.03782 1.0037 36.690 117.42 | 2413.9 117.43 | 2435.2 | 2552.6 | 0.4093 | 8.4946 28 
29 0.04008 1.0040 34.733 121.60 | 2415.2 121.61 | 2432.8 | 2554.5 | 0.4231 | 8.4739 29 
30 0.04246 1.0043 32.894 125.78 | 2416.6 125.79 | 2430.5 | 2556.3 | 0.4369 | 8.4533 30 
31 0.04496 1.0046 31.165 129.96 | 2418.0 129.97 | 2428.1 | 2558.1 | 0.4507 | 8.4329 21 
32 0.04759 1.0050 29.540 134.14 | 2419.3 134.15 | 2425.7 | 2559.9 | 0.4644 | 8.4127 32 
33 0.05034 1.0053 28.011 138.32 | 2420.7 138.33 | 2423.4 | 2561.7 | 0.4781 | 8.3927 33 
34 0.05324 1.0056 26.571 142.50 | 2422.0 142.50 | 2421.0 | 2563.5 | 0.4917 | 8.3728 34 
35 0.05628 1.0060 25.216 146.67 | 2423.4 146.68 | 2418.6 | 2565.3 | 0.5053 | 8.3531 35 
36 0.05947 1.0063 23.940 150.85 | 2424.7 150.86 | 2416.2 | 2567.1 | 0.5188 | 8.3336 36 
38 0.06632 1.0071 21.602 159.20 | 2427.4 159.21 | 2411.5 | 2570.7 | 0.5458 | 8.2950 38 
40 0.07384 1.0078 195525 167.56 | 2430.1 167.57 | 2406.7 | 2574.3 | 0.5725 | 8.2570 40 
45 0.09593 1.0099 15.258 188.44 | 2436.8 188.45 | 2394.8 | 2583.2 | 0.6387 | 8.1648 45 
50 0.1235 1.0121 12.032 209.32 | 2443.5 209.33 | 2382.7 | 2592.1 ‚7038 | 8.0763 50 
55 0.1576 1.0146 9.568 230.21 | 2450.1 230.23 | 2370.7 | 2600.9 .7679 | 7.9913 55 
60 0.1994 1.0172 7.671 251.11 | 2456.6 251.13 | 2358.5 | 2609.6 8312 | 7.9096 60 
65 0.2503 1.0199 6.197 272.02 | 2463.1 272.06 | 2346.2 | 2618.3 8935 | 7.8310 65 
70 0.3119 1.0228 5.042 292.95 | 2469.6 292.98 | 2333.8 | 2626.8 .9549 | 7.7553 70 
75 0.3858 1.0259 4,131 313.00 | 2475.9 313.93 | 2321.4 | 2635.3 | 1.0155 | 7.6824 IS 
80 0.4739 1.0291 3.407 334.86 | 2482.2 334.91 | 2308.8 | 2643.7 | 1.0753 | 7.6122 80 
85 0.5783 1.0325 2.828 355.84 | 2488.4 355.90 | 2296.0 | 2651.9 | 1.1343 | 7.5445 85 
90 0.7014 1.0360 2.361 376.85 | 2494.5 SO | ЖӘ | 20005 1819258 Тал! 90 
95 0.8455 1.0397 1.982 397.88 | 2500.6 397.96 | 2270.2 | 2668.1 | 1.2500 | 7.4159 95 


Thermo Tables іп SI Units 523 
Table T-2 (Continued) 
Specific Volume Internal Energy Enthalpy Entropy 
m/kg kJ/kg kJ/kg kJ/kg : К 
Sat. Sat. Sat. Sat. Sat. Sat. Sat. Sat. 
Temp. Press. Liquid Vapor Liquid Vapor Liquid Evap. Vapor | Liquid | Vapor | Temp. 
°C bar ох 10? Ug Ur и, hy lig л, Sg Sg “С 
100 1.014 1.0435 1.673 418.94 | 2506.5 419.04 | 2257.0 | 2676.1 | 1.3069 | 7.3549 | 100 
110 1,433 1.0516 1.210 461.14 | 2518.1 СОЛЫП | ФАО | 72601257 ІШЕР | 72367 | ІШ) 
120 1.985 1.0603 0.8919 509-500 725295 ӘЙЕЛІ | 202165 | 27052 | ПЕРЛӘ | ТА 52 | 00 
130 MOI 1.0697 0.6685 546.02 | 2539.9 546.31 | 2174.2 | 2720.5 | 1.6344 | 7.0269 | 130 
140 3.613 1.0797 0.5089 588.74 | 2550.0 589.13 | 2144.7 | 2733.9 | 1.7391 | 6.9299 | 140 
150 4.758 1.0905 0.3928 631.68 | 2559.5 632.20 | 2114.3 | 2746.5 | 1.8418 | 6.8379 | 150 
160 6.178 1.1020 0.3071 674.86 | 2568.4 675.55 | 2082.6 | 2758.1 | 1.9427 | 6.7502 | 160 
170 7.917 1.1143 0.2428 718.33 | 2576.5 719.21 | 2049.5 | 2768.7 | 2.0419 | 6.6663 | 170 
180 10.02 1.1274 0.1941 762.09 | 2583.7 763.22 | 2015.0 | 2778.2 | 2.1396 | 6.5857 | 180 
190 12.54 1.1414 0.1565 806.19 | 2590.0 807.62 | 1978.8 | 2786.4 | 2.2359 | 6.5079 | 190 
200 15.54 1.1565 0.1274 850.65 | 2595.3 852.45 | 1940.7 | 2793.2 | 2.3309 | 6.4323 | 200 
210 19.06 1.1726 0.1044 895558 825905 897.76 | 1900.7 | 2798.5 | 2.4248 | 6.3585 | 210 
220 23.18 1.1900 0.08619 940.87 | 2602.4 943.62 | 1858.5 | 2802.1 | 2.5178 | 6.2861 | 220 
230 DUROS 1.2088 0.07158 986.74 | 2603.9 990.12 | 1813.8 | 2804.0 | 2.6099 | 6.2146 | 230 
240 33.44 122291) 0.05976 1033.2 2604.0 | 1037.3 1766.5 | 2803.8 | 2.7015 | 6.1437 | 240 
250 39.73 1.2512 0.05013 1080.4 2602.4 | 1085.4 1716.2 | 2801.5 | 2.7927 | 6.0730 | 250 
260 46.88 1:2755 0.04221 1128.4 2599.0 | 1134.4 1662.5 | 2796.6 | 2.8838 | 6.0019 | 260 
270 54.99 1.3023 0.03564 1177.4 2593.7 | 1184.5 1605.2 | 2789.7 | 2.9751 | 5.9301 | 270 
280 64.12 1.3321 0.03017 1227.5 2586.1 | 1236.0 1543.6 | 2779.6 | 3.0668 | 5.8571 | 280 
290 74.36 1.3656 0.02557 1278.9 2576.0 | 1289.1 1477.1 | 2766.2 | 3.1594 | 5.7821 | 290 
300 85.81 1.4036 0.02167 133210 2563.0 | 1344.0 1404.9 | 2749.0 | 3.2534 | 5.7045 | 300 
320 ЕРДІ 1.4988 0.01549 1444.6 2525.5 | 1461.5 1238.6 | 2700.1 | 3.4480 | 5.5362 | 320 
340 145.9 1.6379 0.01080 1570.3 2464.6 | 1594.2 1027.9 | 2622.0 | 3.6594 | 5.3357 | 340 
360 186.5 1.8925 0.006945 | 1725.2 2851858 810076055 720.5 | 2481.0 | 3.9147 | 5.0526 | 360 
374.14 | 220.9 93155 0.003155 | 2029.6 2029.6 | 2099.3 0 2099.3 | 4.4298 | 4.4298 | 374.14 
Source: Tables T-2 through T-5 аге extracted from J. Н. Keenan, Е. С. Keyes, Р. С. Hill, and J. б. Moore, Steam Tables, Wiley, New York, 1969. 
Table T-3 Properties of Saturated Water (Liquid—Vapor): Pressure Table 
Specific Volume Internal Energy Enthalpy Entropy 
m/kg kJ/kg kJ/kg kJ/kg: K 
Sat. Sat. Sat. Sat. Sat. Sat. Sat. Sat. 
Press. Temp. Liquid Vapor Liquid Vapor Liquid Evap Vapor | Liquid | Vapor Press. 
bar °C v, X 10? U, Ur Ug he Neg һ, Se Sg bar 
0.04 28.96 1.0040 34.800 121.45 | 2415.2 121.46 | 2432.9 | 2554.4 | 0.4226 | 8.4746 0.04 
0.06 36.16 1.0064 P999 151.53 | 2425.0 151.53 | 2415.9 | 2567.4 | 0.5210 | 8.3304 0.06 
0.08 41.51 1.0084 18.103 173.87 | 24322 173.88 | 2403.1 | 2577.0 | 0.5926 | 8.2287 0.08 
0.10 45.81 1.0102 14.674 191.82 | 2437.9 191.83 | 2392.8 | 2584.7 | 0.6493 | 8.1502 0.10 
0.20 60.06 1.0172 7.649 251.38 | 2456.7 251.40 | 2358.3 | 2609.7 | 0.8320 | 7.9085 0.20 
0.30 69.10 1.0223 5.229 289.20 | 2468.4 289.23 | 2336.1 | 2625.3 | 0.9439 | 7.7686 0.30 
0.40 75.87 1.0265 3.993 317.53 | 2477.0 317.58 | 2319.2 | 2636.8 | 1.0259 | 7.6700 0.40 
0.50 81.33 1.0300 3.240 340.44 | 2483.9 340.49 | 2305.4 | 2645.9 | 1.0910 | 7.5939 0.50 
0.60 85.94 1.0331 2.732 359.79 | 2489.6 359.86 | 2293.6 | 2653.5 | 1.1453 | 7.5320 0.60 
0.70 89.95 1.0360 2.365 376.63 | 2494.5 376.70 | 2283.3 | 2660.0 | 1.1919 | 7.4797 0.70 
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Table T-3 (Continued) 

Specific Volume Internal Energy Enthalpy Entropy 
m/kg kJ/kg kJ/kg kJ/kg: K 
Sat. Sat. Sat. Sat. Sat. Sat. Sat. Sat. 

Press. Temp. Liquid Vapor Liquid Vapor Liquid Evap. Vapor | Liquid | Vapor Press. 
bar ке v, X 10? U, Ur Ug hy lig һ, Sp 5% Баг 
0.80 93.50 1.0380 2.087 391.58 | 2498.8 391.66 | 2274.1 | 2665.8 | 1.2329 | 7.4346 0.80 
0.90 96.71 1.0410 1.869 405.06 | 2502.6 405.15 | 2265.7 | 2670.9 | 1.2605 | 7.3949 0.90 
1.00 99.63 1.0432 1.694 417.36 | 2506.1 417.46 | 2258.0 | 2675.5 | 1.3026 | 7.3594 1.00 
1.50 | 111.4 1.0528 1.159 466.94 | 2519.7 467.11 | 2226.5 | 2693.6 | 1.4336 | 7.2233 1.50 
2.00 | 1202 1.0605 0.8857 504.49 | 2529.5 SOTO || BOIS | ОЙЫЛ | 5801 | ЖЛ 2.00 
2.50 | 1274 1.0672 0.7187 535.10 | 25372 535.37 | 2181.5 | 2716.9 | 1.6072 | 7.0527 2.50 
3.00 | 133.6 1.0732 0.6058 561.15 | 2543.6 561.47 | 2163.8 | 2725.3 | 1.6718 | 6.9919 3.00 
3.50 | 138.9 1.0786 0.5243 583.95 | 2546.9 584.33 | 2148.1 | 2732.4 | 1.7275 | 6.9405 3.50 
4.00 | 143.6 1.0836 0.4625 604.31 | 2553.6 604.74 | 2133.8 | 2738.6 | 1.7766 | 6.8959 4.00 
4.50 | 147.9 1.0882 0.4140 622.25 | 2557.6 623.25 | 2120.7 | 2743.9 | 1.8207 | 6.8565 4.50 
5:00 15189 1.0926 0.3749 639.68 | 25612 640.23 | 2108.5 | 27487 | 1.8607 | 6.8212 5.00 
6.00 | 158.9 1.1006 0.3157 669.90 | 2567.4 670.56 | 2086.3 | 2756.8 | 1.9312 | 6.7600 6.00 
7.00 | 165.0 1.1080 0.2729 696.44 | 2572.5 697.22 | 2066.3 | 2763.5 | 1.9922 | 6.7080 7.00 
8.00 | 170.4 1.1148 0.2404 1/2022 ОРАУДА 721.11 | 2048.0 | 27691 | 2.0462 | 6.6628 8.00 
9.00 | 175.4 112112) 0.2150 741.83 | 2580.5 742.83 | 20311 | 2773.9 | 2.0946 | 6.6226 9.00 
10.0 179.9 1.1273 0.1944 761.68 | 2583.6 762.81 | 2015.3 | 2778.1 | 2.1387 | 6.5863 10.0 
15.0 198.3 1.1539 0.1318 843.16 | 2594.5 844.84 | 1947.3 | 27922 | 2.3150 | 6.4448 15.0 

20.0 212.4 1.1767 0.09963 906.44 | 2600.3 908.79 | 1890.7 | 2799.5 | 2.4474 | 6.3409 20.0 
25.0 224.0 1.1973 0.07998 959.11 | 2603.1 962.11 | 1841.0 | 2803.1 | 2.5547 | 6.2575 25.0 
30.0 233.9 1.2165 0.06668 1004.8 2604.1 | 1008.4 1795.7 | 2804.2 | 2.6457 | 6.1869 30.0 
35.0 242.6 1.2347 0.05707 1045.4 2603.7 | 1049.8 i55 78 8230512 8072599 8010253 35.0 
40.0 250.4 152529) 0.04978 1082.3 2602.3 | 1087.3 1714.1 | 2801.4 | 2.7964 | 6.0701 40.0 
45.0 2517.9) 1.2692 0.04406 1116.2 20010512 ШЕРДЕУ 1676.4 | 2798.3 | 2.8610 | 6.0199 45.0 
50.0 264.0 1.2859 0.03944 1147.8 2597.1 | 11542 1640.1 | 2794.3 | 2.9202 | 5.9734 50.0 
60.0 275.6 1.3187 0.03244 1205.4 2589.7 | 1213.4 1571.0 | 2784.3 | 3.0267 | 5.8892 60.0 
70.0 285.9 1.3513 0.02737 1257.6 2580.5 | 1267.0 15051 | 27721 | 3.1211 | 5.8133 70.0 
80.0 295.1 1.3842 0.02352 1305.6 2569.8 | 1316.6 1441.3 | 2758.0 | 3.2068 | 5.7432 80.0 
90.0 303.4 1.4178 0.02048 1350.5 2557.8 | 1363.3 1378.9 | 27421 | 3.2858 | 5.6772 90.0 

100. 3111 1.4524 0.01803 1393.0 2544.4 | 1407.6 13171 | 27247 | 3.3596 | 5.6141 | 100. 

110. 318.2 1.4886 0.01599 1433.7 2529.8 | 1450.1 1255.5 | 2705.6 | 3.4295 | 5.5527 | 110. 

120. 324.8 1.5267 0.01426 1473.0 295-7 | 18:12) 1193.6 | 2684.9 | 3.4962 | 5.4924 | 120. 

130. 330.9 1.5671 0.01278 15111 24961 | 1531.5 1130.7 | 2662.2 | 3.5606 | 5.4323 | 130. 

140. 336.8 1.6107 0.01149 1548.6 2476.8 | 1571.1 1066.5 | 2637.6 | 3.6232 | 5.3717 | 140. 

150. 342.2 1.6581 0.01034 1585.6 2455.5 | 1610.5 1000.0 | 2610.5 | 3.6848 | 5.3098 | 150. 

160. 347.4 1.7107 0.009306 | 1622.7 2431.7 | 1650.1 930.6 | 2580.6 | 3.7461 | 5.2455 | 160. 

170. 352.4 1.7702 0.008364 | 1660.2 2405.0 | 1690.3 856.9 | 2547.2 | 3.8079 | 5.1777 | 170. 

180. 357.1 1.8397 0.007489 | 1698.9 2374.3 | 1732.0 7771 | 2509.1 | 3.8715 | 5.1044 | 180. 

190. 361.5 1.9243 0.006657 | 1739.9 23381 | 1776.5 688.0 | 2464.5 | 3.9388 | 5.0228 | 190. 

200. 365.8 2.036 0.005834 | 1785.6 2293.0 | 1826.3 583.4 | 2409.77 | 4.0139 | 4.9269 | 200. 

220.9 374.1 3.155 0.003155 | 2029.6 2029.6 | 2099.3 0 2099.3 | 4.4298 | 4.4298 | 220.9 
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T U u h 5 U u h 5 U u h 5 
°С m/kg kJ/kg kJ/kg kJ/kg -K | mkg kJ/kg kJ/kg ККЕ К | m?kg kJ/kg kJ/kg kJ/kg: K 
p = 0.06 bar = 0.006 MPa p = 0.35 bar = 0.035 MPa p = 0.70 bar = 0.07 MPa 
(Ты. = 36.16°C) (Ты. = 72.699С) (Ты. = 89.95°C) 
Sat. | 23.739 2425.0 | 2567.4 8.3304 4.526 2473.0 | 26314 | 7.7158 | 2.365 2494.5 | 2660.0 | 7.4797 
80 | 27.132 2487.3 | 2650.1 8.5804 4.625 2483.7 | 2645.6 | 7.7564 | 2.434 2509.7 | 2680.0 | 7.5341 
120 | 30.219 2544.7 | 2726.0 8.7840 5.163 2542.4 | 2723.1 | 7.9644 | 2.571 2539.7 | 2719.6 | 7.6375 
160 | 33.302 2602.7 | 2802.5 8.9693 5.696 2601.2 | 2800.6 | 8.1519 | 2.841 2599.4 | 2798.2 | 7.8279 
200 | 36.383 2661.4 | 2879.7 9.1398 6.228 2660.4 | 2878.4 | 8.3237 | 3.108 2659.1 | 2876.7 | 8.0012 
240 | 39.462 2721.0 | 2957.8 9.2982 6.758 2720.3 | 2956.8 | 8.4828 | 3.374 2719.3 | 2955.5 | 8.1611 
280 | 42.540 2781.5 | 3036.8 9.4464 7.287 2780.9 | 3036.0 | 8.6314 | 3.640 2780.2 | 3035.0 | 8.3162 
320 | 45.618 2843.0 | 3116.7 9.5859 7.815 2842.5 | 3116.1 | 8.7712 | 3.905 2842.0| 3115.3 | 8.4504 
360 | 48.696 2905.5 | 3197.7 9.7180 8.344 2905.1 | 3197.1 | 8.9034 | 4.170 2904.6 | 3196.5 | 8.5828 
400 | 51.774 2969.0 | 3279.6 9.8435 8.872 2968.6 | 3279.2 | 9.0291 | 4.434 2968.2 | 3278.6 | 8.7086 
440 | 54.851 3033.5 | 3362.6 9.9633 9.400 3033.2 | 3362.2 | 9.1490 | 4.698 3032.9 | 3361.8 | 8.8286 
500 | 59.467 3132.3 | 3489.1 | 10.1336 | 10.192 3132.1 | 3488.8 | 9.3194 | 5.095 3131.8 | 3488.5 | 8.9991 
p = 1.0 bar = 0.10 MPa p = 1.5 bar = 0.15 MPa p — 3.0 bar — 0.30 MPa 
(Ты. = 99.63°C) (Ты. = 111.37°С) (Tsa = 133.55°С) 
Sat. | 1.694 2506.1 | 2675.5 7.3594 1.159 2519.7 | 2693.6 | 7.2233 | 0.606 2543.6 | 2725.3 | 6.9919 
100 | 1.696 2506.7 | 2676.2 7.3614 
120 | 1.793 2537.3 | 2716.6 7.4668 1.188 2533.3 | 2711.4 | 7.2693 
160 | 1.984 2597.8 | 2796.2 7.6597 1.317 2595.2 | 2792.8 | 7.4665 | 0.651 2587.1 | 2782.3 | 7.1276 
200 | 2.172 2658.1 | 2875.3 7.8343 1.444 2656.2 | 2872.9 | 7.6433 | 0.716 2650.7 | 2865.5 | 7.3115 
240 | 2.359 2718.5 | 2954.5 7.9949 1.570 2717.2 | 2952.7 | 7.8052 | 0.781 2713.1 | 2947.3 | 7.4774 
280 | 2.546 2779.6 | 3034.2 8.1445 1.695 2778.6 | 3032.8 | 7.0555 | 0.844 2775.4 | 3028.6 | 7.6299 
320 | 2.732 2841.5 | 3114.6 8.2849 1.819 2840.6 | 3113.5 | 8.0964 | 0.907 2838.1 | 3110.1 | 7.7722 
360 | 2.917 2904.2 | 3195.9 8.4175 1.943 2903.5 | 3195.0 | 8.2293 | 0.969 2901.4 | 3192.2 | 7.9061 
400 | 3.103 2967.9 | 32782 8.5435 2.067 2967.3 | 3277.4 | 8.3555 | 1.032 2965.6 | 3275.0 | 8.0330 
440 | 3.288 3032.6 | 3361.4 8.6636 2.191 3032.1 | 3360.7 | 8.4757 | 1.094 3030.6 | 3358.7 | 8.1538 
500 | 3.565 3131.6 | 3488.1 8.8342 2.376 3131.2 | 3487.6 | 8.6466 | 1.187 3130.0 | 3486.0 | 8.3251 
р = 5.0 bar = 0.50 MPa р = 7.0 bar = 0.70 MPa p — 10.0 bar - 1.0 MPa 
(Ты = 151.86°C) (T4, = 164.97°C) (Ты = 179.91°C) 
Sat. | 0.3749 | 2561.2 | 2748.7 6.8213 0.2729 | 2572.5 | 2763.5 | 6.7080 | 0.1944 | 2583.6 | 2778.1 | 6.5865 
180 | 0.4045 | 2609.7 | 2812.0 6.9656 0.2847 | 2599.8 | 2799.1 | 6.7880 
200 | 0.4249 | 2642.9 | 2855.4 7.0592 0.2999 | 2634.8 | 2844.8 | 6.8865 | 0.2060 | 2621.9 | 2827.9 | 6.6940 
240 | 0.4646 | 2707.6 | 2939.9 7.2307 0.3292 | 2701.8 | 2932.2 | 7.0641 | 0.2275 | 2692.9 | 2920.4 | 6.8817 
280 | 0.5034 | 2771.2 | 3022.9 7.3865 0.3574 | 2766.9 | 30171 | 7.2233 | 0.2480 | 2760.2 | 3008.2 | 7.0465 
320 | 0.5416 | 2834.7 | 3105.6 7.5308 0.3852 | 2831.3 | 3100.9 | 7.3697 | 0.2678 | 2826.1 | 3093.9 | 7.1962 
360 | 0.5796 | 2898.7 | 3188.4 7.6660 0.4126 | 2895.8 | 3184.7 | 7.5063 | 0.2873 | 2891.6 | 3178.9 | 7.3349 
400 | 0.6173 | 29632 | 3271.9 7.1938 0.4397 | 2960.9 | 3268.7 | 7.6350 | 0.3066 | 2957.3 | 3263.9 | 7.4651 
440 | 0.6548 | 3028.6 | 3356.0 7.9152 0.4667 | 3026.6 | 3353.3 | 7.7571 | 0.3257 | 3023.6 | 3349.3 | 7.5883 
500 | 0.7109 | 3128.4 | 3483.9 8.0873 0.5070 | 3126.8 | 3481.7 | 7.9299 | 0.3541 | 3124.4 | 3478.5 | 7.7622 
600 | 0.8041 | 3299.6 | 3701.7 8.3522 0.5738 | 3298.5 | 3700.2 | 8.1956 | 0.4011 | 3296.8 | 3697.9 | 8.0290 
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Table T-4 (Continued) 


T U u h 5 U u h 5 0 и Л 5 
°C m/kg kJ/kg kJ/kg К/К К | т/с kJ/kg kJ/kg kJ/kg-K | муке kJ/kg kJ/kg kJ/kg: K 
p = 15.0 bar = 1.5 MPa p = 20.0 bar = 2.0 MPa p = 30.0 bar = 3.0 MPa 

(T4, = 198.32°С) (Ты = 212.42°С) (Tsau = 233.90°С) 
Sat. | 0.1318 | 2594.5 | 2792.2 6.4448 0.0996 | 2600.3 | 2799.5 | 6.3409 | 0.0667 | 2604.1 | 2804.2 | 6.1869 
200 | 0.1325 | 2598.1 | 2796.8 6.4546 
240 | 0.1483 | 2676.9 | 2899.3 6.6628 0.1085 | 2659.6 | 2876.5 | 6.4952 | 0.0682 | 2619.7 | 2824.3 | 6.2265 
280 | 0.1627 | 2748.6 | 2992.7 6.8381 0.1200 | 2736.4 | 2976.4 | 6.6828 | 0.0771 | 2709.9 | 2941.3 | 6.4462 
320 | 0.1765 | 2817.1 | 3081.9 6.9938 0.1308 | 2807.9 | 3069.5 | 6.8452 | 0.0850 | 2788.4 | 3043.4 | 6.6245 
360 | 0.1899 | 2884.4 | 3169.2 7.1363 0.1411 | 2877.0 | 3159.3 | 6.9917 | 0.0923 | 2861.7 | 3138.7 | 6.7801 
400 | 0.2030 | 2951.3 | 3255.8 7.2690 0.1512 | 2945.2 | 3247.6 | 7.1271 | 0.0994 | 2932.8 | 3230.9 | 6.9212 
440 | 0.2160 | 3018.5 | 3342.5 7.3940 0.1611 | 3013.4 | 3335.5 | 7.2540 | 0.1062 | 3002.9 | 3321.5 | 7.0520 
500 | 0.2352 | 3120.3 | 3473.1 7.5698 0.1757 | 3116.2 | 3467.6 | 7.4317 | 0.1162 | 3108.0 | 3456.5 | 7.2338 
540 | 0.2478 | 3189.1 | 3560.9 7.6805 0.1853 | 3185.6 | 3556.1 | 7.5434 | 0.1227 | 3178.4 | 3546.6 | 7.3474 
600 | 0.2668 | 3293.9 | 3694.0 7.8385 0.1996 | 3290.9 | 3690.1 | 7.7024 | 0.1324 | 3285.0 | 3682.3 | 7.5085 
640 | 0.2793 | 3364.8 | 3783.8 7.9391 0.2091 | 3362.2 | 3780.4 | 7.8035 | 0.1388 | 3357.0 | 3773.5 | 7.6106 

р = 40 Баг = 4.0 МРа р = 60 Баг = 6.0 МРа р = 80 Баг = 8.0 МРа 

(T4, = 250.4°С) (Ты = 275.64°С) (Т. = 295.06°С) 
Sat. | 0.04978 | 2602.3 | 2801.4 6.0701 0.03244 | 2589.7 | 2784.3 | 5.8892 | 0.02352 | 2569.8 | 2758.0 | 5.7432 
280 | 0.05546 | 2680.0 | 2901.8 6.2568 0.03317 | 2605.2 | 2804.2 | 5.9252 
320 | 0.06199 | 2767.4 | 3015.4 6.4553 0.03876 | 2720.0 | 2952.6 | 6.1846 | 0.02682 | 2662.7 | 2877.2 | 5.9489 
360 | 0.06788 | 2845.7 | 3117.2 6.6215 0.04331 | 2811.2 | 3071.1 | 6.3782 | 0.03089 | 2772.7 | 3019.8 | 6.1819 
400 | 0.07341 | 2919.9 | 3213.6 6.7690 0.04739 | 2892.9 | 3177.2 | 6.5408 | 0.03432 | 2863.8 | 3138.3 | 6.3634 
440 | 0.07872 | 2992.2 | 3307.1 6.9041 0.05122 | 2970.0 | 3277.3 | 6.6853 | 0.03742 | 2946.7 | 3246.1 | 6.5190 
500 | 0.08643 | 3099.5 | 3445.3 7.0901 0.05665 | 3082.2 | 3422.2 | 6.8803 | 0.04175 | 3064.3 | 3398.3 | 6.7240 
540 | 0.09145 | 3171.1 | 3536.9 7.2056 0.06015 | 3156.1 | 3517.0 | 6.9999 | 0.04448 | 3140.8 | 3496.7 | 6.8481 
600 | 0.09885 | 3279.1 | 3674.4 7.3688 0.06525 | 3266.9 | 3658.4 | 7.1677 | 0.04845 | 3254.4 | 3642.0 | 7.0206 
640 | 0.1037 | 3351.8 | 3766.6 7.4720 0.06859 | 3341.0 | 3752.6 | 7.2731 | 0.05102 | 3330.1 | 3738.3 | 7.1283 
700 | 0.1110 | 3462.1 | 3905.9 7.6198 0.07352 | 3453.1 | 3894.1 | 7.4234 | 0.05481 | 3443.9 | 3882.4 | 7.2812 
740 | 0.1157 | 3536.6 | 3999.6 7.7141 0.07677 | 3528.3 | 3989.2 | 7.5190 | 0.05729 | 3520.4 | 3978.7 | 7.3782 

p = 100 bar = 10.0 MPa p = 120 bar = 12.0 MPa p = 140 bar = 14.0 MPa 

(T4, = 311.06°C) (T4, = 324.75°C) (Ты = 336.75°С) 
Sat. | 0.01803 | 2544.4 | 2724.7 5.6141 0.01426 | 2513.7 | 2684.9 | 5.4924 | 0.01149 | 2476.8 | 2637.6 | 5.3717 
320 | 0.01925 | 2588.8 | 2781.3 5.7103 
360 | 0.02331 | 2729.1 | 2962.1 6.0060 0.01811 | 2678.4 | 2895.7 | 5.8361 | 0.01422 | 2617.4 | 2816.5 | 5.6602 
400 | 0.02641 | 2832.4 | 3096.5 6.2120 0.02108 | 2798.3 | 3051.3 | 6.0747 | 0.01722 | 2760.9 | 3001.9 | 5.9448 
440 | 0.02911 | 2922.1 | 3213.2 6.3805 0.02355 | 2896.1 | 3178.7 | 6.2586 | 0.01954 | 2868.6 | 3142.2 | 6.1474 
480 | 0.03160 | 3005.4 | 3321.4 6.5282 0.02576 | 2984.4 | 3293.5 | 6.4154 | 0.02157 | 2962.5 | 3264.5 | 6.3143 
520 | 0.03394 | 3085.6 | 3425.1 6.6622 0.02781 | 3068.0 | 3401.8 | 6.5555 | 0.02343 | 3049.8 | 3377.8 | 6.4610 
560 | 0.03619 | 3164.1 | 3526.0 6.7864 0.02977 | 3149.0 | 3506.2 | 6.6840 | 0.02517 | 3133.6 | 3486.0 | 6.5941 
600 | 0.03837 | 3241.7 | 3625.3 6.9029 0.03164 | 3228.7 | 3608.3 | 6.8037 | 0.02683 | 3215.4 | 3591.1 | 6.7172 
640 | 0.04048 | 3318.9 | 3723.7 7.0131 0.03345 | 3307.5 | 3709.0 | 6.9164 | 0.02843 | 3296.0 | 3694.1 | 6.8326 
700 | 0.04358 | 3434.7 | 3870.5 7.1687 0.03610 | 3425.2 | 3858.4 | 7.0749 | 0.03075 | 3415.7 | 3846.2 | 6.9939 
740 | 0.04560 | 3512.1 | 3968.1 7.2610 0.03781 | 3503.7 | 3957.4 | 7.1746 | 0.03225 | 3495.2 | 3946.7 | 7.0952 
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Table T-4 (Continued) 


T р и Л 5 U и һ 5 
°C m'kg kJ/kg kJ/kg kJ/kg: K my/kg kJ/kg kJ/kg kJ/kg: K 
p = 160 bar = 16.0 MPa p = 180 bar = 18.0 MPa 
(Ты = 347.44°С) (Ты. = 357.06°С) 
Sat. 0.00931 | 2431.7 | 2580.6 5.2455 0.00749 | 2374.3 | 2509.1 5.1044 
360 0.01105 | 2539.0 | 2715.8 5.4614 0.00809 | 2418.9 | 2564.5 5.1922 
400 0.01426 | 2719.4 | 2947.6 5.8175 0.01190 | 2672.8 | 2887.0 5.6887 
440 0.01652 | 2839.4 | 3103.7 6.0429 0.01414 | 2808.2 | 3062.8 5.0428 
480 0.01842 | 2939.7 | 3234.4 6.2215 0.01596 | 2915.9 | 3203.2 6.1345 
520 0.02013 | 3031.1 | 3353.3 6.3752 0.01757 | 3011.8 | 3378.0 6.2960 
560 0.02172 | 3117.8 | 3465.4 6.5132 0.01904 | 3101.7 | 3444.4 6.4392 
600 0.02323 | 3201.8 | 3573.5 6.6399 0.02042 | 3188.0 | 3555.6 6.5696 
640 0.02467 | 3284.2 | 3678.9 6.7580 0.02174 | 3272.3 | 3663.6 6.6905 
700 0.02674 | 3406.0 | 3833.9 6.9224 0.02362 | 3396.3 | 3821.5 6.8580 
740 0.02808 | 3486.7 | 3935.9 7.0251 0.02483 | 3478.0 | 3925.0 6.9623 


р = 200 Баг = 20.0 МРа 


(Т. = 365.81°C) p = 240 bar = 24.0 MPa 

Sat. 0.00583 | 2293.0 | 2409.7 4.9269 

400 0.00994 | 2619.3 | 2818.1 5.5540 0.00673 | 2477.8 | 2639.4 5.2393 
440 0.01222 | 2774.9 | 3019.4 5.8450 0.00929 | 2700.6 | 2923.4 5.6506 
480 0.01399 | 2891.2 | 3170.8 6.0518 0.01100 | 2838.3 | 3102.3 5.8950 
520 0.01551 | 2992.0 | 3302.2 6.2218 0.01241 | 2950.5 | 3248.5 6.0842 
560 0.01689 | 3085.2 | 3423.0 6.3705 0.01366 | 3051.1 | 3379.0 6.2448 
600 0.01818 | 3174.0 | 3537.6 6.5048 0.01481 | 3145.2 | 3500.7 6.3875 
640 0.01940 | 3260.2 | 3648.1 6.6286 0.01588 | 3235.5 | 3616.7 6.5174 
700 0.02113 | 3386.4 | 3809.0 6.7993 0.01739 | 3366.4 | 3783.8 6.6947 
740 0.02224 | 3469.3 | 3914.1 6.9052 0.01835 | 3451.7 | 3892.1 6.8038 
800 0.02385 | 3592.7 | 4069.7 7.0544 0.01974 | 3578.0 | 4051.6 6.9567 

p = 280 bar = 28.0 MPa p = 320 bar = 32.0 MPa 

400 0.00383 | 2223.5 | 2330.7 4.7494 0.00236 | 1980.4 | 2055.9 4.3239 
440 0.00712 | 26132 | 2812.6 5.4494 0.00544 | 2509.0 | 2683.0 5.2327 
480 0.00885 | 2780.8 | 3028.5 5.7446 0.00722 | 2718.1 | 29492 5.5968 
520 0.01020 | 2906.8 | 3192.3 5.9566 0.00853 | 2860.7 | 3133.7 5.8357 
560 0.01136 | 3015.7 | 3333.7 6.1307 0.00963 | 2979.0 | 3287.2 6.0246 
600 0.01241 | 3115.6 | 3463.0 6.2823 0.01061 | 3085.3 | 3424.6 6.1858 
640 0.01338 | 3210.3 | 3584.8 6.4187 0.01150 | 3184.5 | 3552.5 6.3290 
700 0.01473 | 3346.1 | 3758.4 6.6029 0.01273 | 3325.4 | 3732.8 6.5203 
740 0.01558 | 3433.9 | 3870.0 6.7153 0.01350 | 3415.9 | 3847.8 6.6361 
800 0.01680 | 3563.1 | 4033.4 6.8720 0.01460 | 3548.0 | 4015.1 6.7966 
900 0.01873 | 3774.3 | 4298.8 7.1084 0.01633 | 3762.7 | 4285.1 7.0372 
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Table T-5 Properties of Compressed Liquid Water 


T vX 10 и һ 8 v X 10° u h 5 
“С m/kg kJ/kg kJ/kg kJ/kg : K m/kg kJ/kg kJ/kg kJ/kg: К 
p = 25 bar = 2.5 MPa p = 50 bar = 5.0 MPa 
(T4, = 223.99°C) (Т., = 263.99°C) 
20 1.0006 83.80 86.30 .2961 .9995 83.65 88.65 .2956 
40 1.0067 167.25 169.77 .5715 1.0056 166.95 171.97 .5705 
80 1.0280 334.29 336.86 1.0737 1.0268 333.72 338.85 1.0720 
100 1.0423 418.24 420.85 1.3050 1.0410 417.52 422.72 1.3030 
140 1.0784 587.82 590.52 1.7369 1.0768 586.76 592.15 1.7343 
180 11261 761.16 763.97 2.1375 1.1240 759.63 765.25 2,1341 
200 1.1555 849.9 852.8 2.3294 1.1530 848.1 853.9 2.3255 
220 1.1898 940.7 943.7 2.5174 1.1866 938.4 944.4 2.5128 
За. 1.1973 959.1 962.1 2.5546 1.2859 | 1147.8 1154.2 2.9202 
р = 75 bar = 7.5 MPa p = 100 bar = 10.0 MPa 
(Tea, = 290.59°C) (Тш = 311.06°C) 
20 ‚9984 83.50 90.99 2950 .9972 83.36 93.33 .2945 
40 1.0045 166.64 174.18 .5696 1.0034 166.35 176.38 .5686 
80 1.0256 333.15 340.84 1.0704 1.0245 332.59 342.83 1.0688 
100 1.0397 416.81 424.62 1.3011 1.0385 416.12 426.50 1.2992 
140 1.0752 585.72 593.78 1.7317 1.0737 584.68 595.42 1.7292 
180 1.1219 758.13 766.55 2.1308 1.1199 756.65 767.84 2.1275 
220 1.1835 936.2 945.1 2.5083 1.1805 934.1 945.9 2.5039 
260 1.2696 | 1124.4 1134.0 2.8763 1.2645 | 1121.1 1133.7 2.8699 
Sat 1.3677 | 1282.0 1292.2 3.1649 1.4524 | 1393.0 1407.6 3.3596 
p = 150 bar = 15.0 MPa р = 200 bar = 20.0 MPa 
(Ты = 342.24°C) (Т = 365.81°С) 
20 .9950 83.06 97.99 .2934 .9928 82.77 102.62 2923 
40 1.0013 165.76 180.78 5666 ‚9992 165.17 185.16 5646 
80 1.0222 331.48 346.81 1.0656 1.0199 330.40 350.80 1.0624 
100 1.0361 414.74 430.28 1.2955 1.0337 413.39 434.06 1.2917 
140 1.0707 582.66 598.72 1.7242 1.0678 580.69 602.04 1.7193 
180 1.1159 753.76 770.50 2.1210 1.1120 750.95 773.20 2.1147 
220 1.1748 929.9 947.5 2.4953 1.1693 925.9 949.3 2.4870 
260 12550 | 1114.6 1133.4 2.8576 1.2462 | 1108.6 1133.5 2.8459 
300 1.3770 | 1316.6 1337.3 3.2260 1.3596 | 1306.1 1333.3 3.2071 
Sat. 1.6581 1585.6 1610.5 3.6848 2.036 1785.6 1826.3 4.0139 
р = 250 bar = 25 MPa р = 300 bar = 30.0 MPa 
20 .9907 82.47 107.24 2911 .9886 82.17 111.84 2899 
40 9971 164.60 189.52 5626 9951 164.04 193.89 5607 
100 1.0313 412.08 437.85 1.2881 1.0290 410.78 441.66 1.2844 
200 1.1344 834.5 862.8 2.2961 1.1302 831.4 865.3 2.2893 
300 1.3442 | 1296.6 1330.2 3.1900 1.3304 | 1287.9 1327.8 3.1741 
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Table T-6 Properties of Saturated Refrigerant 134a (Liquid—Vapor): Temperature Table 


Specific Volume Internal Energy Enthalpy Entropy 
m/kg kJ/kg kJ/kg kJ/kg K 
Sat. Sat. Sat. Sat. Sat. Sat. Sat. Sat. 

Temp. Press. Liquid Vapor Liquid Vapor Liquid Evap. Vapor Liquid Vapor Temp. 
КӘ Баг v, X 10? U, Ur и, he Neg л, Se Sg Xe 
—40 0.5164 0.7055 0.3569 —0.04 | 204.45 0.00 | 222.88 | 222.88 | 0.0000 | 0.9560 —40 
—36 0.6332 0.7113 0.2947 4.68 | 206.73 473 | 220.67 | 22540 | 0.0201 0.9506 = 
=32 0.7704 0.7172 0.2451 947 | 209.01 5) | es | 29599 | GE 0.9456 =) 
-25 0.9305 (08/299 0.2052 14.31 211229) 14.37 | 216.01 230.38 | 0.0600 | 0.9411 2S 
a26 1.0199 0.7265 0.1882 16:752 21243 16.82 | 214.50 | 231.62 | 0.0699 | 0.9390 =26 
—24 1.1160 0.7296 0.1728 19.21 213.57 19.29 | 213.57 | 232.85 | 0.0798 | 0.9370 —24 
=22 1.2192 0.7328 0.1590 21.68 | 214.70 2177 | 212.32 | 234.08 | 0.0897 | 0.9351 =22 
-20 1.3299 0.7361 0.1464 2417 | 215.84 2426 | 211.05 | 235.31 0.0996 | 0.9332 -20 
-18 1.4483 0.7395 0.1350 26.67 | 216.97 2677 | 209.76 | 236.53 | 0.1094 | 0.9315 -18 
-16 1.5748 0.7428 0.1247 2918 | 218.10 29.30 | 208.45 | 23774 | 0.1192 | 0.9298 -16 
=? 1.8540 0.7498 0.1068 34.25 | 220.36 34.39 | 205.77 | 24015 | 0.1388 | 0.9267 -12 

mi 2.1704 0.7569 0.0919 209871 722260 39.54 | 203.00 | 242.54 | 0.1583 | 0.9239 = 
-4 2.5274 0.7644 0.0794 44.56 | 224.84 4475 | 20015 | 24400 | 01777 | 0.9213 -4 

0 2.9282 0.7721 0.0689 4979 | 227.06 50.02 191221! 247.23 | 0.1970 | 0.9190 0 
4 3.3765 0.7801 0.0600 SEXUS | 220227) 55:39 194.19 | 249.53 | 0.2162 | 0.9169 4 
8 3.8756 0.7884 0.0525 60.43 | 231.46 60.73 191.07 | 251.80 | 0.2354 | 0.9150 8 
12 4.4294 0.7971 0.0460 65.83 | 233.63 66.18 187.85 | 254.03 | 0.2545 | 0.9132 12 
16 5.0416 0.8062 0.0405 71.29 | 235.78 71.69 184.52 | 256.22 | 0.2735 | 0.9116 16 
20 5.7160 0.8157 0.0358 76.80 | 237.91 77.26 181.09 | 258.36 | 0.2924 | 0.9102 20 
24 6.4566 0.8257 0.0317 82.37 | 240.01 82.90 177.55 | 260.45 | 0.3113 | 0.9089 24 
26 6.8530 0.8309 0.0298 85.18 | 241.05 85.75 175.73 | 261.48 | 0.3208 | 0.9082 26 
28 7.2675 0.8362 0.0281 88.00 | 242.08 88.61 173.89 | 262.50 | 0.3302 | 0.9076 28 
30 7.7006 0.8417 0.0265 90.84 | 24310 91.49 172.00 | 263.50 | 0.3396 | 0.9070 30 
52 8.1528 0.8473 0.0250 93.70 | 24412 94.39 170.09 | 264.48 | 0.3490 | 0.9064 32 
34 8.6247 0.8530 0.0236 96.58 | 245.12 97.31 168.14 | 265.45 | 0.3584 | 0.9058 34 
36 9.1168 0.8590 0.0223 99.47 | 246.11 100.25 166.15 | 266.40 | 0.3678 | 0.9053 36 
38 9.6298 0.8651 0.0210 102.38 | 247.09 103.21 164.12 | 267.33 | 0.3772 | 0.9047 38 
40 10.164 0.8714 0.0199 105.30 | 248.06 106.19 162.05 | 268.24 | 0.3866 | 0.9041 40 
42 10.720 0.8780 0.0188 108.25 | 249.02 109.19 159.94 | 269.14 | 0.3960 | 0.9035 42 
44 11.299 0.8847 0.0177 111.22 | 249.96 112.22 157.79 | 270.01 0.4054 | 0.9030 44 
48 12.526 0.8989 0.0159 11122248 251119) 118.35 153.33 | 271.68 | 0.4243 | 0.9017 48 
52 13.851 0.9142 0.0142 123.31 25355) 124.58 148.66 | 273.24 | 0.4432 | 0.9004 52) 
56 15.278 0.9308 0.0127 129551) 25523 130.93 14375 | 274.68 | 0.4622 | 0.8990 56 
60 16.813 0.9488 0.0114 135.82 | 256.81 137.42 138.57 | 275.99 | 0.4814 | 0.8973 60 
70 21.162 1.0027 0.0086 152.22 | 260.15 154.34 124.08 | 278.43 | 0.5302 | 0.8918 70 
80 26.324 1.0766 0.0064 169.88 | 262.14 172.71 106.41 279.12 | 0.5814 | 0.8827 80 
90 32.435 1.1949 0.0046 189.82 | 261.34 193.69 82.63 | 276.32 | 0.6380 | 0.8655 90 
100 39.742 1.5443 0.0027 | 218.60 | 248.49 | 224.74 34.40 | 25913 | 0.7196 | 0.8117 100 


Source: Tables Т-6 through T-8 аге calculated based on equations from D. Р. Wilson апа К. 5. Basu, “Thermodynamic Properties of а New 
Stratospherically Safe Working Fluid—Refrigerant 134a,’ ASHRAE Trans., Vol. 94, Pt. 2, 1988, pp. 2095-2118. 
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Table T-7 Properties of Saturated Refrigerant 134a (Liquid—Vapor): Pressure Table 


Specific Volume Internal Energy Enthalpy Entropy 
m/kg kJ/kg kJ/kg kJ/kg К 
Sat. Sat. Sat. Sat. Sat. Sat. Sat. Sat. 

Press. Temp. Liquid Vapor Liquid Vapor Liquid Evap. Vapor Liquid Vapor Press. 

bar °C v, X 10° U, Ur и, Л, Neg һ, 5g Sg bar 
0.6 = 3707 0.7097 0.3100 3.41 206.12 3.46 | 221.27 224.72 | 0.0147 0.9520 0.6 
0.8 же ӘЛГІ 0.7184 0.2366 10.41 209.46 10.47 210202 228.39 | 0.0440 | 0.9447 0.8 
1.0 -26.43 0.7258 0.1917 16.22 212315 16.29 215.06 2211,25| 0.0678 0.9395 1.0 
1:2 2922-36 0.7323 0.1614 21523 214.50 21252 212.54 233.86 | 0.0879 | 0.9354 12 
1.4 - 18.80 0.7381 0.1395 25.66 | 216.52 255707 210.27 236.04 | 0.1055 0.9322 1.4 
1.6 - 15.62 0.7435 0.1229 29.66 218.32 29.78 208.19 237.97 0.1211 0.9295 1.6 
1.8 =12.73 0.7485 0.1098 33.31 219.94 33.45 206.26 239.71 0.1352 | 0.9273 1.8 
2.0 —10.09 0.7532 0.0993 36.69 221.43 36.84 | 204.46 241.30 0.1481 0.9253 2.0 
2.4 5.37 0.7618 0.0834 42.77 224.07 42.95 201.14 244.09 0.1710 | 0.9222 2.4 
2.8 = 1:23 0.7697 0.0719 48.18 226.38 48.39 198.13 246.52 0.1911 0.9197 2.8 
210) 2.48 0.7770 0.0632 53.06 228.43 58:31 195555 248.66 | 0.2089 | 0.9177 3.2 
3.6 5.84 0.7839 0.0564 57.54 230.28 57.82 192.76 250.58 0.2251 0.9160 3.6 
4.0 8.93 0.7904 0.0509 61.69 23112277 62.00 190.32 259.55) | 02999 | (01945 4.0 
5.0 15.74 0.8056 0.0409 70.93 235.64 71.33 184.74 256.07 0.2723 0.9117 5.0 
6.0 2158 0.8196 0.0341 78.99 238.74 79.48 179.71 259215 || QUESO | 99 6.0 
7.0 26.72 0.8328 0.0292 86.19 241.42 86.78 175.07 261.85 0.3242 0.9080 7.0 
8.0 31.33 0.8454 0.0255 92.75 243.78 93.42 170.73 264.15 0.3459 0.9066 8.0 
9.0 35.53 0.8576 0.0226 98.79 245.88 99.56 166.62 266.18 0.3656 | 0.9054 9.0 
10.0 39.39 0.8695 0.0202 104.42 247.77 105.29 162.68 267.97 0.3838 0.9043 10.0 
12.0 46.32 0.8928 0.0166 114.69 251.03 115.76 155.23 270.99 0.4164 | 0.9023 12.0 
14.0 52.43 0.9159 0.0140 123.98 253.74 125.26 148.14 273.40 | 0.4453 0.9003 14.0 
16.0 SUO? 0.9392 0.0121 18225298 M2 5600 134.02 141.31 275.33 0.4714 | 0.8982 16.0 
18.0 62.91 0.9631 0.0105 140.49 257.88 142.22 134.60 | 276.83 0.4954 | 0.8959 18.0 
20.0 67.49 0.9878 0.0093 148.02 259.41 149.99 ШО 95 277.94 | 0.5178 0.8934 20.0 
25.0 TI. 1.0562 0.0069 165.48 261.84 168.12 111.06 219117 0.5687 0.8854 2510) 
30.0 86.22 1.1416 0.0053 181.88 262.16 185.30 O2 2778.01 0.6156 | 0.8735 30.0 


Table T-8 Properties of Superheated Refrigerant 134a Vapor 
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T р и Л 5 U u h 5 U u h 5 
°C | m?kg kJ/kg kJ/kg  kVMkg:K | m?kg kJ/kg kJ/kg kJ/kg:KĶK | тке kJ/kg kJ/kg kJ/kg: K 
p = 0.6 bar = 0.06 MPa p = 1.0 bar = 0.10 MPa p = 1.4 bar = 0.14 MPa 
(Ты = —37.07°С) (T4, = —26.43°С) (T4, = —18.80°С) 
Sat. | 0.31003 | 206.12 | 224.72 | 0.9520 | 0.19170 | 21218 | 231.35 | 0.0395 | 0.13945 | 216.52 | 236.04 | 0.9322 
-20 | 0.33536 | 217.86 | 237.98 | 1.0062 | 0.19770 | 216.77 | 236.54 | 0.9602 
-10 | 0.34992 | 224.97 | 245.96 | 1.0371 | 0.20686 | 224.01 | 24470 | 0.9918 | 0.14549 | 223.03 | 243.40 | 0.9606 
0 | 0.36433 | 23224 | 25410 | 1.0675 | 0.21587 | 231.41 | 252.99 | 1.0227 | 0.15219 | 230.55 | 251.86 | 0.9922 
10 | 0.37861 | 239.69 | 262.41 1.0973 | 0.22473 | 238.96 | 261.43 | 1.0531 | 0.15875 | 238.21 | 260.43 1.0230 
20 | 0.39279 | 247.32 | 270.89 | 1.1267 | 0.23349 | 246.67 | 270.02 | 1.0829 | 0.16520 | 246.01 | 269.13 1.0532 
30 | 0.40688 | 255.12 | 279.53 | 1.1557 | 0.24216 | 254.54 | 278.76 | 1.1122 | 0.17155 | 253.96 | 277.97 | 1.0828 
40 | 0.42091 | 263.10 | 288.35 | 1.1844 | 0.25076 | 262.58 | 287.66 | 1.1411 | 0.17783 | 262.06 | 286.96 | 1.1120 
50 | 0.43487 | 271.25 | 297.34 | 1.2126 | 0.25930 | 270.79 | 296.72 | 1.1696 | 0.18404 | 270.32 | 296.09 | 1.1407 
60 | 0.44879 | 279.58 | 306.51 1.2405 | 0.26779 | 279.16 | 305.94 | 1.1977 | 0.19020 | 278.74 | 305.37 | 1.1690 
70 | 0.46266 | 288.08 | 315.84 | 1.2681 | 0.27623 | 287.70 | 315.32 | 1.2254 | 0.19633 | 287.32 | 314.80 | 1.1969 
80 | 0.47650 | 296.75 | 325.34 | 1.2954 | 0.28464 | 296.40 | 324.87 | 1.2528 | 0.20241 | 296.06 | 324.39 | 1.2244 
90 | 0.49031 | 305.58 | 335.00 | 1.3224 | 0.29302 | 305.27 | 334.57 | 1.2799 | 0.20846 | 304.95 | 334.14 | 1.2516 
р = 1.8 bar = 0.18 MPa p = 2.0 bar = 0.20 MPa р = 2.4 bar = 0.24 MPa 
(Ты = —12.73°C) (Tsa = —10.09°C) (Ты = =5.37°C) 
Sat. | 0.10983 | 219.94 | 239.71 | 0.9273 | 0.09933 | 221.43 | 241.30 | 0.9253 | 0.08343 | 224.07 | 244.09 | 0.9222 
-10 | 0.11135 | 222.02 | 242.06 | 0.9362 | 0.09938 | 221.50 | 241.38 | 0.9256 
0 | 0.11678 | 229.67 | 250.69 | 0.9684 | 0.10438 | 229.23 | 25010 | 0.9582 | 0.08574 | 228.31 | 248.89 | 0.9399 
10 | 0.12207 | 237.44 | 259.41 | 0.9998 | 0.10922 | 237.05 | 258.89 | 0.9898 | 0.08993 | 236.26 | 257.84 | 0.9721 
20 | 0.12723 | 245.33 | 26823 | 1.0304 | 0.11394 | 244.99 | 267.78 | 1.0206 | 0.09399 | 244.30 | 266.85 1.0034 
30 | 0.13230 | 253.36 | 277.17 | 1.0604 | 0.11856 | 253.06 | 276.77 | 1.0508 | 0.09794 | 252.45 | 275.95 1.0339 
40 | 0.13730 | 261.53 | 286.24 | 1.0898 | 0.12311 | 261.26 | 285.88 | 1.0804 | 0.10181 | 260.72 | 285.16 | 1.0637 
50 | 0.14222 | 269.85 | 295.45 | 1.1187 | 0.12758 | 269.61 | 295.12 | 1.1094 | 0.10562 | 269.12 | 294.47 | 1.0930 
60 | 0.14710 | 278.31 | 304.79 | 1.1472 | 0.13201 | 278.10 | 304.50 | 1.1380 | 0.10937 | 277.67 | 303.91 1.1218 
70 | 0.15193 | 286.93 | 314.28 | 1.1753 | 0.13639 | 286.74 | 314.02 | 1.1661 | 0.11307 | 286.35 | 313.49 | 1.1501 
80 | 0.15672 | 295.71 | 323.92 | 1.2030 | 0.14073 | 295.53 | 323.68 | 1.1939 | 0.11674 | 295.18 | 323.19 | 1.1780 
90 | 0.16148 | 304.63 | 333.70 | 1.2303 | 0.14504 | 304.47 | 333.48 | 1.2212 | 0.12037 | 304.15 | 333.04 | 1.2055 
100 | 0.16622 | 313.72 | 343.63 | 12573 | 0.14932 | 313.57 | 343.43 | 1.2483 | 0.12398 | 313.27 | 343.03 1.2326 
р = 2.8 bar = 0.28 MPa p = 3.2 bar = 0.32 MPa p = 4.0 bar = 0.40 MPa 
(Ты = —1.23?C) (T4, = 2.48°С) (T4, = 8.93°C) 
Sat. | 0.07193 | 226.38 | 246.52 | 0.9197 | 0.06322 | 228.43 | 248.66 | 0.9177 | 0.05089 | 231.97 | 252.32 | 0.9145 
0 | 0.07240 | 227.37 | 247.64 | 0.9238 
10 | 0.07613 | 235.44 | 256.76 | 0.9566 | 0.06576 | 234.61 | 255.65 | 0.9427 | 0.05119 | 232.87 | 253.35 | 0.9182 
20 | 0.07972 | 243.59 | 265.91 | 0.9883 | 0.06901 | 242.87 | 264.95 | 0.9749 | 0.05397 | 241.37 | 262.96 | 0.9515 
30 | 0.08320 | 251.83 | 275.12 | 1.0192 | 0.07214 | 251.19 | 274.28 | 1.0062 | 0.05662 | 249.89 | 272.54 | 0.9837 
40 | 0.08660 | 260.17 | 284.42 | 1.0494 | 0.07518 | 259.61 | 283.67 | 1.0367 | 0.05917 | 258.47 | 28214 | 1.0148 
50 | 0.08992 | 268.64 | 293.81 1.0789 | 0.07815 | 268.14 | 293.15 | 1.0665 | 0.06164 | 267.13 | 291.79 | 1.0452 
60 | 0.09319 | 277.23 | 303.32 | 1.1079 | 0.08106 | 276.79 | 302.72 | 1.0957 | 0.06405 | 275.89 | 301.51 1.0748 
70 | 0.09641 | 285.96 | 312.95 | 1.1364 | 0.08392 | 285.56 | 312.41 1.1243 | 0.06641 | 284.75 | 311.32 | 1.1038 
80 | 0.09960 | 294.82 | 322.71 1.1644 | 0.08674 | 294.46 | 32222 | 1.1525 | 0.06873 | 293.73 | 321.23 1.1322 
90 | 0.10275 | 303.83 | 332.60 | 1.1920 | 0.08953 | 303.50 | 332.15 | 1.1802 | 0.07102 | 302.84 | 331.25 1.1602 
100 | 0.10587 | 312.98 | 342.62 | 12193 | 0.09229 | 312.68 | 342.21 1.2076 | 0.07327 | 312.07 | 341.38 | 1.1878 
110 | 0.10897 | 322.27 | 352.78 | 1.2461 | 0.09503 | 322.00 | 352.40 | 1.2345 | 0.07550 | 321.44 | 351.64 | 1.2149 
120 | 0.11205 | 331.71 | 363.08 | 1.2727 | 0.09774 | 331.45 | 362.73 | 12611 | 0.07771 | 330.94 | 362.03 1.2417 


532 Thermo Tables in SI Units 


Table T-8 (Continued) 


T U u h 5 U u h 5 U u h 5 
^C | m'/kg kJ/kg kJ/kg К/Лө-К| ш/ка kJ/kg kJ/kg kJ/kg:K | ш/кё kJ/kg kJ/kg kJ/kg: K 
p = 5.0 bar = 0.50 MPa p = 6.0 bar = 0.60 MPa p = 7.0 bar = 0.70 MPa 
(Tae = 15.74°С) (Ты = 21.58°С) (T4, = 26.72°C) 


Sat. | 0.04086 | 235.64 | 256.07 | 0.9117 | 0.03408 | 238.74 | 259.19 | 0.0097 | 0.02918 | 241.42 | 261.85 | 0.9080 
20 | 0.04188 | 239.40 | 260.34 | 0.9264 
30 | 0.04416 | 248.20 | 270.28 | 0.9597 | 0.03581 | 246.41 | 267.89 | 0.9388 | 0.02979 | 244.51 | 265.37 | 0.9197 
40 | 0.04633 | 256.99 | 280.16 | 0.9918 | 0.03774 | 255.45 | 278.09 | 0.9719 | 0.03157 | 253.83 | 275.93 | 0.9539 
50 | 0.04842 | 265.83 | 290.04 | 1.0229 | 0.03958 | 264.48 | 288.23 1.0037 | 0.03324 | 263.08 | 286.35 | 0.9867 
60 | 0.05043 | 274.73 | 299.95 1.0531 | 0.04134 | 273.54 | 298.35 1.0346 | 0.03482 | 272.31 | 296.69 1.0182 
70 | 0.05240 | 283.72 | 309.92 1.0825 | 0.04304 | 282.66 | 308.48 1.0645 | 0.03634 | 281.57 | 307.01 1.0487 
80 | 0.05432 | 292.80 | 319.96 1.1114 | 0.04469 | 291.86 | 318.67 1.0938 | 0.03781 | 290.88 | 317.35 1.0784 
90 | 0.05620 | 302.00 | 330.10 | 1.1397 | 0.04631 | 301.14 | 328.93 1.1225 | 0.03924 | 300.27 | 327.74 | 1.1074 

100 | 0.05805 | 311.31 | 340.33 1.1675 | 0.04790 | 310.53 | 339.27 1.1505 | 0.04064 | 309.74 | 338.19 1.1358 

110 | 0.05988 | 320.74 | 350.68 1.1949 | 0.04946 | 320.03 | 349.70 1.1781 | 0.04201 | 319.31 | 348.71 1.1637 

120 | 0.06168 | 330.30 | 361.14 | 1.2218 | 0.05099 | 329.64 | 360.24 1.2053 | 0.04335 | 328.98 | 359.33 1.1910 

130 | 0.06347 | 339.98 | 371.72 1.2484 | 0.05251 | 339.38 | 370.88 1.2320 | 0.04468 | 338.76 | 370.04 1.2179 

140 | 0.06524 | 349.79 | 382.42 1.2746 | 0.05402 | 349.23 | 381.64 1.2584 | 0.04599 | 348.66 | 380.56 | 1.2444 


р = 8.0 Баг = 0.80 МРа р = 9.0 bar = 0.90 MPa p = 10.0 bar = 1.00 MPa 
(Ты. = 31.33°C) (Ты, = 35.53°C) (T4, = 39.39°С) 


Sat. | 0.02547 | 243.78 | 264.15 | 0.9066 | 0.02255 | 245.88 | 266.18 | 0.9054 | 0.02020 | 247.77 | 267.97 | 0.9043 
40 | 0.02691 | 252.13 | 273.66 | 0.9374 | 0.02325 | 250.32 | 271.25 | 0.9217 | 0.02029 | 248.39 | 268.68 | 0.9066 
50 | 0.02846 | 261.62 | 284.39 | 0.9711 | 0.02472 | 260.09 | 282.34 | 0.9566 | 0.02171 | 258.48 | 280.19 | 0.9428 
60 | 0.02992 | 271.04 | 294.98 1.0034 | 0.02609 | 269.72 | 293.21 | 0.9897 | 0.02301 | 268.35 | 291.36 | 0.9768 
70 | 0.03131 | 280.45 | 305.50 | 1.0345 | 0.02738 | 279.30 | 303.94 1.0214 | 0.02423 | 278.11 | 302.34 1.0093 
80 | 0.03264 | 289.89 | 316.00 | 1.0647 | 0.02861 | 288.87 | 314.62 1.0521 | 0.02538 | 287.82 | 313.20 | 1.0405 
90 | 0.03393 | 299.37 | 326.52 1.0940 | 0.02980 | 298.46 | 325.28 1.0819 | 0.02649 | 297.53 | 324.01 1.0707 

100 | 0.03519 | 308.93 | 337.08 1.1227 | 0.03095 | 308.11 | 335.96 1.1109 | 0.02755 | 307.27 | 334.82 1.1000 

110 | 0.03642 | 318.57 | 347.71 1.1508 | 0.03207 | 317.82 | 346.68 1.1392 | 0.02858 | 317.06 | 345.65 1.1286 

120 | 0.03762 | 328.31 | 358.40 | 1.1784 | 0.03316 | 327.62 | 357.47 1.1670 | 0.02959 | 326.93 | 356.52 | 1.1567 

130 | 0.03881 | 338.14 | 369.19 1.2055 | 0.03423 | 337.52 | 368.33 1.1943 | 0.03058 | 336.88 | 367.46 1.1841 

140 | 0.03997 | 348.09 | 380.07 1.2321 | 0.03529 | 347.51 | 379.27 1.2211 | 0.03154 | 346.92 | 378.46 | 1.2111 

150 | 0.04113 | 358.15 | 391.05 1.2584 | 0.03633 | 357.61 | 390.31 12475 | 0.03250 | 357.06 | 389.56 1.2376 

160 | 0.04227 | 368.32 | 402.14 | 1.2843 | 0.03736 | 367.82 | 401.44 1.2735 | 0.03344 | 367.31 | 400.74 1.2638 

170 | 0.04340 | 378.61 | 413.33 1.3098 | 0.03838 | 378.14 | 412.68 1.2992 | 0.03436 | 377.66 | 412.02 | 1.2895 

180 | 0.04452 | 389.02 | 424.63 1.3351 | 0.03939 | 388.57 | 424.02 1.3245 | 0.03528 | 388.12 | 423.40 1.3149 


р = 12.0 bar = 1.20 MPa p = 14.0 bar = 1.40 MPa p = 16.0 bar = 1.60 MPa 
(Tsau = 46.32°C) (T4, = 52.43°C) (Ты‹ = 57.92°C) 


Sat. | 0.01663 | 251.03 | 270.99 | 0.9023 | 0.01405 | 253.74 | 273.40 | 0.9003 | 0.01208 | 256.00 | 275.33 | 0.8982 
50 | 0.01712 | 254.98 | 275.52 | 0.9164 
60 | 0.01835 | 265.42 | 287.44 | 0.9527 | 0.01495 | 262.17 | 283.10 | 0.9297 | 0.01233 | 258.48 | 278.20 | 0.9069 
70 | 0.01947 | 275.59 | 298.96 | 0.9868 | 0.01603 | 272.87 | 295.31 | 0.9658 | 0.01340 | 269.89 | 291.33 | 0.9457 
80 | 0.02051 | 285.62 | 31024 | 1.0192 | 0.01701 | 283.29 | 30710 | 0.9997 | 0.01435 | 280.78 | 303.74 | 0.9813 
90 | 0.02150 | 295.59 | 321.39 1.0503 | 0.01792 | 293.55 | 318.63 1.0319 | 0.01521 | 291.39 | 315.72 | 1.0148 

100 | 0.02244 | 305.54 | 332.47 1.0804 | 0.01878 | 303.73 | 330.02 1.0628 | 0.01601 | 301.84 | 327.46 1.0467 

110 | 0.02335 | 315.50 | 343.52 1.1096 | 0.01960 | 313.88 | 341.32 1.0927 | 0.01677 | 312.20 | 339.04 1.0773 

120 | 0.02423 | 325.51 | 354.58 1.1381 | 0.02039 | 324.05 | 352.59 1.1218 | 0.01750 | 322.53 | 350.53 1.1069 

130 | 0.02508 | 335.58 | 365.68 1.1660 | 0.02115 | 334.25 | 363.86 1.1501 | 0.01820 | 332.87 | 361.99 1.1357 

140 | 0.02592 | 345.73 | 376.83 1.1933 | 0.02189 | 344.50 | 375.15 1.1777 | 0.01887 | 343.24 | 373.44 | 1.1638 

150 | 0.02674 | 355.95 | 388.04 12201 | 0.02262 | 354.82 | 386.49 1.2048 | 0.01953 | 353.66 | 384.91 1.1912 

160 | 0.02754 | 366.27 | 399.33 1.2465 | 0.02333 | 365.22 | 397.89 12315 | 0.02017 | 364.15 | 396.43 1.2181 

170 | 0.02834 | 376.69 | 410.70 | 1.2724 | 0.02403 | 375.71 | 409.36 1.2576 | 0.02080 | 374.71 | 407.99 1.2445 

180 | 0.02912 | 387.21 | 422.16 1.2980 | 0.02472 | 386.29 | 420.90 1.2834 | 0.02142 | 385.35 | 419.62 | 1.2704 


Table Т-9 Ideal Gas Properties of Air 


Thermo Tables in SI Units 533 


T(K), h апа u(KJ/kg), 5° (kJ/kg : K) 


when As = 0! when As = 0 

T h u 87 P: 0, Т һ и 5° р, 0, 
200 199.97 142.56 1.29559 03363 1707: 600 607.02 434.78 2.40902 16.28 105.8 
210 209.97 149.69 1.34444 0.3987 15122 610 617.53 442.42 2.42644 17.80 1012 
220 219.97 156.82 1.39105 0.4690 1346. 620 628.07 450.09 2.44356 18.36 96.92 
230 230.02 164.00 1.43557 (05 Р 12057 630 638.63 45778 2.46048 19.84 92.84 
240 240.02 171.13 1.47824 0.6355 1084. 640 649.22 465.50 2.47716 20.64 88.99 
250 250.05 178.28 1.51917 0.7329 979. 650 659.84 473.25 2.49364 21.86 85.34 
260 260.09 185.45 1.55848 0.8405 887.8 660 670.47 481.01 2.50985 22112) 81.89 
270 270.11 192.60 1.59634 0.9590 808.0 670 681.14 488.81 2.52589 24.46 78.61 
280 280.13 199.75 1.63279 1.0889 738.0 680 691.82 496.62 2.54175 25.85 75.50 
285 285.14 203.33 1.65055 1.1584 706.1 690 11022552) 504.45 2.55731 27.29 72.56 
290 290.16 206.9 1 1.66802 1.22 676.1 700 713.27 512.33 2.57277 28.80 69.76 
295 295.17 210.49 1.68515 1.3068 647.9 710 724.04 520.23 2.58810 30.38 67.07 
300 300.19 214.07 1.70203 1.3860 621.2 720 734,82 528.14 2.60319 32.02 64.53 
305 305.22 217.67 1.71865 1.4686 596.0 730 745.62 536.07 2.61803 33.72 62.13 
310 310.24 221.25 1.73498 1.5546 S723) 740 756.44 544.02 2.63280 35.50 59.82 
315 315.27. 224.85 1.75106 1.6442 549.8 750 767.29 551.99 2.64737 31:35) 57.63 
320 320.29 228.42 1.76690 1.7375 528.6 760 778.18 560.01 2.66176 39.27 55,54 
325 325.31 232.02 1.78249 1.8345 508.4 770 789.11 568.07 2.67595 41.31 53.39 
330 330.34 235.61 1.79783 1.9352 489.4 780 800.03 576.12 2.69013 43.35 51.64 
340 340.42 242,82 1.82790 2.149 454.1 790 810.99 58421 270400 25555) 49.86 
350 350.49 250.02 1.85708 2.379 4222 800 821.95 592.30 2.71787 47.75 48.08 
360 360.58 257.24 1.88543 2.626 393.4 820 843.98 608.59 2.74504 52.59 44,84 
370 370.67 264.46 1.91313 2.892 367.2 840 866.08 624.95 2.77170 57.60 41.85 
380 380.77 271.69 1.94001 3.176 343.4 860 888.27 641.40 2.79783 63.09 39.12 
390 390.88 278.93 1.96633 3.481 22315 880 910.56 657.95 2.82344 68.98 36.61 
400 400.98 286.16 1.99194 3.806 301.6 900 932.93 674.58 2.84856 75.29 34.31 
410 411.12 293.43 2.01699 4.153 283.3 920 955.38 691.28 2.87324 82.05 32.18 
420 421.26 300.69 2.04142 4.522 266.6 940 977.92 708.08 2.89748 89.28 30.22 
430 431.43 307.99 2.06533 4.915 251.1 960 1000.55 125 (28802125 97.00 28.40 
440 441.61 315.30 2.08870 5.332 236.8 980 1023.25 741.98 2.94468 105.2 26.73 
450 451.80 2-89. NU SMS 223.6 1000 1046.04 758.94 2.96770 114.0 25.17 
460 462.02 329.97 2.13407 6.245 211.4 1020 1068.89 776.10 2.99034 123.4 23.72 
470 472.24 337.32 2.15604 6.742 200.1 1040 1091.85 793.36 3.01260 133.3 22.39 
480 482.49 344.70 2.17760 7.268 189.5 1060 1114.86 810.62 3.03449 143.9 21.14 
490 492.74 352.08 2.19876 7.824 179.7 1080 1137.89 827.88 3.05608 155.2 19.98 
500 503.02 359.49 2.21952 8.411 170.6 1100 1161.07 845.33 3.07732 167.1 18.896 
510 513.32 366.92 2.23993 9.031 162.1 1120 1184.28 862.79 3.09825 179.7 17.886 
520 523.63 374.36 2.25997 9.684 154.1 1140 1207.57 880.35 3.11883 193.1 16.946 
530 533.98 381.84 2.27967 10.37 146.7 1160 1230.92 897.91 3.13916 207.2 16.064 
540 544.35 389.34 2.29906 11.10 139.7 1180 1254.34 ОЛЛИ 57115916 2222 ТБ 
550 554.74 396.86 2.31809 11.86 16331 1200 1277.79 933.33 3.17888 238.0 14.470 
560 SOS 404.42 2.33685 12.66 127.0 1220 1301.31 951.09 3.19834 254.7 13.747 
570 575.59 21 7 22556) 13.50 ПОЛЕ, 1240 1324.93 968.95 3.21751 21253 13.069 
580 586.04 419.55 2.37348 14.38 115.7 1260 1348.55 986.90 3.23638 290.8 12.435 
590 596.52 427.15 2.39140 ШЕ ӘЛ! 110.6 1280 1372.24 1004.76 3.25510 310.4 11.835 


1. p, and v, data for use with Eqs. 7.32 and 7.33, respectively. 
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Table Т-9 (Continued) 


Thermo Tables in SI Units 


T(K), h and u(kJ/kg), s? (kJ/kg: K) 


when As = 0 when As = 0 
T h u s? P: о, Т һ и СЫ P: 0, 

1300 1395.07 1022.82 3.27345 | 330.9 11.275 | 1600 1757.57 1298.30 3.52364 791.2 5.804 

1320 1419.76 1040.88 3.29160 | 352.5 10.747 | 1620 1782.00 1316.96 3.53879 834.1 5.574 

1340 1443.60 1058.94 3.30959 | 375.3 10.247 | 1640 180646 133572 3.55381 878.9 5:355 

1360 1467.49 1077.10 3.32724 | 3991 9.780 | 1660 1830.96 1354.48 3.56867 925.6 5.147 

1380 1491.44 1095.26 3.34474 | 4242 9.337 | 1680 1855.50 1373.24 3.58335 974.2 4.949 

1400 1515.42 1113.52 3.36200 | 450.5 8.919 | 1700 1880.1 1392.7 825910) 1025 4.761 

1420 153944 113177 3.37901 | 478.0 8.526 | 1750 1941.6 1439.8 3.6336 1161 4.328 

1440 1563.51 1150.13 3.39586 | 506.9 8.153 | 1800 2003.3 1487.2 3.6684 1310 3.944 

1460 158763 1168.49 3.41247 | 537.1 7.801 | 1850 2065.3 1534.9 3.7023 1475 3.601 

1480 161179 1186.95 3.42892 | 568.8 7.468 | 1900 21274 1582.6 3.7354 1655 3:295 

1500 1635.97 1205.41 3.44516 | 601.9 7.152 | 1950 2189.7 1630.6 3.7677 1852 3.022 

1520 1660.23 1223.87 3.46120 | 636.5 6.854 | 2000 2252.1 1678.7 3.7994 2068 2.776 

1540 1684.51 1242.43 3.47712 | 672.8 6.569 | 2050 2314.6 1726.8 3.8303 2303 2.555 

1560 1708.82 1260.09 3.49276 | 710.5 6.301 | 2100 2377.4 1775.3 3.8605 2559 2.356 

ПОО ПОП ІЛ 65:508208 875070 6.046 | 2150 2440.3 1823.8 3.8901 2837 2.175 

2200 2503.2 1872.4 SODI 3138 2.012 
2250 2566.4 19213 3.9474 3464 1.864 
Source: Tables T-9 are based on J. H. Keenan and J. Kaye, Gas Tables, Wiley, New York, 1945. 
Table T-10 Ideal Gas Specific Heats of Some Common Gases (kJ/kg К) 
бу cs с; 65 ёр ©, © 6; б; 6; с, с, 

Тешр. Carbon Carbon Temp. 
K Air Nitrogen, № Oxygen, O, Dioxide, CO, Monoxide, CO Hydrogen, Н, K 
250 | 1.003 | 0.716 | 1.039 | 0.742 | 0.913 | 0.653 | 0.791 | 0.602 | 1.039 | 0.743 | 14.051 9.927 250 
300 | 1.005 | 0.718 | 1.039 | 0.743 | 0.918 | 0.658 | 0.846 | 0.657 | 1.040 | 0.744 | 14.307 | 10.183 300 
350 | 1.008 | 0.721 | 1.041 | 0.744 | 0.928 | 0.668 | 0.895 | 0.706 | 1.043 | 0.746 | 14.427 | 10.302 350 
400 | 1.013 | 0.726 | 1.044 | 0.747 | 0.941 | 0.681 | 0.939 | 0.750 | 1.047 | 0.751 | 14.476 | 10.352 400 
450 | 1.020 | 0.733 | 1.049 | 0.752 | 0.956 | 0.696 | 0.978 | 0.790 | 1.054 | 0.757 | 14.501 | 10.377 450 
500 | 1.029 | 0.742 | 1.056 | 0759 | 0.972 | 0.712 | 1.014 | 0.825 | 1.063 | 0.767 | 14.513 | 10.389 500 
550 | 1.040 | 0753 | 1.065 | 0.768 | 0.988 | 0.728 | 1.046 | 0.857 | 1.075 | 0.778 | 14.530 | 10.405 550 
600 | 1.051 | 0.764 | 1.075 | 0778 | 1.003 | 0.743 | 1.075 | 0.886 | 1.087 | 0.790 | 14.546 | 10.422 600 
650 | 1.063 | 0.776 | 1.086 | 0.789 | 1017 | 0.758 | 1102 | 0.913 | 1.100 | 0.803 | 14.571 | 10.447 650 
700 | 1.075 | 0.788 | 1.098 | 0.801 | 1.031 | 0.771 | 1.126 | 0.937 | 1.113 | 0.816 | 14.604 | 10.480 700 
750 | 1.087 | 0.800 | 1.110 | 0.813 | 1.043 | 0783 | 1.148 | 0.959 | 1126 | 0.829 | 14.645 | 10.521 750 
800 | 1.099 | 0.812 | 1.121 | 0.825 | 1.054 | 0.794 | 1.169 | 0.980 | 1.139 | 0.842 | 14.695 | 10.570 800 
900 | 1.121 | 0.834 | 1145 | 0.849 | 1.074 | 0.814 | 1204 | 1.015 | 1.163 | 0.866 | 14.822 | 10.698 900 

1000 | 1.142 | 0.855 | 1.167 | 0.870 | 1.090 | 0.830 | 1.234 | 1.045 | 1.185 | 0.888 | 14.983 | 10.859 | 1000 


Source: Tables T-10 are adapted from K. Wark, Thermodynamics, 4th ed., McGraw-Hill, New York, 1983, as based on “Tables of Thermal 
Properties of Gases,” NBS Circular 564, 1955. 
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Table T-11 


Ideal Gas Properties of Selected Gases 


T(K), л and и (kJ/kmol), 5° (kJ/kmol - К) 


Carbon Dioxide, CO, Carbon Monoxide, CO Water Vapor, H,O Oxygen, O, Nitrogen, М, 

T h и s? h п 5° Л п 8? Л и s? h и s? T 
220 6,601 4,772 | 202.966 6,391 4,562 | 188.683 12295 5,466 | 178.576 6,404 | 4,575 | 196.171 6,391 4,562 | 182.638 | 220 
230 6,938 5,026 | 204.464 6,683 | 4,771 | 189.980 7,628 5,715 | 180.054 6,604 | 4,782 | 197.461 6,683 | 4,770 | 183.938 | 230 
240 7,280 5.2858 82051920) 005 | ОЛО | 12001221 7,961 5,965 | 181.471 6,984 | 4,989 | 198.696 6,975 | 4,979 | 185.180 | 240 
250 7,627 5,548 | 207.337 7,266 | 5,188 | 192.411 8,294 Gus. | ПӘ ЫЙ! MIS 5,197 | 199.885 7,266 | 5,188 | 186.370 | 250 
260 7,979 5,817 | 208.717 7,558 5,396 | 193.554 8,627 6,466 | 184.139 7,566 | 5,405 | 201.027 7,558 5,396 | 187.514 | 260 
270 8,335 6,091 | 210.062 7,849 | 5,604 | 194.654 8,961 6,716 | 185.399 7,858 5,613 | 202.128 7,849 | 5,604 | 188.614 | 270 
280 8,697 6,369 | 211.376 8,140 | 5,812 | 195.173 9,296 6,968 | 186.616 8,150 | 5,822 | 203.191 8,141 5,813 | 189.673 280 
290 9,063 6,651 | 212.660 8,432 | 6,020 | 196.735 9,631 7,219 | 187.791 8,443 6,032 | 204.218 8,432 | 6,021 | 190.695 290 
300 9,431 OW) | 212515 8,723 02208 197725 9,966 7,472 | 188.928 8,736 | 6,242 | 205.213 8,723 0:2208 191682 300 
310 9,807 7,230 | 215.146 9,014 | 6,437 | 198.678 10,302 7,725 | 190.030 9,030 | 6,453 | 206.177 9,014 | 6,437 | 192.638 310 
320 10,186 7.926 | 216,351 9,306 | 6,645 | 199.603 10,639 TIS || ТЮЛ Ө 9:825 6,664 | 207.112 9,306 | 6,645 | 193.562 320 
330 10,570 7,826 | 217.534 05007 6,854 | 200.500 10,976 8,232 | 192.136 9,620 | 6,877 | 208.020 9,597 6,853 | 194.459 330 
340 10,959 8,131 | 218.694 9,889 | 7,062 | 201.371 11,314 8,487 | 193.144 9,916 | 7,090 | 208.904 9,888 7,061 | 195.328 340 
350 11,351 8,439 | 219.831 10,181 7,271 | 202.217 11,652 8,742 | 194.125 10,213 7,303 | 209.765 10,180 | 7,270 | 196.173 350 
360 11,748 8,752 | 220.948 10,473 7,480 | 203.040 11,992 8,998 | 195.081 10,511 7,518 | 210.604 10,471 7,478 | 196.995 360 
370 12,148 9,068 | 222.044 10,765 7,689 | 203.842 12,331 9,255 | 196.012 10,809 | 7,733 | 211.423 10,763 7,687 | 197.794 | 370 
380 12,552 9,392 | 223.122 11,058 7,899 | 204.622 12,672 9,513 | 196.920 11,109 | 7,949 | 212.222 11,055 7,895 | 198.572 380 
390 12,960 9,718 | 224.182 11,351 8,108 | 205.383 13,014 9,771 | 197.807 11,409 8,166 | 213.002 11,347 8,104 | 199.331 390 
400 152512) 10,046 | 225.225 11,644 8,319 | 206.125 13,356 10,030 | 198.673 11,711 8,384 | 213.765 11,640 | 8,314 | 200.071 400 
410 13,787 10,378 | 226.250 11,938 8,529 | 206.850 13,699 (2470) 1995211 12,012 | 8,603 | 214.510 11,932 8,523 | 200.794 | 410 
420 14,206 10,714 | 227.258 125292) 8,740 | 207.549 14,043 10,551 | 200.350 12,314 | 8,822 | 215.241 12,225 8,733 | 201499 | 420 
430 14,628 110530228252 12,526 8,951 | 208.252 14,388 10,813 | 201.160 12,618 | 9,043 | 215.955 12,518 8,943 | 202.189 | 430 
440 15,054 Ш 928 2200050) 12,821 9,163 | 208.929 14,734 Ш UIS. 2 55 12/9975) 9.264 | 216.656 12,811 9,153 | 202.863 | 440 
450 15,483 11,742 | 230.194 13,116 | 9,375 | 209.593 15,080 11,339 | 202.734 13,228 | 9,487 | 217.342 13,105 9,363 | 203.523 | 450 
460 15,916 12,091 | 231.144 13,412 | 9,587 | 210.243 15,428 11,603 | 203.497 13,535 9,710 | 218.016 13,399 | 9,574 | 204.170 | 460 
470 16,351 12,444 | 232.080 13,708 9,800 | 210.880 15,777 11,869 | 204.247 13,842 | 9,935 | 218.676 13,693 9,786 | 204.803 | 470 
480 16,791 12,800 | 233.004 14,005 | 10,014 | 211.504 16,126 12,135 | 204.982 14,151 | 10,160 | 219.326 13,988 9,997 | 205.424 | 480 
490 17,232 13,158 | 233.916 14,302 | 10,228 | 212.117 16,477 12,403 | 205.705 14,460 | 10,386 | 219.963 14,285 | 10,210 | 206.033 490 
500 17,678 13,521 | 234.814 14,600 | 10,443 | 212.719 16,828 12,671 | 206.413 14,770 | 10,614 | 220.589 14,581 | 10,423 | 206.630 | 500 
510 18,126 13,885 | 235.700 14,898 | 10,658 | 213.310 17,181 12,940 | 207.112 15,082 | 10,842 | 221.206 14,876 | 10,635 | 207216 | 510 
520 18,576 14,253 | 236.575 15,197 | 10,874 | 213.890 17,534 15:21 | 20-759 15559528 WOW | 2210) 15,172 | 10,848 | 207.792 | 520 
530 19,029 14,622 | 237.439 15,497 | 11,090 | 214.460 17,889 13,482 | 208.475 15,708 | 11,301 | 222.409 15,469 | 11,062 | 208.358 | 530 
540 19,485 14,996 | 238.292 [Б ЕВЗ | 215020) 18,245 9755982099159 15022. | 2595 | 21222097] 15,766 | 11,277 | 208.914 | 540 


e Table T-11 (Continued) 
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T(K), h and и (kJ/kmol), 5° (kJ/kmol - К) 


Carbon Dioxide, СО, Carbon Monoxide, CO Water Vapor, Н:О Oxygen, O, Nitrogen, № 
T h и s? h и 59 Л и 5° Л и 59 Л п 5° Т 
550 19,945 15,372 | 239.135 16,097 | 11,524 | 215.572 18,601 14,028 | 209.795 16,338 | 11,765 | 223.576 16,064 | 11,492 | 209.461 550 
560 20,407 15,751 | 239.962 16,399 | 11,743 | 216.115 18,959 14,303 | 210.440 16,654 | 11,998 | 224.146 16,363 | 11,707 | 209.999 560 
570 20,870 16,131 | 240.789 16,701 | 11,961 | 216.649 19,318 14,579 | 211.075 16,971 | 12,232 | 224.708 16,662 | 11,923 | 210.528 570 
580 21,337 16,515 | 241.602 17,003 | 12,181 | 217.175 19,678 14,856 | 211.702 17,290 | 12,467 | 225.262 16,962 | 12,139 | 211.049 580 
590 21,807 16,902 | 242.405 17,307 | 12,401 | 217.693 20,039 15,134 | 212.320 17,609 | 12,703 | 225.808 17,262 | 12,356 | 211.562 590 
600 22,280 17,291 | 243.199 1 ЦЭ | 124822) | 25152102) 20,402 15,413 | 212.920 17,929 | 12,940 | 226.346 17,563 | 12,574 | 212.066 600 
610 22,754 17,683 | 243.983 17,915 | 12,843 | 218.708 20,765 15,693 | 213.529 18,250 | 13,178 | 226.877 17,864 | 12,792 | 212.564 610 
620 282251! 18,076 | 244.758 18,221 | 13,066 | 219.205 21,130 ПЕТЕР 212522 ПӘ ЭТ 1152: 22714100 18,166 | 13,011 | 213.055 620 
630 23,709 18,471 | 245.524 18,527 | 13,289 | 219.695 21,495 16,257 | 214.707 18,895 | 13,657 | 227.918 18,468 | 13,230 | 213.541 630 
640 24,190 18,869 | 246.282 18,833 | 13,512 | 220.179 21,862 16,541 | 215.285 19,219 | 13,898 | 228.429 18,772 | 13,450 | 214.018 640 
650 24,674 19,270 | 247.032 19,141 | 13,736 | 220.656 22,230 16,826 | 215.856 19,544 | 14,140 | 228.932 19,075 | 13,671 | 214.489 650 
660 25,160 19,672 | 247.773 19,449 | 13,962 | 221.127 22,600 17,112 | 216.419 19,870 | 14,382 | 229.430 19,380 | 13,892 | 214.954 660 
670 25,648 20,078 | 248.507 19,758 | 14,187 | 221.592 22,970 17,399 | 216.976 20,197 | 14,626 | 229.920 19,685 | 14,114 | 215.413 670 
680 26,138 20,484 | 249.233 20,068 | 14,414 | 222.052 23,342. 17,688 | 217.527 20,524 | 14,871 | 230.405 19,991 | 14,337 | 215.866 680 
690 26,631 20,894 | 249.952 20,378 | 14,641 | 222.505 23,714 17,978 | 218.071 20,854 | 15,116 | 230.885 20,297 | 14,560 | 216.314 690 
700 277125) 2183058 82501669 20,690 | 14,870 | 222.953 24,088 18,268 | 218.610 21,184 | 15,364 | 231.358 20,604 | 14,784 | 216.756 700 
710 27,622. 21,719 | 251.368 21,002 | 15,099 | 223.396 24,464 18,561 | 219.142 ЭЛРОЛ | DS | SLE 20,912 | 15,008 | 217.192 710 
720 28,121 22,134 | 252.065 215515) | 152248 228583 24,840 18,854 | 219.668 21,845 | 15,859 | 232.291 211:22Х0) | 15:22588 || 21175221 720 
730 28,622 22 S992. | 22:55 ЭЛТ6288 11575557 2249265 25218 19,148 | 220.189 221107. NONO | 220749 21,529 | 15,460 | 218.059 730 
740 29,124 22,972 | 253.439 21,943 | 15,789 | 224.692 25,597 19,444 | 220.707 22» S31) | 16257 | 28821011 21,839 | 15,686 | 218.472 740 
750 29,629 23,393 | 254.117 22,258 | 16,022 | 225.115 25,977 19,741 | 221.215 22,844 | 16,607 | 233.649 22,149 | 15,913 | 218.889 750 
760 30,135 23,817 | 254.787 22,573 | 16,255 | 225.533 26,358 20,039 | 221.720 23,178 | 16,859 | 234.091 22,460 | 16,141 | 219.301 760 
770 30,644 24,242 | 255.452 22,890 | 16,488 | 225.947 26,741 20,339 | 222.221 23,513 | 17,111 | 234,528 22,772 | 16,370 | 219.709 770 
780 31,154 24,669 | 256.110 23,208 | 16,723 | 226.357 27,125 20,639 | 222.717 23,850 | 17,364 | 234,960 23,085 | 16,599 | 220.113 780 
790 31,665 25,097 | 256.762 23,526 | 16,957 | 226.762 27,510 20,941 | 223.207 24,186 | 17,618 | 235.387 23,298 | 16,830 | 220.512 790 
800 32,179 25 sp || ELS 23,844 | 17,193 | 227.162 27,896 21,245 | 223.693 24,523 | 17,872 | 235.810 23,714 | 17,061 | 220.907 800 
810 32,694 25,959 | 258.048 24,164 | 17,429 | 227.559 28,284 21,549 | 224.174 24,861 | 18,126 | 236.230 24,027 | 17,292 | 221.298 810 
820 33,212 26,394 | 258.682 24,483 | 17,665 | 227.952 28,672 ЫСЫ | 222106511 25,199 | 18,382 | 236.644 24,342 | 17,524 | 221.684 820 
830 33,730 26,829 | 259.311 24,803 | 17,902 | 228.339 29,062 22-1628 2250108 ШОЛЫП 6 7 2271055) 24,658 | 17,757 | 222.067 830 
840 201251 27,267 | 259.934 25,124 | 18,140 | 228.724 29,454 22,470 | 225.592 25,877 | 18,893 | 237.462 24,974 | 17,990 | 222.447 840 
850 34,773 27,706 | 260.551 25,446 | 18,379 | 229.106 29,846 22,779 | 226.057 26,218 | 19,150 | 237.864 25,292 | 18,224 | 222.822 850 
860 35,296 28,125 | 261.164 25,768 | 18,617 | 229.482 30,240 23,090 | 226.517 26,559 | 19,408 | 238.264 25,610 | 18,459 | 223.194 860 
870 35,821 28,588 | 261.770 26,091 | 18,858 | 229.856 30,635 23,402 | 226.973 26,899 | 19,666 | 238.660 25,928 | 18,695 | 223.562 870 
880 36,347 29,031 | 262.371 26,415 | 19,099 | 230.227 31,032 23,715 | 227.426 27,242 | 19,925 | 239.051 26,248 | 18,931 | 223.927 880 
890 36,876 29,476 | 262.968 26,740 | 19,341 | 230.593 31,429 24,029 | 227.875 27,584 | 20,185 | 239.439 26,568 | 19,168 | 224.288 890 
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Table T-11 (Continued) 


T(K), Л and zi (kJ/kmol), 5° (kJ/kmol · К) 


Carbon Dioxide, СО, Carbon Monoxide, CO Water Vapor, Н:О Oxygen, O, Nitrogen, № 
T h и s? h u 5° Л и s? h u 59 Л и s? T 
900 37,405 29,922 | 263.559 27,066 | 19,583 | 230.957 31,828 24,345 | 228.321 27,928 | 20,445 | 239.823 26,890 | 19,407 | 224.647 900 
910 37,935 30,369 | 264.146 27392 | 19:82 | 251217 32,228 24,662 | 228.763 28,272 | 20,706 | 240.203 27,210 | 19,644 | 225.002 910 
920 38,467 30,818 | 264.728 27,719 | 20,070 | 231.674 32,629 24,980 | 229.202 28,616 | 20,967 | 240.580 27,532 | 19,883 | 225.353 920 
930 39,000 31,268 | 265.304 28,046 | 20,314 | 232.028 391032. 25,300 | 229.637 28,960 | 21,228 | 240.953 27,854 | 20,122 | 225.701 930 
940 39,535 31,719 | 265.877 28,375 | 20,559 | 232.379 33,436 25,621 | 230.070 29,306 | 21,491 | 241.323 28,178 | 20,362 | 226.047 940 
950 40,070 32,171 | 266.444 28,703 | 20,805 | 232.727 33,841 25,943 | 230.499 29,652 | 21,754 | 241.689 28,501 | 20,603 | 226.389 950 
960 40,607 32,625 | 267.007 29,033 | 21,051 | 233.072 34,247 26,265 | 230.924 29,999 | 22,017 | 242.052 28,826 | 20,844 | 226.728 960 
970 41,145 33,081 | 267.566 29,362 | 21,298 | 233.413 34,653 26,588 | 231.347 30,345 | 22,280 | 242.411 29,151 | 21,086 | 227.064 970 
980 41,685 33,537 | 268.119 29,603 | 21,545 | 233.752 35,061 26,913 | 231.767 30,692 | 22,544 | 242.768 29,476 | 21,328 | 227.398 980 
990 42,226 33,995 | 268.670 30,024 | 21,793 | 234.088 35,472 27,240 | 232.184 31,041 | 22,809 | 243.120 29,803 | 21,571 | 227.728 990 
1000 42,769 34,455 | 269.215 30,355 | 22,041 | 234.421 35,882 ОРОЗ || 252550] 31,389 | 23,075 | 243.471 30,129 | 21,815 | 228.057 | 1000 


T > 1000 K (CD-ROM) 


Source: Tables T-11 are based on the JANAF Thermochemical Tables, NSRDS-NBS-37, 1971. 
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Table Т-2Е Properties of Saturated Water (Liquid—Vapor): Temperature Table 


Thermo Tables in Other Units 


Specific Volume Internal Energy Enthalpy Entropy 
ft/lb Btu/lb Btu/lb Btu/lb - °R 
Sat. Sat. Sat. Sat. Sat. Sat. Sat. Sat. 

Temp. Press. Liquid Vapor Liquid | Vapor | Liquid | Evap. Vapor Liquid Vapor | Temp. 
°F Ibf/in.? Uy 0, Ur и, Л, Neg hg Se Sg °F 
32 0.0886 | 0.01602 | 3305 =O | 1022 -.01 | 1075.4 | 1075.4 | —.00003 | 2.1870 82 
55 0.0999 | 0.01602 | 2948 232) | 10 22 3.00 | 1073.7 | 1076.7 | 0.00607 | 2.1764 35 
40 0.1217 | 0.01602 | 2445 8.02 | 1023.9 8.02 | 1070.9 | 1078.9 | 0.01617 | 2.1592 40 
45 0.1475 | 0.01602 | 2037 13.04 | 1025.5 13.04 | 1068.1 | 1081.1 0.02618 | 2.1423 45 
50 0.1780 | 0.01602 | 1704 18.06 | 1027.2 18.06 | 1065.2 | 1083.3 | 0.03607 | 2.1259 50 
52 0.1917 | 0.01603 | 1589 20.06 | 1027.8 20.07 | 1064.1 | 1084.2 | 0.04000 | 2.1195 52 
54 0.2064 | 0.01603 | 1482 22.07 | 1028.5 22.07 | 1063.0 | 1085.1 0.04391 | 2.1131 54 
56 0.2219 | 0.01603 | 1383 24.08 | 1029.1 24.08 | 1061.9 | 1085.9 | 0.04781 | 2.1068 56 
58 0.2386 | 0.01603 | 1292 26.08 | 1029.8 26.08 | 1060.7 | 1086.8 | 0.05159 | 2.1005 58 
60 0.2563 | 0.01604 | 1207 28.08 | 1030.4 28.08 | 1059.6 | 1087.7 | 0.05555 | 2.0943 60 
62 0.2751 | 0.01604 | 1129 30.09 | 1031.1 30.09 | 1058.5 | 1088.6 | 0.05940 | 2.0882 62 
64 0.2952 | 0.01604 | 1056 32.09 | 1031.8 32.09 | 1057.3 | 1089.4 | 0.06323 | 2.0821 64 
66 0.3165 | 0.01604 988.4 34.09 | 10324 34.09 | 1056.2 | 1090.3 | 0.06704 | 2.0761 66 
68 0.3391 | 0.01605 925.8 36.09 | 1033.1 36.09 | 1055.1 | 1091.2 | 0.07084 | 2.0701 68 
70 0.3632 | 0.01605 867.7 SMOD) | 05597 38.09 | 1054.0 | 1092.0 | 0.07463 | 2.0642 70 
72 0.3887 | 0.01606 813.7 40.09 | 10344 40.09 | 1052.8 | 1092.9 | 0.07839 | 2.0584 72 
74 0.4158 | 0.01606 763.5 42.09 | 1035.0 42.09 | 1051.7 | 1093.8 | 0.08215 | 2.0526 74 
76 0.4446 | 0.01606 716.8 44.09 | 1035.7 44.09 | 1050.6 | 1094.7 | 0.08589 | 2.0469 76 
78 0.4750 | 0.01607 673.3 46.09 | 1036.3 46.09 | 1049.4 | 1095.5 0.08961 | 2.0412 78 
80 0.5073 | 0.01607 632.8 48.08 | 1037.0 48.09 | 1048.3 | 1096.4 | 0.09332 | 2.0356 80 
82 0.5414 | 0.01608 595.0 50.08 | 1037.6 50.08 | 1047.2 | 1097.3 | 0.09701 | 2.0300 82 
84 0.5776 | 0.01608 559.8 52.08 | 1038.3 52.08 | 1046.0 | 1098.1 0.1007 2.0245 84 
86 0.6158 | 0.01609 527.0 54.08 | 1038.9 54.08 | 1044.9 | 1099.0 | 0.1044 2.0190 86 
88 0.6562 | 0.01609 496.3 56.07 | 1039.6 56.07 | 1043.8 | 1099.9 | 0.1080 2.0136 88 
90 0.6988 | 0.01610 467.7 58.07 | 1040.2 58.07 | 1042.7 | 1100.7 | 0.1117 2.0083 90 
92 0.7439 | 0.01611 440.9 60.06 | 1040.9 60.06 | 1041.5 | 1101.6 | 0.1153 2.0030 92 
94 0.7914 | 0.01611 415.9 62.06 | 1041.5 62.06 | 1040.4 | 1102.4 | 0.1189 1.9977 94 
96 0.8416 | 0.01612 392.4 64.05 | 1041.2 64.06 | 1039.2 | 1103.3 0.1225 1.9925 96 
98 0.8945 | 0.01612 370.5 66.05 | 1042.8 66.05 | 1038.1 | 1104.2 | 0.1261 1.9874 98 

100 0.9503 | 0.01613 350.0 68.04 | 1043.5 68.05 | 1037.0 | 1105.0 | 0.1296 1.9822 | 100 

110 1.276 0.01617 265.1 78.02 | 1046.7 78.02 | 1031.3 | 1109.3 | 0.1473 1.9574 | 110 

120 1.695 0.01621 203.0 87.99 | 1049.9 88.00 | 1025.5 | 1113.5 | 0.1647 ISS | Пий 

130 2225) 0.01625 155722) ОЛ ОЛА JUS) 97.98 | 1019.8 | 1117.8 | 0.1817 LOS 180 

140 2.892 0.01629 12259) 107.95 | 1056.2 | 107.96 | 1014.0 | 11219 | 0.1985 1.8892 | 140 

150 3.722) 0.01634 97.0 ПОО | 11058): 1 SS | ML | Sl 0.2150 1.8684 | 150 

160 4.745 0.01640 71.2 127.94 | 1062.3 | 127.96 | 1002.2 | 1130.1 0.2313 1.8484 | 160 
170 5.996 0.01645 62.0 137.95 | 1065.4 | 137.97 996.2 | 1134.2 | 0.2473 1.8293 | 170 
180 7.515 0.01651 50.2 147.97 | 1068.3 | 147.99 990.2 | 1138.2 | 0.2631 1.8109 | 180 
190 9.343 0.01657 41.0 158.00 | 1071.3 | 158.03 984.1 | 1142.1 0.2787 1.7932 | 190 
200 11.529 0.01663 33.6 168.04 | 1074.2 | 168.07 977.9 | 1145.9 | 0.2940 1.7762 | 200 
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Table T-2E (Continued) 
Specific Volume Internal Energy Enthalpy Entropy 
ft/lb Btu/lb Btu/Ib Btu/lb : ^R 
Sat. Sat. Sat. Sat. Sat. Sat. Sat. Sat. 
Temp. Press. Liquid Vapor Liquid | Vapor | Liquid | Evap. Vapor Liquid Vapor | Temp. 
°F Ibf/in.? Ur U, Ur Ug hy hg h, Sp Sg °F 
210 14.13 0.01670 21252) 178.1 1077.0 | 1781 971.6 | 11497 | 0.3091 50002110) 
22112) 14.70 0.01672 26.80 180.1 1077.6 | 180.2 Эүц02811:059 005121 LISS | 21 
220 WANS 0.01677 28115) 188.2 1079.8 | 1882 06530 1015358 805201 1.7441 | 220 
230 20.78 0.01685 19:59 198.3 1082.6 | 198.3 958.8 | 1157.1 0.3388 1.7289 | 230 
240 24.97 0.01692 16.33 208.4 1085.3 | 208.4 952.3 | 1160.7 | 0.3534 1.7143 | 240 
250 29.82 0.01700 13.83 218.5 1087.9 | 218.6 945.6 | 1164.2 | 0.3677 1.7001 | 250 
260 35.42 0.01708 11.77 228.6 1090.5 | 228.8 938.8 | 1167.6 | 0.3819 1.6864 | 260 
270 41.85 0.01717 10.07 238.8 1093.0 | 239.0 932.0 | 1170.9 | 0.3960 1.6731 | 270 
280 49.18 0.01726 8.65 249.0 1095.4 | 249.2 924.9 | 1174.1 0.4099 1.6602 | 280 
290 57.53 0.01735 7.47 259.3 1097.7 | 2594 917.8 | 11772 | 0.4236 1.6477 | 290 
300 66.98 0.01745 6.472 269.5 1100.0 | 269.7 910.4 | 11802 | 0.4372 1.6356 | 300 
310 77.64 0.01755 51692 279.8 ПЫШ 280 903.0 | 1183.0 | 0.4507 1.6238 | 310 
320 89.60 0.01765 4.919 290.1 1104.2 | 2904 895.3 | 1185.8 | 0.4640 1.6123 | 320 
330 103.00 0.01776 4.312 300.5 1106.2 | 300.8 887.5 | 11884 | 0.4772 1.6010 | 330 
340 ШОУ 0.01787 85:92 310.9 1108.0 | 3113 879.5 | 1190.8 | 0.4903 1.5901 | 340 
350 134.53 0.01799 3.346 321.4 1109.8 | 321.8 871.3 | 119311 0.5033 1.5793 | 350 
360 152.92 0.01811 2.961 331.8 1111.4 | 332.4 862.9 | 1195.2 | 0.5162 1.5688 | 360 
370 173.23 0.01823 2.628 342.4 1112.9 | 343.0 854.2 | 1197.2 | 0.5289 1.5585 | 370 
380 195.60 0.01836 2.339 353.0 1114.3 | 353.6 845.4 | 1199.0 | 0.5416 1.5483 | 380 
390 220.2 0.01850 2.087 363.6 1115.6 | 364.3 836.2 | 1200.6 | 0.5542 1.5383 | 390 
400 247.1 0.01864 1.866 374.3 IMIG I Sl 826.8 | 1202.0 | 0.5667 1.5284 | 400 
410 2165 0.01878 1.673 385.0 1117.6 | 386.0 ӨШПЕС | TOROS 0.5792 1.5187 | 410 
420 308.5 0.01894 1.502 395.8 1118.3 | 396.9 807.2 | 1204.1 0.5915 1.5091 | 420 
430 343.3 0.01909 1352 406.7 1118.9 | 407.9 796.9 | 1204.8 | 0.6038 1.4995 | 430 
440 381.2 0.01926 1218) 417.6 1119.3 | 419.0 786.3 | 1205.3 | 0.6161 1.4900 | 440 
450 422.1 0.01943 1.1011 428.6 1119.5 | 4302 7754 | 1205.6 | 0.6282 1.4806 | 450 
460 466.3 0.01961 0.9961 439.7 1119.6 | 441.4 764.1 | 1205.5 | 0.6404 1.4712 | 460 
470 514.1 0.01980 0.9025 450.9 1119.4 | 452.8 752.4 | 1205.2 | 0.6525 1.4618 | 470 
480 565.5 0.02000 0.8187 462.2 1118.9 | 464.3 740.3 | 1204.6 | 0.6646 1.4524 | 480 
490 620.7 0.02021 0.7436 473.6 1118.3 | 475.9 727.8 | 1203.7 | 0.6767 1.4430 | 490 
500 680.0 0.02043 0.6761 485.1 1117.4 | 487.7 714.8 | 1202.5 | 0.6888 1.4335 | 500 
520 811.4 0.02091 0.5605 508.5 1114.8 | 511.7 687.3 | 1198.9 | 0.7130 1.4145 | 520 
540 961.5 0.02145 0.4658 532.6 1111.0 | 536.4 657.5 | 1193.8 | 0.7374 1.3950 | 540 
560 1131.8 0.02207 0.3877 548.4 1105.8 | 562.0 625.0 | 1187.0 | 0.7620 1.3749 | 560 
580 1324.3 0.02278 0.3225 583.1 1098.9 | 588.6 589.3 | 1178.0 | 0.7872 1.3540 | 580 
600 1541.0 0.02363 0.2677 609.9 1090.0 | 616.7 5497 | 1166.4 | 0.8130 1.3317 | 600 
620 1784.4 0.02465 0.2209 638.3 1078.5 | 646.4 505.0 | 11514 | 0.8398 1.3075 | 620 
640 2057.1 0.02593 0.1805 668.7 1063.2 | 678.6 453.4 | 1131.9 | 0.8681 1.2803 | 640 
660 2362 0.02767 0.1446 702.3 1042.3 | 714.4 391.1 | 1105.5 | 0.8990 1.2483 | 660 
680 2705 0.03032 0.1113 7417 1011.0 | 756.9 309.8 | 1066.7 | 0.9350 1.2068 | 680 
700 3090 0.03666 0.0744 801.7 9477 | 8227 167.5 990.2 | 0.9902 1.1346 | 700 
705.4 | 3204 0.05053 0.05053 | 872.6 872.6 | 902.5 0 902.5 1.0580 1.0580 | 705.4 


Source: Tables T-2E through Т-5Е аге extracted from J. Н. Keenan, Е С. Keyes, Р. G. Hill, and J. б. Moore, Steam Tables, Wiley, New York, 


1969. 


540 Thermo Tables in Other Units 


Table T-3E Properties of Saturated Water (Liquid—Vapor): Pressure Table 


Specific Volume Internal Energy Enthalpy Entropy 
ТОЛЬ Btu/Ib Btu/Ib Btu/lb : ^R 
Sat. Sat. Sat. Sat. Sat. Sat. Sat. Sat. 
Press. Temp. | Liquid Vapor Liquid | Vapor | Liquid | Evap. | Vapor | Liquid | Evap. | Vapor Press. 
Ibf/in.? ер Ur Ug и Ug hg hg h, Sp Stg 5% Ibf/in.? 
0.4 72.84 | 0.01606 | 792.0 40.94 | 1034.7 | 40.94 | 1052.3 | 1093.3 | 0.0800 | 1.9760 | 2.0559 0.4 
0.6 85.19 | 0.01609 | 540.0 53.26 | 1038.7 | 53.27 | 1045.4 | 1098.6 | 0.1029 | 1.9184 | 2.0213 0.6 
0.8 94.35 | 0.01611 | 411.7 62.41 | 1041.7 | 62.41 | 1040.2 | 1102.6 | 0.1195 | 1.8773 | 1.9968 0.8 
1.0 101.70 | 0.01614 | 333.6 69.74 | 1044.0 | 69.74 | 1036.0 | 1105.8 | 0.1327 | 1.8453 | 1.9779 1.0 
122 107.88 | 0.01616 | 280.9 75.90 | 1046.0 | 75.90 | 1032.5 | 1108.4 | 0.1436 | 1.8190 | 1.9626 12 
L5 115.65 | 0.01619 | 227.7 83.65 | 1048.5 | 83.65 | 1028.0 | 1111.7 | 0.1571 | 1.7867 | 1.9438 1.5 
2.0 126.04 | 0.01623 | 173.75 94.02 | 1051.8 | 94.02 | 1022.1 | 1116.1 | 0.1750 | 1.7448 | 1.9198 2.0 
3.0 141.43 | 0.01630 | 118.72 109.38 | 1056.6 | 109.39 | 1013.1 | 1122.5 | 0.2009 | 1.6852 | 1.8861 3.0 
4.0 152.93 | 0.01636 | 90.64 120.88 | 1060.2 | 120.89 | 1006.4 | 1127.3 | 0.2198 | 1.6426 | 1.8624 4.0 
5.0 162.21 | 0.01641 | 73.53 130.15 | 1063.0 | 130.17 | 1000.9 | 1131.0 | 0.2349 | 1.6093 | 1.8441 5.0 
6.0 170.03 | 0.01645 | 61.98 137.98 | 1065.4 | 138.00 | 996.2 | 1134.2 | 0.2474 | 1.5819 | 1.8292 6.0 
7.0 176.82 | 0.01649 | 53.65 144.78 | 1067.4 | 144.80 | 992.1 | 1136.9 | 0.2581 | 1.5585 | 1.8167 7.0 
8.0 182.84 | 0.01653 | 47.35 150.81 | 1069.2 | 150.84 | 988.4 | 1139.3 | 0.2675 | 1.5383 | 1.8058 8.0 
9.0 188.26 | 0.01656 | 42.41 156.25 | 1070.8 | 156.27 | 985.1 | 1141.4 | 0.2760 | 1.5203 | 1.7963 9.0 
10 193.19 | 0.01659 | 38.42 161.20 | 1072.2 | 161.23 | 982.1 | 1143.3 | 0.2836 | 1.5041 | 1.7877 10 
14.696 | 211.99 | 0.01672 | 26.80 180.10 | 1077.6 | 180.15 | 970.4 | 1150.5 | 0.3121 | 1.4446 | 1.7567 14.696 
15 213.03 | 0.01672 | 26.29 181.14 | 1077.9 | 181.19 | 969.7 | 1150.9 | 0.3137 | 1.4414 | 1.7551 15 
20 227.96 | 0.01683 | 20.09 196.19 | 1082.0 | 196.26 | 960.1 | 1156.4 | 0.3358 | 1.3962 | 1.7320 20 
25 240.08 | 0.01692 | 16.31 208.44 | 1085.3 | 208.52 | 952.2 | 1160.7 | 0.3535 | 1.3607 | 1.7142 25 
30 250.34 | 0.01700 | 13.75 218.84 | 1088.0 | 218.93 | 945.4 | 1164.3 | 0.3682 | 1.3314 | 1.6996 30 
35 259.30 | 0.01708 | 11.90 227.93 | 1090.3 | 228.04 | 939.3 | 1167.4 | 0.3809 | 1.3064 | 1.6873 35 
40 267.26 | 0.01715 | 10.50 236.03 | 1092.3 | 236.16 | 933.8 | 1170.0 | 0.3921 | 1.2845 | 1.6767 40 
45 274.46 | 0.01721 9.40 243.37 | 1094.0 | 243.51 | 928.8 | 1172.3 | 0.4022 | 1.2651 | 1.6673 45 
50 281.03 | 0.01727 8.52 250.08 | 1095.6 | 250.24 | 9242 | 1174.4 | 0.4113 | 1.2476 | 1.6589 50 
55 287.10 | 0.01733 UO 256.28 | 1097.0 | 256.46 | 919.9 | 1176.3 | 0.4196 | 1.2317 | 1.6513 55 
60 292.73 | 0.01738 7.177 | 262.1 1098.3 | 262.2 915.8 | 1178.0 | 0.4273 | 1.2170 | 1.6443 60 
65 298.00 | 0.01743 6.647 | 267.5 | 1099.5 | 267.7 911.9 | 1179.6 | 0.4345 | 1.2035 | 1.6380 65 
70 302.96 | 0.01748 6.209 | 272.6 | 1100.6 | 272.8 908.3 | 1181.0 | 0.4412 | 1.1909 | 1.6321 70 
75 307.63 | 0.01752 5.818 | 277.4 | 1101.6 | 277.6 904.8 | 1182.4 | 0.4475 | 1.1790 | 1.6265 75 
80 312.07 | 0.01757 5.474 | 282.0 | 1102.6 | 2822 901.4 | 1183.6 | 0.4534 | 1.1679 | 1.6213 80 
85 316.29 | 0.01761 ЭЛ | 2560977 | 108571 28616 898.2 | 1184.8 | 0.4591 | 1.1574 | 1.6165 85 
90 320.31 | 0.01766 4.898 | 290.5 | 1104.3 | 290.8 895.1 | 1185.9 | 0.4644 | 1.1475 | 1.6119 90 
95 324.16 | 0.01770 4.654 | 294.5 | 1105.0 | 294.8 892.1 | 1186.9 | 0.4695 | 1.1380 | 1.6075 95 
100 327.86 | 0.01774 4.434 | 298.3 | 1105.8 | 298.6 889.2 | 1187.8 | 0.4744 | 1.1290 | 1.6034 | 100 
110 334.82 | 0.01781 210515 205,9 | HO. | 2059 883.7 | 1189.6 | 0.4836 | 1.1122 | 1.5958 | 110 
120 341.30 | 0.01789 3.730 |3123 | 11083 | 312.7 878.5 | 1191.1 | 0.4920 | 1.0966 | 1.5886 | 120 
130 347.37 | 0.01796 3.457 | 318.6 | 1109.4 | 319.0 873.5 | 1192.5 | 0.4999 | 1.0822 | 1.5821 130 
140 353.08 | 0.01802 3221 | 324.6 | 1110.3 | 325.1 868.7 | 1193.8 | 0.5073 | 1.0688 | 1.5761 140 
150 358.48 | 0.01809 3.016 | 3302 |11112 | 330.8 864.2 | 1194.9 | 0.5142 | 1.0562 | 1.5704 | 150 
160 363.60 | 0.01815 2.836 | 335.6 | 1112.0 | 336.2 859.8 | 1196.0 | 0.5208 | 1.0443 | 1.5651 160 
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Specific Volume Internal Energy Enthalpy Entropy 
ft/lb Btu/lb Btu/lb Btu/lb : °R 
Sat. Sat. Sat. Sat. Sat. Sat. Sat. Sat. 
Liquid Vapor Liquid | Vapor | Liquid | Evap. | Vapor | Liquid | Evap. | Vapor 
Us Us и Ug he hg, h, Sg 5 5% 

0.01821 2.676 | 3408 | 1112.7 | 341.3 855.6 | 1196.9 | 0.5270 | 1.0330 | 1.5600 
0.01827 2,553 | 3457 | 1113.4 | 346.3 Silas) || ШОТ || (ЖАЗ || 202258 1555507 
0.01833 2405 | 3504 | 1114.0 | 351.0 847.5 | 1198.6 | 0.5386 | 1.0122 | 1.5508 
0.01839 2.289 | 354.9 | 1114.6 | 355.6 843.7 | 1199.3 | 0.5440 | 1.0025 | 1.5465 
0.01865 1.845 | 375.4 | 1116.7 | 3762 825.8 | 1202.1 | 0.5680 | 0.9594 | 1.5274 
0.01890 1.544 | 393.0 | 1118.2 | 394.1 809.8 | 1203.9 | 0.5883 | 0.9232 | 1.5115 
0.01912 1.327 | 408.7 | 1119.0 | 409.9 795.0 | 1204.9 | 0.6060 | 0.8917 | 1.4977 
0.01934 1.162 | 422.8 | 1119.5 | 4242 781.2 | 1205.5 | 0.6218 | 0.8638 | 1.4856 
0.01955 1.033 | 435.7 | 1119.6 | 437.4 768.2 | 1205.6 | 0.6360 | 0.8385 | 1.4745 
0.01975 0.928 | 447.7 | 1119.4 | 449.5 755.8 | 1205.3 | 0.6490 | 0.8154 | 1.4644 
0.01994 0.842 | 4589 | 1119.1 | 460.9 743.9 | 1204.8 | 0.6611 | 0.7941 | 1.4451 
0.02013 0.770 | 469.4 | 1118.6 | 471.7 732.4 | 1204.1 | 0.6723 | 0.7742 | 1.4464 
0.02051 0.656 | 4889 | 1117.0 | 491.5 710.5 | 1202.0 | 0.6927 | 0.7378 | 1.4305 
0.02087 0.569 | 506.6 | 1115.0 | 509.7 689.6 | 1199.3 | 0.7110 | 0.7050 | 1.4160 
0.02123 ОСО [SSMO | TUS | 26:6 669.5 | 1196.0 | 0.7277 | 0.6750 | 1.4027 
0.02159 0.446 | 538.44 | 1109.9 | 542.4 650.0 | 1192.4 | 0.7432 | 0.6471 | 1.3903 
0.02195 0.401 | 552.9 | 1106.8 | 557.4 631.0 | 1188.3 | 0.7576 | 0.6209 | 1.3786 
0.02232 0.362 | 566.7 | 1103.5 | 571.7 612.3 | 1183.9 | 0.7712 | 0.5961 | 1.3673 
0.02269 0.330 | 579.9 | 1099.8 | 585.4 593.8 | 1179.2 | 0.7841 | 0.5724 | 1.3565 
0.02307 0.302 | 592.7 | 1096.0 | 598.6 575.5 | 1174.1 | 0.7964 | 0.5497 | 1.3461 
0.02346 0.277 | 605.0 | 1091.8 | 611.5 557.2 | 1168.7 | 0.8082 | 0.5276 | 1.3359 
0.02386 0.255 | 616.9 | 1087.4 | 624.0 538.9 | 1162.9 | 0.8196 | 0.5062 | 1.3258 
0.02428 0.236 | 628.6 | 1082.7 | 636.2 520.6 | 1156.9 | 0.8307 | 0.4852 | 1.3159 
0.02472 0.218 | 640.0 | 1077.7 | 648.3 502.1 | 1150.4 | 0.8414 | 0.4645 | 1.3060 
0.02517 0.203 | 651.3 | 1072.3 | 660.1 483.4 | 1143.5 | 0.8519 | 0.4441 | 1.2961 
0.02565 0.188 | 662.4 | 1066.6 | 671.9 464.4 | 1136.3 | 0.8623 | 0.4238 | 1.2861 
0.02698 0.157 | 689.9 | 1050.6 | 701.1 414.8 | 1115.9 | 0.8876 | 0.3728 | 1.2604 
0.02860 0.131 | 717.7 | 1031.0 | 730.9 360.5 | 1091.4 | 0.9131 | 0.3196 | 1.2327 
0.03077 0.107 | 747.3 | 1005.9 | 763.0 297.4 | 1060.4 | 0.9401 | 0.2604 | 1.2005 
0.03431 0.084 | 783.4 968.8 | 802.5 213.0 | 1015.5 | 0.9732 | 0.1843 | 1.1575 
0.05053 0.0505 | 872.6 872.6 | 902.5 0 902.5 | 1.0580 0 1.0580 
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Table T-4E Properties of Superheated Water Vapor 


T U u h 5 U u h 5 U и Л 5 

ер ЕЛЬ Btu/lb Btu/lb  Btu/Ib : ^R ЕЛЬ Btu/lb  Btu/lb Btu/lb-°R | ft/lb Валь Btu/lb Btu/lb:^R 
р = 1 Ibffin? р = 5 Ibffin? р = 10 Ibf/in? 
(T4, = 101.7°F) (T4, = 162.2°F) (T4, = 193.2°F) 


Sat. | 333.6 1044.0 | 1105.8 1.9779 73.53 | 1063.0 | 1131.0 1.8441 38.42 | 1072.2 | 1143.3 1.7877 
150 | 362.6 1060.4 | 1127.5 2.0151 
200 | 392.5 1077.5 | 1150.1 2.0508 78.15 | 1076.0 | 1148.6 1.8715 38.85 | 1074.7 | 1146.6 1.7927 
250 | 422.4 1094.7 | 1172.8 2.0839 84.21 | 1093.8 | 1171.7 1.9052 41.95 | 1092.6 | 1170.2 1.8272 
300 | 452.3 1112.0 | 1195.7 2.1150 90.24 | 1111.3 | 1194.8 1.9367 44.99 | 1110.4 | 1193.7 1.8592 
400 | 511.9 1147.0 | 1241.8 2.1720 102.24 | 1146.6 | 1241.2 1.9941 51.03 | 1146.1 | 1240.5 1.9171 
500 | 571.5 1182.8 | 1288.5 2.2235 114.20 | 1182.5 | 12882 2.0458 57.04 | 11822 | 1287.7 1.9690 
600 | 631.1 1219.3 | 1336.1 2.2706 126.15 | 1219.1 | 1335.8 2.0930 63.03 | 1218.9 | 1335.5 2.0164 
700 | 690.7 1256.7 | 1384.5 2.3142 138.08 | 1256.5 | 1384.3 2.1367 69.01 | 1256.3 | 1384.0 2.0601 
800 | 750.3 1294.4 | 1433.7 2.3550 150.01 | 1294.7 | 1433.5 2.1775 74.98 | 1294.6 | 1433.3 2.1009 
900 | 809.9 1333.9 | 1483.8 2.3932 161.04 | 1333.8 | 1483.7 2.2158 80.95 | 1333.7 | 1483.5 2.1393 
1000 | 869.5 1373.9 | 1534.8 2.4294 173.86 | 1373.9 | 1534.7 2.2520 86.91 | 1373.8 | 1534.6 2.1755 


р = 14.7 Ibf/in? р = 20 Ibf/in? р = 40 Ibf/in.? 
(Ты = 212.06) (Т = 228.0°Е) (Т. = 267.3°Е) 


Sat. | 26.80 | 1077.6 | 1150.5 1.7567 20.09 | 1082.0 | 1156.4 1.7320 10.50 | 1093.3 | 1170.0 1.6767 
250 | 28.42 | 1091.5 | 1168.8 1.7832 20.79 | 1090.3 | 1167.2 1.7475 
300 | 30.52 | 1109.6 | 1192.6 1.8157 22.36 | 1108.7 | 1191.5 1.7805 11.04 | 1105.1 | 1186.8 1.6993 
400 | 34.67 | 1145.6 | 1239.9 1.8741 25.43 | 1145.1 | 12392 1.8395 12.62 | 1143.0 | 1236.4 1.7606 
500 | 38.77 | 1181.8 | 1287.3 1.9263 28.46 | 1181.5 | 1286.8 1.8919 14.16 | 1180.1 | 1284.9 1.8140 
600 | 42.86 | 1218.6 | 13352 1.9737 31.47 | 1218.4 | 1334.8 1.9395 15.69 | 1217.3 | 1333.4 1.8621 
700 | 46.93 | 1256.1 | 1383.8 2.0175 34.47 | 1255.9 | 1383.5 1.9834 17.20 | 1255.1 | 1382.4 1.9063 
800 | 51.00 | 1294.4 | 1433.1 2.0584 37.46 | 1294.3 | 1432.9 2.0243 18.70 | 1293.7 | 1432.1 1.9474 
900 | 55.07 | 1333.6 | 1483.4 2.0967 40.45 | 1333.5 | 1483.2 2.0627 20.20 | 1333.0 | 1482.5 1.9859 
1000 | 59.13 | 1373.7 | 1534.5 2.1330 43.44 | 1373.5 | 1534.3 2.0989 21.70 | 1373.1 | 1533.8 2.0223 
1100 | 63.19 | 1414.6 | 1586.4 2.1674 46.42 | 1414.5 | 1586.3 2.1334 23.20 | 1414.2 | 1585.9 2.0568 


р = 60 Ibf/in? p = 80 Ibf/in? p = 100 Ibf/in.? 

(Ты = 292.7°F) (Ты = 312.1°F) (Ты, = 327.8°Е) 
Sat. | 717 | 1098.3 | 11780| 1.6444 547 | 1102.6 | 1183.6] 1.6214 | 4.434 | 1105.8 | 11878 | 1.6034 
300 | 726 | 1101.3 | 1181.9 | 1.6496 
350| 782 | 1121.4 | 1208.2 | 1.6830 5.80 | 1118.5 | 1204.3 | 1.6476 | 4.592 | 11154 | 12004 | 1.6191 
400 | 835 |11408 | 1233.5 | 17134 622 | 1138.5 | 1230.6] 1.6790 | 4.934 | 1136.2 | 1227.5 | 1.6517 
500 | 940 | 1178.6 | 1283.0 | 1.7678 702 | 1177.2 | 1281.1 | 17346 | 5.587 | 1175.7 | 1279.1 | 1.7085 
600 | 1043 | 1216.3 | 1332.1 | 1.8165 7.9 | 1215.3 | 1330.7 | 1.7838 | 6.216 | 1214.2 | 13293 | 1.7582 
700 | 11.44 | 1254.4 | 13814 | 1.8609 8.56 | 1253.6 | 1380.3 | 1.8285 | 6.834 | 1252.8 | 1379.2 | 1.8033 
800 | 12.45 | 1293.0 | 1431.2] 1.9022 9.32 | 12924 | 1430.4] 18700 | 7.445 | 1291.8 | 1429.6 | 1.8449 


900 | 13.45 | 1332.5 | 1481.8 1.9408 10.08 | 1332.0 | 1481.2 1.9087 8.053 | 1331.5 | 1480.5 1.8838 
1000 | 14.45 | 1372.7 | 1533.2 1.9773 10.83 | 1372.3 | 1532.6 1.9453 8.657 | 1371.9 | 1532.1 1.9204 
1100 | 15.45 | 1413.8 | 1585.4 2.0119 11.58 | 1413.5 | 1584.9 1.9799 9.260 | 1413.1 | 1584.5 1.9551 
1200 | 16.45 | 1455.8 | 1638.5 2.0448 12.33 | 1455.5 | 1638.1 2.0130 9.861 | 1455.2 | 1637.7 1.9882 
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Table T-4E (Continued) 


T 0 и һ 5 U u h 5 U u h 5 
°F ft/lb Btu/lb Btu/lb Btulb:^R | ТОЛЬ Btu/lb Воль Btulb:^R | ft/lb Валь Валь Btu/lb:^R 
р = 120 Ibf/in? р = 140 Ibf/in? р = 160 Ibf/in? 
(T4, = 341.3°F) (T4, = 353.1°F) (T4, = 363.6°F) 
Sat. 3.730 | 1108.3 | 1191.1 1.5886 3.221 | 1110.3 | 1193.8 1.5761 2.836 | 1112.0 | 1196.0 1.5651 
350 3.783 | 1112.2 | 1196.2 1.5950 
400 4.079 | 1133.8 | 1224.4 1.6288 3.466 | 1131.4 | 1221.2 1.6088 3.007 | 1128.8 | 1217.8 1.5911 
450 4.360 | 1154.3 | 1251.2 1.6590 3.713 | 1152.4 | 1248.6 1.6399 3.228 | 1150.5 | 1246.1 1.6230 
500 4.633 | 1174.2 | 1277.1 1.6868 3.952 | 1172.7 | 1275.1 1.6682 3.440 | 1171.2 | 1273.0 1.6518 
600 5.164 | 1213.2 | 1327.8 1.7371 4.412 | 1212.1 | 1326.4 1.7191 3.848 | 1211.1 | 1325.0 1.7034 
700 5.682 | 1252.0 | 1378.2 1.7825 4.860 | 1251.2 | 1377.1 1.7648 4.243 | 1250.4 | 1376.0 1.7494 
800 6.195 | 1291.2 | 1428.7 1.8243 5.301 | 1290.5 | 1427.9 1.8068 4.631 | 1289.9 | 1427.0 1.7916 
900 6.703 | 1330.9 | 1479.8 1.8633 5.739 | 1330.4 | 1479.1 1.8459 5.015 | 1329.9 | 1478.4 1.8308 
1000 7.208 | 1371.5 | 1531.5 1.9000 6.173 | 1371.0 | 1531.0 1.8827 5.397 | 1370.6 | 1530.4 1.8677 
1100 7.711 | 1412.8 | 1584.0 1.9348 6.605 | 1412.4 | 1583.6 1.9176 5.776 | 1412.1 | 1583.1 1.9026 
1200 8.213 | 1454.9 | 1637.3 1.9679 7.036 | 1454.6 | 1636.9 1.9507 6.154 | 1454.3 | 1636.5 1.9358 
р = 180 Ibffin.” р = 200 Ibf/in? р = 250 Ibffin.? 
(Ты. = 373.1°F) (T4, = 381.8°F) (T4, = 401.0°F) 
Sat. 2.533 | 1113.4 | 1197.8 1.5553 2.289 | 1114.6 | 1199.3 1.5464 1.845 | 1116.7 | 1202.1 1.5274 
400 2.648 | 1126.2 | 1214.4 1.5749 2.361 | 1123.5 | 1210.8 1.5600 
450 2.850 | 1148.5 | 1243.4 1.6078 2.548 | 1146.4 | 1240.7 1.5938 2.002 | 1141.1 | 1233.7 1.5632 
500 3.042 | 1169.6 | 1270.9 1.6372 2.724 | 1168.0 | 1268.8 1.6239 2.150 | 1163.8 | 1263.3 1.5948 
550 3.228 | 1190.0 | 1297.5 1.6642 2.893 | 1188.7 | 1295.7 1.6512 2.290 | 1185.3 | 1291.3 1.6233 
600 3.409 | 1210.0 | 1323.5 1.6893 3.058 | 1208.9 | 1322.1 1.6767 2.426 | 1206.1 | 1318.3 1.6494 
700 3.763 | 1249.6 | 1374.9 1.7357 3.379 | 1248.8 | 1373.8 1.7234 2.688 | 1246.7 | 1371.1 1.6970 
800 4.110 | 1289.3 | 1426.2 1.7781 3.693 | 1288.6 | 1425.3 1.7660 2.943 | 1287.0 | 1423.2 1.7301 
900 4.453 | 1329.4 | 1477.7 1.8174 4.003 | 1328.9 | 1477.1 1.8055 3.193 | 1327.6 | 1475.3 1.7799 
1000 4.793 | 1370.2 | 1529.8 1.8545 4.310 | 1369.8 | 1529.3 1.8425 3.440 | 1368.7 | 1527.9 1.8172 
1100 5.131 | 1411.7 | 1582.6 1.8894 4.615 | 1411.4 | 1582.2 1.8776 3.685 | 1410.5 | 1581.0 1.8524 
1200 5.467 | 1454.0 | 1636.1 1.9227 4.918 | 1453.7 | 1635.7 1.9109 3.929 | 1453.0 | 1634.8 1.8858 
р = 300 Ibffin.” р = 350 Ibf/in? р = 400 Ibf/in.? 
(T4, = 417.4°F) (T4, = 431.8°F) (Т., = 444.7°F) 
Sat. 1.544 | 1118.2 | 1203.9 1.5115 1.327 | 1119.0 | 1204.9 1.4978 1.162 | 1119.5 | 1205.5 1.4856 
450 1.636 | 1135.4 | 1226.2 1.5365 1.373 | 1129.2 | 1218.2 1.5125 1.175 | 1122.6 | 1209.5 1.4901 
500 1.766 | 1159.5 | 1257.5 1.5701 1.491 | 1154.9 | 1251.5 1.5482 1.284 | 1150.1 | 1245.2 1.5282 
550 1.888 | 1181.9 | 1286.7 1.5997 1.600 | 1178.3 | 1281.9 1.5790 1.383 | 1174.6 | 1277.0 1.5605 
600 2.004 | 1203.2 | 1314,5 1.6266 1.703 | 1200.3 | 1310.6 1.6068 1.476 | 1197.3 | 1306.6 1.5892 
700 2.227 | 1244.0 | 1368.3 1.6751 1.898 | 1242.5 | 1365.4 1.6562 1.650 | 1240.4 | 1362.5 1.6397 
800 2.442 | 1285.4 | 1421.0 1.7187 2.085 | 1283.8 | 1418.8 1.7004 1.816 | 1282.1 | 1416.6 1.6844 
900 2.653 | 1326.3 | 1473.6 1.7589 2.267 | 1325.0 | 1471.8 1.7409 1.978 | 1323.7 | 1470.1 1.7252 
1000 2.860 | 1367.7 | 1526.5 1.7964 2.446 | 1366.6 | 1525.0 1.7787 2.136 | 1365.5 | 1523.6 1.7632 
1100 3.066 | 1409.6 | 1579.8 1.8317 2.624 | 1408.7 | 1578.6 1.8142 2.292 | 1407.8 | 1577.4 1.7989 
1200 3.270 | 1452.2 | 1633.8 1.8653 2.799 | 1451.5 | 1632.8 1.8478 2.446 | 1450.7 | 1621.8 1.8327 
1300 3.473 | 1495.6 | 1688.4 1.8973 2.974 | 1495.0 | 1687.6 1.8799 2.599 | 1494.3 | 1686.8 1.8648 


544 Thermo Tables in Other Units 


Table T-4E (Continued) 


T U u h 5 U u h 5 v u h 5 
ер ff/Ib Валь Выль Btu/lb-°R| ft/lb Виль  Btulb Btu/lb:°R | ft/lb Виль Виль  Btu/lb:^R 

р = 450 Ibf/in? р = 500 Ibf/in? p = 600 Ibf/in? 

(Ты = 456.4°F) (Ты. = 467.1°Е) (Ты = 486.3°Е) 
Sat. 1.033 | 1119.6 | 1205.6 | 1.4746 0.928 | 1119.4 | 1205.3 | 1.4645 0.770 | 1118.6 | 1204.1 | 1.4464 
500} 1.123 | 1145.1 | 1238.5 | 1.5097 0.992 | 1139.7 | 1231.5 | 1.4923 0.795 | 1128.0 | 1216.2 | 1.4592 
550| 1.215 | 1170.7 | 1271.9 | 1.5436 1.079 | 1166.7 | 1266.6 | 1.5279 0.875 | 1158.2 | 1255.4 | 1.4990 
600 | 1.300 | 1194.3 | 1302.5 | 1.5732 1.158 | 1191.1 | 1208.3 | 1.5585 0.946 | 1184.5 | 1289.5 | 1.5320 
700 | 1.458 | 1238.2 | 1359.6 | 1.6248 1.304 | 1236.0 | 1356.7 | 1.6112 1.073 | 1231.5 | 1350.6 | 1.5872 
800 1.608 | 1280.5 | 1414.4 | 1.6701 1.441 | 1278.8 | 1412.1 | 1.6571 1.190 | 1275.4 | 1407.6 | 1.6343 
900 1.752 | 1322.4 | 1468.3 | 1.7113 1.572 | 1321.0 | 1466.5 | 1.6987 1.302 | 1318.4 | 1462.9 | 1.6766 
1000 1.894 | 1364.4 | 15222 | 1.7495 1.701 | 1363.3 | 1520.7 | 1.7371 1.411 | 1361.2 | 15178 | 17155 
1100 | 2.034 | 1406.9 | 1576.3 | 1.7853 1.827 | 1406.0 | 1575.1 | 1.7731 1.517 | 1404.2 | 15727 | 1.7519 
1200 | 2.172 | 1450.0 | 1630.8 | 1.8192 1.952 | 1449.2 | 1629.8 | 1.8072 1.622 | 1447.7 | 1627.8 | 1.7861 
1300 | 2.308 | 1493.7 | 1685.9 | 1.8515 2.075 | 1493.1 | 1685.1 | 1.8395 1.726 | 1491.7 | 1683.4 | 1.8186 
1400 | 2.444 | 1538.1 | 1741.7 | 1.8823 2.198 | 1537.6 | 1741.0 | 1.8704 1.829 | 1536.5 | 1739.5 | 1.8497 

р = 700 Ibf/in? p = 800 Ibf/in? p = 900 Ibf/in? 

(Ты = 503.2°F) (T4, = 518.3?F) (T4, = 532.19) 
Sat | 0.656 | 1117.0 | 1202.0 | 1.4305 0.569 | 1115.0 | 1199.3 | 1.4160 0.501 | 1112.6 | 1196.0} 1.4027 
550| 0.728 | 1149.0 | 12432| 1.4723 0.615 | 1138.8 | 1229.9 | 1.4469 0.527 | 1127.5 | 1215.2! 1.4219 
600| 0.793 | 1177.5 | 1280.2 | 1.5081 0.677 | 1170.1 | 1270.4 | 1.4861 0.587 | 1162.2 | 1260.0 | 1.4652 
700 | 0.907 | 1226.9 | 1344.4 | 1.5661 0.783 | 12221 | 1338.0] 1.5471 0.686 | 12171 | 1331.4 | 1.5297 
800 | 1.011 | 1272.0 | 14029 | 1.6145 0.876 | 1268.5 | 1398.2 | 1.5969 0.772 | 1264.9 | 1393.4] 1.5810 
900 1.109 | 1315.6 | 1459.3 | 1.6576 0.964 | 1312.9 | 1455.6 | 1.6408 0.851 | 1310.1 | 1451.9 | 1.6257 
1000 | 1.204 | 1358.9 | 1514.9] 1.6970 1.048 | 1356.7 | 1511.9] 1.6807 0.927 | 1354.5 | 1508.9 | 1.6662 
1100| 1.296 | 14024 | 1570.2 | 1.7337 1.130 | 1400.5 | 1567.8 | 1.7178 1.001 | 1398.7 | 1565.4 | 1.7036 
1200| 1.387 | 1446.2 | 1625.8 | 1.7682 1.210 | 1444.6 | 1623.8 | 1.7526 1.073 | 1443.0 | 1621.7] 1.7386 
1300 | 1.476 | 1490.4 | 1681.7] 1.8009 1.289 | 1489.1 | 1680.0 | 1.7854 1.144 | 1487.8 | 1687.3 | 1.7717 
1400 | 1.565 | 1535.3 | 1738.1 | 1.8321 1.367 | 1534.2 | 1736.6] 1.8167 1.214 | 1533.0 | 1735.1 | 1.8031 
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Table T-4E (Continued) 


Т U u h 5 U u h 5 U и Л 5 
ер ЕЛЬ Btu/lb Btu/lb  Btu/Ib : ^R ft/lb Btu/lb Btu/lb Btu/lb:^R | ft/lb Виль Btu/lb Btu/lb-°R 
p = 1000 Ibf/in.? р = 1200 Ibf/in.? р = 1400 Ibf/in.? 
(T4, = 544.7°F) (T4, = 567.4°F) (T4, = 587.2°F) 
Sat. 0.446 | 1109.0 | 1192.4 1.3903 0.362 | 1103.5 | 1183.9 1.3673 0.302 | 1096.0 | 1174.1 1.3461 
600 0.514 | 1153.7 | 1248.8 1.4450 0.402 | 1134.4 | 1223.6 1.4054 0.318 | 1110.9 | 1193.1 1.3641 
650 0.564 | 1184.7 | 1289.1 1.4822 0.450 | 1170.9 | 1270.8 1.4490 0.367 | 1155.5 | 1250.5 1.4171 
700 0.608 | 1212.0 | 1324.6 1.5135 0.491 | 1201.3 | 1310.2 1.4837 0.406 | 1189.6 | 1294.8 1.4562 
800 0.688 | 1261.2 | 1388.5 1.5665 0.562 | 1253.7 | 1378.4 1.5402 0.471 | 1245.8 | 1367.9 1.5168 
900 0.761 | 1307.3 | 1448.1 1.6120 0.626 | 1301.5 | 1440.4 1.5876 0.529 | 1295.6 | 1432.5 1.5661 
1000 0.831 | 1352.2 | 1505.9 1.6530 0.685 | 1347.5 | 1499.7 1.6297 0.582 | 1342.8 | 1493.5 1.6094 
1100 0.898 | 1396.8 | 1562.9 1.6908 0.743 | 1393.0 | 1557.9 1.6682 0.632 | 1389.1 | 1552.8 1.6487 
1200 0.963 | 1441.5 | 1619.7 1.7261 0.798 | 1438.3 | 1615.5 1.7040 0.681 | 1435.1 | 1611.4 1.6851 
1300 1.027 | 1486.5 | 1676.5 1.7593 0.853 | 1483.8 | 1673.1 1.7377 0.728 | 1481.1 | 1669.6 1.7192 
1400 1.091 | 1531.9 | 1733.7 1.7909 0.906 | 1529.6 | 1730.7 1.7696 0.774 | 1527.2 | 1727.8 1.7513 
1600 1.215 | 1624.4 | 1849.3 1.8499 1.011 | 1622.6 | 1847.1 1.8290 0.865 | 1620.8 | 1844.8 1.8111 
p — 1600 Ibf/in.? р = 1800 Ibf/in.? р = 2000 Ibf/in.? 
(T4, = 605.1?F) (T4, = 621.2°F) (T4, = 636.0°F) 
Sat. 0.255 | 1087.4 | 1162.9 1.3258 0.218 | 1077.7 | 1150.4 1.3060 0.188 | 1066.6 | 1136.3 1.2861 
650 0.303 | 1137.8 | 1227.4 1.3852 0.251 | 1117.0 | 1200.4 1.3517 0.206 | 1091.1 | 1167.2 1.3141 
700 0.342 | 1177.0 | 1278.1 1.4299 0.291 | 1163.1 | 1259.9 1.4042 0.249 | 1147.7 | 1239.8 1.3782 
800 0.403 | 1237.7 | 1357.0 1.4953 0.350 | 1229.1 | 1345.7 1.4753 0.307 | 1220.1 | 1333.8 1.4562 
900 0.466 | 1289.5 | 1424.4 1.5468 0.399 | 1283.2 | 1416.1 1.5291 0.353 | 1276.8 | 1407.6 1.5126 
1000 0.504 | 1338.0 | 1487.1 1.5913 0.443 | 1333.1 | 1480.7 1.5749 0.395 | 1328.1 | 1474.1 1.5598 
1100 0.549 | 1385.2 | 1547.7 1.6315 0.484 | 1381.2 | 1542.5 1.6159 0.433 | 1377.2 | 1537.2 1.6017 
1200 0.592 | 1431.8 | 1607.1 1.6684 0.524 | 1428.5 | 1602.9 1.6534 0.469 | 1425.2 | 1598.6 1.6398 
1300 0.634 | 1478.3 | 1666.1 1.7029 0.561 | 1475.5 | 1662.5 1.6883 0.503 | 1472.7 | 1659.0 1.6751 
1400 0.675 | 1524.9 | 1724.8 1.7354 0.598 | 1522.5 | 1721.8 1.7211 0.537 | 1520.2 | 1718.8 1.7082 
1600 0.755 | 1619.0 | 1842.6 1.7955 0.670 | 1617.2 | 1840.4 1.7817 0.602 | 1615.4 | 1838.2 1.7692 
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Table T-4E (Continued) 


T 0 и Л 5 0 и Л 5 
ер ft/lb Btu/lb Btu/lb — Btu/Ib - ^R ЕЛЬ Btu/lb — Btu/lb — Btu/Ib - ^R 
р = 2500 Ibf/in.? р = 3000 Ibf/in? 
(T4, = 668.3°F) (T4, = 695.5°F) 
Sat. 0.1306 | 1031.0 | 1091.4 1.2327 0.0840 968.8 | 1015.5 1.1575 
700 0.1684 | 1098.7 | 1176.6 1.3073 0.0977 | 1003.9 | 1058.1 1.1944 
750 0.2030 | 1155.2 | 1249.1 1.3686 0.1483 | 1114.7 | 1197.1 1:3122 
800 0.2291 | 1195.7 | 1301.7 1.4112 0.1757 | 1167.6 | 12652 1.3675 
900 0.2712 | 1259.9 | 1385.4 1.4752 0.2160 | 1241.8 | 1361.7 1.4414 
1000 0.3069 | 1315.2 | 14572 1.5262 0.2485 | 1301.7 | 1439.6 1.4967 
1100 0.3393 | 1366.8 | 1523.8 1.5704 0.2772 | 1356.2 | 1510.1 1.5434 
1200 0.3696 | 1416.7 | 1587.7 1.6101 0.3086 | 1408.0 | 1576.6 1.5848 
1300 0.3984 | 1465.7 | 1650.0 1.6465 0.3285 | 1458.5 | 1640.9 1.6224 
1400 0.4261 | 15142 | 1711.3 1.6804 0.3524 | 1508.1 | 1703.7 1.6571 
1500 0.4531 | 1562.5 | 1772.1 1.7123 0.3754 | 1557.3 | 1765.7 1.6896 
1600 0.4795 | 1610.8 | 1832.6 1.7424 0.3978 | 1606.3 | 1827.1 1.7201 
р = 3500 Ibf/in.? р = 4000 Ibf/in.? 
650 0.0249 663.5 679.7 0.8630 0.0245 657.7 675.8 0.8574 
700 0.0306 759.5 779.3 0.9506 0.0287 742.1 763.4 0.9345 
750 0.1046 | 1058.4 | 1126.1 1.2440 0.0633 960.7 | 1007.5 1.1395 
800 0.1363 | 1134.7 | 1223.0 1.3226 0.1052 | 1095.0 | 1172.9 1.2740 
900 0.1763 | 1222.4 | 1336.5 1.4096 0.1462 | 1201.5 | 1309.7 1.3789 
1000 0.2066 | 1287.6 | 1421.4 1.4699 0.1752 | 1272.9 | 1402.6 1.4449 
1100 0.2328 | 1345.2 | 1496.0 1.5193 0.1995 | 1333.9 | 1481.6 1.4973 
1200 0.2566 | 1399.2 | 1565.3 1.5624 0.2213 | 1390.1 | 1553.9 1.5423 
1300 0.2787 | 1451.1 | 16317 1.6012 0.2414 | 14437 | 1622.4 1.5823 
1400 0.2997 | 1501.9 | 1696.1 1.6368 0.2603 | 1495.7 | 1688.4 1.6188 
1500 0.3199 | 1552.0 | 17592 1.6699 0.2784 | 1546.7 | 1752.8 1.6526 
1600 0.3395 | 1601.7 | 1831.6 1.7010 0.2959 | 1597.1 | 1816.1 1.6841 
р = 4400 Ibf/in.? р = 4800 Ibf/in? 
650 0.0242 653.6 673.3 0.8535 0.0237 649.8 671.0 0.8499 
700 0.0278 732.7 755.3 0.9257 0.0271 725.1 749.1 0.9187 
750 0.0415 870.8 904.6 1.0513 0.0352 832.6 863.9 1.0154 
800 0.0844 | 1056.5 | 1125.3 1.2306 0.0668 | 1011.2 | 1070.5 1.1827 
900 0.1270 | 1183.7 | 1287.1 1.3548 0.1109 | 1164.8 | 1263.4 1.3310 
1000 0.1552 | 1260.8 | 13872 1.4260 0.1385 | 1248.3 | 1317.4 1.4078 
1100 0.1784 | 1324.7 | 1469.9 1.4809 0.1608 | 1315.3 | 1458.1 1.4653 
1200 0.1989 | 1382.8 | 1544.7 1.5274 0.1802 | 1375.4 | 1535.4 1.5133 
1300 0.2176 | 1437.7 | 1614.9 1.5685 0.1979 | 1431.7 | 1607.4 1.5555 
1400 0.2352 | 1490.7 | 1682.3 1.6057 0.2143 | 1485.7 | 1676.1 1.5934 
1500 0.2520 | 1542.7 | 1747.6 1.6399 0.2300 | 1538.2 | 1742.5 1.6282 
1600 0.2681 | 1593.4 | 1811.7 1.6718 0.2450 | 1589.8 | 1807.4 1.6605 
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Table T-5E Properties of Compressed Liquid Water 


Т 0 и Л 5 U u h 5 
ер ft/lb Btu/lb Btu/lb  Btu/lb:^R ft/lb Btu/lb Виль Btu/lb °R 
p = 500 Ibf/in? p = 1000 Ibf/in.? 
(Ты. = 467.1°F) (Ты = 544.7°F) 
32 0.015994 0.00 1.49 | 0.00000 0.015967 0.03 2.99 | 0.00005 
50 0.015998 | 18.02 | 1950 | 0.03599 0.015972 | 17.99 | 2094 | 0.03592 
100 0.016106 | 67.87 | 69.36 | 0.12932 0.016082 | 67.70 | 70.68 | 0.12901 
150 0.016318 | 117.66 | 119.17 | 0.21457 0.016293 | 117.38 | 12040 | 021410 
200 0.016608 | 167.65 | 169.19 | 0.29341 0.016580 | 167.26 | 170.32 | 0.29281 
300 0.017416 | 268.92 | 270.53 | 0.43641 0.017379 | 268.24 | 271.46 | 0.43552 
400 0.018608 | 373.68 | 375.40 | 0.56604 0.018550 | 372.55 | 375.98 | 0.56472 
Sat. 0.019748 | 447.70 | 449.53 | 0.64904 0.021591 | 538.39 | 542.38 | 0.74320 
p = 1500 Ibf/in.? p = 2000 Ibf/in? 
(Ты. = 596.4°F) (Т. = 636.0°F) 
32 0.015939 0.05 447 | 0.00007 0.015912 0.06 5.95 | 0.00008 
50 0.015946 | 17.95 | 2238 | 0.03584 0.015920 | 17.91 | 23.81 | 0.03575 
100 0.016058 | 67.53 | 7199 | 0.12870 0.016034 | 67.37 | 73.30 | 0.12839 
150 0.016268 | 117.10 | 121.62 | 0.21364 0.016244 | 116.83 | 122.84 | 0.21318 
200 0.016554 | 166.87 | 171.46 | 0.29221 0.016527 | 166.49 | 172.60 | 0.29162 
300 0.017343 | 267.58 | 272.39 | 0.43463 0.017308 | 266.93 | 273.33 | 0.43376 
400 0.018493 | 371.45 | 376.59 | 0.56343 0.018439 | 370.38 | 37721 | 0.56216 
500 0.02024 | 481.8 | 487.4 0.6853 0.02014 | 479.8 | 4873 0.6832 
Sat. 0.02346 | 605.0 | 611.5 0.8082 0.02565 | 6624 | 671.9 0.8623 


p = 3000 Ibf/in.? 


(Т = 695.5°F) р = 4000 Ibf/in.? 

32 0.015859 0.09 8.90 0.00009 0.015807 0.10 11.80 0.00005 

50 0.015870 17.84 26.65 0.03555 0.015821 17.76 29.47 0.03534 
100 0.015987 67.04 75.91 0.12777 0.015942 66.72 78.52 0.12714 
150 0.016196 | 116.30 | 125.29 0.21226 0.016150 | 115.77 | 127.73 0.21136 
200 0.016476 | 165.74 | 174.89 0.29046 0.016425 | 165.02 | 177.18 0.28931 
300 0.017240 | 265.66 | 275.23 0.43205 0.017174 | 264.43 | 277.15 0.43038 
400 0.018334 | 368.32 | 378.50 0.55970 0.018235 | 366.35 | 379.85 0.55734 
500 0.019944 | 476.2 487.3 0.6794 0.019766 | 472.9 487.5 0.6758 
Sat. 0.034310 | 783.5 802.5 0.9732 
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Table T-6E Properties of Saturated Refrigerant 134a (Liquid—Vapor): Temperature Table 


Specific Volume Internal Energy Enthalpy Entropy 
ft/lb Btu/Ib Btu/Ib Btu/lb : ^R 
Sat. Sat. Sat. Sat. Sat. Sat. Sat. Sat. 

Temp. Press. Liquid Vapor Liquid Vapor Liquid Evap. Vapor Liquid Vapor Temp. 
ер Ibf/in.? Ur U, и Ug Л, hg h, Sp 5; °F 
—40 7.490 0.01130 5.710773) —0.02 87.90 0.00 95.82 95.82 0.0000 0.2283 —40 
—30 9.920 0.01143 4.3911 2.81 89.26 2.83 94.49 97292) 0.0067 0.2266 =20 
=20 12.949 0.01156 3.4173 5.69 90.62 5: 93.10 98.81 0.0133 0.2250 = 20) 
-- 5) 14.718 0.01163 3.0286 7.14 91.30 ТЫП 92.38 90155 0.0166 0.2243 -15) 
-10 16.674 0.01170 2.6918 8.61 91.98 8.65 91.64 100.29 0.0199 0.2236 = 
=з 18.831 0.01178 2.3992 10.09 92.66 10.13 90.89 101.02 0.0231 0.2230 =§ 

0 21.203 0.01185 2.1440 11.58 93.33 11.63 90.12 101.75 0.0264 0.2224 0 

5 23.805 0.01193 1.9208 13.09 94.01 13.14 89.33 102.47 0.0296 0.2219 5 
10 26.651 0.01200 1.7251 14.60 94.68 14.66 88.53 103.19 0.0329 0.2214 10 
15 29.756 0.01208 1.5529 16.13 95.35 16.20 87.71 103.90 0.0361 0.2209 15 
20 223197 0.01216 1.4009 17.67 96.02 17.74 86.87 104.61 0.0393 0.2205 20 
25 36.809 0.01225 1.2666 19.22 96.69 19.30 86.02 105.32 0.0426 0.2200 25 
30 40.788 0.01233 1.1474 20.78 OES») 20.87 85.14 106.01 0.0458 0.2196 30 
40 49.738 0.01251 0.9470 23.94 98.67 24.05 83.34 107.39 0.0522 0.2189 40 
50 60.125 0.01270 0.7871 27.14 99.98 2228 81.46 108.74 0.0585 0.2183 50 
60 72.092 0.01290 0.6584 30.39 101.27 30.56 79.49 110.05 0.0648 0.2178 60 
70 85.788 0.01311 0.5538 33.68 102.54 33.89 77.44 111.33 0.0711 0.2173 70 
80 101.37 0.01334 0.4682 37.02 103.78 37.27 75.29 112.56 0.0774 0.2169 80 
85 109.92 0.01346 0.4312 38.72 104.39 38.99 74.17 113.16 0.0805 0.2167 85 
90 118.99 0.01358 0.3975 40.42 105.00 40.72 73.03 113.75 0.0836 0.2165 90 
95 128.62 0.01371 0.3668 42.14 105.60 42.47 71.86 114.33 0.0867 0.2163 95 
100 138.83 0.01385 0.3388 43.87 106.18 44.23 70.66 114.89 0.0898 0.2161 100 
105 149.63 0.01399 0.3131 45.62 106.76 46.01 69.42 115.43 0.0930 0.2159 105 
110 161.04 0.01414 0.2896 47.39 107.33 47.81 68.15 115.96 0.0961 0.2157 110 
115 173.10 0.01429 0.2680 49.17 107.88 49.63 66.84 116.47 0.0992 0.2155 115 
120 185.82 0.01445 0.2481 50.97 108.42 51.47 65.48 116.95 0.1023 0.2153 120 
140 243.86 0.01520 0.1827 58.39 110.41 59.08 59.57 118.65 0.1150 0.2143 140 
160 314.63 0.01617 0.1341 66.26 111.97 67.20 52.58 119.78 0.1280 0.2128 160 
180 400.22 0.01758 0.0964 74.83 112.77 76.13 43.78 119.91 0.1417 0.2101 180 
200 503.52 0.02014 0.0647 84.90 111.66 86.77 30.92 117.69 0.1575 0.2044 200 
210 563.51 0.02329 0.0476 91.84 108.48 94.27 19.18 113.45 0.1684 0.1971 210 


Source: Tables T-6E through T-8E are calculated based on equations from D. Р. Wilson ара К. 5. Basu, “Thermodynamic Properties of а New 
Stratospherically Safe Working Fluid—Refrigerant 134a,’ ASHRAE Trans., Vol. 94, Pt. 2, 1988, рр. 2095-2118. 
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Table T-7E Properties of Saturated Refrigerant 134a (Liquid—Vapor): Pressure Table 
Specific Volume Internal Energy Enthalpy Entropy 
ft/lb Btu/lb Btu/lb Btu/lb : ^R 
Sat. Sat. Sat. Sat. Sat. Sat. Sat. Sat. 

Press. Temp. Liquid Vapor Liquid Vapor Liquid | Evap. Vapor Liquid Vapor Press. 

Ibf/in.? °F Ur U, Ur Ug hg hg h, Sp 5% Ibf/in.? 
3 —53.48 | 0.01113 | 8.3508 —3.74 86.07 -202) | 97-59 28-19 | “01 0 | 02211 5 
10 —29.71 | 0.01143 | 4.3581 2.89 89.30 2.91 94.45 97.37 0.0068 | 0.2265 10 
15 -14.25 | 0.01164 | 2.9747 7.36 91.40 7.40 | 92.27 99.66 0.0171 | 0.2242 15 
20 -2.48 | 0.01181 | 2.2661 10.84 93.00 10.89 | 90.50 | 101.39 0.0248 | 0.2227 20 
30 15.38 | 0.01209 | 1.5408 16.24 95.40 16.31 87.65 103.96 0.0364 | 0.2209 30 
40 29.04 | 0.01232 | 1.1692 20.48 97.23 20.57 | 8531 105.88 0.0452 | 0.2197 40 
50 40.27 | 0.01252 | 0.9422 24.02 98.71 24.14 | 8329 107.43 0.0523 | 0.2189 50 
60 49.89 | 0.01270 | 0.7887 27.10 99.96 27.24 | 81.48 108.72 0.0584 | 0.2183 60 
70 58.35 | 0.01286 | 0.6778 29.85 101.05 30.01 79.82 109.83 0.0638 | 0.2179 70 
80 65.93 | 0.01302 | 0.5938 32.33 102.02 32.53 | 78.28 110.81 0.0686 | 0.2175 80 
90 W288) | WOU | (05278 34.62 102.89 34.84 | 76.84 | 111.68 0.0729 | 0.2172 90 
100 79.17 | 0.01332 | 0.4747 36.75 103.68 36.09 | 7547 | 112.46 0.0768 | 0.2169 100 
120 90.54 | 0.01360 | 0.3941 40.61 105.06 40.91 12:01) 113.82 0.0839 | 0.2165 120 
140 100.56 | 0.01386 | 0.3358 44.07 106.25 44.43 | 7052 | 114.95 0.0902 | 0.2161 140 
160 109.56 | 0.01412 | 0.2916 47.23 107.28 47.65 | 68.26 | 115.91 0.0958 | 0.2157 160 
180 117.74 | 0.01438 | 0.2569 50.16 108.18 50.64 | 66.10 116.74 0.1009 | 0.2154 180 
200 125.28 | 0.01463 | 0.2288 52.90 108.98 53.44 | 64.01 117.44 0.1057 | 0.2151 200 
220 132.27 | 0.01489 | 0.2056 55.48 109.68 56.09 | 61.96 118.05 0.1101 | 0.2147 220 
240 138.79 | 0.01515 | 0.1861 57.93 110.30 58.61 59.96 118.56 0.1142 | 0.2144 240 
260 144.92 | 0.01541 | 0.1695 60.28 110.84 61.02 | 57.97 118.99 0.1181 | 0.2140 260 
280 150.70 | 0.01568 | 0.1550 62.53 ШПЕЗІ 63.34 | 56.00 | 119.35 0.1219 | 0.2136 280 
300 156.17 | 0.01596 | 0.1424 64.71 ІШПЕ? 65.59 | 54.03 119.62 0.1254 | 0.2132 300 
350 168.72 | 0.01671 | 0.1166 69.88 112.45 70.97 | 49.03 120.00 0.1338 | 0.2118 350 
400 179.95 | 0.01758 | 0.0965 74.81 f ZR 76.11 43.80 | 119.91 0.1417 | 0.2102 400 
450 190.12 | 0.01863 | 0.0800 79.63 112.60 8118 | 38.08 119.26 0.1493 | 0.2079 450 
500 199.38 | 0.02002 | 0.0657 84.54 111.76 86.39 | 3144 | 117.83 0.1570 | 0.2047 500 


550 Тһегто Tables in Other Units 


Table T-8E Properties of Superheated Refrigerant 134a Vapor 


T U u h 5 U u h 5 v u h 5 
°F ft/lb Выль Валь Btu/lb-°R | ft/lb Валь  Btulb Btu/lb-°R | ft/lb Валь ВаЛЬ  Btu/lb:^R 
р = 10 Ibf/in? р = 15 Ibf/in? р = 20 Ibf/in? 
(Ты = —29.71°F) (Ты = —14.25?F) (T4, = —2.48°F) 


Sat. | 4.3581 | 89.30 | 97.37 0.2265 2.9747 | 91.40 | 99.66 0.2242 2.2661 | 93.00 | 101.39 0.2227 
-20| 4.4718 | 90.89 | 99.17 0.2307 
0 | 4.7026 | 94.24 | 102.94 0.2391 3.0803 | 93.84 | 102.42 0.2303 2.2816 | 93.43 | 101.88 0.2238 
20 | 49297 | 97.67 | 106.79 0.2472 3.2468 | 97.33 | 106.34 0.2386 2.4046 | 96.98 | 105.88 0.2323 
40 | 5.1539 | 101.19 | 110.72 0.2553 3.4012 | 100.89 | 110.33 0.2468 2.5244 | 100.59 | 109.94 0.2406 
60 | 5.3758 | 104.80 | 114.74 0.2632 3.5533 | 104.54 | 114.40 0.2548 2.6416 | 104.28 | 114.06 0.2487 
80 | 5.5959 | 108.50 | 118.85 0.2709 3.7034 | 108.28 | 118.56 0.2626 2.7569 | 108.05 | 118.25 0.2566 
100 | 5.8145 | 112.29 | 123.05 0.2786 3.8520 | 112.10 | 122.79 0.2703 2.8705 | 111.90 | 122.52 0.2644 
120 | 6.0318 | 116.18 | 127.34 0.2861 3.9993 | 116.01 | 127.11 0.2779 2.9829 | 115.83 | 126.87 0.2720 
140 | 6.2482 | 120.16 | 131.72 0.2935 4.1456 | 120.00 | 131.51 0.2854 3.0942 | 119.85 | 131.30 0.2795 
160 | 6.4638 | 124.23 | 136.19 0.3009 4.2911 | 124.09 | 136.00 0.2927 3.2047 | 123.95 | 135.81 0.2869 
180 | 6.6786 | 128.38 | 140.74 0.3081 4.4359 | 128.26 | 140.57 0.3000 3.3144 | 128.13 | 140.40 0.2922 
200 | 6.8929 | 132.63 | 145.39 0.3152 4.5801 | 132.52 | 145.23 0.3072 3.4236 | 132.40 | 145.07 0.3014 


р = 30 Ibf/in? р = 40 Ibf/in.? р = 50 Ibf/in? 
(T4, = 15.38°F) (T4, = 29.04°F) (T4, = 40.27°F) 


Sat. | 1.5408 | 95.40 | 103.96 0.2209 1.1692 | 97.23 | 105.88 0.2197 0.9422 | 98.71 | 107.43 0.2189 
20 | 1.5611 | 96.26 | 104.92 0.2229 
40 | 1.6465 | 99.98 | 109.12 0.2315 1.2065 | 99.33 | 108.26 0.2245 
60 | 1.7293 | 103.75 | 113.35 0.2398 1.2723 | 103.20 | 112.62 0.2331 0.9974 | 102.62 | 111.85 0.2276 
80 | 1.8098 | 107.59 | 117.63 0.2478 1.3357 | 107.11 | 117.00 0.2414 1.0508 | 106.62 | 116.34 0.2361 

100 | 1.8887 | 111.49 | 121.98 0.2558 1.3973 | 111.08 | 121.42 0.2494 1.1022 | 110.65 | 120.85 0.2443 

120 | 1.9662 | 115.47 | 126.39 0.2635 1.4575 | 115.11 | 125.90 0.2573 1.1520 | 114.74 | 125.39 0.2523 

140 | 2.0426 | 119.53 | 130.87 0.2711 1.5165 | 119.21 | 130.43 0.2650 1.2007 | 118.88 | 129.99 0.2601 

160 | 2.1181 | 123.66 | 135.42 0.2786 1.5746 | 123.38 | 135.03 0.2725 1.2484 | 123.08 | 134.64 0.2677 

180 | 2.1929 | 127.88 | 140.05 0.2859 1.6319 | 127.62 | 139.70 0.2799 1.2953 | 127.36 | 139.34 0.2752 

200 | 2.2671 | 132.17 | 144.76 0.2932 1.6887 | 131.94 | 144.44 0.2872 1.3415 | 131.71 | 144.12 0.2825 

220 | 2.3407 | 136.55 | 149.54 0.3003 1.7449 | 136.34 | 149.25 0.2944 1.3873 | 136.12 | 148.96 0.2897 


240 1.8006 | 140.81 | 154.14 0.3015 1.4326 | 140.61 | 153.87 0.2969 
260 1.8561 | 145.36 | 159.10 0.3085 1.4775 | 145.18 | 158.85 0.3039 
р = 60 Ibf/in? р = 70 Ibf/in? р = 80 Ibf/in? 
(T4, = 49.89°F) (Ты. = 58.35°F) (Тш. = 65.93°F) 


Sat. | 0.7887 | 99.96 | 108.72 0.2183 0.6778 | 101.05 | 109.83 0.2179 0.5938 | 102.02 | 110.81 0.2175 
60 | 0.8135 | 102.03 | 111.06 0.2229 0.6814 | 101.40 | 110.23 0.2186 
80 | 0.8604 | 106.11 | 115.66 0.2316 0.7239 | 105.58 | 114.96 0.2276 0.6211 | 105.03 | 114.23 0.2239 

100 | 0.9051 | 110.21 | 120.26 0.2399 0.7640 | 109.76 | 119.66 0.2361 0.6579 | 109.30 | 119.04 0.2327 

120 | 0.9482 | 114.35 | 124.88 0.2480 0.8023 | 113.96 | 124.36 0.2444 0.6927 | 113.56 | 123.82 0.2411 

140 | 0.9900 | 118.54 | 129.53 0.2559 0.8393 | 118.20 | 129.07 0.2524 0.7261 | 117.85 | 128.60 0.2492 

160 | 1.0308 | 122.79 | 134.23 0.2636 0.8752 | 122.49 | 133.82 0.2601 0.7584 | 122.18 | 133.41 0.2570 

180 | 1.0707 | 127.10 | 138.98 0.2712 0.9103 | 126.83 | 138.62 0.2678 0.7898 | 126.55 | 138.25 0.2647 

200 | 1.1100 | 131.47 | 143.79 0.2786 0.9446 | 131.23 | 143.46 0.2752 0.8205 | 130.98 | 143.13 0.2722 

220 | 1.1488 | 135.91 | 148.66 0.2859 0.9784 | 135.69 | 148.36 0.2825 0.8506 | 135.47 | 148.06 0.2796 

240 | 1.1871 | 140.42 | 153.60 0.2930 1.0118 | 140.22 | 153.33 0.2897 0.8803 | 140.02 | 153.05 0.2868 

260 | 1.2251 | 145.00 | 158.60 0.3001 1.0448 | 144.82 | 158.35 0.2968 0.9095 | 144.63 | 158.10 0.2940 

280 | 1.2627 | 149.65 | 163.67 0.3070 1.0774 | 149.48 | 163.44 0.3038 0.9384 | 149.32 | 163.21 0.3010 

300 | 1.3001 | 154.38 | 168.81 0.3139 1.1098 | 154.22 | 168.60 0.3107 0.9671 | 154.06 | 168.38 0.3079 
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Table T-8E (Continued) 
T U u h 5 U u h 5 v u h 5 
°F ЮЛЬ Виль Валь Btu/lb-°R | ft/lb Воль  Btu/lb Виль: °В | ft/lb Виль Виль Btu/lb-°R 
р = 90 Ibf/in.? р = 100 Ibf/in.? р = 120 Ibf/in? 
(T4, = 72.83°F) (T4, = 79.17°F) (T4, = 90.54°F) 

Sat. | 0.5278 | 102.89 | 111.68 0.2172 0.4747 | 103.68 | 112.46 0.2169 0.3941 | 105.06 | 113.82 0.2165 
80 | 0.5408 | 104.46 | 113.47 0.2205 0.4761 | 103.87 | 112.68 0.2173 
100 | 0.5751 | 108.82 | 118.39 0.2295 0.5086 | 108.32 | 117.73 0.2265 0.4080 | 107.26 | 116.32 0.2210 
120 | 0.6073 | 113,15 | 123.27 0.2380 0.5388 | 112.73 | 122.70 0.2352 0.4355 | 111.84 | 121.52 0.2301 
140 | 0.6380 | 117.50 | 128.12 0.2463 0.5674 | 117.13 | 127.63 0.2436 0.4610 | 116.37 | 126.61 0.2387 
160 | 0.6675 | 121.87 | 132,98 0.2542 0.5947 | 121,55 | 132.55 0.2517 0.4852 | 120.89 | 131.66 0.2470 
180 | 0.6961 | 126.28 | 137.87 0.2620 0.6210 | 125.99 | 137.49 0.2595 0.5082 | 125.42 | 136.70 0.2550 
200 | 0.7239 | 130.73 | 142,79 0.2696 0.6466 | 130.48 | 142.45 0.2671 0.5305 | 129.97 | 141.75 0.2628 
220 | 0.7512 | 135.25 | 147.76 0.2770 0.6716 | 135.02 | 147.45 0.2746 0.5520 | 134,56 | 146.82 0.2704 
240 | 0.7779 | 139.82 | 152.77 0.2843 0.6960 | 139.61 | 152.49 0.2819 0.5731 | 139.20 | 151.92 0.2778 
260 | 0.8043 | 144.45 | 157.84 0.2914 0.7201 | 144.26 | 157.59 0.2891 0.5937 | 143.89 | 157.07 0.2850 
280 | 0.8303 | 149.15 | 162.97 0.2984 0.7438 | 148.98 | 162.74 0.2962 0.6140 | 148.63 | 162.26 0.2921 
300 | 0.8561 | 153.91 | 168.16 0.3054 0.7672 | 153.75 | 167.95 0.3031 0.6339 | 153.43 | 167.51 0.2991 
320 | 0.8816 | 158.73 | 173.42 0.3122 0.7904 | 158.59 | 173.21 0.3099 0.6537 | 158.29 | 172.81 0.3060 

р = 140 Ibf/in.? р = 160 Ibf/in.? р = 180 Ibf/in? 

(T4, = 100.56°F) (T4, = 109.55°F) (T4, = 117.74°F) 
Sat. | 0.3358 | 106.25 | 114.95 0.2161 0.2916 | 107.28 | 115.91 0.2157 0.2569 | 108.18 | 116.74 0.2154 
120 | 0.3610 | 110.90 | 120.25 0.2254 0.3044 | 109.88 | 118.89 0.2209 0.2595 | 108.77 | 117.41 0.2166 
140 | 0.3846 | 115.58 | 125.54 0.2344 0.3269 | 114.73 | 124.41 0.2303 0.2814 | 113.83 | 123.21 0.2264 
160 | 0.4066 | 120.21 | 130.74 0.2429 0.3474 | 119.49 | 129.78 0.2391 0.3011 | 118.74 | 128.77 0.2355 
180 | 0.4274 | 124.82 | 135.89 0.2511 0.3666 | 124.20 | 135.06 0.2475 0.3191 | 123.56 | 134.19 0.2441 
200 | 0.4474 | 129.44 | 141.03 0.2590 0.3849 | 128.90 | 140.29 0.2555 0.3361 | 128.34 | 139.53 0.2524 
220 | 0.4666 | 134.09 | 146.18 0.2667 0.4023 | 133.61 | 145.52 0.2633 0.3523 | 133.11 | 144.84 0.2603 
240 | 0.4852 | 138.77 | 151.34 0.2742 0.4192 | 138.34 | 150.75 0.2709 0.3678 | 137.90 | 150.15 0.2680 
260 | 0.5034 | 143.50 | 156.54 0.2815 0.4356 | 143,11 | 156.00 0.2783 0.3828 | 142.71 | 155.46 0.2755 
280 | 0.5212 | 148.28 | 161.78 0.2887 0.4516 | 147.92 | 161.29 0.2856 0.3974 | 147.55 | 160.79 0.2828 
300 | 0.5387 | 153.11 | 167.06 0.2957 0.4672 | 152.78 | 166.61 0.2927 0.4116 | 152.44 | 166.15 0.2899 
320 | 0.5559 | 157.99 | 172.39 0.3026 0.4826 | 157.69 | 171.98 0.2996 0.4256 | 157.38 | 171.55 0.2969 
340 | 0.5730 | 162.93 | 177.78 0.3094 0.4978 | 162.65 | 177.39 0.3065 0.4393 | 162.36 | 177.00 0.3038 
360 | 0.5898 | 167.93 | 183.21 0.3162 0.5128 | 167.67 | 182.85 0.3132 0.4529 | 167.40 | 182.49 0.3106 

р = 200 Ibf/in.? р = 300 Ibf/in.? р = 400 Ibffin. 

(Ты = 125.28°F) (T4, = 156.17°F) (Т. = 179.95°F) 
Sat. | 0.2288 | 108.98 | 117.44 0.2151 0.1424 | 111.72 | 119.62 0.2132 0.0965 | 112.77 | 119.91 0.2102 
140 | 0.2446 | 112.87 | 121.92 0.2226 
160 | 0.2636 | 117.94 | 127.70 0.2321 0.1462 | 112.95 | 121.07 0.2155 
180 | 0.2809 | 122.88 | 133.28 0.2410 0.1633 | 118.93 | 128.00 0.2265 0.0965 | 112.79 | 119.93 0.2102 
200 | 0.2970 | 127.76 | 138.75 0.2494 0.1777 | 124.47 | 134.34 0.2363 0.1143 | 120.14 | 128.60 0.2235 
220 | 0.3121 | 132.60 | 144.15 0.2575 0.1905 | 129.79 | 140.36 0.2453 0.1275 | 126.35 | 135.79 0.2343 
240 | 0.3266 | 137.44 | 149.53 0.2653 0.2021 | 134.99 | 146.21 0.2537 0.1386 | 132.12 | 142.38 0.2438 
260 | 0.3405 | 142.30 | 154.90 0.2728 0.2130 | 140.12 | 151.95 0.2618 0.1484 | 137.65 | 148.64 0.2527 
280 | 0.3540 | 147.18 | 160.28 0.2802 0.2234 | 145.23 | 157.63 0.2696 0.1575 | 143.06 | 154.72 0.2610 
300 | 0.3671 | 152.10 | 165.69 0.2874 0.2333 | 150.33 | 163.28 0.2772 0.1660 | 148.39 | 160.67 0.2689 
320 | 0.3799 | 157.07 | 171.13 0.2945 0.2428 | 155.44 | 168.92 0.2845 0.1740 | 153.69 | 166.57 0.2766 
340 | 0.3926 | 162.07 | 176.60 0.3014 0.2521 | 160.57 | 174.56 0.2916 0.1816 | 158.97 | 172.42 0.2840 
360 | 0.4050 | 167.13 | 182.12 0.3082 0.2611 | 165.74 | 180.23 0.2986 0.1890 | 164.26 | 178.26 0.2912 
380 0.2699 | 170.94 | 185.92 0.3055 0.1962 | 169.57 | 184.09 0.2983 


552 Тһегто Tables іп Other Units 
Table T-9E Ideal Gas Properties of Air 
TCR), h and u(Btu/Ib), s°(Btu/Ib · °R) 
when As = 0! when As = 0 
T h и 52 р, о, Т Л и s° P: ГА 
360 85.97 61.29 0.50369 0.3363 396.6 1480 363.89 262.44 0.85062 53.04 10.34 
380 90.75 64.70 0.51663 0.4061 346.6 1520 374.47 270.26 0.85767 58.78 9.578 
400 95.53 68.11 0.52890 0.4858 305.0 1560 385.08 278.13 0.86456 65.00 8.890 
420 100.32 71.52 0.54058 0.5760 270.1 1600 395.74 286.06 0.87130 71.73 8.263 
440 105.11 74.93 0.55172 0.6776 240.6 1650 409.13 296.03 0.87954 80.89 7.556 
460 109.90 78.36 0.56235 0.7913 215.33 1700 422.59 306.06 0.88758 90.95 6.924 
480 114.69 81.77 0.57255 0.9182 193.65 1750 436.12 316.16 0.89542 101.98 6.357 
500 119.48 85.20 0.58233 1.0590 174.90 1800 449.71 326.32 0.90308 114.0 5.847 
520 124.27 88.62 0.59172 1.2147 158.58 1850 463.37 336.55 0.91056 Оу? 5.388 
537 128.34 91.53 0.59945 1.3593 146.34 1900 477.09 346.85 0.91788 141.5 4.974 
540 129.06 92.04 0.60078 1.3860 144.32 1950 490.88 357.20 0.92504 157.1 4.598 
560 133.86 95.47 0.60950 1.5742 131.78 2000 504.71 367.61 0.93205 174.0 4.258 
580 138.66 98.90 0.61793 1.7800 120.70 2050 518.61 378.08 0.93891 192.3 3.949 
600 143.47 102.34 0.62607 2.005 110.88 2100 532.55 388.60 0.94564 212.1 3.667 
620 148.28 105.78 0.63395 2.249 102.12 2150 546.54 399.17 0.95222 233.5 3.410 
640 153.09 109.21 0.64159 2.514 94.30 2200 560.59 409.78 0.95868 256.6 3.176 
660 157.92 112.67 0.64902 2.801 87.27 2250 574.69 420.46 0.96501 281.4 2.961 
680 162.73 11612 0.65621 3.111 80.96 2300 588.82 431.16 0.97123 308.1 2.765 
700 167.56 119.58 0.66321 3.446 75.25 2350 603.00 441.91 0.97732 336.8 2.585 
720 172.39 123.04 0.67002 3.806 70.07 2400 617.22 452.70 0.98331 367.6 2.419 
740 177.23 126.51 0.67665 4.193 65.38 2450 631.48 463.54 0.98919 400.5 2.266 
760 182.08 129.99 0.68312 4.607 61.10 2500 645.78 474.40 0.99497 435.7 2.125 
780 186.94 133.47 0.68942 SOSI 57.20 2550 660.12 485.31 1.00064 473.3 1.996 
800 191.81 136.97 0.69558 5.526 53.63 2600 674.49 496.26 1.00623 513.5 1.876 
820 196.69 140.47 0.70160 6.033 50.35 2650 688.90 507.25 1.01172 556.3 1.765 
840 201.56 143.98 0.70747 6.573 47.34 2700 703.35 Seo LOI 601.9 1.662 
860 206.46 147.50 0.71323 7.149 44.57 2750 717.83 529.31 1.02244 650.4 1.566 
880 211.35 151.02 0.71886 7.161 42.01 2800 1292198 540.40 1.02767 702.0 1.478 
900 216.26 154.57 0.72438 8.411 39.64 2850 746.88 SS 140 2 WISIN 1.395 
920 22118 158.12 0.72979 9.102 37.44 2900 7761.45 562.66 1.03788 814.8 1.318 
940 226.11 161.68 0.73509 9.834 35.41 2950 776.05 573.84 1.04288 876.4 1.247 
960 231.06 165.26 0.74030 10.61 33.52 3000 790.68 585.04 1.04779 941.4 1.180 
980 236.02 168.83 0.74540 11.43 31.76 3050 805.34 596.28 1.05264 1011 1.118 
1000 240.08 172.43 0.75042 12.30 20,112 3100 820.03 607.53 1.05741 1083 1.060 
1040 250.95 179.66 0.76019 14.18 ТЫП 3150 834.75 618.82 1.06212 1161 1.006 
1080 260.97 186.93 0.76964 16.28 24.58 3200 849.48 630.12 1.06676 1242 0.9546 
1120 271.03 194.25 0.77880 18.60 22.30 3250 864.24 641.46 1.07134 1328 0.9069 
1160 281.14 201.63 0.78767 21.18 20.29 3300 879.02 652.81 1.07585 1418 0.8621 
1200 291.30 209.05 0.79628 24.01 18.51 3350 893.83 664.20 1.08031 1513 0.8202 
1240 301.52 216.53 0.80466 27.13 16.93 3400 908.66 675.60 1.08470 1613 0.7807 
1280 31179 224.05 0.81280 21155 15252) 3450 923.52 687.04 1.08904 1719 0.7436 
1320 32211 231.63 0.82075 34.31 14.25 3500 938.40 698.48 1.09332 1829 0.7087 
1360 332.48 239.25 0.82848 38.41 13.12 3550 953.30 709.95 1.09755 1946 0.6759 
1400 342.90 246.93 0.83604 42.88 12.10 3600 968.21 721.44 1.10172 2068 0.6449 
1440 353.37 254.66 0.84341 47.75 ПОПУ 3650 983.15 732.95 1.10584 2196 0.6157 


їр, and v, data for use with Eqs. 7.32 and 7.33, respectively. 
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Table T-9E (Continued) 


TCR), h and u(Btu/Ib), s°(Btu/Ib · °R) 


when As - 0 when As = 0 
T h u s? р, о, Т һ и s? ру Ü; 

3700 998.11 744.48 1.10991 | 2330 .5882 | 4200 11487 860.81 1.14809 4067 .3826 
3750 10131 756.04 1.11393 | 2471 5621 | 4300 1179.0 ЛИРИ КУУУ) 4513 13529 
3800 10281 767.60 1.11791 | 2618 5376 | 4400 1209.4 907.81 1.16221 4997 3262 
3850 1043.1 779.19 1.12183 | 2773 5143 | 4500 1239.9 931.39 1.16905 ӘЗІЛІ 13019 
3900 10581 790.80 1.12571 | 2934 4923 | 4600 1270.4 955.04 1.17575 6089 .2799 
3950 1073.2 802.43 1.12955 | 3103 .4715 | 4700 1300.9 978.73 1.18232 6701 .2598 
4000 1088.3 814.06 1.13334 | 3280 4518 | 4800 1331.5 1002.5 1.18876 7362 2415 
4050 1103.4 825.72 1.13709 | 3464 .4331 | 4900 1362.2 1026.3 1.19508 8073 .2248 
4100 1118.5 837.40 1.14079 | 3656 .4154 | 5000 1392.9 1050.1 1.20129 8837 .2096 
4150 1133.6 849.00 1.14446 | 3858 .3985 | 5100 1423.6 1074.0 1.20738 9658 .1956 

5200 14544 1098.0 1.21336 | 10539 .1828 

5300 1485.3 1122.0 1.21923 | 11481 .1710 


Table T-10E Ideal Gas Specific Heats of Some Common Gases (Btu/Ib · °R) 


б; ср Й Су Су с; C Cy с 


Тешр. Carbon Carbon Temp. 
°F Air Nitrogen, № Oxygen, O, Dioxide, CO, Monoxide, CO Hydrogen, H, °F 


40 | 0.240 | 0.171 0.248 | 0.177 | 0.219 | 0.156 | 0.195 | 0.150 | 0.248 | 0.177 | 3.397 | 2.412 40 
100 | 0.240 | 0.172 | 0.248 | 0.178 | 0.220 | 0.158 | 0.205 | 0.160 | 0.249 | 0.178 | 3.426 | 2.441 100 
200 | 0.241 0.173 | 0249 | 0.178 | 0223 | 0.161 0217 | 0172 | 0249 | 0179 | 3451 2.466 200 
300 | 0.243 | 0.174 | 0250 | 0.179 | 0226 | 0164 | 0229 | 0.184 | 0.251 0.180 | 3.461 2.476 300 
400 | 02245 | 0.176 | 0251 0.180 | 0.230 | 0168 | 0.239 | 0193 | 0.253 | 0182 | 3.466 | 2.480 400 
500 | 0248 | 0179 | 0.254 | 0183 | 0235 | 0173 | 0247 | 0202 | 0.256 | 0.185 3.469 | 2.484 500 
600 | 0.250 | 0182 | 0256 | 0.185 | 0239 | 0177 | 0255 | 0210 | 0.259 | 0.188 | 3.473 | 2.488 600 
700 | 0.254 | 0185 | 0260 | 0.189 | 0242 | 0.181 0.262 | 0217 | 0262 | 0.191 3.477 | 2.492 700 
800 | 0.257 | 0.188 | 0262 | 0.191 0.246 | 0184 | 0269 | 0224 | 0.266 | 0.195 3.494 | 2.509 800 
900 | 0.259 | 0.191 0.265 | 0194 | 0249 | 0187 | 0275 | 0230 | 0269 | 0.198 | 3.502 | 2.519 900 

1000 | 0263 | 0.195 | 0.269 | 0.198 | 0.252 | 0190 | 0.280 | 0235 | 0273 | 0202 | 3.513 | 2.528 1000 
1500 | 0276 | 0208 | 0.283 | 0212 | 0.263 | 0.201 0.298 | 0253 | 0287 | 0216 | 3.618 | 2.633 1500 
2000 | 0.286 | 0217 | 0293 | 0.222 | 0270 | 0.208 | 0.312 | 0267 | 0297 | 0226 | 3758 | 2773 | 2000 


со Table T-11E Ideal Gas Properties of Selected Gases 


V 


TCR), h and и (Btu/Ibmol), s? (Btu/Ibmol - ^R) 


Carbon Dioxide, СО, Carbon Monoxide, CO Water Vapor, Н:О Oxygen, O, Nitrogen, № 
T h и s? h u 52 Л и 5° h п s" h п 5° T 
300 2108.2 ТЕЛОТ | 955 2081.9 | 1486.1 | 43.223 2367.6 1771.8 | 40.439 2073.5 1477.8 | 44.927 2082.0 | 1486.2 | 41.695 300 
320 2256.6 122111 | 61532) 220108 | 155528 5072 2526.8 1891.3 | 40.952 221216 15717161 | 25.5175 ШОП) | 58555) | 225186) 320 
340 2407.3 1732.1 | 47.289 2359.9 | 1684.7 | 44.093 2686.0 2010.8 | 41.435 23317 1676.5 | 45.797 2360.0 | 1684.4 | 42.564 | 340 
360 2560.5 1845.6 | 47.728 2498.8 | 1783.9 | 44.490 2845.1 2130.2 | 41.889 2490.8 1775.9 | 46.195 2498.9 | 1784.0 | 42.962 | 360 
380 2716.4 1961.8 | 48.148 2637.9 | 1883.3 | 44.866 3004.4 2249.8 | 42.320 2630.0 1875.3 | 46.571 2638.0 | 1883.4 | 43.337 380 
400 2874.7 2080.4 | 48.555 2776.9 | 1982.6 | 45.223 3163.8 2369.4 | 42.728 2769.1 1974.8 | 46.927 2777.0 | 1982.6 | 43.694 | 400 
420 3035.7 2201.7 | 48.947 2916.0 | 2081.9 | 45.563 33232 2489.1 | 43.117 2908.3 2074.3 | 47.267 2916.1 | 2082.0 | 44.034 | 420 
440 3199.4 2325.6 | 49.329 3055.0 | 2181.2 | 45.886 3482.7 2608.9 | 43.487 3047.5 2173.8 | 47.591 3055.1 | 2181.3 | 44.357 | 440 
460 3365.7 2452.2 | 49.698 3194.0 | 2280.5 | 46.194 3642.3 2728.8 | 43.841 3186.9 2273.4 | 47.900 3194.1 | 2280.6 | 44.665 460 
480 3534.7 2581.5 | 50.058 3333.0 | 2379.8 | 46.491 3802.0 2848.8 | 44.182 3326.5 2373.3 | 48.198 3333.1 | 2379.9 | 44.962 | 480 
500 3706.2 2713.3 | 50.408 3472.1 | 2479.2 | 46.775 3962.0 2969.1 | 44.508 3466.2 2473.2 | 48.483 ОЛЛОО eo 50468 500) 
520 3880.3 2847.7 | 50.750 3611.2 | 2578.6 | 47.048 4122.0 3089.4 | 44.821 3606.1 2573.4 | 48.757 3611.3 | 2578.6 | 45.519 | 520 
540 4056.8 2984.4 | 51.082 3750.3 | 2677.9 | 47.310 4282.4 3210.0 | 45.124 3746.2 2673.8 | 49.021 3750.3 | 2678.0 | 45.781 540 
560 4235.8 3123.7 | 51.408 3889.5 | 2777.4 | 47.563 4442.8 3330.7 | 45.415 3886.6 2774.5 | 49.276 3889.5 | 2777.4 | 46.034 | 560 
580 4417.2 3265.4 | 51.726 4028.7 | 2876.9 | 47.807 4603.7 3451.9 | 45.696 4027.3 2875.5 | 49.522 4028.7 | 2876.9 | 46.278 580 
600 4600.9 3409.4 | 52.038 4168.0 | 2976.5 | 48.044 4764.7 3573.2 | 45.970 4168.3 2976.8 | 49.762 4167.9 | 2976.4 | 46.514 | 600 
620 4786.6 3555.6 | 52.343 4307.4 | 3076.2 | 48.272 4926.1 3694.9 | 46.235 4309.7 3078.4 | 49.993 4307.1 | 3075.9 | 46.742 | 620 
640 4974.9 3704.0 | 52.641 4446.9 | 3175.9 | 48.494 5087.8 3816.8 | 46.492 4451.4 3180.4 | 50.218 4446.4 | 3175.5 | 46.964 | 640 
660 5165.2 3854.6 | 52.934 4586.6 | 3275.8 | 48.709 5250.0 3939.3 | 46.741 4593.5 3282.9 | 50.437 4585.8 | 3275.2 | 47.178 660 
680 5357.6 4007.2 | 53.225 4726.2 | 3375.8 | 48.917 5412.5 4062.1 | 46.984 4736.2 3385.8 | 50.650 4725.3 | 3374.9 | 47.386 | 680 
700 5552.0 4161.9 | 53.503 4866.0 | 3475.9 | 49.120 5575.4 4185.3 | 47.219 4879.3 3489.2 | 50.858 4864.9 | 3474.8 | 47.588 700 
720 5748.4 4318.6 | 53.780 5006.1 | 3576.3 | 49.317 5738.8 4309.0 | 47.450 5022.9 3593.1 | 51.059 5004.5 | 3574.7 | 47.785 720 
740 5946.8 4477.3 | 54.051 5146.4 | 3676.9 | 49.509 5902.6 4433.1 | 47.673 5167.0 900749 ЛЕ oi, Slats) | 203451 | 45731 740 
760 6147.0 4637.9 | 54.319 5286.8 | 3777.5 | 49.697 6066.9 4557.6 | 47.893 5311.4 3802.2 | 51.450 5284.1 | 3774.9 | 48164 | 760 
780 6349.1 4800.1 | 54.582 5427.4 | 3878.4 | 49.880 6231.7 4682.7 | 48.106 5456.4 3907.5 | 51.638 5424.2 | 3875.2 | 48.345 780 
800 6552.9 4964.2 | 54.839 5568.2 | 3979.5 | 50.058 6396.9 4808.2 | 48.316 5602.0 4013.3 | 51.821 5564.4 | 3975.7 | 48.522 800 
820 6758.3 5129.9 | 55.093 5709.4 | 4081.0 | 50.232 6562.6 4934.2 | 48.520 5748.1 4119.7 | 52.002 5704.7 | 4076.3 | 48.696 820 
840 6965.7 5297.6 | 55.343 5850.7 | 4182.6 | 50.402 6728.9 5060.8 | 48.721 5894.8 4226.6 | 52.179 5845.3 | 4177.1 | 48.865 840 
860 7174.7 5466.9 | 55.589 5992.3 | 4284.5 | 50.569 6895.6 5187.8 | 48.916 6041.9 4334.1 | 52.352 5985.9 | 4278.1 | 49.031 860 
880 7385.3 569/78 | 55551 6134.2 | 4386.6 | 50.732 7062.9 5315.3 | 49.109 6189.6 4442.0 | 52.522 6126.9 | 4379.4 | 49.193 880 
900 7597.6 5810.3 | 56.070 6276.4 | 4489.1 | 50.892 7230.9 5443.6 | 49.298 6337.9 4550.6 | 52.688 6268.1 | 4480.8 | 49.352 | 900 
920 7811.4 5984.4 | 56.305 6419.0 | 4592.0 | 51.048 7399.4 5572.4 | 49.483 6486.7 4659.7 | 52.852 6409.6 | 4582.6 | 49.507 920 
940 8026.8 6160.1 | 56.536 6561.7 | 4695.0 | 51.202 7568.4 5701.7 | 49.665 6636.1 4769.4 | 53.012 6551.2 | 4684.5 | 49.659 | 940 
960 8243.8 6337.4 | 56.765 6704.9 | 4798.5 | 51.353 7738.0 5831.6 | 49.843 6786.0 4879.5 | 53.170 6693.1 | 4786.7 | 49.808 960 


Table T-11E 


(Continued) 


TR), h and п (Btu/Ibmol), 5° (Btu/Ibmol - °R) 


Carbon Dioxide, CO; Carbon Monoxide, CO Water Vapor, Н:О Oxygen, O, Nitrogen, № 
T h п s? h u 3? h u 57 h и 57 һ и s? T 

980 8462.2 6516.1 | 56.990 6848.4 | 4902.3 | 51.501 7908.2 5962.0 | 50.019 6936.4 4990.3 | 53.326 6835.4 | 4889.3 | 49.955 | 980 
1000 8682.1 6696.2 | 57.212 6992.2 | 5006.3 | 51.646 8078.9 6093.0 | 50.191 7087.5 5101.6 | 53.477 6977.9 | 4992.0 | 50.099 | 1000 
1020 8903.4 6877.8 | 57.432 7136.4 | 5110.8 | 51.788 8250.4 6224.8 | 50.360 7238.9 5213.3 | 53.628 7120.7 | 5095.1 | 50.2241 | 1020 
1040 9126.2 7060.9 | 57.647 7281.0 | 5215.7 | 51.929 8422.4 6357.1 | 50.528 7391.0 5325.7 | 53.775 7263.8 | 5198.5 | 50.380 | 1040 
1060 9350.3 7245.3 | 57.861 7425.9 | 5320.9 | 52.067 8595.0 6490.0 | 50.693 1543.6 5438.6 | 53.921 7407.2 | 5302.2 | 50.516 | 1060 
1080 9575.8 7431.1 | 58.072 7571.1 | 5426.4 | 52.203 8768.2 6623.5 | 50.854 7696.8 5552.1 | 54.064 7551.0 | 5406.2 | 50.651 | 1080 
1100 9802.6 7618.1 | 58.281 ПОЛО 75:52:59 52337] 8942.0 WEES || SILOS 7850.4 5665.9 | 54.204 7695.0 | 5510.5 | 50.783 | 1100 
1120 | 10030.6 7806.4 | 58.485 7862.9 | 5638.7 | 52.468 9116.4 0592:28 51! 8004.5 5780.3 | 54.343 782012) | SHls2 | 5021 | ІІД) 
1140 | 10260.1 7996.2 | 58.689 8009.2 | 5745.4 | 52.598 9291.4 7(0277:5: | 532225) 8159.1 5895.2 | 54.480 7984.0 | 5720.1 | 51.040 | 1140 
1160 | 10490.6 8187.0 | 58.889 USO! | 55515 | 52:72 9467.1 7163.5 | 51.478 83142 6010.6 | 54.614 8129.0 | 5825.4 | 51.167 | 1160 
1180 | 10722.3 8379.0 | 59.088 8303.3 | 5960.0 | 52.852 9643.4 7300.1 | 51.630 8469.8 6126.5 | 54.748 8274.4 | 5931.0 | 51.291 | 1180 
1200 | 10955.3 8572.3 | 59.283 8450.8 | 6067.8 | 52.976 9820.4 7437.4 | 51.777 8625.8 6242.8 | 54.879 8420.0 | 6037.0 | 51.413 | 1200 
1220 | 11189.4 8766.6 | 59.477 8598.8 | 6176.0 | 53.098 9998.0 7575.2 | 51.925 8782.4 6359.6 | 55.008 8566.1 | 6143.4 | 51.534 | 1220 
1240 | 11424.6 8962.1 | 59.668 8747.2 | 6284.7 | 53.218 | 10176.1 7713.6 | 52.070 8939.4 6476.9 | 55.136 8712.6 | 6250.1 | 51.653 | 1240 
1260 | 11661.0 9158.8 | 59.858 8896.0 | 6393.8 | 53.337 | 10354.9 7852.7 | 52.212 9096.7 6594.5 | 55.262 8859.3 | 6357.2 | 51.771 | 1260 
1280 | 11898.4 9356.5 | 60.044 9045.0 | 6503.1 | 53.455 | 10534.4 192558 5286557 9254.6 (ТОЛ) | 5625 9006.4 | 6464.5 | 51.887 | 1280 
1300 | 12136.9 0555199 602020 9194.6 | 6613.0 | 53.571 | 10714.5 8132.9 | 52.494 9412.9 6831.3 | 55.508 9155198 05722 | ӨШЛІШ 1600 
1320 | 12376.4 9755.0 | 60.412 9344.6 | 6723.2 | 53.685 | 10895.3 8274.0 | 52.631 9571.6 6950.2 | 55.630 9301.8 | 6680.4 | 52.114 | 1320 
1340 | 12617.0 99551980 60598 9494.8 | 6833.7 | 53.799 | 11076.6 8415.5 | 52.768 9730.7 7069.6 | 55.750 9450.0 | 6788.9 | 52.225 | 1340 
ПЕСО | ЖЗ | (ШЫЛЫ | 00:02) 9645.5 | 6944.7 | 53.910 | 11258.7 Soi) 522908 9890.2 7189.4 | 55.867 9598.6 | 6897.8 | 52.335 | 1360 
1380 | 13101.0 | 10360.5 | 60.949 9796.6 | 7056.1 | 54.021 | 114414 8700.9 | 53.037 | 10050,1 7309.6 | 55.984 9747.5 | 7007.0 | 52.444 | 1380 
1400 | 13344.7 | 10564.5 | 61.124 9948.1 | 7167.9 | 54,129 | 11624.8 8844.6 | 53.168 | 10210.4 7430.1 | 56.099 9896.9 | 7116.7 | 52.551 | 1400 
1420 | 13589.1 | 10769.2 | 61.298 | 10100.0 | 7280.1 | 54.237 | 11808.8 8988.9 | 53.299 | 10371.0 7551.1 | 56.213 | 10046.6 | 72267 | 52.658 | 1420 
1440 | 13834.5 | 10974.8 | 61.469 | 10252.2 | 7392.6 | 54.344 | 11993.4 9133.8 | 53.428 | 10532.0 7672.4 | 56.326 | 10196.6 | 7337.0 | 52.763 | 1440 
1460 | 14080.8 | 11181.4 | 61.639 | 10404.8 | 7505.4 | 54.448 | 12178.8 9279.4 | 53.556 | 10693.3 7793.9 | 56.437 | 10347.0 | 7447.6 | 52.867 | 1460 
1480 | 14328.0 | 11388.9 | 61.800 | 10557.8 | 7618.7 | 54.522 | 12364.8 9425.7 | 53.682 | 10855.1 7916.0 | 56.547 | 10497.8 | 7558.7 | 52.969 | 1480 
1500 | 14576.0 | 11597.2 | 61.974 | 107111 | 7732.3 | 54.665 | 12551.4 S ENERO E ОЛИ 8038.3 | 56.656 | 10648.0 | 7670.1 | 53.071 | 1500 
1520 | 14824.9 | 11806.4 | 62.138 | 10864.9 | 7846.4 | 54.757 | 12738.8 27210)2) | БО) | 1 49 8161.1 | 56.763 | 10800.4 | 7781.9 | 53.171 | 1520 
1540 | 15074.7 | 12016.5 | 62302 | 11019.0 | 7960.8 | 54.858 | 12926.8 9868.6 | 54.055 | 113424 8284.2 | 56.869 | 100522 | 7893.9 | 53.271 | 1540 
1560 | 15325.3 | 12227.3 | 62.464 | 11173.4 | 8075.4 | 54.958 | 13115.6 | 10017.6 | 54.117 | 11505.4 8407.4 | 56.975 | 11104.3 | 8006.4 | 53.369 | 1560 
1580 | 15576.7 | 12439.0 | 62.624 | 11328.2 | 8190.5 | 55.056 | 13305.0 | 10167.3 | 54.298 | 11668.8 8531.1 | 57.079 | 11256.9 | 8119.2 | 53.465 | 1580 
1600 | 15829.0 | 12651.6 | 62.783 | 11483.4 | 8306.0 | 55.154 | 13494.4 | 10317.6 | 54.418 | 11832.5 8655.1 | 57.182 | 114097 | 8232.3 | 53.561 | 1600 
1620 | 16081.9 | 12864.8 | 62.939 | 11638.9 | 8421.8 | 55.251 | 13685.7 | 10468.6 | 54.535 | 11996.6 8779.5 | 57.284 | 11562.8 | 8345.7 | 53.656 | 1620 
1640 | 16335.7 | 13078.9 | 63.095 | 11794.7 | 8537.9 | 55.347 | 13877.0 | 10620.2 | 54.653 | 12160.9 8904.1 | 57.385 | 11716.4 | 8459.6 | 53.751 | 1640 
1660 | 16590.2 | 13293.7 | 63.250 | 11950.9 | 8654.4 | 55.411 | 14069.2 | 10772.7 | 54.770 | 12325.5 9029.0 | 57.484 | 11870.2 | 8573.6 | 53.844 | 1660 


сэ Table T-11E (Continued) 
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TCR), Л and и (Btu/Ibmol), 5° (Btu/Ibmol - °R) 


Carbon Dioxide, СО, Carbon Monoxide, CO Water Vapor, Н:О Oxygen, O, Nitrogen, № 
T h п 8? Л и y h и s? h ü 59 һ ü 5° Т 
1680 | 16845.5 | 13509.2 | 63.403 | 12107.5 | 8771.2 | 55.535 | 14261.9 | 10925.6 | 54.886 | 12490.4 9154.1 | 57.582 | 12024.3 | 8688.1 | 53.936 | 1680 
1700 | 17101.4 | 13725.4 | 63.555 | 12264.3 | 8888.3 | 55.628 | 14455.4 | 11079.4 | 54.999 | 12655.6 9279.6 | 57.680 | 12178.9 | 8802.9 | 54.028 | 1700 
1720 | 17358.1 | 13942.4 | 63.704 | 12421.4 | 9005.7 | 55.720 | 14649.5 | 11233.8 | 55.113 | 128211 9405.4 | 57.777 | 123337 | 8918.0 | 54.118 | 1720 
1740 | 17615.5 | 14160.1 | 63.853 | 12579.0 | 9123.6 | 55.811 | 14844.3 | 11388.9 | 55.226 | 12986.9 9531.5 | 57.873 | 12488.8 | 9033.4 | 54.208 | 1740 
1760 | 17873.5 | 14378.4 | 64.001 | 12736.7 | 9241.6 | 55.900 | 15039.8 | 11544.7 | 55.339 | 13153.0 9657.9 | 57.968 | 12644.3 | 9149.2 | 54.297 | 1760 
1780 | 18132.2 | 14597.4 | 64.147 | 12894.9 | 9360.0 | 55.990 | 15236.1 | 11701.2 | 55.449 | 13319.2 9784.4 | 58.062 | 12800.2 | 9265.3 | 54.385 | 1780 
1800 | 18391.5 | 14816.9 | 64.292 | 13053.2 | 9478.6 | 56.078 | 15433.0 | 11858.4 | 55.559 | 13485.8 9911.2 | 58.155 | 12956.3 | 9381.7 | 54.472 | 1800 
1820 | 18651.5 | 15037.2 | 64.435 | 13212.0 | 9597.7 | 56.166 | 15630.6 | 12016.3 | 55.668 | 13652.5 | 10038.2 | 58.247 | 13112.7 | 9498.4 | 54.559 | 1820 
1840 | 18912.2 | 15258.2 | 64.578 | 13371.0 | 9717.0 | 56.253 | 15828.7 | 121747 | 55777 | 13819.6 | 10165.6 | 58.339 | 13269.5 | 9615.5 | 54.645 | 1840 
1860 | 19173.4 | 154797 | 64.719 | 13530.2 | 9836.5 | 56.339 | 16027.6 | 12333.9 | 55.884 | 13986.8 | 10293.1 | 58.428 | 13426.5 | 9732.8 | 54.729 | 1860 


Т > 1860 °R (CD-ROM) 


Table Т-11 


Ideal Gas Properties of Selected Gases (Continued) 


T(K), 7 and и (KJ/kmol), 5° (kJ/kmol - К) 


Carbon Dioxide, CO; Carbon Monoxide, CO Water Vapor, H,O Oxygen, О, Nitrogen, N; 

T h и 5° h п 5° Л п 8? Л и s? h и s? T 
1020 | 43,859 953758897209 31,020 | 22,540 | 235.079 | 36,709 | 28,228 | 233.415 32,088 | 23,607 | 244.164 | 30,784 | 22,304 | 228.706 | 1020 
1040 | 44,953 36,306 | 271.354 | 31,688 | 23,041 | 235.728 | 37,542 | 28,895 | 234.223 32,789 | 24,142 | 244.844 | 31,442 | 22,795 | 229.344 | 1040 
1060 | 46,051 37,238 | 272.400 | 32,357 | 23,544 | 236.364 | 38,380 | 29,567 | 235.020 | 33,490 | 24,677 | 245.513 SAMO 252558 2290780 81060 
1080 | 47,153 38,174 | 273.430 | 33,029 | 24,049 | 236.992 | 39,223 30,243 | 235.806 | 34,194 | 25,214 | 246.171 392182, | 22251821 || 2510)5001 1080) 
1100 | 48,258 39,112 | 274.445 33,702 | 24,557 | 237.609 | 40,071 30,925 | 236.584 | 34,899 | 25,753 | 246.818 33,426 | 24,280 | 231.199 | 1100 
1120 | 49,369 | 40,057 | 275.444 | 34,377 | 25,065 | 238.217 | 40,923 31,611 | 237.352 35,606 | 26,294 | 247.454 | 34,092 | 24,780 | 231.799 | 1120 
1140 | 50,484 | 41,006 | 276.430 | 35,054 | 25,575 | 238.817 | 41,780 | 32,301 | 238.110 | 36,314 | 26,836 | 248.081 34,760 | 25,282 | 232.391 | 1140 
1160 | 51,602 | 41,957 | 277.403 35,733 | 26,088 | 239.407 | 42,642 | 32,997 | 238.859 37,023 | 27,379 | 248.698 35,430 | 25,786 | 232.973 | 1160 
1180 | 52,724 | 42,913 | 278.362 36,406 | 26,602 | 239.989 | 43,509 33,698 | 239.600 | 37,734 | 27,923 | 249.307 36,104 | 26,291 | 233.549 | 1180 
1200 | 53,848 | 43,871 | 279.307 37,095 | 27,118 | 240.663 | 44,380 | 34,403 | 240.333 38,447 | 28,469 | 249.906 | 36,777 | 26,799 | 234.115 | 1200 
1220 | 54,977 | 44,834 | 280.238 37,780 | 27,637 | 241.128 | 45,256 | 35,112 | 241.057 39,162 | 29,018 | 250.497 37,452 | 27,308 | 234.673 | 1220 
1240 | 56,108 | 45,799 | 281.158 38,466 | 28,426 | 241.686 | 46,137 35,827 | 241.773 39,877 | 29,568 | 251.079 38,129 | 27,819 | 235.223 | 1240 
1260 | 57,244 | 46,768 | 282.066 | 39,154 | 28,678 | 242.236 | 47,022 | 36,546 | 242.482 | 40,594 | 30,118 | 251.653 38,807 | 28,331 | 235.766 | 1260 
1280 | 58,381 47,739 | 282.962 | 39,884 | 29,201 | 242.780 | 47,912 | 37,270 | 243.183 | 41,312 | 30,670 | 252.219 39,488 | 28,845 | 236.302 | 1280 
1300 | 59,522 | 48,713 | 283.847 | 40,534 | 29,725 | 243.316 | 48,807 38,000 | 243.877 | 42,033 | 31,224 | 252.776 | 40,170 | 29,361 | 236.831 | 1300 
1320 | 60,666 | 49,691 | 284.722 | 41,266 | 30,251 | 243.844 | 49,707 38,732 | 244.564 | 42,753 | 31,778 | 253.325 40,853 | 29,878 | 237.353 | 1320 
1340 | 61,813 50,672 | 285.586 | 41,919 | 30,778 | 244.366 | 50,612 | 39,470 | 245.243 43,475 | 32,334 | 253.868 | 41,539 | 30,398 | 237.867 | 1340 
1360 | 62,963 51,656 | 286.439 | 42,613 | 31,306 | 244.880 | 51,521 40,213 | 245.915 44,198 | 32,891 | 254.404 | 42,227 | 30,919 | 238.376 | 1360 
1380 | 64,116 | 52,643 | 287.283 43,309 | 31,836 | 245.388 52,434 | 40,960 | 246.582 | 44,923 | 33,449 | 254.932 | 42,915 | 31,441 | 238.878 | 1380 
1400 | 65,271 53,631 | 288.106 | 44,007 | 32,367 | 245.889 | 53,351 41,711 | 247241 45,648 | 34,008 | 255.454 | 43,605 | 31,964 | 239.375 | 1400 
1420 | 66,27 | 54,621 | 288.934 | 44,707 | 32,900 | 246.385 54,273 | 42,466 | 247.895 | 46,374 | 34,567 | 255.968 | 44,295 | 32,489 | 239.865 | 1420 
1440 | 67,586 | 55,614 | 289.743 45,408 | 33,434 | 246.876 | 55,198 | 43,226 | 248.543 | 47,102 | 35,129 | 256.475 | 44,988 | 33,014 | 240.350 | 1440 
1460 | 68,748 | 56,609 | 290.542 | 46,110 | 33,971 | 247.360 | 56,128 | 43,989 | 249.185 | 47,831 | 35,692 | 256.978 | 45,682 | 33,543 | 240.827 | 1460 
1480 | 69,911 5156068 82915399 46,813 | 34,508 | 247.839 | 57,062 | 44,756 | 249.820 | 48,561 | 36,256 | 257.474 | 46,377 | 34,071 | 241.301 | 1480 
1500 | 71,078 58,606 | 292.114 | 47,517 | 35,046 | 248.312 | 57,999 | 45,528 | 250.450 | 49,292 | 36,821 | 257.965 47.073 | 34,601 | 241.768 | 1500 
1520 | 72,246 | 59,609 | 292.888 | 48,222 | 35,584 | 248.778 | 58,042 | 46,304 | 251.074 | 50,024 | 37,387 | 258.450 | 47,771 | 35,133 | 242.228 | 1520 
1540 | 73,417 | 60,613 | 292.654 | 48,928 | 36,124 | 249.240 | 59,888 | 47,084 | 251.693 50,756 | 37,952 | 258.928 | 48,470 | 35,665 | 242.685 | 1540 
1560 | 74,590 | 61,620 | 294.411 49.635 | 36,665 | 249.695 60,838 | 47,868 | 252.305 51,490 | 38,520 | 259.402 | 49,168 | 36,197 | 243.137 | 1560 
1580 | 76,767 | 62,630 | 295.161 50,344 | 37,207 | 250.147 | 61,792 | 48,655 | 252.912 | 52,224 | 39,088 | 259.870 | 49,869 | 36,732 | 243.585 | 1580 
1600 | 76,944 | 63,741 | 295.901 51,053 | 37,750 | 250.592 | 62,748 | 49,445 | 253.513 52,961 | 39,658 | 260.333 50,571 | 37,268 | 244.028 | 1600 
1620 | 78,123 | 64,653 | 296.632 | 51,763 | 38,293 | 251.033 63,709 | 52,240 | 254.111 53,696 | 40,227 | 260.791 51.275 | 37,806 | 244.464 | 1620 
1640 | 79,303 | 65,668 | 297.356 | 52,472 | 38,837 | 251.470 | 64,675 51,039 | 254.703 54,434 | 40,799 | 261.242 | 51,980 | 38,344 | 244.896 | 1640 
1660 | 80,486 | 66,592 | 298.072 | 53,184 | 39,382 | 251.901 65,643 51,841 | 255.290 | 55,172 | 41,370 | 261.690 | 52,686 | 38,884 | 245.324 | 1660 
1680 | 81,670 | 67,702 | 298.781 53,895 | 39,927 | 252.329 | 66,614 | 52,646 | 255.873 55,912 | 41,944 | 262.132 | 53,393 | 39,424 | 245.747 | 1680 


Table T-11 (Continued) 


T(K), л and и (kJ/kmol), 3? (kJ/kmol · K) 


Carbon Dioxide, CO, Carbon Monoxide, CO Water Vapor, H,O Oxygen, О, Nitrogen, М, 

T h п 5° Л и s? h п СЫ һ п s? h п s? T 
1700 82,856 68,721 | 299.482 54,609 | 40,474 | 252.751 67,589 53,455 | 256.450 56,652 | 42,517 | 262.571 54,099 | 39,965 | 246.166 | 1700 
1720 84,043 69,742 | 300.177 55,323 | 41,023 | 253.169 68,567 54,267 | 257.022 57,394 | 43,093 | 263.005 54,807 | 40,507 | 246.580 | 1720 
1740 85,231 70,764 | 300.863 56,039 | 41,572 | 253.582 69,550 55,083 | 257.589 58,136 | 43,669 | 263.435 55,516 | 41,049 | 246.990 | 1740 
1760 86,420 | 71,787 | 301.543 56,756 | 42,123 | 253.991 70,535 55,902 | 258.151 58,800 | 44,247 | 263.861 56,227 | 41,594 | 247.396 | 1760 
1780 ЫЛДЫ! | ТО | РОЛИ 57,473 | 42,673 | 254.398 15528 56,723 | 258.708 59,624 | 44,825 | 264.283 56,938 | 42,139 | 247.798 | 1780 
1800 88,806 | 73,840 | 302.884 58,191 | 43,225 | 254.797 125519 57,547 | 259.262 60,371 | 45,405 | 264.701 57,651 | 42,685 | 248.195 | 1800 
1820 | 90,000 | 74,868 | 303.544 58,910 | 43,778 | 255.194 | 73,507 58,375 | 259.811 61,118 | 45,986 | 265.113 58,363 | 43,231 | 248.589 | 1820 
1840 | 91,196 | 75,897 | 304.198 59,629 | 44,331 | 255.587 74,506 59,207 | 260.357 61,866 | 46,568 | 265.521 59,075 | 43,777 | 248.979 | 1840 
1860 | 92,394 76,929 | 304.845 60,351 | 44,886 | 255.976 | 75,506 60,042 | 260.898 62,616 | 47,151 | 265.925 59,790 | 44,324 | 249.365 | 1860 
1880 | 93,593 77,962 | 305.487 61,072 | 45,441 | 256.361 76,511 60,880 | 261.436 63,365 | 47,734 | 266.326 60,504 | 44,873 | 249.748 | 1880 
1900 | 94,793 78,996 | 306.122 61,794 | 45,997 | 256.743 77,517 61,720 | 261.969 64,116 | 48,319 | 266.722 61,220 | 45,423 | 250.128 | 1900 
1920 | 95,995 80,031 | 306.751 62,516 | 46,552 | 257.122 | 78,527 62,564 | 262.497 64,868 | 48,904 | 267.115 61,936 | 45,973 | 250.502 | 1920 
1940 | 97,197 81,067 | 307.374 63,238 | 47,108 | 257.497 79,540 | 63,411 | 263.022 65,620 | 49,490 | 267.505 62,654 | 46,524 | 250.874 | 1940 
1960 | 98,401 8221058 | 75007:592 63,961 | 47,665 | 257.868 80,555 64,259 | 263.542 66,374 | 50,078 | 267.891 63,381 | 47,075 | 251.242 | 1960 
1980 | 99,606 83,144 | 308.604 64,684 | 48,221 | 258.236 81,573 65,111 | 264.059 67,127 | 50,665 | 268.275 64,090 | 47,627 | 251.607 | 1980 
2000 | 100,804 84,185 | 309.210 | 65,408 | 48,780 | 258.600 82,593 65,965 | 264.571 67,881 | 51,253 | 268.655 64,810 | 48,181 | 251.969 | 2000 
2050 | 103,835 86,791 | 310.701 67,224 | 50,179 | 259.494 85,156 68,111 | 265.838 69,772 | 52,727 | 269.588 66,612 | 49,567 | 252.858 | 2050 
2100 | 106,864 89,404 | 312.160 | 69,044 | 51,584 | 260.370 87,735 70,275 | 267.081 71,668 | 54,208 | 270.504 68,417 | 50,957 | 253.726 | 2100 
2150 | 109,898 92,023 | 313.589 70,864 | 52,988 | 261.226 90,330 | 72,454 | 268.301 73,573 | 55,697 | 271.399 70,226 | 52,351 | 254.578 | 2150 
2200 | 112,939 94,648 | 314.988 72,688 | 54,396 | 262.065 92,940 | 74,649 | 269.500 | 75,484 | 57,192 | 272.278 72,040 | 53,749 | 255.412 | 2200 
2250 | 115,984 97,277 | 316.356 74,516 | 55,809 | 262.887 95,562 76,855 | 270.679 77,397 | 58,690 | 273.136 73,856 | 55,149 | 256.227 | 2250 
2300 | 119,035 99,912 | 317.695 76,345 | 57,222 | 263.692 98,199 79,076 | 271.839 79,316 | 60,193 | 273.981 75,676 | 56,553 | 257.027 | 2300 
2350 | 122,091 | 102,552 | 319.011 78,178 | 58,640 | 264.480 | 100,846 81,308 | 272.978 81,243 | 61,704 | 274.809 77,496 | 57,958 | 257.810 | 2350 
2400 | 125,152 | 105,197 | 320.302 80,015 | 60,060 | 265.253 | 103,508 83,553 | 274.098 83,174 | 63,219 | 275.625 79,320 | 59,366 | 258.580 | 2400 
2450 | 128,219 | 107,849 | 321.566 81,852 | 61,482 | 266.012 | 106,183 85,811 | 275.201 85,112 | 64,742 | 276.424 81,149 | 60,779 | 259.332 | 2450 
2500 | 131,290 | 110,504 | 322.808 83,692 | 62,906 | 266.755 | 108,868 88,082 | 276.286 ЫЛЫП | ӘЛІ | 21772407 82,981 | 62,195 | 260.073 | 2500 
2550 | 134,368 | 113,166 | 324.026 85,537 | 64,335 | 267.485 | 111,565 90,364 | 277.354 89,004 | 67,802 | 277.979 84,814 | 63,613 | 260.799 | 2550 
2600 | 137,449 | 115,832 | 325.222 87,383 | 65,766 | 268.202 | 114,273 92,656 | 278.407 90,956 | 69,339 | 278.738 86,650 | 65,033 | 261.512 | 2600 
2650 | 140,533 | 118,500 | 326.396 89,230 | 67,197 | 268.905 | 116,991 94,958 | 279.441 92,916 | 70,883 | 279.485 88,488 | 66,455 | 262.213 | 2650 
2700 | 143,620 | 121,172 | 327.549 91,077 | 68,628 | 269.596 | 119,717 97,269 | 280.462 94,881 | 72,433 | 280.219 90,328 | 67,880 | 262.902 | 2700 
2750 | 146,713 | 123,849 | 328.684 | 92,930 | 70,066 | 270.285 | 122,453 99,588 | 281.464 | 96,852 | 73,987 | 280.942 92,171 | 69,306 | 263.577 | 2750 
2800 | 149,808 | 126,528 | 329.800 | 94,784 | 71,504 | 270.943 | 125,198 | 101,917 | 282.453 98,826 | 75,546 | 281.654 | 94,014 | 70,734 | 264241 | 2800 
2850 | 152,908 | 129,212 | 330.896 96,639 | 72,945 | 271.602 | 127,952 | 104,256 | 283.429 | 100,808 | 77,112 | 282.357 95,859 | 72,163 | 264.895 | 2850 


Table Т-11 (Continued) 


T(K), h and и (kJ/kmol), s? (kJ/kmol · К) 
Carbon Dioxide, СО, Carbon Monoxide, CO Water Vapor, H,O Oxygen, О, Nitrogen, №, 

T h u s? h и y h п 5° h и 59 Л u 5° Т 
2900 | 156,009 | 131,898 | 331.975 98,495 | 74,383 | 272.249 | 130,717 | 106,605 | 284.390 | 102,793 | 78,682 | 283.048 | 97,705 | 73,593 | 265.538 | 2900 
2950 | 159,117 | 134,589 | 333.037 | 100,352 | 75,825 | 272.884 | 133,486 | 108,959 | 285.338 | 104,785 | 80,258 | 283.728 | 99,556 | 75,028 | 266.170 | 2950 
3000 | 162,226 | 137,283 | 334.084 | 102,210 | 77,267 | 273.508 | 136,264 | 111,321 | 286.273 | 106,780 | 81,837 | 284.399 | 101,407 | 76,464 | 266.793 | 3000 
3050 | 165,341 | 139,982 | 335.114 | 104,073 | 78,715 | 274.123 | 139,051 | 113,692 | 287.194 | 108,778 | 83,419 | 285.060 | 103,260 | 77,902 | 267.404 | 3050 
3100 | 168,456 | 142,681 | 336.126 | 105,939 | 80,164 | 274.730 | 141,846 | 116,072 | 288.102 | 110,784 | 85,009 | 285.713 | 105,115 | 79,341 | 268.007 | 3100 
3150 | 171,576 | 145,385 | 337.124 | 107,802 | 81,612 | 275.326 | 144,648 | 118,458 | 288.999 | 112,795 | 86,601 | 286.355 | 106,972 | 80,782 | 268.601 | 3150 
3200 | 174,695 | 148,089 | 338.109 | 109,667 | 83,061 | 275.914 | 147,457 | 120,851 | 289.884 | 114,809 | 88,203 | 286.989 | 108,830 | 82,224 | 269.186 | 3200 
3250 | 177,822 | 150,801 | 339.069 | 111,534 | 84,513 | 276.494 | 150,272 | 123,250 | 290.756 | 116,827 | 89,804 | 287.614 | 110,690 | 83,668 | 269.763 | 3250 


Table T-12 Properties of Saturated Refrigerant 22 (Liquid—Vapor): Temperature Table 


Specific Volume Internal Energy Enthalpy Entropy 
m/kg kJ/kg kJ/kg kJ/kg : K 
Sat. Sat. Sat. Sat. Sat. Sat. Sat. Sat. 

Temp. Press. Liquid Vapor Liquid Vapor Liquid Evap. Vapor Liquid Vapor | Temp. 
°C bar v, X 10° Ug Ur и, he hg, л, Se Sq °C 
—60 0.3749 0.6833 Ossi) | (59 | 2094959 | —2ilos | 245.35 | 22959 | =00 © 10527 —60 
=5\й 0.6451 0.6966 03239 | -1089 | 20770 | -10.85 | 23944 | 228.60 | -0.0474 | 1.0256 = 
—45 0.8290 0.7037 0.2564 -5.50 | 209.70 БОА 6236500 220950 20702559 110126 -45 
-40 1.0522 0.7109 0.2052 -0107 210668 УШ) | 22227 | 2997 0.0000 | 1.0005 -40 
-36 1.2627 0.7169 0.1730 22291 РЛЕР 4.38 | 23071 | 235.09 0.0186 | 0.9914 -36 
=o 1.5049 0.7231 0.1468 8.68 | 214.80 8.79 | 228.10 | 236.89 0.0369 | 0.9828 =32 
—30 1.6389 0.7262 0.1355 10.88 | 215.58 11.00 | 226.77 | 237.78 0.0460 | 0.9787 -30 
--28 1.7819 0.7294 0.1252 13.09 | 216.34 13.22 | 225.43 | 238.66 0.0551 | 0.9746 -28 
-26 1.9345 0.7327 0.1159 15.31 | 217.11 15.45 | 224.08 | 239.53 0.0641 | 0.9707 =26 
5:22 2.2698 0.7393 0.0997 19.76 | 218.62 19.92 | 221.32 | 241.24 0.0819 | 0.9631 -22 
-20 2.4534 0.7427 0.0926 21.99 | 219.37 22.17 | 219.91 | 242.09 0.0908 | 0.9595 =20 
= 2.6482 0.7462 0.0861 24.23 | 220.11 24.43 | 218.49 | 242.92 0.0996 | 0.9559 == 
-16 2.8547 0.7497 0.0802 26.48 | 220.85 26.69 | 217.05 | 243.74 0.1084 | 0.9525 = 
-14 3.0733 0.7533 0.0748 28.73 | 221.58 28.97 | 215.59 | 244.56 0.1171 | 0.9490 -14 
=ў 3.3044 0.7569 0.0698 512 00222550) З2 05821221 245556 0.1258 | 0.9457 --12 
== 3.5485 0.7606 0.0652 32521 | 225402 33.54 | 212.62 | 246.15 0.1345 | 0.9424 = 
=8 3.8062 0.7644 0.0610 35.54 | 223.73 35.83 | 211.10 | 246.93 0.1431 | 0.9392 =$ 
=6 4.0777 0.7683 0.0571 37.83 | 224.43 38.14 | 209.56 | 247.70 0.1517 | 0.9361 —6 
—4 4.3638 0.7722 0.0535 40.12 | 225.13 40.46 | 208.00 | 248.45 0.1602 | 0.9330 —4 
=2 4.6647 0.7762 0.0501 42.42 | 225.82 42.78 | 206.41 | 249.20 0.1688 | 0.9300 =2 

0 4.9811 0.7803 0.0470 44.73 | 226.50 4512 | 204.81 | 249.92 0.1773 | 0.9271 0 

2) 3,2159 0.7844 0.0442 47.04 | 227.17 47.46 | 203.18 | 250.64 0.1857 | 0.9241 2 

4 5.6619 0.7887 0.0415 49.37 | 227.83 49.82 | 201.52 | 251.34 0.1941 | 0.9213 4 

6 6.0275 0.7930 0.0391 5171 | 228.48 52.18 | 199.84 | 252.03 0.2025 | 0.9184 6 

8 6.4105 0.7974 0.0368 54.05 | 229.13 54.56 | 198.14 | 252.70 0.2109 | 0.9157 8 
10 6.8113 0.8020 0.0346 56.40 | 229.76 56.05 | 196.40 | 253.35 (22195 || 0129) 10 
12 7.2307 0.8066 0.0326 58.77 | 230.38 59.35 | 194.64 | 253.99 0.2276 | 0.9102 12 
16 8.1268 0.8162 0.0291 63.53 | 231.59 6419 | 191.02 | 255.21 0.2442 | 0.9048 16 
20 9.1030 0.8263 0.0259 68.33 | 232.76 69.09 | 187.28 | 256.37 0.2607 | 0.8996 20 
24 10.164 0.8369 0.0232 73.19 | 233.87 74.04 | 183.40 | 257.44 0.2772 | 0.8944 24 
28 11.313 0.8480 0.0208 78.09 | 234.92 79.05 | 179.37 | 258.43 0.2936 | 0.8893 28 
52 12.556 0.8599 0.0186 83.06 | 235.91 84.14 | 175.18 | 259.32 0.3101 | 0.8842 32 
36 13.897 0.8724 0.0168 88.08 | 236.83 89201 70825 826010 0.3265 | 0.8790 36 
40 15.341 0.8858 0.0151 CSS | 227540 94.53 | 166.25 | 260.79 0.3429 | 0.8738 40 
45 17.298 0.9039 0.0132 907621 823859 101.21 | 160.24 | 261.46 0.3635 | 0.8672 45 
50 19.433 0.9238 0.0116 106.26 | 239.34 108.06 | 153.84 | 261.90 0.3842 | 0.8603 50 
60 24.281 0.9705 0.0089 120.00 | 240.24 122552 150101 261 0 0.4264 | 0.8455 60 


Source: Tables T-12 through Т-14 are calculated based on equations from A. Kamei апа 5. УУ. Beyerlein, “А Fundamental Equation for Chlorodi- 
fluoromethane (R-22),” Fluid Phase Equilibria, Vol. 80, No. 11, 1992, pp. 71-86. 


Table T-13 Properties of Saturated Refrigerant 22 (Liquid—Vapor): Pressure Table 


Specific Volume Internal Energy Enthalpy Entropy 
m/kg kJ/kg kJ/kg kJ/kg : K 
Sat. Sat. Sat. Sat. Sat. Sat. Sat. Sat. 

Press. Temp. Liquid Vapor Liquid Vapor Liquid Evap. Vapor Liquid Vapor Press. 
bar “С v, X 10° Vg Ur Ug he lg һ, Se 5% Баг 
0.40 —58.86 0.6847 0.5056 | -2036 | 20413 | -20.34 | 244.69 | 22436 | -0.0907 | 1.0512 0.40 
0.50 —54.83 0.6901 0.4107 | -1607 | 20576 | —16.03 | 242.33 | 226.30 | -0.0709 | 1.0391 0.50 
0.60 -51.40 0.6947 0.3466 | -1239 | 20714 | -12.35 | 24028 | 227.93 -0.0542 | 1.0294 0.60 
0.70 -48.40 0.6989 0.3002 -9.17 | 208.34 OID | em | 22926 DOR | ІШІЛІЗ 0.70 
0.80 -45.73 0.7026 0.2650 -6.28 | 209.41 -6.23 | 236.84 | 230.61 -0.0270 | 1.0144 0.80 
0.90 -43.30 0.7061 0.2374 SoHo) | 21097) —3.60 | 235.34 | 23174 | —0.0155 | 1.0084 0.90 
1.00 -41.09 0.7093 0.2152 -1.26 | 21125 -119 | 233.95 | 23277 | -0.0051 1.0031 1.00 
1:25 —36.23 0.7166 0.1746 4.04 | 213.16 413 | 230.86 | 234.99 0.0175 | 0.9919 1.25 
1.50 —32.08 0.7230 0.1472 8.60 | 214.77 8.70 | 228.15 | 236.86 0.0366 | 0.9830 1.50 
1:75 —28.44 0.7287 0.1274 12.61 | 216.18 12.74 | 225.73 | 238.47 0.0531 | 0.9755 1:75 
2.00 —25.18 0.7340 0.1123 16.22 | 217.42 16.37 | 223.52 | 239.88 0.0678 | 0.9691 2.00 
2525 -22:22 0.7389 0.1005 ШӘП | 25:9) 19.67 | 221.47 | 241.15 0.0809 | 0.9636 225 
2.50 = |10 5) 0.7436 0.0910 22.54 | 219.55 20.72 | 21057 | 222.29 0.0930 | 0.9586 2.50 
2115) -17.00 0.7479 0.0831 25.36 | 220.48 PIO | ENS | 225539 0.1040 | 0.9542 ОБ) 
3.00 - 14.66 0.7521 0.0765 ЖАУ | 22128) 28.22 | 216.07 | 244.29 0.1143 | 0.9502 3.00 
21225) -12.46 0.7561 0.0709 30.47 | 222.13 3072 | 214.46 | 245.18 0.1238 | 0.9465 3:25 
3.50 —10.39 0.7599 0.0661 32.82 | 222.88 33.09 | 212.91 | 246.00 0.1328 | 0.9431 3.50 
3.75 —8.43 0.7636 0.0618 35.06 | 223.58 35.34 | 211.42 | 246.77 0.1413 | 0.9399 3.15 
4.00 —6.56 0.7672 0.0581 37.18 | 224.24 37.49 | 209.99 | 247.48 0.1493 | 0.9370 4.00 
4.25 —4.78 0.7706 0.0548 39.22 | 224.86 39.55 | 208.61 | 248.16 0.1569 | 0.9342 4.25 
4.50 —3.08 0.7740 0.0519 4117 | 225.45 41.52 | 207.27 | 248.80 0.1642 | 0.9316 4.50 
4.75 -1.45 0.7773 0.0492 43.05 | 226.00 43.42 | 205.08 | 249.40 OL 8079290 4.75 
5.00 On 0.7805 0.0469 44.86 | 226.54 45.25 | 204.71 | 249.97 (IEEE 09269) 5.00 
525 1.63 0.7836 0.0447 46.61 | 227.04 47.02 | 203.48 | 250.51 0.1841 | 0.9247 2:25 
5.50 3.08 0.7867 0.0427 48.30 | 227.53 4874 | 202.28 | 251.02 0.1903 | 0.9226 5.50 
ӘМ 4.49 0.7897 0.0409 49.94 | 227.99 50.40 | 20111 | 251.51 0.1962 | 0.9206 5115) 
6.00 5.85 0.7927 0.0392 51.53 | 228.44 52.01 199.97 | 251.98 0.2019 | 0.9186 6.00 
7.00 10.91 0.8041 0.0337 57.48 | 230.04 58.04 | 195.60 | 253.64 0.2231 | 0.9117 7.00 
8.00 15.45 0.8149 0.0295 62.88 | 231.43 63.53 | 191.52 | 255.05 0.2419 | 0.9056 8.00 
9.00 19.59 0.8252 0.0262 67.84 | 232.64 68.59 | 187.67 | 256.25 0.2591 | 0.9001 9.00 

10.00 23.40 0.8352 0.0236 72.46 | 233.71 73.30 | 183.99 | 257.28 0.2748 | 0.8952 10.00 

12.00 30.25 0.8546 0.0195 80.87 | 235.48 81.90 | 177.04 | 258.94 0.3029 | 0.8864 12.00 

14.00 36.29 0.8734 0.0166 88.45 | 236.89 89.68 | 170.49 | 260.16 0.3277 | 0.8786 14.00 

16.00 41.73 0.8919 0.0144 95.41 | 238.00 96.83 | 16421 | 261.04 0.3500 | 0.8715 16.00 

18.00 46.69 0.9104 0.0127 101.57 | 238.86 103.51 158.13 | 261.64 0.3705 | 0.8649 18.00 

20.00 51.26 0.9291 0.0112 10720528 259551 109.81 152.17 | 261.98 0.3895 | 0.8586 | 20.00 

24.00 59.46 0.9677 0.0091 119.24 | 240.22 121.56 | 140.43 | 261.99 0.4241 | 0.8463 | 24.00 


Table Т-14 Properties of Superheated Refrigerant 22 Vapor 


Т U u h 5 U u h 5 
°С m/kg kJ/kg kJ/kg = kJ/kg K m/kg kJ/kg kJ/kg kJ/kg: K 
p = 0.4 bar = 0.04 MPa p = 0.6 bar = 0.06 MPa 
(T4, = —58.86°С) (Ты = —51.40°C) 
Sat. 0.50559 | 204.13 | 224.36 1.0512 0.34656 | 207.14 | 227.93 1.0294 
-55 0.51532 | 205.92 | 226.53 1.0612 
—50 0.52787 | 208.26 | 229.38 1.0741 0.34895 | 207.80 | 228.74 1.0330 
-45 0.54037 | 210.63 | 232.24 1.0868 0.35747 | 210.20 | 231.65 1.0459 
-40 0.55284 | 213.02 | 235.13 1.0993 0.36594 | 212.62 | 234.58 1.0586 
—35 0.56526 | 215.43 | 238.05 1.1117 0.37437 | 215.06 | 237.52 1.0711 
—30 0.57766 | 217.88 | 240.99 1.1239 0.38277 | 217.53 | 240.49 1.0835 
-25 0.59002 | 220.35 | 243.95 1.1360 0.39114 | 220.02 | 243.49 1.0956 
-20 0.60236 | 222.85 | 246.95 1.1479 0.39948 | 222.54 | 246.51 1.1077 
-15 0.61468 | 225.38 | 249.97 1.1597 0.40779 | 225.08 | 249.55 1.1196 
-10 0.62697 | 227.93 | 253.01 1.1714 0.41608 | 227.65 | 252.62 1.1314 
-5 0.63925 | 230.52 | 256.09 1.1830 0.42436 | 230.25 | 255.71 1.1430 
0 0.65151 | 233.13 | 259.19 1.1944 0.43261 | 232.88 | 258.83 1.1545 
p = 0.8 bar = 0.08 MPa p = 1.0 bar = 0.10 MPa 
(Тш, = —45.73°C) (T4, = —41.09°C) 
Sat. 0.26503 | 209.41 | 230.61 1.0144 0.21518 | 211.25 | 232.77 1.0031 
—45 0.26597 | 209.76 | 231.04 1.0163 
-40 0.27245 | 212.21 | 234.01 1.0292 0.21633 | 211.79 | 233.42 1.0059 
-35 0.27890 | 214.68 | 236.99 1.0418 0.22158 | 214.29 | 236.44 1.0187 
-30 0.28530 | 217.17 | 239.99 1.0543 0.22679 | 216.80 | 239.48 1.0313 
-25 0.29167 | 219.68 | 243.02 1.0666 0.23197 | 219.34 | 242.54 1.0438 
-20 0.29801 | 222.22 | 246.06 1.0788 0.23712 | 221.90 | 245.61 1.0560 
-15 0.30433 | 224.78 | 249.13 1.0908 0.24224 | 224.48 | 248.70 1.0681 
-10 0.31062 | 227.37 | 252.22 1.1026 0.24734 | 227.08 | 251.82 1.0801 
—5 0.31690 | 229.98 | 255.34 1.1143 0.25241 | 22971 | 254.95 1.0919 
0 0.32315 | 232.62 | 258.47 1.1259 0.25747 | 232.36 | 258.11 1.1035 
5 0.32039 | 235.29 | 261.64 1.1374 0.26251 | 235.04 | 261.29 1.1151 
10 0.33561 | 237.98 | 264.83 1.1488 0.26753 | 237.74 | 264.50 1.1265 
р = 1.5 Баг = 0.15 МРа р = 2.0 bar = 0.20 MPa 
(T4, = —32.08°C) (T4, = —25.18°C) 
Sat. 0.14721 | 214.77 | 236.86 0.9830 0.11232 | 217.42 | 239.88 0.9691 
—30 0.14872 | 215.85 | 238.16 0.9883 
—25 0.15232 | 218.45 | 241.30 1.0011 0.11242 | 217.51 | 240.00 0.9696 
—20 0.15588 | 221.07 | 244.45 1.0137 0.11520 | 220.19 | 243.23 0.9825 
—15 0.15941 | 223.70 | 247.61 1.0260 0.11795 | 222.88 | 246.47 0.9952 
—10 0.16292 | 226.35 | 250.78 1.0382 0.12067 | 225.58 | 249.72 1.0076 
—5 0.16640 | 229.02 | 253.98 1.0502 0.12336 | 228.30 | 252.97 1.0199 
0 0.16987 | 231.70 | 257.18 1.0621 0.12603 | 231.03 | 256.23 1.0310 
5 0.17331 | 234.42 | 260.41 1.0738 0.12868 | 233.78 | 259.51 1.0438 
10 0.17674 | 237.15 | 263.66 1.0854 0.13132 | 236.54 | 262.81 1.0555 
15 0.18015 | 239.91 | 266.93 1.0968 0.13393 | 239.33 | 266.12 1.0671 
20 0.18355 | 242.69 | 270.22 1.1081 0.13653 | 242.14 | 269.44 1.0786 
25 0.18693 | 245.49 | 273.53 1.1193 0.13912 | 244.97 | 272.79 1.0899 


Table Т-14 (Continued) 


T U u h 5 U и һ 5 
°C mykg kJ/kg kJ/kg kJ/kg: К m'"kg kJ/kg kJ/kg kJ/kg: К 
p = 2.5 bar = 0.25 MPa p = 3.0 bar = 0.30 MPa 
(T4, = —19.51°C) (T4, = —14.66°С) 
Sat. 0.09097 | 219.55 | 242.29 | 0.9586 0.07651 | 221.34 | 244.29 | 0.9502 
-15 0.09303 | 222.03 | 245.29 | 0.9703 
—10 0.09528 | 224.79 | 248.61 0.9831 0.07833 | 223.96 | 247.46 | 0.9623 
-5 0.09751 | 227.55 | 251.93 0.9956 0.08025 | 226.78 | 250.86 | 0.9751 
0 0.09971 | 230.33 | 255.26 1.0078 0.08214 | 229.61 | 254.25 0.9876 
5 0.10189 | 233.12 | 258.59 1.0199 0.08400 | 232.44 | 257.64 | 0.9999 
10 0.10405 | 235.92 | 261.93 1.0318 0.08585 | 235.28 | 261.04 1.0120 
15 0.10619 | 238.74 | 265.29 1.0436 0.08767 | 238.14 | 264.44 1.0239 
20 0.10831 | 241.58 | 268.66 1.0552 0.08949 | 241.01 | 267.85 1.0357 
25 0.11043 | 244.44 | 272.04 1.0666 0.09128 | 243.89 | 271.28 1.0472 
30 0.11253 | 247.31 | 275.44 1.0779 0.09307 | 246.80 | 274.72 1.0587 
35 0.11461 | 250.21 | 278.86 1.0891 0.09484 | 249.72 | 278.17 1.0700 
40 0.11669 ! 253.13 | 282.30 1.1002 0.09660 | 252.66 | 281.64 1.0811 
p = 3.5 bar = 0.35 MPa p = 4.0 bar = 0.40 MPa 
(Ты = —10.39°C) (Тш. = —6.56°C) 
Sat. 0.06605 | 222.88 | 246.00 | 0.9431 0.05812 | 224.24 | 247.48 | 0.9370 
-10 0.06619 | 22310 | 246.27 | 0.9441 
-5 0.06789 | 225.99 | 249.75 0.9572 0.05860 | 225.16 | 248.60 | 0.9411 
0 0.06956 | 228.86 | 253.21 0.9700 0.06011 | 228.09 | 252.14 | 0.9542 
5 0.07121 | 231.74 | 256.67 | 0.9825 0.06160 | 231.02 | 225.66 | 0.9670 
10 0.07284 | 234.63 | 260.12 | 0.9948 0.06306 | 233.05 | 259.18 | 0.9795 
15 0.07444 | 237.52 | 263.57 1.0069 0.06450 | 236.89 | 262.69 | 0.9918 
20 0.07603 | 240.42 | 267.03 1.0188 0.06592 | 239.83 | 266.19 1.0039 
25 0.07760 | 243.34 | 270.50 1.0305 0.06733 | 242.77 | 269.71 1.0158 
30 0.07916 | 246.27 | 273.97 1.0421 0.06872 | 245.73 | 273.22 1.0274 
35 0.08070 | 249.22 | 227.46 1.0535 0.07010 | 248.71 | 276.75 1.0390 
40 0.08224 | 252.18 | 280.97 1.0648 0.07146 | 251.70 | 280.28 1.0504 
45 0.08376 | 255.17 | 284.48 1.0759 0.07282 | 254.70 | 283.83 1.0616 
p — 4.5 bar - 0.45 MPa р = 5.0 bar = 0.50 MPa 
(Ты. = —3.08°C) (Ты = 0.12°C) 
Sat. 0.05189 | 225.45 | 248.80 | 0.9316 0.04686 | 226.54 | 249.97 | 0.9269 
0 0.05275 | 227.29 | 251.03 0.9399 
5 0.05411 | 230.28 | 254.63 0.9529 0.04810 | 229.52 | 253.57 | 0.9399 
10 0.05545 | 233.26 | 258.21 0.9657 0.04934 | 232.55 | 257.22 | 0.9530 
15 0.05676 | 23624 | 261.78 | 0.9782 0.05056 | 235.57 | 260.85 0.9657 
20 0.05805 | 239.22 | 265.34 | 0.9904 0.05175 | 238.59 | 264.47 | 0.9781 
25 0.05933 | 242.20 | 268.90 1.0025 0.05293 | 241.61 | 268.07 | 0.9903 
30 0.06059 | 245.19 | 272.46 1.0143 0.05409 | 244.63 | 271.68 1.0023 
35 0.06184 | 248.19 | 276.02 1.0259 0.05523 | 247.66 | 275.28 1.0141 
40 0.06308 | 251.20 | 279.59 1.0374 0.05636 | 250.70 | 278.39 1.0257 
45 0.06430 | 25423 | 283.17 1.0488 0.05748 | 253.76 | 282.50 1.0371 
50 0.06552 | 257.28 | 286.76 1.0600 0.05859 | 256.82 | 286.12 1.0484 
55 0.06672 | 260.34 | 290.36 1.0710 0.05969 | 259.90 | 289.75 1.0595 


Table Т-14 (Continued) 


T U u h 5 U и һ 5 
“С mykg kJ/kg kJ/kg kJ/kg: К m'"kg kJ/kg kJ/kg kJ/kg: К 
p = 5.5 bar = 0.55 MPa p = 6.0 bar = 0.60 MPa 
(Ты. = 3.08°С) (Т, = 5.85°C) 
Sat. 0.04271 | 227.53 | 251.02 0.9226 0.03923 | 228.44 | 251.98 0.9186 
5 0.04317 | 228.72 | 25246 | 0.9278 
10 0.04433 | 231.81 | 25620 | 0.9411 0.04015 | 231.05 | 255.14 | 0.9299 
15 0.04547 | 234.89 | 259.90 | 0.9540 0.04122 | 234.18 | 258.91 0.9431 
20 0.04658 | 237.95 | 263.57 0.9667 0.04227 | 237.29 | 262.65 0.9560 
25 0.04768 | 241.01 | 267.23 0.9790 0.04330 | 240.39 | 266.37 0.9685 
30 0.04875 | 244.07 | 270.88 0.9912 0.04431 | 243.49 | 270.07 0.9808 
35 0.04982 | 247.13 | 274.53 1.0031 0.04530 | 246.58 | 273.76 | 0.9929 
40 0.05086 | 250.20 | 278.17 1.0148 0.04628 | 249.68 | 277.45 1.0048 
45 0.05190 | 253.27 | 281.82 1.0264 0.04724 | 252.78 | 281.13 1.0164 
50 0.05293 | 256.36 | 285.47 1.0378 0.04820 | 255.90 | 284.82 1.0279 
55 0.05394 | 259.46 | 289.13 1.0490 0.04914 | 259.02 | 288.51 1.0393 
60 0.05495 | 262.58 | 292.80 1.0601 0.05008 | 262.15 | 292.20 1.0504 
p = 7.0 bar = 0.70 MPa p = 8.0 bar = 0.80 MPa 
(Ты. = 10.91°C) (Тш = 15.45°C) 
Sat. 0.03371 | 230.04 | 253.64 | 0.9117 0.02953 | 231.43 | 255.05 0.9056 
15 0.03451 | 232.70 | 256.86 | 0.9229 
20 0.03547 | 235.92 | 260.75 0.9363 0.03033 | 234.47 | 25874 | 0.9182 
25 0.03639 | 239.12 | 264.59 0.9493 0.03118 | 237.76 | 262.70 | 0.9315 
30 0.03730 | 242.29 | 268.40 | 0.9619 0.03202 | 241.04 | 266.66 | 0.9448 
35 0.03819 | 245.46 | 272.19 0.9743 0.03283 | 244.28 | 270.54 | 0.9574 
40 0.03906 | 248.62 | 275.96 | 0.9865 0.03363 | 247.52 | 274.42 | 0.9700 
45 0.03992 | 251.78 | 279.72 0.9984 0.03440 | 250.74 | 278.26 | 0.9821 
50 0.04076 | 254.94 | 283.48 1.0101 0.03517 | 253.96 | 282.10 | 0.9941 
55 0.04160 | 258.11 | 287.23 1.0216 0.03592 | 257.18 | 285.92 1.0058 
60 0.04242 | 261.29 | 290.99 1.0330 0.03667 | 260.40 | 289.74 1.0174 
65 0.04324 | 264.48 | 294.75 1.0442 0.03741 | 263.64 | 293.56 1.0287 
70 0.04405 | 267.68 | 298.51 1.0552 0.03814 | 266.87 | 297.38 1.0400 
p = 9.0 bar = 0.90 MPa p — 10.0 bar - 1.00 MPa 
(Ты. = 19.59°C) (T4, = 23.40°С) 
Sat. 0.02623 | 232.64 | 256.25 0.9001 0.02358 | 233.71 | 257.28 0.8952 
20 0.02630 | 232.92 | 256.59 0.9013 
30 0.02789 | 239.73 | 264.83 0.9289 0.02457 | 238.34 | 262.91 0.9139 
40 0.02939 | 246.37 | 272.82 0.9549 0.02598 | 245.18 | 271.17 0.9407 
50 0.03082 | 252.95 | 280.68 0.9795 0.02732 | 251.90 | 279.22 | 0.9660 
60 0.03219 | 259.49 | 288.46 1.0033 0.02860 | 258.56 | 287.15 0.9902 
70 0.03353 | 266.04 | 296.21 1.0262 0.02984 | 265.19 | 295.03 1.0135 
80 0.03483 | 272.62 | 303.96 1.0484 0.03104 | 271.84 | 302.88 1.0361 
90 0.03611 | 279.23 | 311.73 1.0701 0.03221 | 278.52 | 310.74 1.0580 
100 0.03736 | 285.90 | 319.53 1.0913 0.03337 | 285.24 | 318.61 1.0794 
110 0.03860 | 292.63 | 327.37 1.1120 0.03450 | 292.02 | 326.52 1.1003 
120 0.03982 | 299.42 | 335.26 1.1323 0.03562 | 298.85 | 334.46 1.1207 
130 0.04103 | 30628 | 34321 1.1523 0.03672 | 305.74 | 342.46 1.1408 
140 0.04223 | 313.21 | 351.22 1.1719 0.03781 | 312.70 | 350.51 1.1605 
150 0.04342 | 320.21 | 359.29 1.1912 0.03889 | 319.74 | 358.63 1.1790 


Table Т-14 (Continued) 


Т U u h 5 U и һ 5 

°C mykg kJ/kg kJ/kg kJ/kg: К m'"kg kJ/kg kJ/kg kJ/kg: К 

p = 12.0 bar = 1.20 MPa p = 14.0 bar = 1.40 MPa 
(T4, = 30.25°C) (Ты = 36.29°С) 

Sat. 0.01955 | 23548 | 258.04 | 0.8864 0.01662 | 236.89 | 260.16 | 0.8786 
40 0.02083 | 242.63 | 267.62 | 0.9146 0.01708 | 239.78 | 263.70 | 0.8900 
50 0.02204 | 249.69 | 276.14 | 0.9413 0.01823 | 247.29 | 272.81 0.9186 
60 0.02319 | 256.60 | 284.43 0.9666 0.01929 | 254.52 | 281.53 0.9452 
70 0.02428 | 263.44 | 292.58 | 0.9907 0.02029 | 261.60 | 290.01 0.9703 
80 0.02534 | 270.25 | 300.66 1.0139 0.02125 | 268.60 | 298.34 | 0.9942 
90 0.02636 | 277.07 | 308.70 1.0363 0.02217 | 275.56 | 306.60 1.0172 

100 0.02736 | 283.90 | 316.73 1.0582 0.02306 | 282.52 | 314.80 1.0395 

110 0.02834 | 290.77 | 324.78 1.0794 0.02393 | 289.49 | 323.00 1.0612 

120 0.02930 | 297.69 | 332.85 1.1002 0.02478 | 296.50 | 331.19 1.0823 

130 0.03024 | 304.65 | 340.95 1.1205 0.02562 | 303.55 | 339.41 1.1029 

140 0.03118 | 311.68 | 349.09 1.1405 0.02644 | 310.64 | 347.65 1.1231 

150 0.03210 | 318.77 | 357.29 1.1601 0.02725 | 317.79 | 355.94 1.1429 

160 0.03301 | 325.92 | 365.54 1.1793 0.02805 | 324.99 | 364.26 1.1624 

170 0.03392 | 333.14 | 373.84 1.1983 0.02884 | 332.26 | 372.64 1.1815 

p — 16.0 bar — 1.60 MPa р = 18.0 bar = 1.80 MPa 
(Ты = 41.73°C) (Ты. = 46.69°С) 

Sat. 0.01440 | 238.00 | 261.04 | 0.8715 0.01265 | 238.86 | 261.64 | 0.8649 
50 0.01533 | 244.66 | 269.18 | 0.8971 0.01301 | 241.72 | 265.14 | 0.8758 
60 0.01634 | 252.29 | 278.43 0.9252 0.01401 | 249.86 | 275.09 | 0.9061 
70 0.01728 | 259.65 | 287.30 | 0.9515 0.01492 | 257.57 | 284.43 0.9337 
80 0.01817 | 266.86 | 295.93 0.9762 0.01576 | 265.04 | 293.40 | 0.9595 
90 0.01901 | 274.00 | 304.42 | 0.9999 0.01655 | 272.37 | 302.16 | 0.9839 

100 0.01983 | 281.09 | 312.82 1.0228 0.01731 | 279.62 | 310.77 1.0073 

110 0.02062 | 288.18 | 321.17 1.0448 0.01804 | 286.83 | 319.30 1.0299 

120 0.02139 | 29528 | 329.51 1.0663 0.01874 | 294.04 | 327.78 1.0517 

130 0.02214 | 302.41 | 337.84 1.0872 0.01943 | 301.26 | 33624 1.0730 

140 0.02288 | 309.58 | 346.19 1.1077 0.02011 | 308.50 | 344.70 1.0937 

150 0.02361 | 316.79 | 354.56 1.1277 0.02077 | 315.78 | 353.17 1.1139 

160 0.02432 | 324.05 | 362.97 1.1473 0.02142 | 323.10 | 361.66 1.1338 

170 0.02503 | 331.37 | 371.42 1.1666 0.02207 | 330.47 | 370.19 1.1532 

p = 20.0 bar = 2.00 MPa p — 24.0 bar — 2.4 MPa 
(T4, = 51.26°C) (T4, = 59.46°C) 

Sat. 0.01124 | 239.51 | 261.98 | 0.8586 0.00907 | 240.22 | 261.99 | 0.8463 
60 0.01212 | 247.20 | 271.43 0.8873 0.00913 | 240.78 | 262.68 | 0.8484 
70 0.01300 | 255.35 | 281.36 | 0.9167 0.01006 | 250.30 | 274.43 0.8831 
80 0.01381 | 263.12 | 290.74 | 0.9436 0.01085 | 258.89 | 284.93 0.9133 
90 0.01457 | 270.67 | 299.80 | 0.9689 0.01156 | 267.01 | 294.75 0.9407 

100 0.01528 | 278.09 | 308.65 0.9929 0.01222 | 274.85 | 304.18 | 0.9663 

110 0.01596 | 285.44 | 317.37 1.0160 0.01284 | 282.53 | 313.35 0.9906 

120 0.01663 | 292.76 | 326.01 1.0383 0.01343 | 290.11 | 322.35 1.0137 

130 0.01727 | 300.08 | 334.61 1.0598 0.01400 | 297.64 | 331.25 1.0361 

140 0.01789 | 307.40 | 343.19 1.0808 0.01456 | 305.14 | 340.08 1.0577 

150 0.01850 | 314.75 | 351.76 1.1013 0.01509 | 312.64 | 348.87 1.0787 

160 0.01910 | 322.14 | 360.34 1.1214 0.01562 | 320.16 | 357.64 1.0992 

170 0.01969 | 329.56 | 368.95 1.1410 0.01613 | 327.70 | 366.41 1.1192 

180 0.02027 | 337.03 | 377.58 1.1603 0.01663 | 335.27 | 375.20 1.1388 


Table Т-15 Properties of Saturated Ammonia (Liquid—Vapor): Temperature Table 


Specific Volume Internal Energy Enthalpy Entropy 
m/kg kJ/kg kJ/kg kJ/kg 5 
Sat. Sat. Sat. Sat. Sat. Sat. Sat. Sat. 

Temp. Press. Liquid Vapor Liquid Vapor Liquid Evap. Vapor Liquid Vapor | Temp. 
°С Баг v, X 10? U, Ur Ug he hg, л, 5g Sy “С 
-- ШІ) 0.4086 1.4245 2.6265 | -43.94 | 1264.99 | -43.88 | 1416.20 | 1372.32 | —0.1922 | 6.1543 =) 
—45 0.5453 1.4367 21010009 =A || WAL) | 212052 S | SEXUS | =@ ЫП 86:05235 —45 
—40 0.7174 1.4493 1.5524 SOLO) 10277-20) 0.00 | 1388.56 | 1388.56 0.0000 | 5.9557 —40 
=36 0.8850 1.4597 12217251) 17.47 | 1281.87 17.60 | 1377.17 | 1394.77 0.0747 | 5.8819 = 
mo 1.0832 1.4703 1.0561 35.00 | 1286.41 35.25 | 1365.55 | 1400.81 0.1484 | 5.8111 =32 
-30 1.1950 1.4757 0.9634 43.93 | 1288.63 44.10 | 1359.65 | 1403.75 0.1849 | 5.7767 -30 
-28 1.3159 1.4812 0.8803 52.78 | 1290.82 52.97 | 1353.68 | 1406.66 0.2212 | 5.7430 —28 
—26 1.4465 1.4867 0.8056 61.65 | 1292.97 61.86 | 1347.65 | 1409.51 0.2572 | 5.7100 —26 
=22 1.7390 1.4980 0.6780 79.46 | 1297.18 79.72 | 1335.36 | 1415.08 0.3287 | 5.6457 2:22 
=20 1.9019 1.5038 0.6233 88.40 | 1299.23 88.68 | 1329.10 | 1417.79 0.3642 | 5.6144 -20 
-18 2.0769 1.5096 0.5739 97.36 | 1301.25 97.68 | 1322.77 | 1420.45 0.3994 | 5.5837 = 1 
l6 2.2644 151155) 0.5291 106.36 | 1303.23 106.70 | 1316.35 | 1423.05 0.4346 | 5.5536 -16 
-14 2.4652 П ӘЗ) 0.4885 11155507 16 058101 115.75 | 1309.86 | 1425.61 0.4695 | 5.5239 -14 
= 2.6798 1.5276 0.4516 124.42 | 1307.08 124.83 | 1303.28 | 1428.11 0.5043 | 5.4948 =? 
-10 2.9089 1.5338 0.4180 133.50 | 1308.95 133.04 | 1296.61 | 1430.55 0.5389 | 5.4662 -- (0) 
=8 3.1532 1.5400 0.3874 142.60 | 1310.78 143.09 | 1289.86 | 1432.95 0.5734 | 5.4380 =8 
“0 3.4134 1.5464 0.3595 151.74 | 1312.57 152.26 | 1283.02 | 1435.28 0.6077 | 5.4103 =б 

-4 3.6901 1.5528 0.3340 160.88 | 1314.32 161.46 | 1276.10 | 1437.56 0.6418 | 5.3831 -4 
=2 3.9842 1.5594 0.3106 170.07 | 1316.04 170.69 | 1269.08 | 1439.78 0.6759 | 5.3562 =2 

0 4.2962 1.5660 0.2392 179.29 | 1317.71 179.96 | 1261.97 | 1441.94 0.7097 | 5.3298 0 
2 4.6270 157221) 0.2695 188.53 | 1319.34 189.26 | 1254.77 | 1444.03 0.7435 | 5.3038 2 
4 4.9773 1.5796 0.2514 197.80 | 1320.92 198.59 | 1247.48 | 1446.07 OOM БЕРДЕН! 4 
6 5.3479 1.5866 0.2348 207.10 | 1322.47 207.95 | 1240.09 | 1448.04 (07510528 522520 6 
8 47305 1.5936 0.2195 216.42 | 1323.96 | 217.34 | 1232.61 | 1449.94 0.8438 | 5.2279 8 
10 6.1529 1.6008 0.2054 2ST || TS | 224675) | 122551. | ПИ 7s (05576 ) 6522058 10 
12 6.5890 1.6081 0.1923 235.14 | 1326.82 236.20 | 1217.35 | 1453.55 0.9099 | 5.1791 12 
16 7.5324 1.6231 0.1691 253.95 | 1329.48 255.18 | 1201.70 | 1456.87 0.9755 | 5.1314 16 
20 8.5762 1.6386 0.1492 272.86 | 1331.94 | 274.26 | 1185.64 | 1459.90 1.0404 | 5.0849 20 
24 9.7274 1.6547 0.1320 291.84 | 1334.19 293.45 | 1169.16 | 1462.61 1.1048 | 5.0394 24 
28 10.993 1.6714 0.1172 310.92 | 1336.20 312.75 | 1152.24 | 1465.00 1.1686 | 4.9948 28 
32 12.380 1.6887 0.1043 9501072 133797 332.17 | 1134.87 | 1467.03 1.2319 | 4.9509 32 
36 13.896 1.7068 0.0930 | 349.32 | 1339.47 351.69 | 1117.00 | 1468.70 1.2946 | 4.9078 36 
40 15.549 1.7256 0.0831 368.67 | 1340.70 371.35 | 1098.62 | 1469.97 1.3569 | 4.8652 40 
45 17.819 1.7503 0.0725 393.01 | 1341.81 396.13 | 1074.84 | 1470.96 1.4341 | 4.8125 45 
эй (| 20550 1.7765 0.0634 | 417.56 | 1342.42 | 421.17 | 1050.09 | 1471.26 1.5109 | 4.7604 50 


Source: Tables T-15 through Т-17 are calculated based on equations from L. Haar and J. S. Gallagher. “Thermodynamic Properties of Ammonia,” 


J. Phys. Chem. Reference Data, Vol. 7, 1978, pp. 635-792. 


Table Т-16 Properties of Saturated Ammonia (Liquid—Vapor): Pressure Table 


Specific Volume Internal Energy Enthalpy Entropy 
m/kg kJ/kg kJ/kg kJ/kg : К 
Sat. Sat. Sat. Sat. Sat. Sat. Sat. Sat. 

Press. | Temp. Liquid Vapor Liquid Vapor Liquid Evap. Vapor Liquid Vapor | Press. 
bar °C v, X 10? U, Ur Ug he hg, һ, Se 5% Баг 
0.40 | -50.36 1.4236 26/050 | 5520 810645471 571680188 | ШЫЛД» 010928 со 0.40 
0.50 | —46.53 1.4330 ПЕЙ | =U | 121) | - 5 | 1505 | "0250 | 041255 | (0405 0) 0.50 
0.60 | -43.28 1.4410 1.8345 | -14.51 | 127327 | -14.42 | 1397.76 | 1383.34 | -0.0622 | 6.0186 0.60 
0.70 | —40.46 1.4482 1.5884 1276166 -2.01 | 1389.85 | 1387.84 | -0.0086 | 5.9643 0.70 
0.80 | -37.94 1.4546 1.4020 cee) || 1279761 9.04 | 1382.73 | 1391.78 0.0386 | 5.9174 0.80 
0.90 | -35.67 1.4605 1.2559 18.91 | 1282.24 (9 0а 1576.238 395527) 0.0808 | 5.8760 0.90 
1.00 | —33.60 1.4660 1.1381 28.03 | 1284.61 28.18 | 1370.23 | 1398.41 0.1191 | 5.8391 1.00 
1.25 | —29.07 1.4782 0.9237 48.03 | 1289.65 48.22 | 1356.89 | 1405.11 0.2018 | 5.7610 1:25 
150 | -25.22 1,4889 0.7787 65.10 | 1293.80 65.32 | 1345.28 | 1410.61 0.2712 | 5.6973 1.50 
175 | -21.86 1,4984 0.6740 80.08 | 1297.33 80.35 | 1334.92 | 1415.27 0.3312 | 5.6435 1-75 
2.00 | —18.86 1.5071 0.5946 93.50 | 1300.39 93.80 | 1325.51 | 1419.31 0.3843 | 5.5969 2.00 
225 | “1 125151! 0.5323 105.68 | 1303.08 106.03 | 1316.83 | 1422.86 0.4319 | 5.5558 2225 
250 | “412497 15225 0.4821 116.88 | 1305.49 117.26 | 1308.76 | 1426.03 0.4753 | 5.5190 2.50 
215) | eis 1 5205 0.4408 127.26 | 1307.67 127.68 | 1301.20 | 1428.88 0.5152 | 5.4858 25 
3.00 -9.24 1.5361 0.4061 136.96 | 1309.65 137.42 | 1294.05 | 1431.47 0.5520 | 5.4554 3.00 
BPS —7.24 1.5424 0.3765 146.06 | 1311.46 146.57 | 1287.27 | 1433.84 0.5864 | 5.4275 3:25 
3.50 =536 1.5484 0.3511 154.66 | 1313.14 155.20 | 1280.81 | 1436.01 0.6186 | 5.4016 3.50 
3.15 -3.58 1,5542 0.3289 162.80 | 1314.68 163.38 | 1274.64 | 1438.03 0.6489 | 5.3774 3.15 
4.00 -41.90 1.5597 0.3094 170.55 | 1316.12 171.18 | 1268.71 | 1439.89 0.6776 | 5.3548 4.00 
4.25 -0.29 1.5650 0.2921 177.96 | 1317.47 178.62 | 1263.01 | 1441.63 0.7048 | 5.3336 4.25 
4.50 1.25 1.5702 0.2767 185.04 | 1318.73 185.75 | 1257.50 | 1443.25 0.7308 | 5.3135 4.50 
4.75 207/2) 185752, 0.2629 191.84 | 1319.91 192.59 | 1252.18 | 1444.77 0.7555 | 5.2946 4.75 
5.00 4.13 1.5800 0.2503 929 | 152802 199.18 | 1247.02 | 1446.19 ОСОЛ | 3.2109 5.00 
525 5.48 1.5847 0.2390 204.69 | 1322.07 205.52 | 1242.01 | 1447.53 0.8018 | 5.2594 525 
5.50 6.79 1.5893 0.2286 210.78 | 1323.06 211.65 | 1237.15 | 1448.80 0.8236 | 5.2430 5.50 
S75 8.05 1.5938 0.2191 216.66 | 1324.00 217.58 | 1232.41 | 1449.99 0.8446 | 5.2273 ӘМІР 
6.00 9.27 1.5982 0.2104 222.37 | 1324.89 223.32 | 122779 | 1451.12 0.8649 | 5.2122 6.00 
7.00 13.79 1.6148 0.1815 243.56 | 1328.04 244.69 | 1210.38 | 1455.07 0.9394 | 5.1576 7.00 
8.00 17.84 1.6302 0.1596 262.64 | 1330.64 263.95 | 1194.36 | 1458.30 1.0054 | 5.1099 8.00 
9.00 21:52 1.6446 0.1424 280.05 | 1332.82 281.53 | 1179.44 | 1460.97 1.0649 | 5.0675 9.00 

10.00 24.89 1.6584 0.1285 296.10 | 1334.66 297.76 | 1165.42 | 1463.18 1.1191 | 5.0294 | 10.00 

12.00 30.94 1.6841 0.1075 324.99 | 1337.52 327.01 | 1139.52 | 1466.53 1.2152 | 4.9625 | 12.00 

14.00 36.26 1.7080 0.0923 350.58 | 1339.56 352.97 | 1115.82 | 1468.79 1.2987 | 4.9050 | 14.00 

16.00 41.03 1.7306 0.0808 373.69 | 1340.97 376.46 | 1093.77 | 1470.23 1.3729 | 4.8542 | 16.00 

18.00 45.38 177522 0.0717 394.85 | 1341.88 398.00 | 1073.01 | 1471.01 1.4399 | 4.8086 | 18.00 

20.00 49.37 1.7731 0.0644 414.44 | 1342.37 417.99 | 1053.27 | 1471.26 1.5012 | 4.7670 | 20.00 


Table T-17 Properties of Superheated Ammonia Vapor 


T U u h 5 U u h 5 
°C m/kg kJ/kg kJ/kg kJ/kg: K m/kg kJ/kg kJ/kg kJ/kg: K 
p = 0.4 bar = 0.04 MPa p = 0.6 bar = 0.06 MPa 
(Ты = —50.36°С) (Ты = —43.28°С) 
Sat. 2.6795 1264.54 | 1371.72 6.1618 1.8345 1273.27 | 1383.34 6.0186 
-50 2.6841 1265.11 | 1372.48 6.1652 
—45 2.7481 1273.05 | 1382.98 6.2118 
-40 2.8118 1281.01 | 1393.48 6.2573 1.8630 1278.62 | 1390.40 6.0490 
=35 2.87253 1288.96 | 1403.98 6.3018 1.9061 1286.75 | 1401.12 6.0946 
-30 2.9385 1296.93 | 1414.47 6.3455 1.9491 1294.88 | 1411.83 6.1390 
-25 3.0015 1304.90 | 1424.96 6.3882 1.9918 1303.01 | 1422.52 6.1826 
-20 3.0644 1312.88 | 1435.46 6.4300 2.0343 1311.13 | 1433.19 6.2251 
-15 31271 1320.87 | 1445.95 6.4711 2.0766 1319.25 | 1443.85 6.2668 
-10 3.1896 1328.87 | 1456.45 6.5114 2.1188 1327.37 | 1454.50 6.3077 
=5 22220 1336.88 | 1466.95 6.5509 2.1609 1335.49 | 1465.14 6.3478 
0 3.3142 1344.90 | 1477.47 6.5898 2.2028 1343.61 | 1475.78 6.3871 
5 3.3764 1352.95 | 1488.00 6.6280 2.2446 1351.75 | 1486.43 6.4257 
р = 0.8 Баг = 0.08 МРа р = 1.0 bar = 0.10 MPa 
(T4, = —37.94°C) (Toa, = —33.60°C) 
Sat. 1.4021 1279.61 | 1391.78 5.9174 1.1381 1284.61 | 1398.41 5.8391 
-35 1.4215 1284.51 | 1398.23 5.0446 
-30 1.4543 1292.81 | 1409.15 5.9900 1.1573 1290.71 | 1406.44 5.8723 
-25 1.4868 1301.09 | 1420.04 6.0343 1.1838 1299.15 | 1417.53 5.9175 
-20 1.5192 1309.36 | 1430.90 6.0777 1.2101 1307.57 | 1428.58 5.9616 
-15 1.5514 1317.61 | 1441.72 6.1200 1.2362 1315.96 | 1439.58 6.0046 
-10 1.5834 1325.85 | 1452.53 6.1615 1.2621 1324.33 | 1450.54 6.0467 
-5 1.6153 1334.09 | 1463.31 6.2021 1.2880 1332.67 | 1461.47 6.0878 
0 1.6471 1342.31 | 1474.08 6.2419 1.3136 1341.00 | 1472.37 6.1281 
5 1.6788 1350.54 | 1484.84 6.2809 1.3392 1349.33 | 1483.25 6.1676 
10 1.7103 1358.77 | 1495.60 6.3192 1.3647 1357.64 | 1494.11 6.2063 
15 1.7418 1367.01 | 1506.35 6.3568 1.3900 1365.95 | 1504.96 6.2442 
20 1.7732 1375.25 | 1517.10 6.3939 1.4153 1374.27 | 1515.80 6.2816 
р = 1.5 bar = 0.15 MPa p = 2.0 bar = 0.20 MPa 
(Т, = -25.229С) (T4, = —18.86°C) 
Sat. 0.7787 1293.80 | 1410.61 5.6973 0.59460 | 1300.39 | 1419.31 5.5969 
-25 07795 1294.20 | 1411.13 5.6994 
-20 0.7978 1303.00 | 1422.67 5.7454 
-15 0.8158 1311.75 | 1434.12 5.7902 0.60542 | 1307.43 | 1428.51 5.6328 
-10 0.8336 1320.44 | 1445.49 5.8338 0.61926 | 1316.46 | 1440.31 5.6781 
-5 0.8514 1329.08 | 1456.79 5.8764 0.63294 | 1325.41 | 1452.00 5.7221 
0 0.8689 1337.68 | 1468.02 5.9179 0.64648 | 1334.29 | 1463.59 5.7649 
5 0.8864 1346.25 | 1479.20 5.9585 0.65989 | 1343.11 | 1475.09 5.8066 
10 0.9037 1354.78 | 1490.34 5.9981 0.67320 | 1351.87 | 1486.51 5.8473 
15 0.9210 1363.29 | 1501.44 6.0370 0.68640 | 1360.59 | 1497.87 5.8871 
20 0.9382 1371.79 | 1512.51 6.0751 0.69952 | 1369.28 | 1509.18 5.9260 
25 0.9553 1380.28 | 1523.56 6.1125 0.71256 | 1377.93 | 1520.44 5.9641 
30 0.9723 1388.76 | 1534.60 6.1492 0.72553 | 1386.56 | 1531.67 6.0014 


Table Т-17 (Continued) 


T U и һ 5 U u h 5 

°С m/kg kJ/kg kJ/kg kJ/kg: K m/kg kJ/kg kJ/kg kJ/kg: K 

p = 2.5 bar = 0.25 MPa p = 3.0 bar = 0.30 MPa 
(T4, = —13.67?C) (Tsar = —9.24°C) 

Sat. 0.48213 | 1305.49 | 1426.03 5.5190 0.40607 | 1309.65 | 1431.47 5.4554 

-10 0.49051 | 1312.37 | 1435.00 5.5534 
-5 0.50180 | 1321.65 | 1447.10 5.5989 0.41428 | 1317.80 | 1442.08 5.4953 

0 0.51293 | 1330.83 | 1459.06 5.6431 0.42382 | 1327.28 | 1454.43 5.5409 
5 0.52393 | 1339.91 | 1470.89 5.6860 0.43323 | 1336.64 | 1466.61 5.5851 
10 0.53482 | 1348.91 | 1482.61 5.7278 0.44251 | 1345.89 | 1478.65 5.6280 
15 0.54560 | 1357.84 | 1494.25 5.7685 0.45169 | 1355.05 | 1490.56 5.6697 
20 0.55630 | 1366.72 | 1505.80 5.8083 0.46078 | 1364.13 | 1502.36 5.7103 
25 0.56691 | 1375.55 | 1517.28 5.8471 0.46978 | 1373.14 | 1514.07 5.7499 
30 0.57745 | 1384.34 | 1528.70 5.8851 0.47870 | 1382.09 | 1525.70 5.7886 
35 0.58793 | 1393.10 | 1540.08 5.9223 0.48756 | 1391.00 | 1537.26 5.8264 
40 0.59835 | 1401.84 | 1551.42 5.9589 0.49637 | 1399.86 | 1548.77 5.8635 
45 0.60872 | 1410.56 | 1562.74 5.9947 0.50512 | 1408.70 | 1560.24 5.8998 

p = 3.5 bar = 0.35 MPa p = 4.0 bar = 0.40 MPa 
(Тш = —5.36°C) (Ты = —1.90*C) 

Sat. 0.35108 | 1313.14 | 1436.01 5.4016 0.30942 | 1316.12 | 1439.89 5.3548 
0 0.36011 | 1323.66 | 1449.70 5.4522 0.31227 | 1319.95 | 1444.86 5.3731 
10 0.37654 | 1342.82 | 1474.61 5.5417 0.32701 | 1339.68 | 1470.49 5.4652 
20 0.39251 | 1361.49 | 1498.87 5.6259 0.34129 | 1358.81 | 1495.33 5.5515 
30 0.40814 | 1379.81 | 1522.66 5.7057 0.35520 | 1377.49 | 1519.57 5.6328 
40 0.42350 | 1397.87 | 1546.09 5.7818 0.36884 | 1395.85 | 1543.38 5.7101 
60 0.45363 | 1433.55 | 1592.32 5.9249 0.39550 | 1431.97 | 1590.17 5.8549 
80 0.48320 | 1469.06 | 1638.18 6.0586 0.42160 | 1467.77 | 1636.41 5.9897 

100 0.51240 | 1504.73 | 1684.07 6.1850 0.44733 | 1503.64 | 1682.58 6.1169 

120 0.54136 | 1540.79 | 1730.26 6.3056 0.47280 | 1539.85 | 1728.97 6.2380 

140 0.57013 | 1577.38 | 1776.92 6.4213 0.49808 | 1576.55 | 1775.79 6.3541 

160 0.59876 | 1614.60 | 1824.16 6.5330 0.52323 | 1613.86 | 1823.16 6.4661 

180 0.62728 | 1652.51 | 1872.06 6.6411 0.54827 | 1651.85 | 1871.16 6.5744 

200 0.65572 | 1691.15 | 1920.65 6.7460 0.57322 | 1690.56 | 1919.85 6.6796 

p = 4.5 bar = 0.45 MPa p = 5.0 bar = 0.50 MPa 
(Ты = 1256) (Ты. = 4.13°С) 

Sat. 0.27671 | 1318.73 | 1443.25 5.3135 0.25034 | 1321.02 | 1446.19 5.2765 
10 0.28846 | 1336.48 | 1466.29 5.3962 0.25757 | 1333.22 | 1462.00 5.3330 
20 0.30142 | 1356.09 | 1491.72 5.4845 0.26949 | 1353.32 | 1488.06 5.4234 
30 0.31401 | 1375.15 | 1516.45 5.5674 0.28103 | 1372.76 | 1513.28 5.5080 
40 0.32631 | 1393.80 | 1540.64 5.6460 0.29227 | 1391.74 | 1537.87 5.5878 
60 0.35029 | 1430.37 | 1588.00 5.7926 0.31410 | 1428.76 | 1585.81 5.7362 
80 0.37369 | 1466.47 | 1634.63 5.9285 0.33535 | 1465.16 | 1632.84 5.8733 

100 0.39671 | 1502.55 | 1681.07 6.0564 0.35621 | 1501.46 | 1679.56 6.0020 

120 0.41947 | 1538.91 | 1727.67 6.1781 0.37681 | 1537.97 | 1726.37 6.1242 

140 0.44205 | 1575.73 | 1774.65 6.2946 0.39722 | 1574.90 | 1773.51 6.2412 

160 0.46448 | 1613.13 | 1822.15 6.4069 0.41749 | 1612.40 | 1821.14 6.3537 

180 0.48681 | 1651.20 | 1870.26 6.5155 0.43765 | 1650.54 | 1869.36 6.4626 

200 0.50905 | 1689.97 | 1919.04 6.6208 0.45771 | 1689.38 | 1918.24 6.5681 


Table Т-17 (Continued) 


T U и һ 5 U u h 5 

°C m/kg kJ/kg kJ/kg kJ/kg: K m/kg kJ/kg kJ/kg kJ/kg: K 

p = 5.5 bar = 0.55 MPa p = 6.0 bar = 0.60 MPa 
(T4, = 6.79°С) (T4, = 9.27°С) 

Sat. 0.22861 | 1323.06 | 1448.80 5.2430 0.21038 | 1324.89 | 1451.12 5.2122 
10 0.23227 | 1329.88 | 1457.63 5.2743 0.21115 | 1326.47 | 1453.16 5.2195 
20 0.24335 | 1350.50 | 1484.34 5.3671 0.22155 | 1347.62 | 1480.55 5.3145 
30 0.25403 | 1370.35 | 1510.07 5.4534 0.23152 | 1367.90 | 1506.81 5.4026 
40 0.26441 | 1389.64 | 1535.07 5.5345 0.24118 | 1387.52 | 1532.23 5.4851 
50 0.27454 | 1408.53 | 1559.53 5.6114 0.25059 | 1406.67 | 1557.03 5.5631 
60 0.28449 | 1427.13 | 1583.60 5.6848 0.25981 | 1425.49 | 1581.38 5.6373 
80 0.30398 | 1463.85 | 1631.04 5.8230 0.27783 | 1462.52 | 1629.22 5.7768 

100 0.32307 | 1500.36 | 1678.05 5.9525 0.29546 | 1499.25 | 1676.52 5.9071 

120 0.34190 | 1537.02 | 1725.07 6.0753 0.31281 | 1536.07 | 1723.76 6.0304 

140 0.36054 | 1574.07 | 1772.37 6.1926 0.32997 | 1573.24 | 1771.22 6.1481 

160 0.37903 | 1611.66 | 1820.13 6.3055 0.34699 | 1610.92 | 1819.12 6.2613 

180 0.39742 | 1649.88 | 1868.46 6.4146 0.36390 | 1649.22 | 1867.56 6.3707 

200 041571 | 1688.79 | 1917.43 6.5203 0.38071 | 1688.20 | 1916.63 6.4766 

p = 7.0 bar = 0.70 MPa p = 8.0 bar = 0.80 MPa 
(Ты = 13.79°C) (T4, = 17.84°C) 

Sat. 0.18148 | 1328.04 | 1455.07 5.1576 0.15958 | 1330.64 | 1458.30 5.1099 
20 0.18721 | 1341.72 | 1472.77 5.2186 0.16138 | 1335.59 | 1464.70 5.1318 
30 0.19610 | 1362.88 | 1500.15 5.3104 0.16948 | 1357.71 | 1493.29 5.2277 
40 0.20464 | 1383.20 | 1526.45 5.3958 0.17720 | 1378.77 | 1520.53 5.3161 
50 0.21293 | 1402.90 | 1551.95 5.4760 0.18465 | 1399.05 | 1546.77 5.3986 
60 022101 | 142216 | 1576.87 5.5519 0.19189 | 1418.77 | 1572.28 5.4763 
80 0.23674 | 1459.85 | 1625.56 5.6939 0.20590 | 1457.14 | 1621.86 5.6209 

100 0.25205 | 1497.02 | 1673.46 5.8258 0.21949 | 1494.77 | 1670.37 5.7545 

120 0.26709 | 1534.16 | 1721.12 5.9502 0.23280 | 1532.24 | 1718.48 5.8801 

140 0.28193 | 1571.57 | 1768.92 6.0688 0.24590 | 1569.89 | 1766.61 5.9995 

160 0.29663 | 1609.44 | 1817.08 6.1826 0.25886 | 1607.96 | 1815.04 6.1140 

180 0.31121 | 1647.90 | 1865.75 6.2925 0.27170 | 1646.57 | 1863.94 6.2243 

200 0.32571 | 1687.02 | 1915.01 6.3988 0.28445 | 1685.83 | 1913.39 6.3311 

p - 9.0 bar - 0.90 MPa p — 10.0 bar — 1.00 MPa 
(T4, = 21.527€) (Ты = 24.89°C) 

Sat. 0.14239 | 1332.82 | 1460.97 5.0675 0.12852 | 1334.66 | 1463.18 5.0294 
30 0.14872 | 1352.36 | 1486.20 5.1520 0.13206 | 1346.82 | 1478.88 5.0816 
40 0.15582 | 1374.21 | 1514.45 5.2436 0.13868 | 1369.52 | 1508.20 5.1768 
50 0.16263 | 1395.11 | 1541.47 5.3286 0.14499 | 1391.07 | 1536.06 5.2644 
60 0.16922 | 1415.32 | 1567.61 5.4083 0.15106 | 1411.79 | 1562.86 5.3460 
80 0.18191 | 1454.39 | 1618.11 9.2595 0.16270 | 1451.60 | 1614.31 5.4960 

100 0.19416 | 1492.50 | 1667.24 5.6908 0.17389 | 1490.20 | 1664.10 5.6332 

120 0.20612 | 1530.30 | 1715.81 5.8176 0.18478 | 1528.35 | 1713.13 5.7612 

140 0.21788 | 1568.20 | 1764.29 5.9379 0.19545 | 1566.51 | 1761.96 5.8823 

160 0.22948 | 1606.46 | 1813.00 6.0530 0.20598 | 1604.97 | 1810.94 5.9981 

180 0.24097 | 1645.24 | 1862.12 6.1639 0.21638 | 1643.91 | 1860.29 6.1095 

200 0.25237 | 1684.64 | 1911.77 6.2711 0.22670 | 1683.44 | 1910.14 6.2171 


Table Т-17 (Continued) 


T U u h 5 U и һ 5 

*G m/kg kJ/kg kJ/kg kJ/kg: K m/kg kJ/kg kJ/kg kJ/kg: K 

p = 12.0 bar = 1.20 MPa p = 14.0 bar = 1.40 MPa 
(T4, = 30.94°C) (T4, = 36.26°С) 

Sat. 0.10751 | 1337.52 | 1466.53 4.9625 0.09231 | 1339.56 | 1468.79 4.9050 
40 0.11287 | 1359.73 | 1495.18 5.0553 0.09432 | 1349.29 | 1481.33 4.9453 
60 0.12378 | 1404.54 | 1553.07 5.2347 0.10423 | 1396.97 | 1542.89 5.1360 
80 0.13387 | 1445.91 | 1606.56 5.3906 0.11324 | 1440.06 | 1598.59 5.2984 

100 0.14347 | 1485.55 | 1657.71 5.5315 0.12172 | 1480.79 | 1651.20 5.4433 

120 0.15275 | 1524.41 | 1707.71 5.6620 0.12986 | 1520.41 | 1702.21 5.5765 

140 0.16181 | 1563.09 | 1757.26 5.7850 0.13777 | 1559.63 | 1752.52 5.7013 

160 0.17072 | 1601.95 | 1806.81 5.9021 0.14552 | 1598.92 | 1802.65 5.8198 

180 0.17950 | 1641.23 | 1856.63 6.0145 0.15315 | 1638.53 | 1852.94 3.9533 

200 0.18819 | 1681.05 | 1906.87 6.1230 0.16068 | 1678.64 | 1903.59 6.0427 

220 0.19680 | 1721.50 | 1957.66 6.2282 0.16813 | 1719.35 | 1954.73 6.1485 

240 0.20534 | 1762.63 | 2009.04 6.3303 0.17551 | 1760.72 | 2006.43 6.2513 

260 0.21382 | 1804.48 | 2061.06 6.4297 0.18283 | 1802.78 | 2058.75 6.3513 

280 0.22225 | 1847.04 | 2113.74 6.5267 0.19010 | 1845.55 | 2111.69 6.4488 

p = 16.0 bar = 1.60 MPa p — 18.0 bar — 1.80 MPa 
(Ты. = 41.03°C) (Ты. = 45.38°С) 

Sat. 0.08079 | 1340.97 | 1470.23 4.8542 0.07174 | 1341.88 | 1471.01 4.8086 
60 0.08951 | 1389.06 | 1532.28 5.0461 0.07801 | 1380.77 | 1521.19 4.9627 
80 0.09774 | 1434.02 | 1590.40 5.2156 0.08565 | 1427.79 | 1581.97 5.1399 

100 0.10539 | 1475.93 | 1644.56 5.3648 0.09267 | 1470.97 | 1637.78 5.2937 

120 0.11268 | 1516.34 | 1696.64 5.5008 0.09931 | 1512.22 | 1690.98 5.4326 

140 0.11974 | 1556.14 | 1747.72 5.6276 0.10570 | 1552.61 | 1742.88 5.5614 

160 0.12663 | 1595.85 | 1798.45 5.7475 0.11192 | 1592.76 | 1794.23 5.6828 

180 0.13339 | 1635.81 | 1849.23 5.8621 0.11801 | 1633.08 | 1845.50 5.7985 

200 0.14005 | 1676.21 | 1900.29 5.9723 0.12400 | 1673.78 | 1896.98 5.9096 

220 0.14663 | 1717.18 | 1951.79 6.0789 0.12991 | 1715.00 | 1948.83 6.0170 

240 0.15314 | 1758.79 | 2003.81 6.1823 0.13574 | 1756.85 | 2001.18 6.1210 

260 0.15959 | 1801.07 | 2056.42 6.2829 0.14152 | 1799.35 | 2054.08 6.2222 

280 0.16599 | 1844.05 | 2109.64 6.3809 0.14724 | 1842.55 | 2107.58 6.3207 

p — 20.0 bar — 2.00 MPa 
(Ты. = 49.37°C) 

Sat. 0.06445 | 1342.37 | 1471.26 4.7670 
60 0.06875 | 1372.05 | 1509.54 4.8838 
80 0.07596 | 1421.36 | 1573.27 5.0696 

100 0.08248 | 1465.89 | 1630.86 5.2283 

120 0.08861 | 1508.03 | 1685.24 5.3703 

140 0.09447 | 1549.03 | 1737.98 5.5012 

160 0.10016 | 1589.65 | 1789.97 5.6241 

180 0.10571 | 1630.32 | 1841.74 5.7409 

200 0.11116 | 1671.33 | 1893.64 5.8530 

220 0.11652 | 1712.82 | 1945.87 5.9611 

240 0.12182 | 1754.90 | 1998.54 6.0658 

260 0.12706 | 1797.63 | 2051.74 6.1675 

280 0.13224 | 1841.03 | 2105.50 6.2665 


Table Т-18 Properties of Saturated Propane (Liquid—Vapor): Temperature Table 


Specific Volume Internal Energy Enthalpy Entropy 
m/kg kJ/kg kJ/kg kJ/kg K 
Sat. Sat. Sat. Sat. Sat. Sat. Sat. Sat. 
Temp. Press. Liquid Vapor Liquid | Vapor | Liquid | Evap. | Vapor | Liquid | Vapor | Temp. 
°C bar v, X 107 Ug Ur и, л, he hy 5g Sg °C 

- 100 0.02888 1353 11277 -128.4 | 319.5 | —128.4 | 4804 | 352.0 | —0.634 | 2.140 | —100 
-90 0.06426 1.578 5.345 -1 9 | BOS | iu | ӨЛІМІ | sso | -0519% | 2055 -01) 
-80 0.1301 1.605 2.774 = БН | 32202 -87.0 | 4624 | 3754 | —0.408 | 1.986 -80 
-10 0.2434 1.633 15551) —65.8 | 349.5 = | 45a | SES | 02001 | 1209 =й 
—60 0.4261 1.663 0.9234 -44.4 | 359.9 -44.3 | 443.5 | 399.2 | —0.198 | 1.883 —60 
—50 0.7046 1.694 0.5793 -22.5 | 370.4 —22.4 | 433.6 | 411.2 | —0.098 | 1.845 —50 
—40 1.110 1.728 0.3798 —02 | 381.0 0.0 | 423.2 | 4232 0.000 | 1.815 —40 
—30 1.677 1.763 0.2585 22.6 | 391.6 22.9 | 412.1 | 435.0 0.096 | 1.791 -30 
=20 2.444 1.802 0.1815 45.9 | 402.4 46.3 | 400.5 | 446.8 0.190 | 1.772 —20 
-10 3.451 1.844 0.1309 69.8 | 413.2 70.4 | 388.0 | 458.4 0.282 | 1.757 -10 
0 4.743 1.890 0.09653 94.2 | 423.8 95.1 | 374.5 | 469.6 0.374 | 1.745 0 
4 5.349 1.910 0.08591 104.2 | 428.1 105.3 | 368.8 | 474.1 0.410 | 1.741 4 
8 6.011 1.931 0.07666 114.3 | 432.3 115.5 | 362.9 | 478.4 0.446 | 1.737 8 
12) 6.732 18952 0.06858 124.6 | 436.5 125.9 | 356.8 | 482.7 0.482 | 1.734 12 
16 77-915) 1.07775) 0.06149 135.0 | 440.7 136.4 | 350.5 | 486.9 (515) | 1721 16 
20 8.362 1.999 0.05525 145.4 | 444.8 147.1 | 343.9 | 491.0 0.555 | 1.728 20 
24 9.278 2.024 0.04973 156.1 | 448.9 158.0 | 337.0 | 495.0 0.591 | 1.725 24 
28 10.27 2.050 0.04483 166.9 | 452.9 169.0 | 329.9 | 498.9 0.627 | 1.722 28 
32 11.33 2.078 0.04048 177.8 | 456.7 180.2 | 3224 | 502.6 0.663 | 1.720 32 
36 12.47 2.108 0.03659 188.9 | 460.6 191.6 | 314.6 | 5062 0.699 | 1.717 36 
40 13.69 2.140 0.03310 200.2 | 464.3 203.1 | 306.5 | 509.6 (7849 | 152715 40 
44 15.00 2.174 0.02997 2117 | 467.9 212299 ЯШ) | 51270 (097/72 | 12112) 44 
48 16.40 22211! 0.02714 223.4 | 471.4 ЛЫ) | 299% | 5150 0.809 | 1.709 48 
52 17.89 22250) 0.02459 235.3 | 474.6 2259 | 2S | SS 0.846 | 1.705 52 
56 19.47 22 2X9) 0.02227 2474 | 477.7 ЛО | ASA | 521 0.884 | 1.701 56 
60 21.16 2.340 0.02015 259.8 | 480.6 264.8 | 2584 | 5232 0.921 | 1.697 60 
65 23.42 2.406 0.01776 275.7 | 483.6 281.4 | 243.8 | 525.2 0.969 | 1.690 65 
70 25.86 2.483 0.01560 292.3 | 486.1 298.7 | 2277 | 526.4 1.018 | 1.682 70 
75 28.49 2.573 0.01363 309.5 | 487.8 316.8 | 209.8 | 526.6 1.069 | 1.671 75 
80 3131 2.683 0.01182 327.6 | 4882 336.0 | 1892 | 5252 1122 | 1.657 80 
85 34.36 2.827 0.01011 3472 | 486.9 356.9 | 1647 | 521.6 1.178 | 1.638 85 
90 37.64 3.038 0.008415 369.4 | 482.2 Sk || SEIL ЕСЛЕ 9 1.242 | 1.608 90 
95 41.19 3.488 0.006395 399.8 | 467.4 414.2 79.5 | 493.7 1.330 | 1.546 95 

96.7 | 42.48 4.535 0.004535 434.9 | 434.9 454.2 0.0 | 457.2 1.437 | 1.437 96.7 


Source: Tables T-18 through T-20 are calculated based on B. A. Younglove and J. Е. Ely, "Thermophysical Properties of Fluids. II. Methane, 
Ethane, Propane, Isobutane and Normal Butane,” J. Phys. Chem. Ref. Data, Vol. 16, No. 4, 1987, pp. 577-598. 


Table T-19 Properties of Saturated Propane (Liquid—Vapor): Pressure Table 


Specific Volume Internal Energy Enthalpy Entropy 
m/kg kJ/kg kJ/kg kJ/kg : K 
Sat. Sat. Sat. Sat. Sat. Sat. Sat. Sat. 

Press. Temp. Liquid Vapor Liquid Vapor Liquid Evap. | Vapor Liquid Vapor | Press. 
bar °C v, X 10? U, Ur Ug Л, lig, һ, 5g Sg bar 
0.05 = R 1.570 6.752 -114.6 | 326.0 -114.6 | 4744 | 3598 -0.556 | 2.081 0.05 
0.10 TSS 1.594 3.542 =95),l 335.4 =%БЫ | 45990 | S0 —0.450 | 2.011 0.10 
0.25 —69.55 1.634 IPSIS —64.9 | 350.0 —64.9 | 452.7 | 387.8 =A 12021) 0.25 
0.50 -56.93 1.672 0.7962 = || 5 ы —37.6 | 440.5 | 402.9 =01б/ 1.871 0.50 
0.75 —48.68 1.698 0.5467 -11 | 27145 —19.5 | 4323 | 412.8 -0.085 1.841 0.75 
1.00 -42.38 1.719 0.4185 —5.6 | 378.5 -5.4 | 4257 | 4203 -0.023 1.822 1.00 
2.00 -25.43 1.781 0.2192 33.1 396.6 33.5 | 406.9 | 440.4 0.139 1.782 2.00 
3.00 —14.16 1.826 0.1496 59.8 | 408.7 60.3 | 3933 | 453.6 0.244 1.762 3.00 
4.00 —5.46 1.865 0.1137 80.8 | 418.0 81.5 | 382.0 | 463.5 0.324 1.751 4.00 
5.00 1.74 1.899 0.09172 98.6 | 425.7 99.5 | 372.1 471.6 0.389 1.743 5.00 
6.00 77-99) 1.931 0.07680 114.2 | 432.2 115.3 | 363.0 | 478.3 0.446 1.797 6.00 
7.00 13.41 1.960 0.06598 128.2 | 438.0 129.6 | 354.6 | 484.2 0.495 157533 7.00 
8.00 18.33 1,989 0.05776 141.0 | 443.1 142.6 | 346.7 | 489.3 0.540 1 29) 8.00 
9.00 22.82 2.016 0.05129 1529 | 447.6 ТЕУ ШЕКЕРА! 493.8 0.580 1.726 9.00 

10.00 26.95 2.043 0.04606 164.0 | 4518 ПІ | Biles || 205725 0.618 1,723 10.00 

11.00 30.80 2.070 0.04174 174.5 | 455.6 176.8 | 3247 | 501.5 0.652 1.721 11.00 

12.00 34.39 2.096 0.03810 1844 | 4591 1870 | 317.8 | 504.8 0.685 1.718 12.00 

13.00 37.77 2.122 0.03499 193.9 | 462.2 196.7 | 311.0 | 507.7 0.716 1.716 13.00 

14.00 40.97 2.148 0.03231 203.0 | 4652 206.0 | 3044 | 5104 0.745 1.714 14.00 

15.00 44.01 2.174 0.02997 2117 | 467.9 215.0 | 2979 | 512.9 0.772 1.712 15.00 

16.00 46.89 2.200 0.02790 220.1 470.4 2236 820128 5150 0.799 1.710 16.00 

17.00 49.65 2-22 0.02606 226.3 || 4727 Sp) | 21540 | 5370 0.824 1.707 17.00 

18.00 52.30 25259 0.02441 236.2 | 4749 240.2 | 278.6 | 518.8 0.849 1.705 18.00 

19.00 54.83 2.280 0.02292 243.8 | 476.9 2482 | 2722 | 5204 0.873 1.703 19.00 

20.00 SU 2.308 0.02157 25/5929 4787 Be) | ЖО) | 5213 0.896 1.700 20.00 

22.00 61.90 2.364 0.01921 265.8 | 4817 2710 | 253.0 | 5240 0.939 1.695 22.00 

24.00 66.21 2.424 0.01721 2797 | 484.3 285.5 | 2401 525.6 0.981 1.688 24.00 

26.00 70.27 2.487 0.01549 2931 486.2 2996 | 2269 | 526.5 1.021 1.681 26.00 

28.00 74.10 2.555 0.01398 306.2 | 487.5 313.4 | 213.2 | 526.6 1.060 1.673 28.00 

30.00 77.72 2.630 0.01263 319.2 | 488.1 327.1 198.9 | 526.0 1.097 1.664 30.00 

35.00 86.01 2.862 0.009771 351.4 | 486.3 361.4 | 159.1 520.5 1.190 1.633 35.00 

40.00 93.38 9:979 0.007151 387.9 | 474.7 401.0 | 102.3 503.3 1295 1.574 | 40.00 

42.48 96.70 4.535 0.004535 434.9 | 434.9 454.2 0.0 | 454.2 1.437 1.437 42.48 


Table Т-20 Properties of Superheated Propane Vapor 


T U u h 5 U и һ 5 
°C m/kg kJ/kg kJ/kg kJ/kg: K my/kg kJ/kg kJ/kg kJ/kg: K 
p = 0.05 bar = 0.005 MPa p = 0.1 bar = 0.01 MPa 
(Ты = —93.28°С) (Ты = —83.87°С) 
Sat. 6.752 326.0 | 359.8 2.081 3.542 367.3 | 370.8 2.011 
—90 6.877 329.4 | 363.8 2.103 
—80 7.258 339.8 | 376.1 2.169 3.617 339.5 | 375:7 2.037 
—70 7.639 350.6 | 388.8 2.233 3.808 350.3 | 388.4 2.101 
—60 8.018 361.8 | 401.9 2.296 3.999 361.5 | 401.5 2.164 
-50 8.397 373.3 | 415.3 2.357 4.190 373.1 | 415.0 2.226 
—40 8.776 385.1 | 429.0 2.418 4.380 385.0 | 428.8 2.286 
—30 9.155 397.4 | 443.2 2.477 4.570 397.3 | 443.0 2.346 
-20 9.533 410.1 | 457.8 2.536 4.760 410.0 | 457.6 2.405 
-10 9.911 423.2 | 472.8 2.594 4.950 423.1 | 472.6 2.463 
0 10.29 436.8 | 488.2 2.652 5.139 436.7 | 488.1 2.520 
10 10.67 450.8 | 5041 2.709 5.329 450.6 | 503.9 2.578 
20 11.05 270.6 | 520.4 2.765 5.518 465.1 | 520.3 2.634 
р = 0.5 bar = 0.05 MPa p = 1.0 bar = 0.1 MPa 
(Tsu = —56.93°C) (Ты = —42.38°C) 
Sat. 0.796 363.1 | 402.9 1.871 0.4185 378.5 | 420.3 1.822 
—50 0.824 371.3 | 412.5 1.914 
—40 0.863 383.4 | 426.6 1.976 0.4234 381.5 | 423.8 1.837 
=30 0.903 396.0 | 441.1 2.037 0.4439 394.2 | 438.6 1.899 
—20 0.942 408.8 | 455.9 2.096 0.4641 407.3 | 453.7 1.960 
-10 0.981 4221 | 471.1 2,155 0.4842 4207 | 469.1 2.019 
0 1.019 435.8 | 486.7 2.213 0.5040 4344 | 4848 2.078 
10 1.058 449.8 | 502.7 2.271 0.5238 448.6 | 501.0 2.136 
20 1.096 464.3 | 519.1 2.328 0.5434 463.3 | 517.6 2.194 
30 1.135 479.2 | 535.9 2.384 0.5629 478.2 | 534.5 2.251 
40 1.173 494.6 | 553.2 2.440 0.5824 493.7 | 551.9 2.307 
50 1.211 510.4 | 570.9 2.496 0.6018 509.5 | 569.7 2.363 
60 1.249 526.7 | 589.1 2.551 0.6211 525.8 | 587.9 2.419 
р = 2.0 bar = 0.2 MPa p = 3.0 bar = 0.3 MPa 
(T4, = —25.43°C) (T4, = —14.16°C) 
Sat. 0.2192 396.6 | 440.4 1.782 0.1496 408.7 | 453.6 1.762 
-20 0.2251 404.0 | 449.0 1.816 
-10 0.2358 4177 | 464.9 1.877 0.1527 414.7 | 460.5 1.789 
0 0.2463 431.8 | 481.1 1.938 0.1602 429.0 | 477.1 1.851 
10 0.2566 446.3 | 497.6 1.997 0.1674 443.8 | 494.0 1.912 
20 0.2669 461.1 | 514.5 2.056 0.1746 458.8 | 511.2 1.971 
30 0.2770 476.3 | 531.7 2.113 0.1816 474.2 | 528.7 2.030 
40 0.2871 491.9 | 549.3 2.170 0.1885 490.1 | 546.6 2.088 
50 0.2970 507.9 | 567.3 2.227 0.1954 506.2 | 564.8 2.145 
60 0.3070 524.3 | 585.7 2.283 0.2022 522.7 | 583.4 2.202 
70 0.3169 541.1 | 604.5 2.339 0.2090 539.6 | 602.3 2.258 
80 0.3267 558.4 | 623.7 2.394 0.2157 557.0 | 621.7 2.314 
90 0.3365 576.1 | 643.4 2.449 0.2223 574.8 | 641.5 2.369 


Table Т-20 (Continued) 


T U и һ 5 U u h 5 
°С m/kg kJ/kg kJ/kg kJ/kg: K m/kg kJ/kg kJ/kg kJ/kg: K 
p = 4.0 bar = 0.4 MPa p = 5.0 bar = 0.5 MPa 
(Ты = —5.46°С) (Т „= 1.74°C) 
Sat. 0.1137 418.0 | 463.5 1.751 0.09172 | 425.7 | 471.6 1.743 
О 0.1169 426.1 | 472.9 1.786 
10 01227 4412 | 490.3 1.848 0.09577 | 438.4 | 486.3 1.796 
20 01283 456.6 | 507.9 1.909 0.1005 454.1 | 504.3 1.858 
30 0.1338 472.2 | 5257 1.969 0.1051 470.0 | 522.5 1.919 
40 0.1392 488.1 | 543.8 2.027 0.1096 | 4861 | 540.9 1.979 
50 0.1445 504.4 | 562.2 2.085 0.1140 502.5 | 559.5 2.038 
60 0.1498 521.1 | 581.0 2,143 0.1183 519.4 | 578.5 2.095 
70 01550 538.1 | 600.1 2.199 0.1226 536.6 | 597.9 2.153 
80 01601 555.7 | 619.7 2.255 0.1268 554.1 | 617.5 2.209 
90 0.1652 573.5 | 639.6 2.31] 0.1310 572.1 | 637.6 2.265 
100 0.1703 591.8 | 659.9 2.366 0.1351 590.5 | 658.0 2.32] 
110 0.1754 610.4 | 680.6 2.421 0.1392 609.3 | 678.9 2.376 
p = 6.0 bar = 0.6 MPa p = 7.0 bar = 0.7 MPa 
(Та = 7.93°C) (Ты. = 13.41°C) 
Sat. 0.07680 | 432.2 | 478.3 1.737 0.06598 | 438.0 | 484.2 1.733 
10 0.07769 | 435.6 | 4822 1.751 
20 0.08187 | 451.5 | 500.6 1.815 0.06847 | 448.8 | 496.7 1.776 
30 0.08588 | 467.7 | 519.2 1.877 0.07210 | 465.2 | 515.7 1.840 
40 0.08978 | 484.0 | 537.9 1.938 0.07558 | 481.9 | 534.8 1.901 
50 0.09357 | 500.7 | 556.8 1.997 0.07896 | 498.7 | 554.0 1.962 
60 0.09729 | 517.6 | 576.0 2.056 0.08225 | 515.9 | 573.5 2.021 
70 0.1009 535.0 | 595.5 2.113 0.08547 | 533.4 | 5932 2.079 
80 0.1045 552.7 | 615.4 2.170 0.08863 | 551.2 | 6132 2.137 
90 01081 570.7 | 635.6 2.227 0.09175 | 569.4 | 633.6 2.194 
100 01116 589.2 | 656.2 2.283 0.09482 | 587.9 | 654.3 2.250 
110 0.1151 608.0 | 677.1 2.338 0.09786 | 606.8 | 675.3 2.306 
120 0.1185 627.3 | 698.4 2.393 0.1009 626.2 | 696.8 2.361 
р = 8.0 Баг = 0.8 МРа р = 9.0 Баг = 0.9 МРа 
(T4, = 18.339С) (Ты. = 22.82°С) 
Sat. 0.05776 | 443.1 | 489.3 1.729 0.05129 | 447.2 | 493.8 1.726 
20 0.05834 | 445.9 | 492.6 1.740 
30 0.06170 | 462.7 | 512.1 1.806 0.05355 | 460.0 | 5082 1.774 
40 0.06489 | 479.6 | 531.5 1.869 0.05653 | 477.2 | 528.1 1.839 
50 0.06796 | 496.7 | 551.1 1.930 0.05938 | 494.7 | 548.1 1.901 
60 0.07094 | 514.0 | 570.8 1.990 0.06213 | 512.2 | 568.1 1.962 
70 0.07385 | 531.6 | 590.7 2.049 0.06479 | 530.0 | 588.3 2.022 
80 0.07669 | 549.6 | 611.0 2.107 0.06738 | 548.1 | 608.7 2.081 
90 0.07948 | 567.9 | 631.5 2.165 0.06992 | 566.5 | 629.4 2.138 
100 0.08222 | 586.5 | 652.3 2.221 0.07241 | 585.2 | 650.4 2.195 
110 0.08493 | 605.6 | 673.5 2.277 0.07487 | 604.3 | 671.7 2.252 
120 0.08761 | 625.0 | 695.1 2.333 0.07729 | 623.7 | 693.3 2.307 
130 0.09026 | 644.8 | 717.0 2.388 0.07969 | 643.6 | 715.3 2.363 
140 0.09289 | 665.0 | 739.3 2.442 0.08206 | 663.8 | 737.7 2.418 


Table Т-20 (Continued) 


T U u h s U u h 5 
°С m/kg kJ/kg kJ/kg kJ/kg: K mykg kJ/kg kJ/kg kJ/kg: K 
p = 10.0 bar = 1.0 MPa p = 12.0 bar = 1.2 MPa 
(Ты = 26.95°С) (T4, = 34.39°C) 

Sat. 0.04606 | 451.8 | 497.9 1.723 0.03810 | 459.1 | 504.8 1.718 
30 0.04696 | 457.1 | 504.1 1.744 
40 0.04980 | 474.8 | 524.6 1.810 0.03957 | 469.4 | 516.9 1.757 
50 0.05248 | 492.4 | 544.9 1.874 0.04204 | 487.8 | 538.2 1.824 
60 0.05505 | 510.2 | 565.2 1.936 0.04436 | 506.1 | 559.3 1.889 
70 0.05752 | 528.2 | 585.7 1.997 0.04657 | 524.4 | 580.3 1.951 
80 0.05992 | 546.4 | 606.3 2.056 0.04869 | 543.1 | 601.5 2.012 
90 0.06226 | 564.9 | 627.2 2.114 0.05075 | 561.8 | 622.7 2.071 

100 0.06456 | 583.7 | 648.3 2.172 0.05275 | 580.9 | 644.2 2.129 

110 0.06681 | 603.0 | 669.8 2.228 0.05470 | 600.4 | 666.0 2.187 

120 0.06903 | 622.6 | 691.6 2.284 0.05662 | 620.1 | 688.0 2.244 

130 0.07122 | 642.5 | 713.7 2.340 0.05851 | 640.1 | 710.3 2.300 

140 0.07338 | 662.8 | 736.2 2:395 0.06037 | 660.6 | 733.0 2.355 

p = 14.0 bar = 1.4 MPa p = 16.0 bar = 1.6 MPa 
(T4, = 40.97°C) (Ты. = 46.89°C) 

Sat. 0.03231 | 465.2 | 510.4 1.714 0.02790 | 470.4 | 515.0 1.710 
50 0.03446 | 482.6 | 530.8 1.778 0.02861 | 476.7 | 522.5 1.733 
60 0.03664 | 501.6 | 552.9 1.845 0.03075 | 496.6 | 545.8 1.804 
70 0.03869 | 520.4 | 574.6 1.909 0.03270 | 516.2 | 568.5 1.871 
80 0.04063 | 539.4 | 596.3 1.972 0.03453 | 535.7 | 590.9 1.935 
90 0.04249 | 558.6 | 618.1 2.033 0.03626 | 555.2 | 613.2 1.997 

100 0.04429 | 577.9 | 639.9 2.092 0.03792 | 574.8 | 635.5 2.058 

110 0.04604 | 597.5 | 662.0 2.150 0.03952 | 594.7 | 657.9 2.117 

120 0.04774 | 617.5 | 684.3 2.208 0.04107 | 614.8 | 680.5 2.176 

130 0.04942 | 637.7 | 706.9 2.265 0.04259 | 635.3 | 703.4 2.233 

140 0.05106 | 658.3 | 729.8 2.321 0.04407 | 656.0 | 726.5 2.290 

150 0.05268 | 679.2 | 753.0 2.376 0.04553 | 677.1 | 749.9 2.346 

160 0.05428 | 700.5 | 776.5 2.431 0.04696 | 698.5 | 773.6 2.401 

p = 18.0 bar = 1.8 MPa р = 20.0 bar = 2.0 MPa 
(Т = 52.30°C) (T4, = 57.27°С) 

Sat. 0.02441 | 474.9 | 518.8 1.705 0.02157 | 478.7 | 521.8 1.700 
60 0.02606 | 491.1 | 538.0 1.763 0.02216 | 484.8 | 529.1 1.722 
70 0.02798 | 511.4 | 561.8 1.834 0.02412 | 506.3 | 554.5 1.797 
80 0.02974 | 531.6 | 585.1 1.901 0.02585 | 5271 | 578.8 1.867 
90 0.03138 | 551.5 | 608.0 1.965 0.02744 | 547.6 | 602.5 1.933 

100 0.03293 | 571.5 | 630.8 2.027 0.02892 | 568.1 | 625.9 1.997 

110 0.03443 | 591.7 | 653.7 2.087 0.03033 | 588.5 | 649.2 2.059 

120 0.03586 | 612.1 | 676.6 2.146 0.03169 | 609.2 | 672.6 2.119 

130 0.03726 | 632.7 | 699.8 2.204 0.03299 | 630.0 | 696.0 2.178 

140 0.03863 | 653.6 | 723.1 2.262 0.03426 | 651.2 | 719.7 2.236 

150 0.03996 | 674.8 | 746.7 2.318 0.03550 | 672.5 | 743.5 2.293 

160 0.04127 | 696.3 | 770.6 2.374 0.03671 | 694.2 | 767.6 2.349 

170 0.04256 | 718.2 | 794.8 2.429 0.03790 | 716.2 | 792.0 2.404 

180 0.04383 | 740.4 | 819.3 2.484 0.03907 | 738.5 | 816.6 2.459 


Table Т-20 (Continued) 


T U u h 5 U u h 5 

°С m/kg kJ/kg kJ/kg kJ/kg: K m/kg kJ/kg kJ/kg kJ/kg: K 

p = 22.0 bar = 2.2 MPa p = 24.0 bar = 2.4 MPa 
(Ты. = 61.90°C) (T4, = 66.21°С) 

Sat. 0.01921 | 481.8 | 524.0 1.695 0.01721 | 484.3 | 525.6 1.688 
70 0.02086 | 500.5 | 546.4 1.761 0.01802 | 493.7 | 536.9 1.722 
80 0.02261 | 522.4 | 572.1 1.834 0.01984 | 517.0 | 564.6 1.801 
90 0.02417 | 543.5 | 596.7 1.903 0.02141 | 539.0 | 590.4 1.873 

100 0.02561 | 564.5 | 620.8 1.969 0.02283 | 560.6 | 615.4 1.941 

110 0.02697 | 585.3 | 644.6 2.032 0.02414 | 581.9 | 639.8 2.006 

120 0.02826 | 606.2 | 668.4 2.093 0.02538 | 603.2 | 664.1 2.068 

130 0.02949 | 627.3 | 692.2 2.153 0.02656 | 624.6 | 688.3 2.129 

140 0.03069 | 648.6 | 716.1 2:211 0.02770 | 646.0 | 712.5 2.188 

150 0.03185 | 670.1 | 7402 2.269 0.02880 | 667.8 | 736.9 2.247 

160 0.03298 | 691.9 | 764.5 2.326 0.02986 | 689.7 | 761.4 2.304 

170 0.03409 | 714.1 | 789.1 2.382 0.03091 | 711.9 | 786.1 2.360 

180 0.03517 | 736.5 | 813.9 2.437 0.03193 | 734.5 | 811.1 2.416 

p = 26.0 bar = 2.6 MPa р = 30.0 bar = 3.0 MPa 
(Ты = 70.27°С) (Ты. = 77.72°С) 

Sat. 0.01549 | 486.2 | 526.5 1.681 0.01263 | 488.2 | 526.0 1.664 
80 0.01742 | 511.0 | 556.3 1.767 0.01318 | 495.4 | 534.9 1.689 
90 0.01903 | 534.2 | 583.7 1.844 0.01506 | 522.8 | 568.0 1.782 

100 0.02045 | 556.4 | 609.6 1.914 0.01654 | 547.2 | 596.8 1.860 

110 0.02174 | 578.3 | 634.8 1.981 0.01783 | 570.4 | 623.9 1.932 

120 0.02294 | 600.0 | 659.6 2.045 0.01899 | 593.0 | 650.0 1.999 

130 0.02408 | 621.6 | 684.2 2.106 0.02007 | 615.4 | 675.6 2.063 

140 0.02516 | 643.4 | 708.8 2.167 0.02109 | 637.7 | 701.0 2.126 

150 0.02621 | 665.3 | 733.4 2.226 0.02206 | 660.1 | 726.3 2.186 

160 0.02723 | 687.4 | 758.2 2.283 0.02300 | 682.6 | 751.6 2.245 

170 0.02821 | 709.9 | 783.2 2.340 0.02390 | 705.4 | 777.1 2.303 

180 0.02918 | 732.5 | 808.4 2.397 0.02478 | 728.3 | 802.6 2.360 

190 0.03012 | 755.5 | 833.8 2.452 0.02563 | 751.5 | 828.4 2.417 

p = 35.0 bar = 3.5 MPa p = 40.0 bar = 4.0 MPa 
(Ты. = 86.01°C) (T4, = 93.38°С) 

Sat. 0.00977 | 486.3 | 520.5 1.633 0.00715 | 474.7 | 503.3 1.574 
90 0.01086 | 502.4 | 540.5 1.688 
100 0.01270 | 532.9 | 577.3 1.788 0.00940 | 5121 | 549.7 1.700 
110 0.01408 | 558.9 | 608.2 1.870 0.01110 | 544.7 | 589.1 1.804 
120 0.01526 | 583.4 | 636.8 1.944 0.01237 | 572.1 | 621.6 1.887 
130 0.01631 | 607.0 | 664.1 2.012 0.01344 | 597.4 | 651.2 1.962 
140 0.01728 | 630.2 | 690.7 2.077 0.01439 | 621.9 | 679.5 2.031 
150 0.01819 | 653.3 | 717.0 2.140 0.01527 | 645.9 | 707.0 2.097 
160 0.01906 | 676.4 | 743.1 2.201 0.01609 | 669.7 | 734.1 2.160 
170 0.01989 | 699.6 | 769.2 2.261 0.01687 | 693.4 | 760.9 2.222 
180 0.02068 | 722.9 | 795.3 2.319 0.01761 | 717.3 | 787.7 2.281 
190 0.02146 | 746.5 | 821.6 2.376 0.01833 | 741.2 | 814.5 2.340 

200 0.02221 | 770.3 | 848.0 2.433 0.01902 | 765.3 | 841.4 2.397 


Table T-11E 


Ideal Gas Properties of Selected Gases (Continued) 


TCR), h and u(Btu/Ibmol), s*(Btu/Ibmol - ^R) 


Carbon Dioxide, СО, Carbon Monoxide, CO Water Vapor, H,O Oxygen, О, Nitrogen, М, 

h u 8? Л п 5° Л п y h п 5° Л п 5° 
19,698 | 15,925 | 64.999 | 13,850 | 10,077 | 56.509 | 16,428 | 12,654 | 56.097 | 14,322 | 10,549 | 58.607 | 13,742 9,968 | 54.896 
20,224 | 16,372 | 65.272 | 14,170 | 10,318 | 56.677 | 16,830 | 12,977 | 56.307 | 14,658 | 10,806 | 58.782 | 14,058 | 10,205 | 55.061 
20,753 | 16,821 | 65.543 | 14,492 | 10,560 | 56.841 17,235 | 13,303 | 56.514 | 14,995 | 11,063 | 58.954 | 14,375 | 10,443 | 55.223 
AS | ПОЛО | ый | КӨШІР | 10105) || 5700 | 76 | 2062 | 5510 | 15:595 | 201 | 5512 | ТЕМ | 0 6 0) 655583 
21,818 | 17,727 | 66.069 | 15,139 | 11,048 | 57.161 19:05:28 1950 56:92080 | 494992. 25819 | Аз 50158 1010238 855540 
22,353 | 18,182 | 66.327 | 15,463 | 11,293 | 57317 | 18,467 | 14,97 | 57.119 | 16,011 11,841 | 59.451 15,334 | 11,164 | 55.694 
22,890 | 18,640 | 66.581 15,789 | 11,539 | 57.470 | 18,883 | 14,633 | 57.315 16,351 12,101 | 59.612 | 15,656 | 11,406 | 55.846 
23,429 | 19,101 | 66.830 | 16,116 | 11,787 | 57.621 19,301 14,972 | 57.509 | 16,692 | 12,363 | 59.770 | 15,978 | 11,649 | 55.995 
23,970 | 19,561 | 67.076 | 16,443 | 12,035 | 57.770 | 19,722 | 15,313 | 57.701 17,036 | 12,625 | 59.926 | 16,302 | 11,893 | 56.141 
24,512 | 20,024 | 67.319 | 16,722 | 12,284 | 57917 | 20,145 | 15,657 | 57.889 | 17,376 | 12,888 | 60.077 | 16,626 | 12,138 | 56.286 
25,056 | 20,489 | 67.557 | 17,101 12,534 | 58.062 | 20,571 (9095 | 544077 | ІТ.ЛІО | TUS | 00228 | 15051 12,384 | 56.429 
25,602 | 20,955 | 67.792 | 17,431 12,784 | 58.204 | 20,999 | 16,352 | 58.261 18,062 | 13,416 | 60.376 | 17,277 | 12,630 | 56.570 
26,150 | 21,423 | 68.025 | 17,62 | 13,035 | 58.344 | 21,429 | 16,703 | 58.445 | 18,407 | 13,680 | 60.522 | 17,604 | 12,878 | 56.708 
ASG) | 24222) | 68:52) | ТБО) | 2257 | 58482 | ШО | 10740507 | 58425 | 155002 | 12942 | Clie | 17280 | SX 8561845 
27,249 | 22,364 | 68.479 | 18,426 | 13,541 | 58.619 | 22,298 | 17,413 | 58.803 | 19,097 | 14,212 | 60.808 | 18,260 | 13,375 | 56.980 
27,801 | 22,837 | 68.702 | 18,759 | 13,794 | 58,754 | 22,735 | 17,771 | 58.980 | 19,443 14,479 | 60.946 | 18,590 | 13,625 | 57.112 
28,355 | 23,310 | 68.921 19,093 14,048 | 58.885 | 23,175 | 18,131 | 59.155 | 19,790 | 14,746 | 61.084 | 18,919 | 13,875 | 57.243 
28,910 | 23,786 | 69138 | 19,427 | 14,303 | 59.016 | 23,618 | 18,494 | 59.328 | 20,138 | 15,014 | 61220 | 19,250 | 14,127 | 57.372 
29,465 | 24,262 | 69.352 | 19,762 | 14,559 | 59.145 | 24,062 | 18,859 | 59.500 | 20,485 15,282 | 61.354 | 19,582 | 14,379 | 57.499 
30,023 | 24,740 | 69.563 | 20,098 | 14,815 | 59.272 | 24,508 | 19,226 | 59.669 | 20,834 | 15,551 | 61.486 | 19,914 | 14,631 | 57.625 
50:50188 252208 | GRON 2072318 81510729 85986950 | 22959 | Iss) | Sem | NS | TS 016162 72002205 0115: 55555 57757) 
21111 ЖШ | 02707 | ОЛИЙ (5360 | ӘЗӘЙІ | 252098 | TOR | G5 | 22175552 ШО ЕО | ЯЛЗЫ)| ESSE | 572512 
31,702 | 26,181 | 70.181 | 21,108 | 15,588 | 59.644 | 25,861 | 20,340 | 60.167 | 21,883 | 16,362 | 61.871 | 20,914 | 15,393 | 57.993 
32,264 | 26,664 | 70.382 | 21,446 | 15,846 | 59.765 | 26,316 | 20,715 | 60.330 | 22,232 | 16,633 | 61.996 | 21,248 | 15,648 | 58.113 
32,827 | 27,148 | 70.580 | 21,785 | 16,105 | 59.884 | 26,773 | 21,093 | 60490 | 22,584 | 16,005 | 62.120 | 21,584 | 15,905 | 58.231 
33,392 | 27,633 | 70776 | 22,24 | 16,365 | 60.002 | 27,231 | 21,472 | 60.650 | 22,936 | 17,177 | 62242 | 21,920 | 16,161 | 58.348 
33,957 | 28,118 | 70.970 | 22,463 | 16,625 | 60.118 | 27,692 | 21,853 | 60.809 | 23,288 | 17,450 | 62.363 | 22,256 | 16,417 | 58.463 
34,523 | 28,605 | 71.160 | 22,803 | 16,885 | 60.232 | 28,154 | 22,237 | 60.965 | 23,641 17,723 | 62.483 | 22,593 | 16,675 | 58.576 
35,090 | 29,093 | 71.350 | 23,144 | 17,146 | 60.346 | 28,619 | 22,621 | 61.120 | 23,904 | 17,997 | 62.599 | 22,930 | 16,933 | 58.688 
35,659 | 29,582 | 71.537 | 23,485 | 17,408 | 60.458 | 29,085 | 23,085 | 61.274 | 24,348 | 18,271 | 62.716 | 23,268 | 17,192 | 58.800 
56:228 | SOMO | ТІМ | OS? GN 1175 09 | (50509 295559 25507 612209 ЛШЫ | Шз | 022557 22 007 | ШОБ | 55:01) 
56:089 3015628 11200377 24716852 ІШУ) | 50679 | ӘШІР) | 22ЛЫӘП/ | ӘЛЕЛІ/ | БИШ Т | T1520 | (АУЫ | ЖО 8107108850015 
37,369 | 31,054 | 72.085 | 24,510 | 18,195 | 60.787 | 30,494 | 24,179 | 61727 | 25,413 | 19,098 | 63.057 | 24,285 | 17,970 | 59.126 
37,941 | 31,546 | 72.264 | 24,853 | 18,458 | 60.894 | 30,967 | 24,572 | 61.874 | 25,769 | 19,374 | 63.169 | 24,625 | 18,231 | 59.232 
38,513 | 32,039 | 72.441 | 25,196 | 18,722 | 61.000 | 31,442 | 24,968 | 62.022 | 26,175 | 19,651 | 63.279 | 24,965 | 18,491 | 59.338 


Table T-11E 


(Continued) 


TCR), h and u(Btu/Ibmol), s*(Btu/Ibmol · ^R) 


Carbon Dioxide, СО, Carbon Monoxide, CO Water Vapor, H,O Oxygen, О, Nitrogen, №, 

h и 59 Л и 59 Л и 5° Л и 5° Л и 5° 
39,087 32,533 72.616 25,539 18,986 61.105 31,918 25,365 62.167 26,412 19,928 63.386 25,306 18,753 59.442 
39,661 33,028 72.788 25,883 19,250 61.209 32,396 25,763 62.312 26,839 20,206 63.494 25,647 19,014 59.544 
40,236 33,524 72.960 26,227 19,515 61.311 32,876 26,164 62.454 27,197 20,485 63.601 25,989 19,277 59.646 
40,812 34,020 73.129 26,572 19,780 61.412 33,357 26,565 62.597 27,555 20,763 63.706 26,331 19,539 59.747 
41,338 34,517 73.297 26,917 20,045 61.513 33,839 26,968 62.738 27,914 21,043 63.811 26,673 19,802 59.846 
41,965 35,015 73.462 27,262 203 61.612 34,324 275118) 62.875 28,273 21,323 63.914 27,016 20,065 59.944 
42,543 85519 73.627 27,608 20,576 61.710 34,809 27,779 63.015 28,633 21,603 64.016 27,359 20,329 60.041 
43,121 36,012 73.789 27,954 20,844 61.807 35,296 28,187 63.153 28,994 21,884 64.114 27,703 20,593 60.138 
43,701 36,512 73.951 28,300 2111 61.903 35,785 28,596 63.288 29,354 22,165 64.217 28,046 20,858 60.234 
44,280 37,012 74.110 28,647 21 18 61.998 36,274 29,006 63.423 29,716 22,447 64.316 28,391 21181722: 60.328 
44,861 37,513 74.267 28,994 21,646 62.093 36,765 29,418 63.557 30,078 22,730 64.415 28,735 21,387 60.422 
45,442 38,014 74.423 29,341 21,914 62.186 37,258 29,831 63.690 30,440 23,013 64.512 29,080 21,653 60.515 
46,023 38,517 74.578 29,688 22,182 62.279 37,752 30,245 63.821 30,803 23,296 64.609 29,425 21,919 60.607 
46,605 39,019 74.732 30,036 22,450 62.370 38,247 30,661 63.952 31,166 23,580 64.704 29,771 22,185 60.698 
47,188 39,522 74.884 30,384 22,719 62.461 38,743 31,077 64.082 31,529 23,864 64.800 30,117 22,451 60.788 
47,771 40,026 75.033 30,733 22,988 61.511 39,240 31,495 64.210 31,894 24,149 64.893 30,463 22,718 60.877 
48,355 40,531 75.182 31,082 29 25 62.640 39,739 512015 64.338 32,258 24,434 64.986 30,809 22,985 60.966 
48,939 41,035 75.330 31,431 28:52! 62.728 40,239 32535 64.465 32,623 24,720 65.078 31,156 282252 61.053 
49,524 41,541 75.477 31,780 О 62.816 40,740 39 ТӨЛІ 64.591 32,989 25,006 65.169 31,503 23:520) 61.139 
50,109 42,047 75.622 32,129 24,067 62.902 | 41,242 33,179 64.715 33,353 25,292 65.260 31,850 23,788 61.225 
50,695 42,553 75.765 32,479 24,337 62.988 41,745 33,603 64.839 33,722 25,580 65.350 32,198 24,056 61.310 
51,282 43,060 75.907 32,829 24,608 63.072 42,250 34,028 64.962 34,089 25,867 64.439 32,546 24,324 61.395 
51,868 43,568 76.048 33,179 24,878 63.156 42,755 34,454 65.084 34,456 26,155 65.527 32,894 24,593 61.479 
52,456 44,075 76.188 33,530 25,149 63.240 43,267 34,881 65.204 34,824 26,444 65.615 33,242 24,862 61.562 
53,044 44,584 76.327 33,880 25,421 63.323 43,769 35,310 65.325 35,192 26,733 65.702 33,591 25,131 61.644 
53,632 45,093 76.464 34,231 25,692 63.405 44,278 35,739 65.444 35,561 27022 65.788 33,940 25,401 61.726 
54,221 45,602 76.601 34,582 25,934 63.486 44,788 36,169 65.563 35,930 27 BOD 65.873 34,289 25,670 61.806 
54,810 | 46,112 76.736 34,934 26,235 63.567 45,298 36,600 65.680 36,300 27,602 65.958 34,638 25,940 61.887 
55,400 | 46,622 76.870 35,285 26,508 63.647 45,810 37,032 65.797 36,670 27,823 66.042 34,988 26,210 61.966 
55,990 47,133 77.003 35,637 26,780 63.726 46,322 37,465 65.913 37,041 28,184 66.125 35,338 26,481 62.045 
56,581 47,645 77.135 35,989 27,052 63.805 46,836 37,900 66.028 37,412 28,475 66.208 35,688 26,751 62.123 
57,172 48,156 77.266 36,341 27,325 63.883 47,350 38,334 66.142 37,783 28,768 66.290 36,038 27,022 62.201 
57,764 48,668 77.395 36,693 27,598 63.960 47,866 38,770 66.255 38,155 29,060 66.372 36,389 27,293 62.278 
58,356 49,181 77.581 37,046 27,871 64.036 48,382 39,207 66.368 38,528 29,353 66.453 36,739 27,565 62.354 
58,948 49,694 77.652 37,398 28,144 64.113 48,899 39,645 66.480 38,900 29,646 66.533 37,090 27,836 62.429 


Table T-11E 


(Continued) 


TCR), h and u(Btu/Ibmol), s*(Btu/Ibmol · ^R) 


Carbon Dioxide, CO; Carbon Monoxide, CO Water Vapor, H,O Oxygen, О, Nitrogen, М, 

h u 5° h u 8? һ п 8? Л п 5° Л п 8? 
59,541 | 50,208 | 77.779 | 37,751 | 28,417 | 64.188 | 49,417 | 40,083 | 66.591 | 39,274 | 29,940 | 66.613 | 37,441 | 28,108 | 62.504 
60,134 | 50,721 | 77.905 | 38,104 | 28,601 | 64.263 | 49,936 | 40,523 | 66.701 | 39,647 | 30,234 | 66.691 | 37,792 | 28,379 | 62.578 
60,728 | 51,236 | 78.029 | 38,457 | 28,965 | 64.337 | 50,455 | 40,963 | 66.811 | 40,021 | 30,529 | 66.770 | 38,144 | 28,651 | 62.652 
61,322 | 51,750 | 78.153 | 38,811 | 29,239 | 64411 | 50,976 | 41,404 | 66.920 | 40,396 | 30,824 | 66.848 | 38,495 | 28,924 | 62.725 
61,916 | 52,265 | 78.276 | 39,164 | 29,513 | 64.484 | 51,497 | 41,856 | 67.028 | 40,771 | 31,120 | 66.925 | 38,847 | 29,196 | 62.798 
62,511 | 52,781 | 78.398 | 39,518 | 29,787 | 64.556 | 52,019 | 42,288 | 67.135 | 41,146 | 31,415 | 67.003 | 39,199 | 29,468 | 62.870 
64,000 | 54,071 | 78.698 | 40,403 | 30,473 | 64735 | 53,327 | 43,398 | 67401 | 42,086 | 32,157 | 67193 | 40,080 | 30,151 | 63.049 
65,491 | 55,363 | 78.994 | 41,289 | 31,161 | 64.910 | 54,640 | 44,512 | 67.662 | 43,021 | 32,901 | 67.380 | 40,962 | 30,834 | 63.223 
66,984 | 56,658 | 79.284 | 42,176 | 31,849 | 65.082 | 55,957 | 45,631 | 67.918 | 43,974 | 33,648 | 67.562 | 41,844 | 31,518 | 63.395 
68,471 | 57,954 | 79.569 | 43,063 | 32,538 | 65.252 | 57,279 | 46,754 | 68.172 | 44,922 | 34,397 | 67.743 | 42,728 | 32,203 | 63.563 


Table T-12E Properties of Saturated Refrigerant 22 (Liquid—Vapor): Temperature Table 


Specific Volume Internal Energy Enthalpy Entropy 
ft/lb Btu/Ib Btu/Ib Btu/lb : ^R 
Sat. Sat. Sat. Sat. Sat. Sat. Sat. Sat. 

Temp. Press. Liquid Vapor Liquid Vapor Liquid Evap. Vapor Liquid Vapor Temp. 
ер Ibf/in.? Ur Ug и Ug hg hg, h, Sp 5; °F 
—80 4.781 | 0.01090 | 9.6984 | -10.30 87.24 | -1029 | 106.11 955529 01095720 802558 —80 
—60 8.834 | 0.01113 | 5.4744 =D) 89.16 шон 102550) 98.12 | —0.0126 | 0.2458 —60 
=D 10.187 | 0.01120 | 4.7933 -- ОЛІ 89.64 shi) 810258 98.68 | -0.0094 | 0.2441 --55 
--510) 11701 | 0.01126 | 4.2123 =PO 90.12 —2.60 | 101.84 99.24 | —0.0063 | 0.2424 =) 
—45 13.387 | 0.01132 | 3.7147 = 133 90.59 =й | ТОЛЫП) 99.80 | -0.0031 | 0.2407 -45 
-40 15.261 | 0.01139 | 3.2569 -0.03 91.07 0.00 | 100.35 | 100.35 0.0000 | 0.2391 -40 
-99 17.335 | 0.01145 | 2.9176 1.27 91.54 1.31 99.59 | 100.90 0.0031 | 0.2376 -35 
-30 19.624 | 0.01152 | 2.5976 2.58 92.00 2.62 98.82 | 101.44 0.0061 | 0.2361 —30 
=25 22.142 | 0.01159 | 2.3195 3.89 92.47 3.94 98.04 | 101.98 0.0092 | 0.2347 =25 
—20 24.906 | 0.01166 | 2.0768 5.21 92.93 5.26 97.24 | 102.50 0.0122 | 0.2334 =20 
-15 27.931 | 0.01173 | 1.8644 6.53 93.38 6.59 96.43 | 103.03 0.0152 | 0.2321 2415 
-10 34152315). || (041181 1.6780 7.86 93.84 1298 95.61 103.54 0.0182 | 0.2308 =й 
=5 34.829 | 0.01188 | 1.5138 Ong 94.28 0.2/7 94.78 | 104.05 0.0211 | 0.2296 =) 
0 38.734 | 0.01196 | 1.3688 10.53 94.73 10.62 93.93 | 104.55 0.0240 | 0.2284 0 
5 42.967 | 0.01204 | 1.2404 11.88 9517 11:57 93.06 | 105.04 0.0270 | 0.2272 5 
10 47.545 | 0.01212 | 1.1264 (22:22) 95.60 (222 922158 105252: 0.0298 | 0.2261 10 
15 52.486 | 0.01220 | 1.0248 14.58 96.03 14.70 91.29 | 105.99 0.0327 | 0.2250 15 
20 57.808 | 0.01229 | 0.9342 15.95 96.45 16.08 90.38 | 106.45 0.0356 | 0.2240 20 
25 63.529 | 0.01237 | 0.8531 17.31 96.87 17.46 89.45 | 106.90 0.0384 | 0.2230 25 
30 69.668 | 0.01246 | 0.7804 18.69 97.28 18.85 88.50 | 107.35 0.0412 | 0.2220 30 
35 76.245 | 0.01255 | 0.7150 20.07 97.68 20.25 87.53 | 107.78 0.0441 | 0.2210 35 
40 83.278 | 0.01265 | 0.6561 21.46 98.08 21.66 86.54 | 108.20 0.0468 | 0.2200 40 
45 90.787 | 0.01275 | 0.6029 22.86 98.47 23.07 85.53 | 108.60 0.0496 | 0.2191 45 
50 98.792 | 0.01285 | 0.5548 24.27 98.84 24.50 84.49 | 108.99 0.0524 | 0.2182 50 
55 107.31 0012958 805112 25.68 90222) 25.94 83.44 | 109.37 (05528 600105 55 


60 116.37 0.01306 | 0.4716 ТЫП) 99.58 27.38 82.36 | 109.74 0.0579 | 0.2164 60 
65 125.98 0.01317 | 0.4355 248338) 99195 28.84 81.25 | 110.09 0.0607 | 0.2155 65 


70 136.18 0.01328 | 0.4027 29.98 100.27 30.31 80.11 110.42 0.0634 | 0.2147 70 
МӘ, 146.97 0.01340 | 0.3726 31.43 100.60 31.79 78.95 110.74 0.0661 | 0.2138 75 
80 158.38 0.01352 | 0.3452 32.89 | 100.92 33.29 77.75 111.04 0.0689 | 0.2130 80 
85 170.44 0.01365 | 0.3200 34.36 | 101.22 34.80 76.53 111.32 0.0716 | 0.2121 85 
90 183.16 0.01378 | 0.2969 35.85 101.51 36.32 75.26 111.58 0.0743 | 0.2113 90 
95 196.57 0.01392 | 0.2756 37:35 101.79 37.86 73.96 111.82 0.0771 | 0.2104 95 


100 210.69 0.01407 | 0.2560 38.86 | 102.05 39.41 72.63 | 112.04 0.0798 | 0.2095 100 
105 225.54 0.01422 | 0.2379 40.39 | 102.29 40.99 71.24 | 112.23 0.0825 | 0.2087 105 
110 241.15 0.01438 | 0.2212 41.94 | 102.52 42.58 69.82 | 112.40 0.0852 | 0.2078 110 
115) 25 [55 0.01455 | 0.2058 43.50 | 10272 44.19 68.34 | 112.53 0.0880 | 0.2069 115 
120 274.75 0.01472 | 0.1914 45.08 | 102.90 45.83 66.81 112.64 0.0907 | 0.2060 120 
140 35217 0.01555 | 0.1433 51.62 | 103.36 52.64 60.06 | 112.70 0.1019 | 0.2021 140 


Source: Tables T-12E through T-14E аге calculated based on equations from A. Kamei апа 5. УУ. Beyerlein, “А Fundamental Equation for 
Chlorodifluoromethane (R-22).” Fluid Phase Equilibria, Vol. 80, No. 11, 1992, pp. 71-86. 


Table T-13E Properties of Saturated Refrigerant 22 (Liquid—Vapor): Pressure Table 


Specific Volume Internal Energy Enthalpy Entropy 
ft/lb Btu/Ib Btu/Ib Btu/lb : ^R 
Sat. Sat. Sat. Sat. Sat. Sat. Sat. Sat. 
Press. Temp. Liquid Vapor Liquid Vapor Liquid Evap. Vapor Liquid Vapor Press. 
Ibf/in.? °F Ur U, и Ug hg hg h, Sr 5% Ibf/in.? 

5 -18.62 | 0.01091 | 9.3014 | —9.95 SIS) --0) 2) 105.92 95.98 | -0.0248 | 0.2532 5 
10 -55.66 | 0.01119 | 4.8769 -4.08 89.58 -4.06 | 102.67 98.61 -0.0098 | 0.2443 10 
15, —40.67 | 0.01138 | 3.3402 501211 21100) || = 100.45 | 100.28 | —0.0004 | 0.2393 15 
20 =I), | ХЭ. | 25548 2.78 92.07 2.83 98:70” | 10152 0.0066 | 0.2359 20 
25 -19.84 | 0.01166 | 2.0695 525 92.94 Soll 9m». | ШУ 57 (QOIS: [| (012/5835) 25 
30 —11.82 | 0.01178 | 1.7430 7.38 93.67 7.44 95.9] 103.35 0.0171 | 0.2313 30 
35 —4.77 | 0.01189 | 1.5068 9.25 94.30 9.33 94.74 | 104.07 0.0212 | 0.2295 35 
40 1.54 | 0.01198 | 1.3277 10.94 94.86 11.03 93.66 | 104.70 0.0249 | 0.2280 40 
45 7.27 | 0.01207 1.1870 12.49 95.37 12.59 92.67 | 105.26 0.0283 | 0.2267 45 
50 12.53 | 0.01216 | 1.0735 13.91 95.82 14.03 91.73 | 105.76 0.0313 | 0.2256 50 
55 17.41 | 0.01224 | 0.9799 15.24 96.23 15.36 90.85 | 106.21 0.0341 | 0.2245 ЭЭ 
60 21.96 | 0.01232 | 0.9014 16.48 96.62 16.62 90.01 106.63 0.0367 | 0.2236 60 
65 26.23 | 0.01239 | 0.8345 17.65 96.97 17.80 89.21 107.01 0.0391 | 0.2227 65 
70 30.26 | 0.01247 | 0.7768 18.76 97.30 18.92 88.45 | 107.37 0.0414 | 0.2219 70 
75 34.08 | 0.01254 | 0.7265 19.82 97.61 19.99 87.71 107.70 0.0435 | 0.2212 75) 
80 37.71 | 0.01260 | 0.6823 20.83 97.90 21.01 86.09 | 108.00 0.0456 | 0.2205 80 
85 4118 | 0.01267 | 0.6431 21.79 98.17 21.99 86.30 | 108.29 0.0475 | 0.2198 85 
90 44.49 | 0.01274 | 0.6081 22.72 98.43 22.93 85.63 | 108.56 0.0494 | 0.2192 90 
95 47.67 | 0.01280 | 0.5766 23.61 98.67 23.84 84.98 | 108.81 0.0511 | 0.2186 95 
100 50.73 | 0.01286 | 0.5482 24.47 98.90 24.71 84.34 | 109.05 0.0528 | 0.2181 100 
110 56.52 | 0.01298 | 0.4988 GIN 99,29 26.37 83.11 109.49 0.0560 | 0.2170 110 
120 61.92 | 0.01310 | 0.4573 27.65 DONI 27.94 81.93 | 109.88 0.0590 | 0.2161 120 
130 67.00 | 0.01321 | 0.4220 20:11 100.07 29.43 80.80 | 11022 0.0618 | 0.2152 130 
140 ТІРІ) | MMI | 2215 30.50 | 100.39 30.84 79.70 | 110.54 0.0644 | 0.2144 140 
150 76.36 | 0.01343 | 0.3649 31.82 100.69 5220) 78.63 | 110.82 0.0669 | 0.2136 150 
160 80.69 | 0.01354 | 0.3416 33.09 100.96 33.49 77.59 | 111.08 0.0693 | 0.2128 160 
170 84.82 | 0.01365 | 0.3208 34.31 101.21 34.74 76.57 | 111.31 0.0715 | 0.2121 170 
180 88.78 | 0.01375 | 0.3023 35.49 101.44 35.95 75.57 | 111.52 0.0737 | 0.2115 180 
190 92.58 | 0.01386 | 0.2857 36.62 101.66 37.11 74.60 | 111.71 0.0757 | 0.2108 190 
200 96.24 | 0.01396 | 0.2706 37.72 101.86 3824 73.64 | 111.88 0.0777 | 0.2102 200 
225 104.82 | 0.01422 | 0.2386 40.34 | 102.28 40.93 112202 81112222: 0.0824 | 0.2087 225 
250 11273 | 0.01447 | 0.2126 42.79 | 102.63 43.46 69.02 | 112.47 0.0867 | 0.2073 250 
275) ТОО MOOI Sm E 45.10 | 102.91 45.85 66.79 | 112.64 0.0908 | 0.2060 2115) 
300 126.94 | 0.01499 | 0.1732 47.30 | 103.11 48.14 64.60 | 112.73 0.0946 | 0.2047 300 
925 13535. || ІЗ» | (QUIS 49.42 | 103.26 50.33 02:12288 112575 0.0982 | 0.2034 525 
350 139.49 | 0.01552 | 0.1444 51.45 103.35 52.46 60.25 | 112.71 0.1016 | 0.2022 350 


Table T-14E Properties of Superheated Refrigerant 22 Vapor 


T v u h 5 v u h 5 
ер ft/lb Виль  Btu/l  Btu/lb-^R ЛЬ Воль Btulb  Btu/lb:^R 
р = 5 Ibffin? р = 10 Ibf/in? 
(Ты = —78.62°Е) (Ты = —55.66°Е) 
Sat. 9.3014 | 87.37 | 95.98 | 0.2532 4.8769 | 89.58 | 98.61 0.2443 
-70 9.5244 | 88.31 | 97.13 0.2562 
—60 9.7823 | 8943 | 9848 | 0.2596 
-50 10.0391 | 90.55 | 9984 | 0.2630 4.9522 | 90.23 | 99.40 | 02462 
-40 10.2952 | 91.69 | 101.22 | 0.2663 5.0846 | 91.39 | 100.81 0.2496 
-30 10.5506 | 92.84 | 102.61 0.2696 5.2163 | 92.57 | 102.23 0.2530 
-20 10.8054 | 94.01 | 104.01 0.2728 5.3472 | 93.75 | 103.65 0.2563 
—10 11.0596 | 95.19 | 105.43 0.2760 5.4775 | 94.95 | 105.09 | 0.2595 
O 11.3133 | 96.39 | 106.87 | 0.2791 5.6073 | 96.16 | 106.55 0.2627 
10 11.5666 | 97.60 | 108.31 0.2822 5.7366 | 97.39 | 108.01 0.2658 
20 11.8195 | 98.83 | 109.77 | 0.2853 5.8655 | 98.63 | 109.49 | 0.2690 
30 12.0720 | 100.07 | 111.25 0.2884 5.9941 | 99.88 | 110.98 0.2720 
40 12.3242 | 101.33 | 112.74 | 0.2914 6.1223 | 101.15 | 112.49 | 0.2751 
р = 15 Ibf/in? р = 20 Ibf/in 
(Ты = —40.67°F) (Ты. = —29.22°F) 
Sat 3.3402 | 91.00 | 100.28 | 0.2393 2.5518 | 92.07 | 101.52 | 0.2359 
-40 3.3463 | 91.08 | 100.38 | 0.2396 
—30 34370 | 9228 | 101.83 0.2430 
-20 3.5268 | 93.49 | 10328 | 0.2463 2.6158 | 93.21 | 102.90 | 0.2391 
—10 3.6160 | 94.70 | 104.75 0.2496 2.6846 | 94.45 | 104.39 | 02424 
0 3.7046 | 95.93 | 106.22 | 0.2529 2.7528 | 95.69 | 105.89 | 0.2457 
10 3.7927 | 97.17 | 107.71 0.2561 2.8204 | 96.95 | 107.39 | 0.2490 
20 3.8804 | 9843 | 10920 | 0.2592 2.8875 | 98.22 | 108.91 0.2522 
30 3.9677 | 99.69 | 110.71 0.2623 2.9542 | 99.49 | 110.43 0.2553 
40 4.0546 | 100.97 | 112.23 0.2654 3.0205 | 100.78 | 111.97 0.2584 
50 4.1412 | 102.26 | 113.76 | 0.2684 3.0865 | 102.09 | 113.52 | 0.2615 
60 4.2275 | 103.57 | 115.31 0.2714 3.1522 | 103.40 | 115.08 0.2645 
70 4.3136 | 104.89 | 116.87 | 0.2744 3.2176 | 104.73 1 116.65 0.2675 
p = 25 Ibffin.? p = 30 lbf/in? 
(Ты = —19.84°F) (Ты = —11.82°F) 
Sat 2.0695 | 92.94 | 102.52 | 0.2333 1.7430 | 93.67 | 103.35 0.2313 
-10 2.1252 | 94.18 | 104.02 | 0.2367 1.7518 | 93.91 | 103.64 | 0.2319 
0 2.1812 | 95.45 | 105.54 | 0.2400 1.7997 | 95.19 | 105.19 | 0.2353 
10 2.2365 | 96.72 | 107.07 | 0.2433 1.8470 | 96.48 | 106.74 | 0.2386 
20 2.2914 | 98.00 | 108.61 0.2466 1.8937 | 97.78 | 108.30 | 02419 
30 2.3458 | 9929 | 110.15 0.2498 1.9400 | 99.09 | 109.86 | 02451 
40 2.3998 | 100.59 | 111.70 | 0.2529 1.9858 | 100.40 | 111.43 0.2483 
50 2.4535 | 101.91 | 113.27 | 0.2560 2.0313 | 101.73 | 113.01 0.2514 
60 2.5068 | 103.23 | 114.84 | 0.2590 2.0764 | 103.06 | 114.60 | 0.2545 
70 2.5599 | 104.57 | 11642 | 02621 2.1213 | 104.41 | 116.19 | 0.2576 
80 2.6127 | 105.92 | 118.01 0.2650 2.1659 | 105.77 | 117.80 | 0.2606 
90 2.6654 | 107.28 | 119.62 | 0.2680 2.2103 | 107.13 | 119.41 0.2635 
100 2.7178 | 108.65 | 121.24 | 0.2709 2.2545 | 108.52 | 121.04 | 0.2665 


Table T-14E (Continued) 


Т U u h 5 v u h 5 
°F fe/Ib Btu/lb  Btu/llb  Btu/lb:^R ft/lb Btu/lb Btu/lb Btu/lb:°R 
p = 40 Ibf/in? p = 50 Ibf/in? 
(T4, = 1.54°F) (T4, = 12.53°F) 
Sat. 1.3277 94.86 | 104.70 0.2280 1.0735 95.82 | 105.76 0.2256 
10 1.3593 95.99 | 106.06 0.2310 
20 1.3960 97.33 | 107.67 0.2343 1.0965 96.85 | 107.00 0.2282 
30 1.4321 98.66 | 109.27 0.2376 1.1268 98.22 | 108.65 0.2316 
40 1.4678 | 100.01 | 110.88 0.2409 1.1565 99,59 | 110.30 0.2349 
50 1.5032 | 101.35 | 112.49 0.2441 1.1858 | 100.97 | 111.95 0.2382 
60 1.5381 | 102.71 | 114.10 0.2472 1.2147 | 102.35 | 113.60 0.2414 
70 1.5728 | 104.08 | 115.73 0.2503 1.2433 | 103.74 | 115.25 0.2445 
80 1.6071 | 105.45 | 117.36 0.2534 1.2716 | 105.13 | 116.90 0.2476 
90 1.6413 | 106.84 | 118.99 0.2564 1.2996 | 106.53 | 118.57 0.2507 
100 1.6752 | 108.23 | 120.64 0.2593 1.3274 | 107.95 | 120.24 0.2537 
110 1.7089 | 109.64 | 122.30 0.2623 1.3549 | 109.37 | 121.91 0.2567 
120 1.7424 | 111.06 | 123.97 0.2652 1.3823 | 110.80 | 123.60 0.2596 
р = 60 lbf/in.? р = 70 lbf/in? 
(T4, = 21.96°F) (T4, = 30.26°F) 
Sat. 0.9014 96.62 | 106.63 0.2236 0.7768 97.30 | 107.37 0.2219 
30 0.9226 97.75 | 108.00 0.2264 
40 0.9485 99.16 | 109.70 0.2298 0.7994 98.71 | 109.07 0.2254 
50 0.9739 | 100.57 | 111.39 0.2332 0.8221 | 100.15 | 110.81 0.2288 
60 0.9988 | 101.98 | 113.07 0.2365 0.8443 | 101.59 | 112.53 0.2321 
70 1.0234 | 103.39 | 114.76 0.2397 0.8660 | 103.03 | 114.25 0.2354 
80 1.0476 | 104.80 | 116.44 0.2428 0.8874 | 104.46 | 115.97 0.2386 
90 1.0716 | 106.22 | 118.13 0.2459 0.9086 | 105.90 | 117.68 0.2418 
100 1.0953 | 107.65 | 119.82 0.2490 0.9294 | 107.35 | 119.40 0.2449 
110 1.1188 | 109.09 | 121.52 0.2520 0.9500 | 108.80 | 121.12 0.2479 
120 1.1421 | 110.53 | 123.22 0.2549 0.9704 | 110.26 | 122.84 0.2509 
130 1.1653 | 111.99 | 124,93 0.2579 0.9907 | 111.73 | 124,57 0.2539 
140 1.1883 | 113.45 | 126.65 0.2608 1.0107 | 113.21 | 126.31 0.2568 
р = 80 Ibf/in? p = 90 Ibf/in.? 
(Ты. =37.71°F) (T4, = 44.49°F) 
Sat. 0.6823 97.90 | 108.00 0.2205 0.6081 98.43 | 108.56 0.2192 
40 0.6871 98.24 | 108.42 0.2213 
50 0.7079 99.72 | 110.20 0.2248 0.6186 99.26 | 109.57 0.2212 
60 0.7280 | 101.19 | 111.97 0.2283 0.6373 | 100.77 | 111.39 0.2247 
70 0.7478 | 102.65 | 113.73 0.2316 0.6555 | 102.27 | 113.19 0.2282 
80 0.7671 | 104.11 | 115.48 0.2349 0.6733 | 103.76 | 114,98 0.2315 
90 0.7861 | 105.58 | 117.22 0.2381 0.6907 | 105.24 | 116.75 0.2348 
100 0.8048 | 107.04 | 118.97 0.2412 0.7078 | 106.73 | 118.52 0.2380 
110 0.8233 | 108.51 | 120.71 0.2443 0.7246 | 108.22 | 120.29 0.2411 
120 0.8416 | 109.99 | 122.45 0.2474 0.7412 | 109.71 | 122.06 0.2442 
130 0.8596 | 111.47 | 124.20 0.2504 0.7576 | 111.20 | 123.83 0.2472 
140 0.8775 | 112.96 | 125.96 0.2533 0.7739 | 112.71 | 125.60 0.2502 
150 0.8953 | 114.46 | 127.72 0.2562 0.7899 | 114.22 | 127.38 0.2531 


Table T-14E (Continued) 


T v u h 5 v u h 5 
°F ЕЛЬ Btu/lb  Btullb  Btu/lb:^R ЕЛЬ Btu/lb  Btu/lb Btu/lb:°R 
р = 100 Ibf/in? р = 120 Ibf/in? 
(T4, = 50.73°F) (T4, = 61.92°F) 
Sat. 0.5482 98.90 | 109.05 0.2181 0.4573 99.71 | 109.88 0.2161 
60 0.5645 | 100.33 | 110.79 0.2214 
80 0.5980 | 103.38 | 114.46 0.2284 0.4846 | 102.60 | 113.37 0.2227 
100 0.6300 | 106.40 | 118.07 0.2349 0.5130 | 105.73 | 117.13 0.2295 
120 0.6609 | 109.42 | 121.66 0.2412 0.5400 | 108.83 | 120.83 0.2360 
140 0.6908 | 112.45 | 125.24 0.2473 0.5661 | 111.92 | 124,50 0.2422 
160 0.7201 | 115.50 | 128.83 0.2532 0.5914 | 115.02 | 128.16 0.2482 
180 0.7489 | 118.58 | 132.45 0.2589 0.6161 | 118.15 | 131.84 0.2541 
200 0.7771 | 121.69 | 136.08 0.2645 0.6404 | 121.30 | 135.53 0.2597 
220 0.8051 | 124.84 | 139.75 0.2700 0.6642 | 124.48 | 139.24 0.2653 
240 0.8327 | 128.04 | 143.45 0.2754 0.6878 | 127.69 | 142.98 0.2707 
260 0.8600 | 131.27 | 147.19 0.2806 0.7110 | 130.95 | 146.75 0.2760 
280 0.8871 | 134,54 | 150.97 0.2858 0.7340 | 134.24 | 150.55 0.2812 
300 0.9140 | 137.85 | 154,78 0.2909 0.7568 | 137.57 1 154,39 0.2863 
р = 140 Ibf/in.? р = 160 Ibffin. 
(T4, = 71.80°F) (T4, = 80.69°F) 
Sat. 0.3915 | 100.39 | 110.54 0.2144 0.3416 | 100.96 | 111.08 0.2128 
80 0.4028 | 101.76 | 112.20 0.2175 
100 0.4289 | 105.02 | 116.14 0.2246 0.3653 | 104.26 | 115.08 0.2201 
120 0.4534 | 108.21 | 119.96 0.2313 0.3881 | 107.56 | 119.06 0.2271 
140 0.4768 | 111.37 | 123.73 0.2377 0.4095 | 110.81 | 122.94 0.2337 
160 0.4993 | 114.53 | 127.48 0.2439 0.4301 | 114.03 | 126.77 0.2400 
180 0.5212 | 117.70 | 131.21 0.2498 0.4499 | 117.25 | 130.57 0.2460 
200 0.5426 | 120.89 | 134,96 0.2556 0.4692 | 120.47 | 134,37 0.2518 
220 0.5636 | 12410 | 138.71 0.2612 0.4880 | 123.72 | 138.18 0.2575 
240 0.5842 | 127.35 | 142,49 0.2666 0.5065 | 126.99 | 142.00 0.2631 
260 0.6045 | 130.62 | 146.30 0.2720 0.5246 | 130.30 | 145.84 0.2685 
280 0.6246 | 133.94 | 150.13 0.2773 0.5425 | 133.63 | 149.70 0.2738 
300 0.6445 | 137.29 | 154.00 0.2824 0.5602 | 137.00 | 153.60 0.2790 
320 0.6642 | 140.68 | 157.89 0.2875 0.5777 | 140.41 | 157.62 0.2841 
р = 180 Ibffin.? р = 200 Ibf/in? 
(T4, = 88.78°F) (T4, = 96.24°F) 
Sat. 0.3023 | 101.44 | 111.52 0.2115 0.2706 | 101.86 | 111.88 0.2102 
100 0.3154 | 103.44 | 113.95 0.2159 0.2748 | 102.56 | 112.73 0.2117 
120 0.3369 | 106.88 | 118.11 0.2231 0.2957 | 106.15 | 117.10 0.2194 
140 0.3570 | 110.21 | 122.11 0.2299 0.3148 | 109.59 | 121.25 0.2264 
160 0.3761 | 113.50 | 126.04 0.2364 0.3327 | 112.96 | 125.28 0.2330 
180 0.3943 | 116.78 | 129,92 0.2425 0.3497 | 116.29 | 129.25 0.2393 
200 0.4120 | 120.05 | 133,78 0.2485 0.3661 | 119.61 | 133,17 0.2454 
220 0.4292 | 123.33 | 137.64 0.2542 0.3820 | 122.94 | 137.08 0.2512 
240 0.4459 | 126.64 | 141.50 0.2598 0.3975 | 126.27 | 140.99 0.2569 
260 0.4624 | 129.96 | 145.38 0.2653 0.4126 | 129.63 | 144,91 0.2624 
280 0.4786 | 133.32 | 149.28 0.2706 0.4275 | 133.01 | 148.84 0.2678 
300 0.4946 | 136.71 | 153.20 0.2759 0.4422 | 136.42 | 152.79 0.2731 
320 0.5104 | 140.13 | 157.15 0.2810 0.4566 | 139.86 | 156.77 0.2782 
340 0.5260 | 143.59 | 161.12 0.2860 0.4709 | 143.33 | 160.77 0.2833 


Table T-14E (Continued) 


Т U и Л 5 0 и Л 5 
ер ft?/lb Btu/lb Btu/lb  Btu/Ib ^R ЕЛЬ Btu/lb Виль  Btu/Ib : ^R 

р = 225 Ibf/in? р = 250 Ibf/in? 

(T4, = 104.82?F) (T4, = 112.73?F) 
Sat. 0.2386 | 102.28 | 112.22 0.2087 0.2126 | 102.63 | 112.47 0.2073 
120 0.2539 | 105.17 | 115.75 0.2149 0.2198 | 104.10 | 114.27 0.2104 
140 0.2722 | 108.78 | 120.12 0.2223 0.2378 | 107.90 | 118.91 0.2183 
160 0.2891 | 112.26 | 124.30 0.2291 0.2540 | 111.51 | 123.27 0.2255 
180 0.3050 | 115.67 | 128.38 0.2356 0.2690 | 115.02 | 127.48 0.2321 
200 0.3202 | 119.06 | 132.40 0.2418 0.2833 | 118.48 | 131.59 0.2385 
220 0.3348 | 122.43 | 136.38 0.2477 0.2969 | 121.91 | 135.66 0.2445 
240 0.3490 | 125.81 | 140.35 0.2535 0.3101 | 125.33 | 139.69 0.2504 
260 0.3628 | 129.20 | 144.32 0.2591 0.3229 | 128.76 | 143.71 0.2560 
280 0.3764 | 132.61 | 148.29 0.2645 0.3354 | 132.21 | 147.73 0.2616 
300 0.3896 | 136.05 | 152.28 0.2699 0.3476 | 135.67 | 151.76 0.2669 
320 0.4027 | 139.51 | 156.29 0.2751 0.3596 | 139.16 | 155.81 0.2722 
340 0.4156 | 143.00 | 160.32 0.2802 0.3715 | 142.67 | 159.87 0.2773 
360 0.4284 | 146.33 | 164.38 0.2852 0.3831 | 146.22 | 163.95 0.2824 

р = 275 Ibffin. р = 300 Ibf/in.? 

(Ты. = 120.07°F) (Ты. = 126.94°F) 
Sat. 0.1912 | 102.91 | 112.64 0.2060 0.1732 | 103.11 | 112.73 0.2047 
140 0.2092 | 106.96 | 117.61 0.2144 0.1849 | 105.93 | 116.20 0.2105 
160 0.2250 | 110.73 | 122.19 0.2219 0.2006 | 109.89 | 121.04 0.2185 
180 0.2395 | 144.35 | 126.54 0.2288 0.2146 | 133.64 | 125.56 0.2257 
200 0.2530 | 117.88 | 130.77 0.2353 0.2276 | 117.26 | 129.91 0.2324 
220 0.2659 | 121.38 | 134.91 0.2415 0.2399 | 120.83 | 134.15 0.2387 
240 0.2782 | 124.85 | 139.02 0.2475 0.2516 | 124.35 | 138.33 0.2447 
260 0.2902 | 128.32 | 143.10 0.2532 0.2629 | 127.87 | 142.47 0.2506 
280 0.3018 | 131.80 | 147.17 0.2588 0.2739 | 131.38 | 146.59 0.2562 
300 0.3132 | 135.29 | 151.24 0.2642 0.2845 | 134.90 | 150.71 0.2617 
320 0.3243 | 138.80 | 155.32 0.2695 0.2949 | 138.44 | 154,83 0.2671 
340 0.3353 | 142.34 | 159.41 0.2747 0.3051 | 142.00 | 158.95 0.2723 
360 0.3461 | 145.90 | 163.53 0.2798 0.3152 | 145.58 | 163.09 0.2774 

р = 325 Ibffin.? р = 350 Ibf/in? 

(T4, = 133.39°F) (T4, = 139.49°F) 
Sat. 0.1577 | 103.26 | 112.75 0.2034 0.1444 | 103.35 | 112.71 0.2022 
140 0.1637 | 104.78 | 114.63 0.2066 0.1448 | 103.48 | 112.86 0.2024 
160 0.1796 | 109.00 | 119.81 0.2151 0.1605 | 107.90 | 118.30 0.2113 
180 0.1934 | 112.89 | 124.53 0.2226 0.1747 | 112.06 | 123.38 0.2194 
200 0.2061 | 116.62 | 129.02 0.2295 0.1874 | 115.95 | 128.10 0.2267 
220 0.2179 | 120.26 | 133,37 0.2360 0.1987 | 119.65 | 132.53 0.2333 
240 0.2291 | 123.84 | 137.63 0.2422 0.2095 | 123.31 | 136.89 0.2396 
260 0.2398 | 127.40 | 141.83 0.2481 0.2199 | 126.93 | 141,18 0.2457 
280 0.2501 | 130.96 | 146.01 0.2538 0.2297 | 130.52 | 145.41 0.2514 
300 0.2602 | 134.51 | 150.17 0.2593 0.2393 | 134,12 | 149.62 0.2571 
320 0.2700 | 138.08 | 154.33 0.2647 0.2486 | 137.71 | 153.82 0.2626 
340 0.2796 | 141.66 | 158.49 0.2700 0.2577 | 141.32 | 158.02 0.2679 
360 0.2891 | 145.26 | 162.66 0.2752 0.2666 | 144.95 | 162.23 0.2730 
380 0.2983 | 148.89 | 166.85 0.2802 0.2754 | 148.59 | 166.43 0.2781 


Table Т-15Е Properties of Saturated Ammonia (Liquid—Vapor): Temperature Table 


Specific Volume Internal Energy Enthalpy Entropy 
ft/lb Btu/lb Btu/lb Btu/lb : °R 
Sat. Sat. Sat. Sat. Sat. Sat. Sat. Sat. 

Temp. Press. Liquid Vapor Liquid Vapor Liquid Evap. Vapor Liquid Vapor | Temp. 
°F Ibf/in.? Ur 0, Ur и, Л, Neg һ, Sf 55 °F 
—60 5.548 | 0.02278 | 44.7537 | -21.005 | 543.61 | —20.97 | 610.56 | 589.58 | -0.0512 | 1.4765 —60 
=59 (Ser | (PES | 3EXSSS 5658 | Ss | =» | со | SOLOS 00551 | Ty =55 
= 50) 7.664 | 0.02299 | 33.0880 | — 10.525 | 546.59 | —10.49 | 604.04 | 593.54 | -0.0253 | 1.4492 =90) 
-45 8.949 | 0.02310 | 28.6284 -5.295 | 548.04 -5.25 | 60072 | 595.48 | -0.0126 | 1.4361 -45 
-40 10.405 | 0.02322 | 24.8672 -0.045 | 549.46 0.00 | 597.37 | 597.37 0.0000 | 1.4235 -40 
=35 12.049 | 0.02333 | 21.6812 5.20 550.86 5.26 | 593.98 | 599.24 0.0124 | 1.4111 =35 
-30 13.899 | 0.02345 | 18.9715 10.46 552.24 10.52 | 590.54 | 601.06 0.0247 | 1.3992 -30 
—25 15.972 | 0.02357 | 16.6577 15.73 553.59 15.80 | 587.05 | 602.85 0.0369 | 1.3875 729 
-20 18.290 | 0.02369 | 14.6744 21.01 554.91 21.09 | 583.51 | 604.61 0.0490 | 1.3762 —20 
-15 20.871 | 0.02381 | 12.9682 26.31 556.20 26.40 | 579.92 | 606.32 0.0610 | 1.3652 cu 
-- 10) 23.738 | 0.02393 | 11.4951 31.63 557.46 SL | Sor 60799 0.0729 | 1.3544 ili) 
=з 26.912 | 0.02406 | 10.2190 36.96 558.70 37.08 | 572.54 | 609.62 0.0847 | 1.3440 2i 

0 30.416 | 0.02419 9.1100 42.32 559.91 42.45 | 568.76 | 611.22 0.0964 | 1.3338 0 

5 34.275 | 0.02432 8.1430 47.69 561.08 47.85 | 564.92 | 612.76 0.1080 | 1.3238 5 
10 38.512 | 0.02446 7.2974 53.09 562.23 53.27 | 561.00 | 614.27 0.1196 | 1.3141 10 
15 43.153 | 0.02460 6.5556 58.52 563.34 58.72 | 557.01 | 615.73 0.1311 | 1.3046 15 
20 48.224 | 0.02474 5.9032 63.97 564.43 64.19 | 552.95 | 617.14 0.1425 | 1.2953 20 
25 53.752 | 0.02488 5.3278 69.43 565.48 69.68 | 548.82 | 618.51 0.1539 | 1.2862 25 
30 59.765 | 0.02503 4.8188 74.93 566.49 75.20 | 544.62 | 619.82 0.1651 | 1.2774 30 
35 66.291 | 0.02517 4.3675 80.44 567.48 80.75 | 540.34 | 621.09 0.1764 | 1.2687 35 
40 735359) [80:02533 3.9664 85.98 568.42 86:239 Sse | (225) 0.1875 | 1.2602 40 
45 81.000 | 0.02548 3.6090 91.55 569.33 91.93 | 531.54 | 623.46 0.1986 | 1.2518 45 
50 89.242 | 0.02564 3.2897 97.13 570.21 912558 75272029 EST 0.2096 | 1.2436 50 
55) 98.118 | 0.02581 3.0040 102.73 571.04 103.20 | 522.42 | 625.62 (022058 2550 55 
60 107.66 0.02597 2.7476 108.35 571.83 108.87 | 517.74 | 626.61 0.2314 | 1.2277 60 
65 117.90 0.02614 2.5171 113.99 572.59 114.56 | 512.97 | 627.54 0.2422 | 1.2199 65 
70 128.87 0.02632 2.3095 119.65 573.29 120.28 | 508.12 | 628.40 0.2530 | 1.2123 70 
75 140.60 0.02650 2.1220 125.33 573.95 126.02 | 503.18 | 629.20 0.2636 | 1.2048 75 
80 153.13 0.02668 1.9524 131.02 574.57 131.78 | 498.15 | 629.93 0.2742 | 1.1973 80 
85 166.50 0.02687 1.7988 136.73 575.13 137.56 | 493.03 | 630.59 0.2848 | 1.1900 85 
90 180.73 0.02707 1.6593 142.46 575.65 143.37 | 487.81 | 631.18 0.2953 | 1.1827 90 
95 195.87 0.02727 1,5324 148.21 576.10 149.20 | 482.49 | 631.68 0.3057 | 1.1756 95 
100 211.96 0.02747 1.4168 153.98 576.51 155.05 | 477.06 | 632.11 0.3161 | 1.1685 100 
105 229.02 0.02768 121112) 159.76 576.85 160.94 | 471.52 | 632.46 0.3264 | 1.1614 105 
110 247.10 0.02790 1.2149 165.58 ӘЛІНЕ, 166.85 | 465.86 | 632.71 0.3366 | 1.1544 110 
115 266.24 0.02813 1.1266 171.41 577.34 172.80 | 460.08 | 632.88 0.3469 | 1.1475 115 
120 286.47 0.02836 1.0456 177.28 577.48 178.79 | 45416 | 632.95 0.3570 | 1.1405 120 


Source: Tables T-15E through T-17E аге calculated based оп equations from L. Haar and J. 5. Gallagher, “Thermodynamic Properties of 


Ammonia,” J. Phys. Chem. Reference Data, Vol. 7, 1978, pp. 635-792. 


Table T-16E Properties of Saturated Ammonia (Liquid—Vapor): Pressure Table 


Specific Volume Internal Energy Enthalpy Entropy 
ТОЛЬ Btu/Ib Btu/Ib Btu/Ib : °R 
Sat. Sat. Sat. Sat. Sat. Sat. Sat. Sat. 
Press Temp. Liquid Vapor Liquid Vapor Liquid Evap. Vapor Liquid Vapor Press 

Ibf/in °F Ur U, Ur Ug he №, һ, Sp Sg lbf/in 
5 —63.10 | 0.02271 | 49.320 —24.24 | 542.67 | —24.22 | 612.56 | 588.33 | -0.0593 | 1.4853 5 

6 —57.63 | 0.02283 | 41.594 -18.51 | 544.32 | —18.49 | 609.02 | 590.54 | -0.0450 | 1.4699 6 

7 —52.86 | 0.02293 | 36.014 -13.52 | 545.74 | —13.49 | 605.92 | 59242 | —0.0326 | 1.4569 7 

8 -48.63 | 0.02302 | 31.790 -9.09 | 546.98 -9.06 | 603.13 | 594.08 | -0.0218 | 1.4456 8 

9 —44.81 | 0.02311 | 28.477 —5.09 | 548.09 22:05 | 60060 | 595552 SOO 35и © 
10 —41.33 | 0.02319 | 25.807 -1.44 | 549.09 —1.40 | 598.27 | 596.87 | -0.0033 | 1.4268 10 
12 -35.14 | 0.02333 | 21.764 5.06 | 550.82 5.11 | 594.08 | 599.18 0.0121 | 1.4115 12 
14 —29.74 | 0.02345 | 18.843 10.73 | 552.31 10.79 | 590.36 | 601.16 0.0254 | 1.3986 14 
16 —24.94 | 0.02357 | 16.631 15.80 | 553.60 15.87 | 587.01 | 602.88 0.0371 | 1.3874 16 
18 —20.60 | 0.02367 | 14.896 20.38 | 554.75 20.46 | 583.94 | 604.40 0.0476 | 1.3775 18 
20 -16.63 | 0.02377 | 13.497 24.58 | 555.78 24.67 | 581.10 | 605.76 0.0571 | 1.3687 20 
25 = || 01023998 0810:950 ЭВНЭЛ | 55727 33.92 | 574.75 | 608.67 0.0777 | 1.3501 25 
30 -0.57 | 0.02418 25229) 4171 | 559.77 41.84 | 569.20 | 611.04 0.0951 | 1.3349 30 
35 5.89 | 0.02435 7.984 48.65 | 561.29 48.81 | 564.22 | 613.03 0.1101 | 1.3221 35 
40 11.65 | 0.02450 7.041 54.89 | 562.60 55.07 | 559.69 | 614.76 0.1234 | 1.3109 40 
45 16.87 | 0.02465 6.302 60.56 | 563.75 60.76 | 555.50 | 616.26 0.1354 | 1.3011 45 
50 21.65 | 0.02478 5.705 65.77 | 564.78 66.00 | 551.59 | 617.60 0.1463 | 1.2923 50 
ЭЭ 26.07 | 0.02491 5.213 70.61 | 565.70 70.86 | 547.93 | 618.79 0.1563 | 1.2843 55 
60 30.19 | 0.02503 4.801 75.13 | 566.53 75.41 | 544.46 | 619.87 0.1656 | 1.2770 60 
65 34.04 | 0.02515 4.450 79.39 | 567.29 79.69 | 541.16 | 620.85 0.1742 | 1.2703 65 
70 37.67 | 0.02526 4.1473 83.40 | 567.99 83.73 | 538.01 | 621.74 0.1823 | 1.2641 70 
15 41.11 | 0.02536 3.8837 87.21 | 568.63 87.57 | 535.00 | 622.56 0.1900 | 1.2583 75 
80 44.37 | 0.02546 3.6520 90.84 | 569.22 9m | 589210) | 522,92 (15107248 1028209 80 
85 47.47 | 0.02556 3.4466 94.30 | 569.77 94.71 | 529.31 | 624.02 0.2040 | 1.2478 85 
90 50.44 | 0.02566 3.2632 CI, 570208 98.05 | 526.62 | 624.66 0.2106 | 1.2429 90 
100 56.01 | 0.02584 2.9497 103.87 | 571.21 104.35 | 521.48 | 625.82 0.2227 | 1.2340 100 
110 61.17 | 0.02601 2.6913 109.68 | 572.01 110.20 | 516.63 | 626.83 0.2340 | 1.2259 110 
120 65.98 | 0.02618 2.4745 115.11 | 572.73 115.69 | 512.02 | 627.71 0.2443 | 1.2184 120 
130 70.50 | 0.02634 2.2899 120.21 | 573.36 120.85 | 507.64 | 628.48 0.2540 | 1.2115 130 
140 74.75 | 0.02649 2.1309 125.04 | 573.92 125.73 | 503.43 | 629.16 0.2631 | 1.2051 140 
150 78.78 | 0.02664 1.9923 129.63 | 574.42 130.37 | 499.39 | 629.76 0.2717 | 1.1991 150 
175 88.02 | 0.02699 1.7128 140.19 | 575.45 141.07 | 489.89 | 630.95 0.2911 | 1.1856 175 
200 96.31 | 0.02732 1.5010 149.72 | 576.21 150.73 | 481.07 | 631.80 0.3084 | 1.1737 200 
225 103.85 | 0.02764 1.3348 158.43 | 576.77 159.58 | 472.80 | 632.38 0.3240 | 1.1630 225 
250 110.78 | 0.02794 1.2007 166.48 | 577.16 16777 | 464.97 | 632.74 (55352818 1555 250 
DS 117.20 | 0.02823 1.0901 173.99 | 577.41 175.43 | 457.49 | 632.92 0.3513 | 1.1444 DS 
300 123.20 | 0.02851 0.9974 181.05 | 577.54 182.63 | 450.31 | 632.94 0.3635 | 1.1361 300 


Table T-17E Properties of Superheated Ammonia Vapor 


T U u h 5 р и Л 5 
°F ft/lb Btulb Btu/lb Btu/lb °R ТОЛЬ Btu/lb Btu/lb Btu/lb : ^R 
p = 6 Ibffin? р = 8 lbf/in? 
(Ta = —57.63°F) (T4, = —48.63?F) 
Sat. 41.594 544.32 | 590.54 1.4699 31.790 546.98 | 594.08 1.4456 
—50 42.435 547.22 | 594.37 1.4793 
—40 43.533 551.03 | 599.40 1.4915 32.511 550.32 | 598.49 1.4562 
—30 44.627 554.84 | 604.42 1.5033 33.342 554.19 | 603.58 1.4682 
—20 45.715 558.66 | 609.45 1.5149 34.169 558.06 | 608.68 1.4799 
—10 46.800 562.47 | 614.47 1.5261 34.992 561.93 | 613.76 1.4914 
0 47.882 566.29 | 619.49 1.5372 35.811 565.79 | 618.84 1.5025 
10 48.960 570.12 | 624.51 1.5480 36.627 569.66 | 623.91 1.5135 
20 50.035 573.95 | 629.54 1.5586 37.440 573.52 | 628.99 1.5241 
30 51.108 577.78 | 634.57 1.5690 38.250 577.40 | 634.06 1.5346 
40 52.179 581.63 | 639.60 1.5791 39.058 581.27 | 639.13 1.5449 
50 53.247 585.49 | 644.64 1.5891 39.865 585.16 | 644.21 1.5549 
60 54.314 589.35 | 649.70 1.5990 40.669 589.05 | 649.29 1.5648 
р = 10 Ibf/in? р = 12 Ibf/in? 
(Ты = —41.33?F) (T4, = —35.14°Е) 
Sat. 25.807 549.09 | 596.87 1.4268 21.764 550.82 | 599.18 1.4115 
-40 25.807 549.61 | 597.56 1.4284 
-30 26.571 553.54 | 602.74 1.4406 22.056 552.87 | 601.88 1.4178 
-20 27241 557.46 | 607.90 1.4525 22.621 556.85 | 607.12 1.4298 
-10 27.906 561.37 | 613.05 1.4641 23.182 560.82 | 612.33 1.4416 
0 28.568 565.29 | 618.19 1.4754 23.739 564.78 | 617.53 1.4530 
10 29227 569.19 | 623.31 1.4864 24.293 568.73 | 622.71 1.4642 
20 29.882 573.10 | 628.43 1.4972 24.843 572.67 | 627.88 1.4750 
30 30.535 577.01 | 633.55 1.5078 25.392 576.61 | 633.03 1.4857 
40 31.186 580.91 | 638.66 1.5181 25.937 580.55 | 638.19 1.4961 
50 31.835 584.82 | 643.77 1.5282 26.481 584.49 | 643.33 1.5063 
60 32.482 588.74 | 648.89 1.5382 27.023 588.43 | 648.48 1.5163 
70 33.127 592.66 | 654.01 1.5479 27.564 592.38 | 653.63 1.5261 
р = 14 Ibf/in? р = 16 Ibf/in? 
(Тыш. = —29.74°Е) (T4, = —24.94?F) 
Sat. 18.843 552.31 | 601.16 1.3986 16.631 553.60 | 602.88 1.3874 
—20 19.321 556.24 | 606.33 1.4105 16.845 555.62 | 605.53 1.3935 
—10 19.807 560.26 | 611.61 1.4223 17.275 559.69 | 610.88 1.4055 
0 20.289 564.27 | 616.86 1.4339 17.701 563.75 | 616.19 1.4172 
10 20.768 568.26 | 622.10 1.4452 18.124 567.79 | 621.48 1.4286 
20 21244 572.24 | 627.31 1.4562 18.544 571.81 | 626.75 1.4397 
30 21.717 576.22 | 632.52 1.4669 18.961 575.82 | 632.00 1.4505 
40 22.188 580.19 | 637.71 1.4774 19.376 579.82 | 637.23 1.4611 
50 22.657 584.16 | 642.89 1.4877 19.789 583.82 | 642.45 1.4714 
60 23.124 588.12 | 648.07 1.4977 20.200 587.81 | 647.66 1.4815 
70 23.590 592.09 | 653.25 1.5076 20.609 591.80 | 652.86 1.4915 
80 24.054 596.07 | 658.42 1.5173 21.017 595.80 | 658.07 1.5012 
90 24.517 600.04 | 663.60 1.5268 21.424 599.80 | 663.27 1.5107 


Table T-17E (Continued) 


T U u h 5 U u h 5 

°F ft/lb Btu/lb Btu/lb Btu/lb °R ft/lb Btu/lb Btu/lb Виль: °R 
p = 18 Ibf/in? р = 20 Ibf/in? 
(T4, = —20.60°Е) (T4, = —16.63°Е) 

Sat. 14.896 554.75 | 604.40 1.3775 13.497 555.78 | 605.76 1.3687 

—20 14.919 555.00 | 604.72 1.3783 

-10 15.306 559.13 | 610.14 1.3905 13.730 558.55 | 609.40 1.3769 

О 15.688 563.23 | 615.52 1.4023 14.078 562.70 | 614.84 1.3888 
10 16.068 567.31 | 620.87 1.4138 14.422 566.83 | 620.24 1.4005 
20 16.444 571.37 | 626.18 1.4250 14.764 | 570.94 | 625.61 1.4118 
30 16.818 575.42 | 631.47 1.4359 15.103 575.02 | 630.95 1.4228 
40 17.189 579.46 | 636.75 1.4466 15.439 579.09 | 636.26 1.4335 
50 17.558 583.48 | 642.00 1.4570 15.773 583.14 | 641.55 1.4440 
60 17.925 587.50 | 647.25 1.4672 16.105 587.19 | 646.83 1.4543 
70 18.291 591.52 | 652.48 1.4772 16.436 591.23 | 652.10 1.4643 
80 18.655 595.53 | 657.71 1.4869 16.765 595.26 | 657.35 1.4741 
90 19.018 599.55 | 662.94 1.4965 17.094 | 599.30 | 662.60 1.4838 

р = 30 Ibf/in? р = 40 Ibf/in? 
(T4, = -0.579Е) (Ты = 11.65°F) 

Sat. 9.2286 | 559.77 | 611.04 1.3349 7.0414 | 562.60 | 614.76 1.3109 

0 9.2425 | 560.02 | 611.36 1.3356 
10 9.4834 | 564.38 | 617.07 1.3479 
20 9.7209 | 568.70 | 622.70 1.3598 7.1965 | 566.39 | 619.69 1.3213 
30 9.9554 | 572.97 | 628.28 1.3713 7.3795 | 570.86 | 625.52 1.3333 
40 10.187 577.21 | 633.80 1.3824 7.5597 | 575.28 | 631.28 1.3450 
50 10.417 581.42 | 639.28 1.3933 7.7376 | 579.65 | 636.96 1.3562 
60 10.645 585.60 | 644.73 1.4039 7.9134 | 583.97 | 642.58 1.3672 
70 10.871 589.76 | 650.15 1.4142 8.0874 | 588.26 | 648.16 1.3778 
80 11.096 593.90 | 655.54 1.4243 8.2598 | 592.52 | 653.69 1.3881 
90 11.319 598.04 | 660.91 1.4342 8.4308 | 596.75 | 659.20 1.3982 

100 11.541 602.16 | 666.27 1.4438 8.6006 | 600.97 | 664.67 1.4081 

110 11.762 606.28 | 671.62 1.4533 8.7694 | 605.17 | 670.12 1.4178 

р = 50 Ibf/in? p = 60 Ibf/in? 
(Ты = 21.65°F) (Ты = 30.19°Е) 

Sat. 5.7049 | 564.78 | 617.60 1.2923 4.8009 | 566.53 | 619.87 1.2770 
40 5.9815 | 573.30 | 628.68 1.3149 4.9278 | 571.25 | 626.00 1.2894 
60 6.2733 | 582.31 | 640.39 13379 5.1788 | 580.60 | 638.14 1.3133 
80 6.5574 | 591.10 | 651.82 1.3595 5.4218 | 589.66 | 649.90 1:3355 

100 6.8358 | 599.75 | 663.04 1.3799 5.6587 | 598.52 | 661.39 1.3564 

120 7.1097 | 608.30 | 674.13 1.3993 5.8910 | 607.23 | 672.68 1.3762 

140 7.3802 | 616.80 | 685.13 1.4180 6.1198 | 615.86 | 683.85 1.3951 

160 7.6480 | 625.28 | 696.09 1.4360 6.3458 | 624.44 | 694,95 1.4133 

200 8.1776 | 642.27 | 717.99 1.4702 6.7916 | 641.59 | 717.05 1.4479 

240 8.7016 | 659.44 | 740.00 1.5026 7.2318 | 658.87 | 73921 1.4805 

280 9.2218 | 676.88 | 762.26 1.5336 7.6679 | 676.38 | 761.58 1.5116 

320 9.739] | 694.65 | 784.82 1.5633 8.1013 | 69421 | 784.22 1.5414 

360 10.254 712.79 | 807.73 1.5919 8.5325 | 712.40 | 807.20 1.5702 


Table T-17E (Continued) 


T v u h 5 U u h 5 

ер ff/Ib Виль Btu/lb  Btu/lb-^R ft/lb Виль Воль  Btu/lb:^R 
р = 70 Ibf/in? р = 80 lbf/in.? 
(Ты = 37.67°Е) (Ты = 44.37°Е) 

Sat 4.1473 | 567.99 | 62174 1.2641 3.6520 | 569.22 | 623.32 1.2529 
40 4.1739 | 569.15 | 623.25 1.2671 
60 4.3962 | 578.85 | 635.84 1.2918 3.8084 | 577.06 | 633.48 1.2727 
80 4.6100 | 588.19 | 647.95 1.3147 4.0006 | 586.69 | 645.95 1.2963 

100 4.8175 | 597.26 | 659.70 1.3361 4.1862 | 595.98 | 657.99 1.3182 

120 5.0202 | 606.14 | 671.22 1.3563 4.3668 | 605.04 | 669.73 1.3388 

140 5.2193 | 614.91 | 682.56 1.3756 4.5436 | 613.94 | 681.25 1.3583 

160 5.4154 | 623.60 | 693.79 1.3940 4.7175 | 622.74 | 692.63 1.3770 

200 5.8015 | 640.91 | 716.11 1.4289 5.0589 | 640.22 | 715.16 1.4122 

240 641818 | 658.29 | 73842 1.4617 5.3942 | 657.71 | 737.62 1.4453 

280 6.5580 | 675.89 | 760.89 1.4929 5.7256 | 675.39 | 760.20 1.4767 

320 6.9314 | 693.78 | 783.62 1.5229 6.0540 | 693.34 | 783.02 1.5067 

360 7.3026 | 712.02 | 806.67 1.5517 6.3802 | 711.63 | 806.15 1.5357 

400 7.6721 | 730.63 | 830.08 1.5796 6.7047 | 730.29 | 829.61 1.5636 

р = 90 Ibffin. р = 100 Ibf/in.? 
(Ты = 50.44°F) (Ты = 56.01°F) 

Sat 3.2632 | 57028 | 624.66 1.2429 2.9497 | 571.21 | 625.82 1.2340 
60 3.3504 | 57522 | 631.05 1.2553 2.9832 | 573.32 | 628.56 1.2393 
80 3.5261 | 585.15 | 643.91 1.2796 3.1460 | 583.58 | 641.83 1.2644 

100 3.6948 | 594.68 | 656.26 1.3021 3.3014 | 593.35 | 654.49 1.2874 

120 3.8584 | 603.92 | 668.22 1.3231 3.4513 | 602.79 | 666.70 1.3088 

140 4.0180 | 612.97 | 679.93 1.3430 3.5972 | 611.98 | 678.59 1.3290 

160 4.1746 | 621.88 | 691.45 1.3619 3.7401 | 621.01 | 690.27 1.3481 

200 4.4812 | 639.52 | 714.20 1.3974 4.0189 | 638.82 | 713.24 1.3841 

240 4.7817 | 657.13 | 736.82 1.4307 4.2916 | 656.54 | 736.01 1.4176 

280 5.0781 | 674.89 | 759.52 1.4623 4.5600 | 674.39 | 758.82 1.4493 

320 5.3715 | 692.90 | 782.42 1.4924 4.8255 | 692.47 | 781.82 1.4796 

360 5.6628 | 711.24 | 805.62 1.5214 5.0888 | 710.86 | 805.09 1.5087 

400 5.9522 | 729.95 | 829.14 1.5495 5.3503 | 729.60 | 828.68 1.5368 

р = 110 Ibf/in.? р = 120 Ibffin? 
(Т. = 61.17°F) (Ты = 65.98°F) 

Sat 2.6913 | 572.01 | 626.83 1.2259 2.4745 | 572.73 | 62771 1.2184 
80 2.8344 | 581.97 | 639.71 1.2502 2.5744 | 580.33 | 637.53 1.2369 

100 2.9791 | 592.00 | 652.69 1.2738 2.7102 | 590.63 | 650.85 1.2611 

120 3.1181 | 601.63 | 665.14 1.2957 2.8401 | 600.46 | 663.57 1.2834 

140 3.2528 | 610.98 | 677.24 1.3162 2.9657 | 609.97 | 675.86 1.3043 

160 3.3844 | 620.13 | 689.07 1.3356 3.0879 | 619.24 | 687.86 1.3240 

200 3.6406 | 638.11 | 712.27 1.3719 3.3254 | 637.40 | 711.29 1.3606 

240 3.8905 | 655.96 | 735.20 1.4056 3.5563 | 655.36 | 734.39 1.3946 

280 4.1362 | 673.88 | 758.13 1.4375 3.7829 | 673.37 | 75143 1.4266 

320 4.3788 | 692.02 | 781.22 1.4679 4.0065 | 691.58 | 780.61 1.4572 

360 4.6192 | 710.47 | 804.56 1.4971 4.2278 | 710.08 | 804.02 1.4864 

400 4.8578 | 72926 | 82821 1.5252 4.4473 | 72892 | 827.74 1.5147 


Table T-17E (Continued) 


Т v u h 5 U u h 5 
ер ft?/lb Btu/lb Btu/lb Btu/lb ^R ЕЛЬ Btu/lb — Btu/lIb — Btu/Ib : ^R 

р = 130 Ibf/in? р = 140 Ibf/in.? 

(Т = 70.50°F) (Т = 74.75?F) 
Sat. 2.2899 | 573.36 | 628.48 1.2115 2.1309 | 573.92 | 629.16 1.2051 
80 2.3539 | 578.64 | 635.30 1.2243 2.1633 | 576.80 | 632.89 1.2119 
100 2.4824 | 589.23 | 648.98 1.2492 2.2868 | 587.79 | 647.08 1.2379 
120 2.6048 | 599.27 | 661.97 1.2720 2.4004 | 597.85 | 660.08 1.2604 
140 2.7226 | 608.94 | 674.48 1.2932 2.5140 | 607.90 | 673.07 1.2828 
160 2.8370 | 618.34 | 686.64 1.3132 2.6204 | 617.34 | 685.27 1.3025 
180 2.9488 | 627.57 | 698.55 1.3321 2.7268 | 626.77 | 697.46 1.3222 
200 3.0585 | 636.69 | 710.31 1.3502 2.8289 | 635.93 | 709.27 1.3401 
240 3.2734 | 654.77 | 733.57 1.3844 3.0304 | 654.17 | 732.73 1.3747 
280 3.4840 | 672.87 | 756.73 1.4166 3.2274 | 672.38 | 756.04 1.4071 
320 3.6915 | 691.14 | 780.00 1.4472 3.4212 | 690.73 | 779.42 1.4379 
360 3.8966 | 709.69 | 803.49 1.4766 3.6126 | 709.34 | 802.99 1.4674 
400 4.1000 | 728.57 | 827.27 1.5049 3.8022 | 728.27 | 826.84 1.4958 

р = 150 Ibf/in? р = 200 Ibf/in.? 

(T4, = 78.78°F) (T4, = 96.3 1°F) 
Sat. 1.9923 | 574.42 | 629.76 1.1991 1.5010 | 576.21 | 631.80 1.1737 
100 2.1170 | 586.33 | 645.13 1.2271 1.5190 | 578.52 | 634.77 1.1790 
140 2.3332 | 606.84 | 671.65 1.2729 1.6984 | 601.34 | 664.24 1.2299 
180 2.5343 | 625.95 | 696.35 1.3128 1.8599 | 621.77 | 690.65 1.2726 
220 2.7268 | 644.43 | 720.17 1.3489 2.0114 | 641.07 | 715.57 1.3104 
260 2.9137 | 662.70 | 743.63 1.3825 2.1569 | 659.90 | 739.78 1.3450 
300 3.0968 | 681.02 | 767.04 1.4141 2.2984 | 678.62 | 763.74 1.3774 
340 3.2773 | 699.54 | 790.57 1.4443 2.4371 | 697.44 | 787.70 1.4081 
380 3.4558 | 718.35 | 814.34 1.4733 2.5736 | 716.50 | 811.81 1.4375 
420 3.6325 | 737.50 | 838.39 1.5013 2.7085 | 735.86 | 836.17 1.4659 
460 3.8079 | 757.01 | 862.78 1.5284 2.8420 | 755.57 | 860.82 1.4933 
500 3.9821 | 776.91 | 887.51 1.5548 2.9742 | 775.65 | 885.80 1.5199 
540 4.1553 | 797.19 | 912.60 1.5804 3.1054 | 796.10 | 911.11 1.5457 
580 4.3275 | 817.85 | 938.05 1.6053 3.2357 | 816.94 | 936.77 1.5709 

р = 250 Ibffin? р = 300 Ibf/in.? 

(T4, = 110.78°F) (Т., = 123.20°F) 
Sat. 1.2007 | 577.16 | 632.74 1.1533 0.9974 | 577.54 | 632.94 1.1361 
140 1.3150 | 595.40 | 656.28 1.1936 1.0568 | 588.94 | 647.65 1.1610 
180 1.4539 | 617.38 | 684.69 1.2395 1.1822 | 612.75 | 678.42 1.2107 
220 1.5816 | 637.61 | 710.82 1.2791 1.2944 | 634.01 | 705.91 1.2524 
260 1.7025 | 657.03 | 735.85 1.3149 1.3992 | 654.09 | 731.82 1.2895 
300 1.8191 | 676.17 | 760.39 1.3481 1.4994. | 673.69 | 756.98 1.3235 
340 1.9328 | 695.32 | 784.79 1.3794 1.5965 | 693.16 | 781.85 1.3554 
380 2.0443 | 714.63 | 809.27 1.4093 1.6913 | 712.74 | 806.70 1.3857 
420 2.1540 | 734.22 | 833.93 1.4380 1.7843 | 732.55 | 831.67 1.4148 
460 2.2624 | 754.12 | 858.85 1.4657 1.8759 | 752.66 | 856.87 1.4428 
500 2.3695 | 774.38 | 884.07 1.4925 1.9663 | 773.10 | 882.33 1.4699 
540 2.4755 | 795.01 | 909.61 1.5186 2.0556 | 793.90 | 908.09 1.4962 
580 2.5807 | 816.01 | 935.47 1.5440 2.1440 | 815.07 | 934.17 1.5218 


Table Т-18Е Properties of Saturated Propane (Liquid—Vapor): Temperature Table 


Specific Volume Internal Energy Enthalpy Entropy 
ТОЛЬ Btu/Ib Btu/Ib Btu/lb : ^R 
Sat. Sat. Sat. Sat. Sat. Sat. Sat. Sat. 

Temp. Press. Liquid Vapor Liquid Vapor Liquid | Evap. | Vapor Liquid | Vapor | Temp. 
°F Ibf/in? Ur 0, Ur Uy Л, Neg hg 5r Sq °F 
—140 0.6053 | 0.02505 | 128.00 =D | 12022) | -52122 | 202: | 15549 -0120) | Oso | 141 
=й 1.394 0.02551 58.88 —41.44 | 143.95 | —41.43 | 200.6 | 159.1 —0.109 | 0.481 | -120 
—100 2.888 0.02601 29.93 -31.34 | 148.80 | -31.33 | 196.1 | 164.8 -0.080 | 0.465 | -100 
—80 5.485 0.02653 16.52 =E | 15272 | =» | 1 | 12 05 —0.053 | 0.452 —80 
—60 9.688 0.02708 OS) —10.73 | 158.74 | —10.68 | 186.9 | 176.2 —0.026 | 0.441 —60 
—40 16.1 0.02767 6.08 —0.08 | 163.80 0.00 | 181.9 | 181.9 0.000 | 0.433 —40 
=20 25.4 0.02831 3.98 10.81 | 168.88 10.94 | 176.6 | 187.6 0.025 | 0.427 —20 
0 38.4 0.02901 2.70 21.98 | 174.01 22.19 | 171.0 | 193.2 0.050 | 0.422 0 
10 46.5 0.02939 2.25 27.69 | 176.61 27.94 | 168.0 | 196.0 0.063 | 0.420 10 
20 55.8 0.02978 1.89 33.47 | 179.15 33.78 | 164.9 | 198.7 0.074 | 0.418 20 
30 66.5 0.03020 1.598 39.34 | 181.71 39.71 | 161.7 | 201.4 0.087 | 0.417 30 
40 78.6 0.03063 12559 45.30 | 18430 45.75 | 158.3 | 204.1 0.099 | 0.415 40 
50 ер) 3 0.03110 1.161 51.36 | 186.74 51.89 | 154.7 | 206.6 0.111 | 0.414 50 
60 107.7 0.03160 0.9969 Susi) | 109) 5616 || TE) | 2092 0.123 | 0.413 60 
70 124.9 0.03213 0.8593 ОЗО | ЛЕП 64.55 | 147.0 | 211.6 0.1135 | 0.412 70 
80 144.0 0.03270 0.7433 70.20 | 194.16 71.07 | 142.9 | 214.0 0147 | 0.411 80 
90 165.2 0.03332 0.6447 76.72 | 196.46 77.74 | 138.4 | 2162 0.159 | 0.410 90 
100 188.6 0.03399 0.5605 83.38 | 198.71 84.56 | 1337 | 218.3 0.1171 | 0.410 100 
110 214.3 0.03473 0.4881 90.19 | 200.91 91.56 | 1287 | 2203 0.183 | 0.409 110 
120 242.5 0.03555 0.4254 97.16 | 202.98 98.76 | 123.3 | 222.1 0.195 | 0.408 120 
130 220/53) 0.03646 0.3707 104.33 | 204.92 ПОСА ІШІ) 27 0.207 | 0.406 130 
140 306.9 0.03749 0.3228 111.70 | 206.64 Шан) || ШИЛ 22570 0.220 | 0.405 140 
150 343.5 0.03867 0.2804 119.33 | 208.05 12129799 | O | 259 0.233 | 0.403 150 
160 383.3 0.04006 0.2426 127207 | 20910 130.11 96.3 | 226.4 0.246 | 0.401 160 
170 426.5 0.04176 0.2085 135.60 | 209.81 138.90 87.4 | 2263 0.259 | 0.398 170 
180 473.4 0.04392 0.1771 144.50 | 209.76 148.35 76.9 | 225.3 0.273 | 0.394 180 
190 524.3 0.04696 0.1470 154.38 | 208.51 158.94 63.8 | 2228 0.289 | 0.387 190 
200 579.7 0.05246 0.1148 166.65 | 204.16 172.28 44.2 | 216.5 0.309 | 0.376 200 

206.1 | 616.1 0.07265 0.07265 186.99 | 186.99 195.27 0.0 | 195.27 0.343 | 0.343 206.1 


Source: Tables T-18E through Т-20Е are calculated based on В. A. Younglove and J. F. Ely, “Thermophysical Properties of Fluids. II. Methane, 
Ethane, Propane, Isobutane and Normal Butane,” J. Phys. Chem. Ref. Data, Vol. 16, No. 4, 1987, pp. 577-598. 


Table Т-19Е Properties of Saturated Propane (Liquid—Vapor): Pressure Table 


Specific Volume Internal Energy Enthalpy Entropy 
ft/lb Btu/Ib Btu/Ib Btu/lb : ^R 
Sat. Sat. Sat. Sat. Sat. Sat. Sat. Sat. 
Press. Temp. Liquid Vapor Liquid Vapor Liquid Evap. | Vapor Liquid Vapor Press. 
Ibf/in? °F Ur 0, Un Ug Л, hg h, Sp 5% Ibf/in? 
(ОЛЫ | mL | 002516 | 0 048 -48.93 | 140.56 | —48.93 | 203.8 1549 | —0.132 | 0.496 0.75 
1.5 ш! 5 0102556 54.99 —40.44 | 144.40 | -40.43 | 200.1 1597 | —0.106 | 0.479 125 
5 =98 9 6002605 28.9 —30.84 | 149.06 | —30.83 | 196.0 | 1651 —0.079 | 0464 3 
5 -83.0 | 0.02644 18.00 “ЛДЫ | EPOD 22738 81922 169.6 | -0.057 | 0.454 5) 
7/59) —69.3 | 0.02682 12.36 15:00 S 72 1550 8921 173.6 | -0.038 | 0446 KS 
10 —58.8 | 0.02711 9.468 —10.10 | 159.04 | —10.05 | 186.6 176.6 | —0.024 | 0.441 10 
20 —30.7 | 0.02796 4.971 4.93 | 166.18 5.03 | 179.5 184.6 0.012 | 0.430 20 
30 —12.1 | 0.02858 3.402 15.15 | 170.93 15.31 174.5 189.8 0.035 | 0.425 30 
40 2.1 | 0.02909 2.594 23.19 | 174.60 23.41 170.4 193.8 0.053 | 0.422 40 
50 13.9 | 0.02954 2.099 29.96 | 177.63 30.23 | 166.8 197.1 0.067 | 0.419 50 
60 24.1 | 0.02995 1.764 35.86 | 180.23 519 | НО | 10058 0.079 | 0.418 60 
70 33.0 | 0.03033 1.520 4114 | 182.50 41.53 | 1606 | 202.2 0.090 | 0.416 70 
80 411 | 0.03068 1.336 45.95 | 184.57 46.40 | 1579 | 204.3 0.100 | 0.415 80 
90 48.4 | 0.03102 1.190 50.38 | 186.36 50:00 | ІБЫЗ 2069 0.109 | 0.414 90 
100 SiL | (405125 1.073 54.52 | 188.07 ЭЭ 0 | 152:5 | 20)29 0.117 | 0414 | 100 
120 672 | 0.03198 0.8945 62.08 | 191.07 6279 | 1481 210.9 0.131 | 0412 120 
140 78.0 | 0.03258 0.7650 68.91 193.68 6975 | 1437 | 213.5 0.144 | 0.412 140 
160 87.6 | 0.03317 0.6665 75.17 | 195.97 76.15 | 139.5 | 215.7 0.156 | 0.411 160 
180 96.5 | 0.03375 0.5890 80.99 | 197.97 82.12 | 135.5 | 217.6 0.166 | 0410 | 180 
200 104.6 | 0.03432 0.5261 86.46 | 199.77 8773 | 131.4 | 2192 0.176 | 0.409 | 200 
220 112.1 | 0.03489 0.4741 91.64 | 201.37 98108 | (2275 | 22407 0.185 | 0408 | 220 
240 119.2 | 0.03547 0.4303 96.56 | 202.76 ОВАА 12207 | 22109 0.194 | 0.408 | 240 
260 125.8 | 0.03606 0.3928 101.29 | 204.07 103.0 ІІ) | 2220) 0.202 | 0.407 | 260 
280 132.1 | 0.03666 0.3604 105.83 | 205.27 107.7 ШШ ЫП | 22210) 0.210 | 0.406 | 280 
300 138.0 | 0.03727 0.3319 110.21 | 206.27 11122) 1124 | 2247 0.217 | 0.405 | 300 
320 143.7 | 0.03790 0.3067 114.47 | 207.17 116.7 108.6 | 225.3 0.224 | 0.404 | 320 
340 1491 | 0.03855 0.2842 118.60 | 207.96 121.0 104.7 | 225.8 0.231 | 0.403 | 340 
360 154.2 | 0.03923 0.2639 122.66 | 208.58 125.3 100.9 | 226.2 0.238 | 0.402 | 360 
380 159.2 | 0.03994 0.2455 126.61 | 209.07 129.4 97.0 | 226.4 0.245 | 0.401 380 
400 164.0 | 0.04069 0.2287 130.51 | 209.47 133:5 93.0 | 226.5 0.251 | 0.400 | 400 
450 1751 | 0.04278 0.1921 140.07 | 209.87 143.6 5228 2259 0.266 | 0.396 | 450 
500 185.3 | 0.04538 0.1610 149.61 | 209.27 153.8 70.44 | 2242 0.282 | 0391 | 500 
600 203.4 | 0.05659 0.1003 172.85 | 200.27 179.1 АЙЫ | ЭЛИ, 0.319 | 0.367 | 600 
616.1 206.1 | 0.07265 0.07265 186.99 | 186.99 195.3 (ІШІ) | 185,52 0.343 | 0.343 | 616.1 


Table Т-20Е Properties of Superheated Propane Vapor 


Т v u h 5 U u h 5 
°F ЕЛЬ Btu/lb  Btu/lb  Btu/Ib:^R ЕЛЬ Btu/lb  Btu/lb  Btu/Ib:^R 
р = 0.75 Ibf/in? р = 1.5 Ibffin? 
(T4, = —135.1°Е) (T4, = —118.1°Е) 
Sat. 104.8 140.4 | 154.9 0.496 54.99 144.4 | 159.7 0.479 
-130 106.5 141.6 | 156.4 0.501 
-110 1131 146.6 | 162.3 0.518 56.33 146.5 | 162.1 0.486 
-90 119.6 151.8 168.4 0.535 59.63 1517 | 1682 0.503 
-70 12641 157.2 | 1747 0.551 62.92 157.1 174.5 0.520 
-50 1327 162.7 1812 0.568 66.20 162.6 | 181.0 0.536 
-30 1392 168.6 | 187.9 0.584 69.47 168.4 | 187.7 0.552 
-10 145.7 174.4 | 194.7 0.599 72.74 174,4 | 194.6 0.568 
10 1522 180.7 | 201.9 0.615 76.01 180.7 | 201.8 0.583 
30 158.7 187.1 | 2092 0.630 79.27 1871 | 209.1 0.599 
50 1652 193.8 | 216.8 0.645 82.53 193.8 | 216.7 0.614 
70 171.7 200.7 | 224.6 0.660 85.79 200.7 | 224.5 0.629 
90 1782 207.8 | 232.6 0.675 89.04 207.8 | 232.5 0.644 
р = 5.0 Ibf/in? р = 10.0 Ibf/in? 
(T4, = —83.0°F) (T4, = —58.8°F) 
Sat. 18.00 153.0 | 169.6 0.454 9.468 159.0 | 176.6 0.441 
—80 18.15 153.8 170.6 0.456 
—60 19.17 159.4 | 177.1 0.473 
—40 20.17 165.1 183.8 0.489 9.957 80.9 99.3 1.388 
—20 21.17 171.1 190.7 0.505 10.47 86.9 | 106.3 1.405 
0 22.17 177.2 | 197.7 0.521 10.98 93.1 113.4 1.421 
20 23.16 183.5 | 205.0 0.536 11.49 99.5 | 120.8 1.436 
40 24.15 190.1 | 212.5 0.552 11.99 106.1 128.3 1.452 
60 25.14 196.9 | 2202 0.567 12.49 113.0 | 136.1 1.467 
80 26.13 204.0 | 2282 0.582 12.99 120.0 | 144.1 1.482 
100 27.11 211.3 | 236.4 0.597 13.49 127.3 | 1523 1.497 
120 28.09 218.8 | 244.8 0.611 13.99 134.9 | 160.7 1.512 
140 29.07 226.5 | 2534 0.626 14.48 142.6 | 169.4 1.526 
р = 20.0 Ibf/in? р = 40.0 Ibf/in? 
(Ты = —30.7°F) (Ты. = 2.1°F) 
Sat. 4.971 166.2 | 184.6 0.430 2.594 174.6 | 193.8 0.422 
-20 5.117 169.5 188.5 0.439 
0 5.385 175.8 195.8 0.455 
20 5.648 1824 | 203.3 0.471 2.723 180.6 | 200.8 0.436 
40 5.909 189.1 | 211.0 0.487 2.864 187.6 | 208.8 0.453 
60 6.167 195.9 | 218.8 0.502 3.002 194.6 | 216.9 0.469 
80 6.424 203.1 | 226.9 0.518 3.137 201.8 | 225.1 0.484 
100 6.678 210.5. | 235.2 0.533 3.271 209.4 | 233.6 0.500 
120 6.932 218.0 | 243.7 0.548 3.403 217.0 | 242.2 0.515 
140 7.184 225.8 | 252.4 0.562 3.534 224.9 | 251.1 0.530 
160 7.435 233.9 | 261.4 0.577 3.664 232.9 | 260.1 0.545 
180 7.685 242.1 | 270.6 0.592 3.793 241.3 | 269.4 0.559 
200 7.935 250.6 | 280.0 0.606 3.921 249.8 | 278.9 0.574 


Table T-20E (Continued) 


T U u h 5 U u h 5 
°F ft/lb Btu/lb Btu/lb Btvu/lb : °R ft/lb Btu/lb Btu/lb Btu/lb : °R 
р = 60.0 Ibf/in? р = 80.0 Ibf/in? 
(Ты = —24.1°Е) (T4, = 41.1°F) 
Sat. 1.764 180.2 | 199.8 0.418 1.336 184.6 | 204.3 0.415 
30 1.794 182.4 | 202.3 0.384 
50 1.894 189.5 | 210.6 0.400 1.372 187.9 | 208.2 0.423 
70 1.992 196.9 | 219.0 0.417 1.450 195.4 | 216.9 0.440 
90 2.087 204.4 | 227.6 0.432 1.526 2031 | 225.7 0.456 
110 2.179 212.1 | 236.3 0.448 1.599 210.9 | 234.6 0.472 
130 2.271 220.0 | 2452 0.463 1.671 218.8 | 243.6 0.487 
150 2.361 228.0 | 2542 0.478 1.741 227.0 | 252.8 0.503 
170 2.450 236.3 | 263.5 0.493 1.810 2354 | 2622 0.518 
190 2.539 244.8 | 273.0 0.508 1.879 244.0 | 271.8 0.533 
210 2.626 253.5 | 2827 0.523 1.946 252.7 | 281.5 0.548 
230 2.713 262.3 | 292.5 0.537 2.013 2617 | 291.5 0.562 
250 2.800 271.6 | 302.7 0.552 2.079 270.9 | 301.7 0.577 
р = 100 Ibf/in? р = 120 Ibf/i? 
(Ta = 55.1°F) (Ты = 67.2°F) 
Sat. 1.073 188.1 | 207.9 0.414 0.8945 | 1911 | 210.9 0.412 
60 1.090 1899 | 210.1 0.418 
80 1.156 197.8 | 2192 0.435 0.9323 | 1962 | 216.9 0.424 
100 1.219 205.7 | 228.3 0.452 0.9887 | 2043 | 226.3 0.441 
120 1.280 2137 | 2374 0.468 1.043 212.5 | 235.7 0.457 
140 1.340 2219 | 2467 0.483 1.094 2208 | 245.1 0.473 
160 1.398 230.2 | 256.1 0.499 1.145 229.2 | 254.7 0.489 
180 1.454 238.8 | 265.7 0.514 1.194 237.9 | 264.4 0.504 
200 1.510 247.5 | 275.5 0.529 1.242 246.7 | 274.3 0.520 
220 1.566 256.4 | 285.4 0.544 1.289 255.6 | 284.3 0.534 
240 1.620 265.6 | 295.6 0.559 1.336 264.8 | 294.5 0.549 
260 1.674 274.9 | 305.9 0.573 1.382 274.2 | 304.9 0.564 
280 1.728 284.4 | 316.4 0.588 1.427 283.8 | 315.5 0.579 
р = 140 Ibf/in? p = 160 Ibf/in? 
(Ты. = 78.0°F) (T4, = 87.6°F) 
Sat. 0.7650 | 193.7 | 213.5 0.412 0.6665 | 196.0 | 215.7 0.411 
80 0.7705 | 213.3 | 214.5 0.413 
100 0.8227 | 2229 | 2242 0.431 0.6968 | 2012 | 221.9 0.422 
120 0.8718 | 2324 | 233.8 0.448 0.7427 | 2099 | 231.9 0.439 
140 0.0185 | 2421 | 243.5 0.464 0.7859 | 2184 | 2417 0.456 
160 0.0635 | 2517 | 2532 0.480 0.8272 | 2272 | 2517 0.472 
180 1.007 261.4 | 263.0 0.496 0.8669 | 235.9 | 261.6 0.488 
200 1.050 271.4 | 273.0 0.511 0.9054 | 2449 | 271.7 0.504 
220 1.091 281.5 | 2832 0.526 0.9430 | 254.0 | 282.0 0.519 
240 1.132 291.7 | 293.5 0.541 0.9797 | 263.4 | 292.4 0.534 
260 1.173 302.1 | 303.9 0.556 1.016 272.8 | 302.9 0.549 
280 1.213 312.7 | 314.6 0.571 1.051 282.6 | 313.7 0.564 
300 1.252 323.6 | 325.5 0.585 1.087 292.4 | 324.6 0.578 


Table T-20E (Continued) 


Т v u h 5 U u h 5 
°F ft/lb Btu/lb Btu/lb  Btu/Ib ^R ft/lb Btu/lb Btu/lb Btu/Ib-°R 

р = 180 Ibf/i? р = 200 Ibf/in? 

(T4, = 96.5°F) (Ты. = 104.6°F) 
Sat. 0.5890 | 198.0 | 217.6 0.410 0.5261 | 199.8 | 219.2 0.409 
100 0.5972 | 199.6 | 219.5 0.413 
120 0.6413 | 208.4 | 229.8 0.431 0.5591 | 206.8 | 227.5 0.424 
140 0.6821 | 217.1 | 239.9 0.449 0.5983 | 215.8 | 238.0 0.441 
160 0.7206 | 226.1 | 250.1 0.465 0.6349 | 224.9 | 248.4 0.458 
180 0.7574 | 234.9 | 260.2 0.481 0.6694 | 233.9 | 258.7 0.475 
200 0.7928 | 244.0 | 270.4 0.497 0.7025 | 243.1 | 269.1 0.491 
220 0.8273 | 253.2 | 280.8 0.513 0.7345 | 252.4 | 279.6 0.506 
240 0.8609 | 262.6 | 291.3 0.528 0.7656 | 261.7 | 290.1 0.522 
260 0.8938 | 272.1 | 301.9 0.543 0.7960 | 271.4 | 300.9 0.537 
280 0.9261 | 281.8 | 312.7 0.558 0.8257 | 281.1 | 311.7 0.552 
300 0.9579 | 291.8 | 323.7 0.572 0.8549 | 291.1 | 322.8 0.567 
320 0.9894 | 301.9 | 334.9 0.587 0.8837 | 301.3 | 334.0 0.581 

p = 220 Ibf/i? р = 240 Ibf/in? 

(Ты = 112.1°F) (Т = 199.2?F) 
Sat. 0.4741 | 201.4 | 220.7 0.408 0.4303 | 202.8 | 221.9 0.408 
120 0.4906 | 205.1 | 225.1 0.416 0.4321 | 203.2 | 222.4 0.409 
140 0.5290 | 214.4 | 236.0 0.435 0.4704 | 212.9 | 233.8 0.428 
160 0.5642 | 223.6 | 246.6 0.452 0.5048 | 222.4 | 244.8 0.446 
180 0.5971 | 232.9 | 257.2 0.469 0.5365 | 231.6 | 255.5 0.463 
200 0.6284 | 242.1 | 267.7 0.485 0.5664 | 241.1 | 266.3 0.480 
220 0.6585 | 251.5 | 278.3 0.501 0.5949 | 250.5 | 277.0 0.496 
240 0.6875 | 261.0 | 289.0 0.516 0.6223 | 260.1 | 287.8 0.511 
260 0.7158 | 270.6 | 299.8 0.532 0.6490 | 269.8 | 298.7 0.527 
280 0.7435 | 280.5 | 310.8 0.547 0.6749 | 279.8 | 309.8 0.542 
300 0.7706 | 290.5 | 321.9 0.561 0.7002 | 289.8 | 320.9 0.557 
320 0.7972 | 300.6 | 333.1 0.576 0.7251 | 300.1 | 332.3 0.571 
340 0.8235 | 311.0 | 344.6 0.591 0.7496 | 310.5 | 343.8 0.586 

р = 260 Ibf/in? р = 280 Ibf/in? 

(T4, = 125.8°F) (Ты. = 132.1°F) 
Sat. 0.3928 | 204.1 | 223.0 0.407 0.3604 | 205.3 | 223.9 0.406 
130 0.4012 | 206.3 | 225.6 0.411 
150 0.4374 | 216.1 | 237.2 0.431 0.3932 | 214.5 | 234.9 0.424 
170 0.4697 | 225.8 | 248.4 0.449 0.4253 | 224.4 | 246.5 0.443 
190 0.4995 | 235.2 | 259.3 0.466 0.4544 | 234.1 | 257.7 0.461 
210 0.5275 | 244.8 | 270.2 0.482 0.4815 | 243.8 | 268.8 0.477 
230 0.5541 | 254.4 | 281.1 0.498 0.5072 | 253.5 | 279.8 0.494 
250 0.5798 | 264.2 | 292.1 0.514 0.5317 | 263.3 | 290.9 0.510 
270 0.6046 | 274.1 | 303.2 0.530 0.5553 | 273.3 | 302.1 0.525 
290 0.6288 | 284.0 | 314.3 0.545 0.5783 | 283.4 | 313.4 0.540 
310 0.6524 | 294.3 | 325.7 0.560 0.6007 | 293.5 | 324.7 0.555 
330 0.6756 | 304.7 | 337.2 0.574 0.6226 | 304.0 | 336.3 0.570 
350 0.6984 | 315.2 | 348.8 0.589 0.6441 | 314.6 | 348.0 0.585 


Table T-20E (Continued) 


T U и Л 5 U u h 5 
°F ft/lb Btu/lb  Btulb  Btu/lb:^R ff/Ib ^ Btwlb  Btulb  Btu/lb:^R 

p = 320 Ibf/in? p = 360 Ibf/in? 

(Т = 143.7°F) (Ты = 154.2°Е) 
Sat. 0.3067 | 207.2 | 225.3 0.404 0.2639 | 208.6 | 226.2 0.402 
150 0.3187 | 210.7 | 229.6 0.412 
170 0.3517 | 221.4 | 242.3 0.432 0.2920 | 217.9 | 237.4 0.420 
190 0.3803 | 231.7 | 254.2 0.450 0.3213 | 228.8 | 250.2 0.440 
210 0.4063 | 241.6 | 265.7 0.468 0.3469 | 239.3 | 262.4 0.459 
230 0.4304 | 251.6 | 277.1 0.485 0.3702 | 249.5 | 274.2 0.476 
250 0.4533 | 261.6 | 288.5 0.501 0.3919 | 259.8 | 285.9 0.493 
270 0.4751 | 271.7 | 299.9 0.517 0.4124 | 270.1 | 297.6 0.509 
290 0.4961 | 281.9 | 311.3 0.532 0.4320 | 280.4 | 309.2 0.525 
310 0.5165 | 292.3 | 322.9 0.548 0.4510 | 290.8 | 320.9 0.540 
330 0.5364 | 302.7 | 334.5 0.563 0.4693 | 301.4 | 332.7 0.556 
350 0.5559 | 313.4 | 346.3 0.577 0.4872 | 312.2 | 344.7 0.570 
370 0.5750 | 324.2 | 358.3 0.592 0.5047 | 323.0 | 356.7 0.585 

р = 400 Ibf/in? р = 450 Ibf/in? 

(Ты = 164.0°F) (Ты = 175.1°Е) 
Sat. 0.2287 | 209.5 | 226.5 0.400 0.1921 | 209.9 | 225.9 0.396 
170 0.2406 | 213.6 | 231.4 0.408 
190 0.2725 | 225.6 | 245.8 0.430 0.2205 | 2207 | 2391 0.416 
210 0.2985 | 236.7 | 258.8 0.450 0.2486 | 233.0 | 2537 0.439 
230 0.3215 | 2474 | 2712 0.468 0.2719 | 2443 | 267.0 0.458 
250 0.3424 | 257.8 | 2832 0.485 0.2925 | 255.2 | 279.6 0.476 
270 0.3620 | 268.3 | 295.1 0.502 0.3113 | 266.0 | 292.0 0.493 
290 0.3806 | 278.8 | 307.0 0.518 0.3290 | 276.8 | 304.2 0.510 
310 0.3984 | 289.4 | 318.9 0.534 0.3457 | 287.6 | 316.4 0.526 
330 0.4156 | 3001 | 330.9 0.549 0.3617 | 2984 | 328.5 0.542 
350 0.4322 | 311.0 | 343.0 0.564 0.3772 | 309.4 | 340.8 0.557 
370 0.4484 | 321.9 | 355.1 0.579 0.3922 | 320.4 | 353.1 0.572 
390 0.4643 | 333.1 | 367.5 0.594 0.4068 | 331.7 | 365.6 0.587 

р = 500 Ibf/in? р = 600 Ibf/in? 

(Т = 185.3°F) (Ты = 203.4°F) 
Sat. 0.1610 | 209.3 | 224.2 0.391 0.1003 | 200.3 | 211.4 0.367 
190 0.1727 | 213.8 | 229.8 0.399 
210 0.2066 | 228.6 | 247.7 0.426 0.1307 | 214.3 | 228.8 0.394 
230 0.2312 | 240.9 | 262.3 0.448 0.1661 | 232.2 | 250.7 0.426 
250 0.2519 | 252.4 | 275.7 0.467 0.1892 | 245.8 | 266.8 0.449 
270 0.2704 | 263.6 | 288.6 0.485 0.2080 | 2581 | 2812 0.469 
290 0.2874 | 2746 | 3012 0.502 0.2245 | 269.8 | 294.8 0.487 
310 0.3034 | 285.6 | 313.7 0.519 0.2396 | 2814 | 308.0 0.505 
330 0.3186 | 296.6 | 326.1 0.534 0.2536 | 292.8 | 321.0 0.521 
350 0.3331 | 307.7 | 338.6 0.550 0.2669 | 304.2 | 333.9 0.538 
370 0.3471 | 318.9 | 351.0 0.565 0.2796 | 315.7 | 346.8 0.553 
390 0.3607 | 330.2 | 363.6 0.580 0.2917 | 327.3 | 359.7 0.569 
410 0.3740 | 3417 | 376.3 0.595 0.3035 | 338.9 | 372.6 0.584 
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Figure T-1 Generalized compressibility chart, рь = 1.0. Source: E. Е. Obert, Concepts of 
Thermodynamics, McGraw-Hill, New York, 1960. 


40 


35 


кез 1 114 = Г] LT] 
P RC H 
HHA ХАС, юм 
мк 211 

H3 

ви 


McGraw-Hill, 


25 


LEE 


Reduced pressure, pa 


20 


МАТ 
ХУУ 
УММ) 
NNN 
УММ 


Reduced pressure, pa 


15 


2: 
1 


e 
+ су 


інілі = Z чођое} Ау|!9!55ә:1ашоо 


Generalized compressibility chart, рь = 10.0. Source: E. Е. Obert, Concepts of Thermodynamics, 


2 
1960. 


Я 


К 


igure Т- 
New Yor 


ан 


Lujad = 2 ‘10,984 Ки((41869:4шоо) 
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Thermodynamics, McGraw-Hill, New York, 1960. 
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Figure T-4 Psychrometric chart for 1 atm (SI units). Source: Z. Zhang and M. B. Pate, “А 
Methodology for Implementing a Psychrometric Chart in a Computer Graphics System.” ASHRAE 
Transactions, Vol. 94, Pt. 1, 1988. 
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Figure T-4E Psychrometric chart for 1 atm (English units). Source: Z. Zhang and M. B. Pate, “A Methodology for 
Implementing a Psychrometric Chart in a Computer Graphics System.” ASHRAE Transactions, Vol. 94, Pt. 1, 1988. 


SE 


Dry bulb temperature, 


Diesel өздік. 230-234 
Otto cycle, 225-230 
Angle of attack, 336 

I шы ргіпсіріе, 264 


centroid, 262 
cond moment, 262 


Area interpretation: 
of fpdV, 37-40 
| 


Back work ratio, 189, 237 
Barometer, 255 


Bernoulli equation, 176, 278: 


relation to mechanical energy equation, 


282 
use of, 28| 


Blackbody radiation, 346, 473 
Blasius formula, 319 
Body force, 251 
Boiler, 116, 136, 186, 188 
Boundary, 14 
Boundary layer, hydrodynami 
concept of, 315, 326 
external flow, 326, 406 
in a pipe, 314 
internal flow, 314, 424 
laminar, 327 
on a circular cylinder, 332 
on a flat plate, 326 
separation, 332 
thickness, 326 
еа 327 


ary layer, thermal, 344 
external flow, 406, 410 
free convection, 438 
internal flow, 424 


niin forces, 264, 411, 439, 442 


Capacity, refrigeration, 210 
Carnot corollaries, statements, 129 
Carnot cycle: 

heat pump, 137 

power, 136-137 

refrigeration, 137, 207—209 


Celsius (Санты temperature scale, 25 
Center of buoyancy, 264 

Center of pressure, 262 

Centroid, 262 

Chemical equilibrium, 18 
Chlorofluorocarbon (CF) compounds, 218 
Chord | vut. 335 

Clai | 


Menos 
125 
Clausius, inequality of, 141-142 
Closed feedwater heaters, 206 
Closed system: 
definition, 15 
energy balance for, 43-45 
entropy balance for, 151-154 
Coefficient of performance: 
heat pump cycle, 54, 217 
modena for two reservoirs, 131—133, 208 


x 35, 33, 210 
Colebrook fon 1, 319 
Compressed see Liquids 


Compression ratio, 226 
Compressor, 108, 207, 234 

isentropic efficiency of, 168 
Condenser, 111, 117, 136, 162, 186, 

193-195, 207 

Conduction, energy transfer by, 42, 342 
Conduction heat tran: 22, 342, 356, 359 
See also Fins, One-dimensional, steady- 
state ашшы Thermal resistances, 


boundary conditions, 361, 362 
energy balances, 349, 351 
energy generation, 349, 373 
Fongers law, 343, 359 
uation, 361, 392, 395 

J | to, à 969, 371,373 


1 gradient, 359 
Conservation of energy, 7, 31, 33, 43, 99 
Conservation of mass, 7, 96 


Control surface, 15 
Control volume: 


energy balance for, 99—103 
entropy balance for, 157—159 
mass balance for, 96-99 
momentum balance for, 272 


Convection, energy transfer by, 42, 344 


Convection heat transfer, 9, 344 


Control mass, see Closed system 


coef cient, 345, 356 | 
“БЕК values, 345 


gen al forms, 409 
selection rules, 411 
correlations, table of 
nal flow, 423 


overall, 366, 370, 433, 449 
forced convection, 345 


Newton's law of cooling, 345, 407, 426 


problem of, 405 
y т, 186 
| constants, tables of, 511 


Caia point, 60 
Critical Reynolds number, 327, 408 
с" ээ 231 


Cylinder, heat transfer: 
conduction analysis 
steady-state, 369 

transient, 386, 395 


neering, 7 
le, 230-234 


Dimensional analysis, 293, 296 


Dimensionally homogeneous, 296 


Dimensionless groups, 301 
Dim „ tables of: 


Dimensionless product, 294 


557 


data, 332 
for a cylinder, 331 
for a flat plate, 3 


fora 
for 

Drag, 326, 330 
friction, 330 
рек, 330 

оп, 209 

Dynami pressure, 279 


Effectiveness: 


Efficiency: 
Carnot, 13 


isentrop nozzle, 7 
isentropic pump, 168 
isentropic turbine, 167 
thermal, 53 

Elbow losses, 321 

В сігіс н 35, 349 


Elevation Мөс, 280 | 


Emissive power, 346, 470 
Emissivity, 346, 356, 479 
Energy: 

с 
flow, 101 
internal, 40, 176 
kinetic, 31, 41 
mechanical, 175 


for control volu 


internal, for h 


Enthalpy-entropy diagran 
Entrance length, 315 
Entrance loss, 321 


servation of, 2, 31, 33, 43, 99 


nal flow, 314 


нини 
approximation using saturated liquid data, 


state, 18 
test for, 18 
thermal, 18, 24 
thermodyn: 
Euler number 
Evaporator, 111, 207, 209 
Exact differential, 34 
Exit loss, 321 
Patensie property, 17 


fis transfer, 345, 412 
е ons, table of, 423 
cylinder in cross flow, 418 
flat plate, 412 


F = ma, 19, 272 
Fahrenheit temperature scale 25 
Feedwater heater, | 2 
Film temperature, 411 
Fins, 377 
annular type, 378, 383 
conduction-convection analysis, 378 
heat rate relations, table of, 380 
performance parameters, 382 
rectangular cross-section, 378—380 


w of thermodynamics, 43 
heat transfer, applied to, 348, 351 
First moment of area, 261 
Flat plate, flow past: 
boundary layer on, 326 
drag coefficient, 329 
flow past, 326 
Flat plate, heat transfer from: 
correlations, table of, 423, 446 
forced convection, 412 


mass, 97 
volumetric, 97 
Flow оа 332 


Fluid, definition of, 269 
F urier number, 389 


с lind; ho zontal, 440 
plate, horizontal, 442 
vertical plate, 440 


sphere, 440 

Free jet, 280 
Free surface, 260 
Freon 12, 218 
Friction drag, 330 


Friction factor, 318 


Fully developed region, internal flow: 
hydrodynamic, 314 


Gas turbine: 
air-standard analysis, 235 
5- чылы 235 


Grashof number, 411, 439 


Head loss in a pipe, 317 
Head loss, 176, 283 
ances, 321 


Head, 280 
elevation, 280 
loss, 283 


pump, 283 

turbine, 283 

velocity, 280 
Heat: 


accompanying, 149, 


É ition in thermodynamics, 41, 52 
transfer modes, 42 
waste, 217 


Heat pagine, see | Power cycle 


pinigea 2 энд 447, 453 
fluid energy balances, 448 
log mean aie жеріні difference, 450 


Heat pump, ‚53—54, 217-218 
air source, 54, 217 
Carnot cycle, 137 
ground-source, 54, 217 
vapo: ion, 217-218 
Heat rate, 189, 2 


définition of, 342 
ione 8, = 342, TM 


надаа ней 318 
Hydroelectric, 106 
Hydrostatic force оп plane surface, 260 


distribution, 253 
5, 380, 511 


Ice point, 25 

Ideal gas: 
enthalpy, 81, 83 
ied 147-148 


mewa | energ 81, ee 

model, defi 1 

polytropic process of, 89-91 , 164-166, 
173 

эрээс heat relations, 83-85 

» 83, 147, 535, 554 


Incomp 881 
Independent ма 
Inequality of Clausius, 141-142 
Inexact differential, 34 
Intensive property, 17 


e, 78-79, 148-149 


Interactive Heat Transfer (ІНТ), 11, 352, 
391, 481 
Interactive Thermodynamics (IT), 11 
Internal combustion engines, 223-234 
nomenclature, 223-225 


equation, 177 
1 comments, 40-41 
generation, 177 


Internal flow, heat transfer, 345, 4 
boundary layers, 424 
convection rate 4. a; н 


ie mean temperature difference, 432 
mean temperature, 426 
surface thermal conditions 


Internal irreversibility, 127, 128, 142 

Internally reversible process, 128, 142, 
149, 171 

i i ine 65-66 


3 bilities, 126-127 
бетеге ргосеѕѕ, 126-127 
pene кіш 


pump, 168 


125-126 
a ағы 2 of, 126 


pipe, 314 
boundary layer, 327 
past a cylinder, 332 


1, 65- 66 


Index 559 


pressed (subcooled), 63, 77-78, 144 
Ле model for, 78-79, 148 


saturated, 60 
Loss coefficient, 320 
NI 312 


ша 6 
і Pg 256 


Mass flow rate, 97-98 

Mean effective pressure, 224 

Mechanical energy equation (balance), 
175, m 


toii. for deas. pr ай, 26, 190 
Microscopic viewpoint, 16, 41 
Міпог 1055, 318 
Model, 304 
Model, engineering, 7 
Modeling laws, 305 
Molar basis, 22 
Mole, 22 
Molecular weight, 22 
table of values, 521 
Mollier diagram, 145 
Momentum: 
conservation of, 7 
equation for control volumes, 272 
Moody chart, 318, 319 


Newton’s second law of motion, 19 
for control volumes, 272 

Newtonian fluid, 271 

No-slip condition, 270, 326 


icone power, T 
Nusselt number, 409, 440 


One-dimensional flow, 97—98 
One-dimensional, teady-state conduction, 362 
ces, see fins 


ная ины 269, 370 
composite walls, 370 
generation effects, 377 


circul ipei 369 
110, 202-206 


Open feed 
Optical pyr 7 
Otto cycle, 225.. 230 


changes, 62-64 
diagram, 60 


equilibrium, 18 


Pipe: 
fittings, 321 
flow in, 314 
2 developed flow іп, 315 
37 


ow in, 3 
e roughness, 318 
nal flow in, 314 
turbulent flow in, 3 a 


velocity profile, 3 
i low exan 


Тш аа ae 280 
Planck’s law, 474 
Plane wall petens, ind transfer: 


Mike iuge conduction, 3 6, 3€ 392 
Planform area, 335 
Poiseuille’ s law, мэ. 


i 91, ‚ 164-166, 173 


electrical, 36 
transmitted by a shaft, 35 
Power cycle, 52 


velocity profile, 317 
number, 410, 413, 425 
ation, 305 


о drag, 330 
Pressure force, 260 


Pressure head, 253, 280 
Pressure transducer, 260 
Pressure: 

absolute, 23, 255 
atmospheric, standard, 23 


aren ic, 279 
mean effective, 224 
measurement of, 279 


vacuum, 255 
2. 2 © 65 


adiabatic, 42 
definition, 16 
internally reversible, 128, 142, 149, 171 


Prototype, 305 
Pump, 108, 116, 136, 172, 186, 188, 


ance, E 
т, optical, 24 


37, 59, 128 


Fuld si set heat pose 


band emission ви. 476 
473 
- coefficient, 347, 391 
46, 476, 484 
interrelationships, 483 
typical values, 480 
quantities and processes, 470 
definitions (table), 472 


diffuse, 470 

diffuse-gray, 484 

spectrally selective, 479, 484 
NN energy balances, 471, 472, 483 


леби К терге entations, 493, 495, 497 
radiation shields, 498 
resistances, surface and space, 493, 496 


12, 218 
‚53, 206 


ton of, 210 
vapor-compression, 207-216 


in vapor power 
Regenerator, 243-246 
effectiveness, 244 
Reheat i in мелай мен Эми 199 


flat plate, 328 
Repeating variables, 298 
Reservoir, thermal, 125 
Resistance temperature detector, 24 
Reversible process, 126, 128 
internally г 128, 142, 149, 171 
е пип 1, 314, 410, 424 

1 7, 408. 


ed vapor, 60 
Saturation pressure, 61 
_ Bi oi el 


кызу remarks, 123-125 
| ick statement, 125 


Semit нонни media, 481 


Separation, boundary layer, 332 
Shear stress, 271 


for heat, m 
for work, 34 
Similarity елена, 305 


менг эрээ 287 
d heat: 


approximation using saturated liquid 
| , 72 
critical, 60 
molar, 22 
Sphere, на ала: іепі, 331 


free convection, 444 

steady-state conduction, 370 

transient conduction, 386, 395 
Stagnation point, 279 


— 


reference, 72, 85, 143 


steady, 16, 48, 98, 102-117, 158-162 
triple, 25, 61 
State 5. 59 


ийн flow. 
Steady state, 16, 48, 98, 102-117, 158-162 
Steam generator, 198 

Steam point, 25 

Steam tables, 64, 71, 144, 522-528, 


538-547 
Stefan-Boltzmann law, 346, 476 
Streamlined body, 332 
Streamline, m 


uds, see Liq ds 
Sublimation, 60. 
Superheat, 198 
Superheated vapor, 64 
Surface force, 251 
Surface roughness, 318 


closed, 15 i 
definition, 14 
эхэн, 5i 


T dS equations, 146 
Temperature: 
DDR 25, 131 


sien dn 363, 369, 
transient, 386, 389, 395 
See нир, diagram, 549 


‘Thermal diffusivity, 361 
Thermal efficiency, 53 
of a Carnot cycle, 132 
Thermal equilibrium, 18, 24 
Thermal radiation, energy transfer by, 
42, 345 

Thermal res: 
Thermal г 


rvoir, 125 


fin, 
Thermal time constant, 387 
Thermistor, 24 


first law of, 43 
general comments, 14 
second law of, 123-126 
statistical, 16, 41 
paie ig" tables, 522—556 


360, 511 
of common materials, 516 
of technical materials, 514 
of gases, 518 


Throttling | process, 1 T 
Ton of refrigeration, 210 
Transient analysis of control volumes, 102 


pln май, 391 
radial systems, 395 
series solution, a 395 


15 п: 
іп а ріре, 316 
опа 2 г 327 


25, о, 61 
Tubes, heat transfer: 
cross flow, 418 
free convection, 444 


Turbine head, 283 
Turbine, 106, 117, 186, 235, 283 
isentropic n M 167 
Turb епс , heat tran: 
effects 
free convection, 439 
Turbulent boundary layer: 
cylinder, 332 
flat p 328 


ers, 414, 425 


in a pipe, 31€ 
on a flat plate, 328 
Turl iun pem es transfer: 


British Gravitational (BG), 21 
"gnis 20-21 


] gas constant, 79 
Ups cam velocity, 325 
U-tube manometer, 256 


Vacuum pressure, 255 

n, 255 

> losses, 321 

Vapor, saturated, 60 

Vapor power cycle, 117, 136, 186 
Vapor-compression refrigeration, 207-216 
Vaporization, 60, 62-64 


ary laye: 
їп a pipe (laminar), 315 
in a pipe ( turbulent), 317 
View factor (radiation exchange), 489 


procity relation, 489 


562 Index 


summation rule, 490 

tables and graphs of, 490, 491 
Viscosity, 270 

kinematic, 271 
Volume: 

critical specific, 60 

specific, 21 

i etric energy generation, 349, 373 
Volumetric flow rate, 98 
Volumetric heat capacity, 361 
Volumetric thermal expansion coefficient, 
411, 440 

Vortex tube, 160-162 


Wake, 332 
Water: 
ideal gas properties of, 535, 554 
steam tables, 64, 71, 144, 522-528, 
538-547 
transport properties, 520 
Wet compression, 209 
Wholly t 
Wien’s dis] ent law, 475 
Wing loading, 335 
Work: 
electrical, 36 


energy transfer by, 31, 32, 33-40, 100-101 


expansion or compression, 36-40 

flow work, 101 

in mechanics, definition of, 32 

in quasiequilibrium processes, 37 

sign convention for, 34 

thermodynamic definition of, 33 

transmitted by a shaft, 35 
Working fluid, 218 


Conversion Factors 


Acceleration 
Area 


Density 


Energy 


Force 


Energy transfer rate 
Heat flux 

Heat generation rate 
Heat transfer coefficient 
Kinematic viscosity 
and diffusivities 

Length 


Mass 


Mass flow rate 
Power 


Pressure and stress 


Specific energy 
Specific heat 
Temperature 


Temperature difference 


Thermal conductivity 


1 BTU 


1 Ibf 


1 W/m? 

1 W/m? 

1 W/m?: К 
1 m?/s 


1m 


] km 
1 kg 


1 kg/s 
1W 
1kW 
1 hp 


1 N/m? 


1.0133 х 105 N/m? 
1 х 10° N/m? 

1 kJ/kg 

1 J/kg: К 

K 


1K 


1 W/m: К 


4.2520 x 107 ft/h? 
= 1550.0 in? 
= 10.764 ft? 


= 0.062428 Ib/ft? 

1.94 X 1073 slug/ft? 
= 1М№:т 

= 0.2390 са! 

= 9.4787 х 10 * Btu 
= 778.17 ЕСІМ 

= 1 kg: m/s? 

= 0.22481 Ibf 

= 1 slug: ft/s? 

= 32.174 1b ` ft/s? 

= 3.412 Btu/h 

= 0.3171 Btu/h - f 

= 0.09665 Btu/h · ft? 
= 0.17612 Btu/h - ft? - °F 
= 3.875 x 104 ft’/h 
10.76 #2/5 

= 39.370 in. 

= 3.2808 ft 

= 0.62137 mile 


= 2.2046 Ib 

= 6.852 Х 1077 slug 

= 2.2046 15% 

= 1 №:т/5 

= 1.341 hp 

= 550 ft : Ibf/s 

— 2545 Btu/h 

= 1 Pa 

= 1.4504 x 1075 Ibf/in? 
= 4.015 х 10 ? in. water 
= 2.953 x 10 * in. Hg 
— 1 standard atmosphere 
] bar 

= 0.42992 Btu/Ib 


= 2.3886 х 10 ^ Btu/lb - ^R 


= (5/9 R 

= (5/9)CF + 459.67) 
= °С + 273.15 

е 

(9/5)°R = (9/5)°F 
= 0.57782 Btu/h - ft - °F 


z 


= 0.52750 “Ғ/һ- Btu 
Viscosity (dynamic) 1 №: s/m? = 1 kg/s: m 

2419.1 Ib/ft- h 

= 5.8016 х 10 * Ibf - h/f 
= 2.089 х 10 ? Ibf - s/f? 


Thermal resistance 


Volume 1m = 6.1023 x 107 in? 
= 35.314 ft 
— 264.17 gal 
= 1071. 
1 ва! = 0.13368 ft? 
Volume flow rate 1 m?/s = 2.1188 х 10° ft/min 


= 1.5850 х 10! gal/min 


Physical Constants 


Universal Gas Constant: 
К = 8.314 kI/kmol : К 
= 8314 N: m/kmol: К 
1545 ft: Ibf/Ibmol · ^R 
= 1.986 Btu/Ibmol : ^R 
Stefan-Boltzmann Constant: 
с = 5.670 x 1075 W/m? - K* 
= 0.1714 X 10 * Btu/h ` ft? ^R" 
Blackbody Radiation Constants: 
C, = 3.7420 X 108 № · ium*/m? 
= 1,187 х 10° Btu* ша нг ft? 
С, = 1.4388 х 104 um: К 
= 2.5897 х 104 um - ^R 
C, = 2897.8 wm: К 
= 5215.6 pm: ^R 
Gravitational Acceleration (Sea Level): 
g = 9.807 m/s? = 32.174 ft/s” 
Standard Atmospheric Pressure: 
р = 1.01325 bar = 101,325 N/m? = 14.696 Ibf/in.? 


List of Symbols 


Undesignated symbols are used consistently 
throughout the book. The following denote 
particular sections where symbols have 


special meanings 


Т 


thermodynamics 


FM Яша mechanics 
HT heat transfer 


E, 


in,out 


Biot number 

specific heat of an incompressible substance, 
centroid (FM) 

specific heat at constant pressure, 21/97), 
specific heat at constant volume, ди/дТ), 

drag coefficient 

lift coefficient 

thermal capacitance 

drag force 

hydraulic diameter 

energy per unit mass (T); energy (Т), electric 
potential (НТ), emissive power (НТ) 

Euler number 

rate of energy generation 

rate of energy transfer in/out of control volume 
rate of increase of energy stored within a control volume 
force vector, force 

Fourier number 

Froude number 

friction factor 

irradiation 

Grashof number 

enthalpy per unit mass (7), convection heat transfer 
coefficient (HT) 

enthalpy (Т), head (FM), height (FM, HT) 
head loss 

electric current 

radiosity 

specific heat ratio: c,/c, (T), thermal conductivity 
(HT), Boltzmann's constant (HT) 

loss coefficient 

lift 

mass 

mass flow rate 

molecular weight, Mach number (FM), moment (FM) 
mass dimension 

number of moles, polytropic exponent 

Nusselt number 

pressure 

potential energy per unit mass; potential energy 
Prandtl number 

heat transfer rate (HT) 

rate of energy generation per unit volume (НТ) 


S 


ы 


AAA a ODIO’ 


heat transfer rate per unit length (HT) 

heat flux (HT) 

amount of energy transfer by heat transfer 
heat transfer rate (T) 

volumetric flow rate 

radial vector 

gas constant: R/M, radius (FM, HT) 

Rayleigh number 

Reynolds number 

universal gas constant 

electrical resistance 

fouling factor 

thermal resistance 

thermal contact resistance 

entropy per unit mass (Т), distance along а 
streamline (FM); entropy (Т) 

entropy function as used in ideal gas tables 
specific gravity 

Strouhal number 

time 

temperature 

internal energy per unit mass (Т); internal energy 
(T), upstream velocity (FM), overall heat transfer 
coefficient (HT) 

fluid velocity components 

specific volume; volume 

velocity 

work, width of a slot nozzle (HT) 

weight 

rate of work, or power 

quality 

critical location for transition to turbulent flow 
hydrodynamic entry length 

thermal entry length 

mass flow rate ratio, mole fraction 

distance from free surface to center of pressure 
elevation 

compressibility factor 


Greek Letters 


thermal diffusivity (HT), absorptivity (HT), angle of 
attack (FM) 

coefficient of performance for a refrigerator (T), 
diameter ratio (FM), coefficient of volume 
expansion (HT) 

coefficient of performance for a heat pump (7), 
specific weight (FM) 

hydrodynamic boundary layer thickness 

thermal boundary layer thickness 

heat exchanger effectiveness (T, HT), pipe wall 
roughness (FM), emissivity (HT) 

fin effectiveness 


T efficiency, similarity variable 

те fin efficiency 

9 temperature difference, angle 

А wavelength 

u absolute (dynamic) viscosity 

v kinematic viscosity 

П рі term; dimensionless quantity 

р density, reflectivity (НТ) 

с entropy production (Т), normal stress (НТ), 
Stefan-Boltzmann constant (HT) 

o rate of entropy production 

ф relative humidity (Т) 

T shear stress (FM), transmissivity (HT) 

w humidity ratio (T), angular velocity (T), shedding 
frequency (FM) 

Subscripts 

a dry air 

abs absorbed 

ad adiabatic 

b boundary (T), base of an extended surface (HT), 
blackbody (HT) 

B bouyancy 

€ property at the critical point (T), compressor (T), 
combined system (T), critical (transition) (FM), 
centroid (FM), cross-sectional (HT), cold fluid (HT) 

су control volume 

cw cooling water 

С cold reservoir, low temperature 

CF counterflow 

D drag, diameter 

е state of substance exiting a control volume (Т), 
emission (HT) 

Ї property of saturated liquid (Т), temperature of 
surroundings (Т), final value (Т), film temperature 
(AT), fin conditions (HT) 

fg difference in property for saturated vapor and 
saturated liquid, heat of vaporization 

g property of saturated vapor 

h hydrodynamic, hot fluid 

H hot reservoir, high temperature 


state of a substance entering a control volume (7), 
tube inlet condition (HT), initial condition (HT) 


initial value (Т), property of saturated solid, inner 


(AT) 

I irreversible 

ig, if difference in property for saturated vapor (saturated 
liquid) and saturated solid 

isol isolated 

int теу internally reversible 

J portion of the boundary 

L based on characteristic length 

Ї based on plate length 

Im log mean condition 

m mean value over a tube cross section 

7) center ог midplane condition, tube outlet condition, 
outer 

р pump 

р particle 

rad radiation 

ref reference state or value (Т), reflected radiation (HT) 

res reservoir 

R reversible 

R resultant 

8 isentropic 

5 streamwise direction, surface conditions 

sat saturated 

sur surroundings 

t turbine 

t thermal 

tp triple point 

tr transmitted 

у уарог 

уу water, wall 

X local conditions 

X spectral 

Superscripts 


dot over symbol denotes time rate 
dimensionless quantity 

fluctuating quantity (HT) 

overbar denotes property on a molar basis (Т), 
surface average conditions (HT) 

property at standard state or standard pressure 


